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1.1 Wind Power 


Gary L. Johnson 


The wind is a free, clean, and inexhaustible energy source. It has served humankind well for many 
centuries by propelling ships and driving wind turbines to grind grain and pump water. Denmark was 
the first country to use wind for generation of electricity. The Danes were using a 23-m diameter wind 
turbine in 1890 to generate electricity. By 1910, several hundred units with capacities of 5 to 25 kW were 
in operation in Denmark (Johnson, 1985). By about 1925, commercial wind-electric plants using two- 
and three-bladed propellers appeared on the American market. The most common brands were Win- 
charger (200 to 1200 W) and Jacobs (1.5 to 3 KW). These were used on farms to charge storage batteries 
which were then used to operate radios, lights, and small appliances with voltage ratings of 12, 32, or 
110 volts. A good selection of 32-VDC appliances was developed by the industry to meet this demand. 
In addition to home wind-electric generation, a number of utilities around the world have built larger 
wind turbines to supply power to their customers. The largest wind turbine built before the late 1970s was 
a 1250-kW machine built on Grandpa’s Knob, near Rutland, Vermont, in 1941. This turbine, called the 
Smith-Putnam machine, had a tower that was 34 m high and a rotor 53 m in diameter. The rotor turned 
an ac synchronous generator that produced 1250 kW of electrical power at wind speeds above 13 m/s. 
After World War I, we entered the era of cheap oil imported from the Middle East. Interest in wind 
energy died and companies making small turbines folded. The oil embargo of 1973 served as a wakeup 
call, and oil-importing nations around the world started looking at wind again. The two most important 
countries in wind power development since then have been the U.S. and Denmark (Brower et al., 1993). 
The U.S. immediately started to develop utility-scale turbines. It was understood that large turbines 
had the potential for producing cheaper electricity than smaller turbines, so that was a reasonable 
decision. The strategy of getting large turbines in place was poorly chosen, however. The Department of 
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TABLE 1.1 Wind Power Installed Capacity 


Canada 83 
China 224 
Denmark 1450 
India 968 
Treland 63 
Italy 180 
Germany 2874 
Netherlands 363 
Portugal 60 
Spain 834 
Sweden 150 
U.K. 334 
US. 1952 
Other 304 
Total 9839 


Energy decided that only large aerospace companies had the manufacturing and engineering capability 
to build utility-scale turbines. This meant that small companies with good ideas would not have the 
revenue stream necessary for survival. The problem with the aerospace firms was that they had no desire 
to manufacture utility-scale wind turbines. They gladly took the government’s money to build test 
turbines, but when the money ran out, they were looking for other research projects. The government 
funded a number of test turbines, from the 100 kW MOD-0 to the 2500 kW MOD-2. These ran for brief 
periods of time, a few years at most. Once it was obvious that a particular design would never be cost 
competitive, the turbine was quickly salvaged. 

Denmark, on the other hand, established a plan whereby a landowner could buy a turbine and sell 
the electricity to the local utility at a price where there was at least some hope of making money. The 
early turbines were larger than what a farmer would need for himself, but not what we would consider 
utility scale. This provided a revenue stream for small companies. They could try new ideas and learn 
from their mistakes. Many people jumped into this new market. In 1986, there were 25 wind turbine 
manufacturers in Denmark. The Danish market gave them a base from which they could also sell to 
other countries. It was said that Denmark led the world in exports of two products: wind turbines and 
butter cookies! There has been consolidation in the Danish industry since 1986, but some of the com- 
panies have grown large. Vestas, for example, has more installed wind turbine capacity worldwide than 
any other manufacturer. 

Prices have dropped substantially since 1973, as performance has improved. It is now commonplace 
for wind power plants (collections of utility-scale turbines) to be able to sell electricity for under four 
cents per kilowatt hour. 

Total installed worldwide capacity at the start of 1999 was almost 10,000 MW, according to the trade 
magazine Wind Power Monthly (1999). The countries with over 50 MW of installed capacity at that time 
are shown in Table 1.1. 


Applications 
There are perhaps four distinct categories of wind power which should be discussed. These are 


1. small, non-grid connected 
2. small, grid connected 
3. large, non-grid connected 
4. large, grid connected 


By small, we mean a size appropriate for an individual to own, up to a few tens of kilowatts. Large 
refers to utility scale. 
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Small, Non-Grid Connected 


If one wants electricity in a location not serviced by a utility, one of the options is a wind turbine, with 
batteries to level out supply and demand. This might be a vacation home, a remote antenna and 
transmitter site, or a Third-World village. The costs will be high, on the order of $0.50/kWh, but if the 
total energy usage is small, this might be acceptable. The alternatives, photovoltaics, microhydro, and 
diesel generators, are not cheap either, so a careful economic study needs to be done for each situation. 


Small, Grid Connected 


The small, grid connected turbine is usually not economically feasible. The cost of wind-generated elec- 
tricity is less because the utility is used for storage rather than a battery bank, but is still not competitive. 

In order for the small, grid connected turbine to have any hope of financial breakeven, the turbine 
owner needs to get something close to the retail price for the wind-generated electricity. One way this is 
done is for the owner to have an arrangement with the utility called net metering. With this system, the 
meter runs backward when the turbine is generating more than the owner is consuming at the moment. 
The owner pays a monthly charge for the wires to his home, but it is conceivable that the utility will 
sometimes write a check to the owner at the end of the month, rather than the other way around. The 
utilities do not like this arrangement. They want to buy at wholesale and sell at retail. They feel it is 
unfair to be used as a storage system without remuneration. 

For most of the twentieth century, utilities simply refused to connect the grid to wind turbines. The 
utility had the right to generate electricity in a given service territory, and they would not tolerate 
competition. Then a law was passed that utilities had to hook up wind turbines and pay them the avoided 
cost for energy. Unless the state mandated net metering, the utility typically required the installation of 
a second meter, one measuring energy consumption by the home and the other energy production by 
the turbine. The owner would pay the regular retail rate, and the utility would pay their estimate of 
avoided cost, usually the fuel cost of some base load generator. The owner might pay $0.08 to $0.15 per 
kWh, and receive $0.02 per kWh for the wind-generated electricity. This was far from enough to eco- 
nomically justify a wind turbine, and had the effect of killing the small wind turbine business. 


Large, Non-Grid Connected 


These machines would be installed on islands or in native villages in the far north where it is virtually 
impossible to connect to a large grid. Such places are typically supplied by diesel generators, and have a 
substantial cost just for the imported fuel. One or more wind turbines would be installed in parallel with 
the diesel generators, and act as fuel savers when the wind was blowing. 

This concept has been studied carefully and appears to be quite feasible technically. One would expect 
the market to develop after a few turbines have been shown to work for an extended period in hostile 
environments. It would be helpful if the diesel maintenance companies would also carry a line of wind 
turbines so the people in remote locations would not need to teach another group of maintenance people 
about the realities of life at places far away from the nearest hardware store. 


Large, Grid Connected 


We might ask if the utilities should be forced to buy wind-generated electricity from these small machines 
at a premium price which reflects their environmental value. Many have argued this over the years. A 
better question might be whether the small or the large turbines will result in a lower net cost to society. 
Given that we want the environmental benefits of wind generation, should we get the electricity from 
the wind with many thousands of individually owned small turbines, or should we use a much smaller 
number of utility-scale machines? 

If we could make the argument that a dollar spent on wind turbines is a dollar not spent on hospitals, 
schools, and the like, then it follows that wind turbines should be as efficient as possible. Economies of scale 
and costs of operation and maintenance are such that the small, grid connected turbine will always need to 
receive substantially more per kilowatt hour than the utility-scale turbines in order to break even. There is 
obviously a niche market for turbines that are not connected to the grid, but small, grid connected turbines 
will probably not develop a thriving market. Most of the action will be from the utility-scale machines. 
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Sizes of these turbines have been increasing rapidly. Turbines with ratings near 1 MW are now common, 
with prototypes of 2 MW and more being tested. This is still small compared to the needs of a utility, 
so clusters of turbines are placed together to form wind power plants with total ratings of 10 to 100 MW. 


Wind Variability 


One of the most critical features of wind generation is the variability of wind. Wind speeds vary with 
time of day, time of year, height above ground, and location on the earth’s surface. This makes wind 
generators into what might be called energy producers rather than power producers. That is, it is easier 
to estimate the energy production for the next month or year than it is to estimate the power that will 
be produced at 4:00 pm next Tuesday. Wind power is not dispatchable in the same manner as a gas turbine. 
A gas turbine can be scheduled to come on at a given time and to be turned off at a later time, with full 
power production in between. A wind turbine produces only when the wind is available. At a good site, 
the power output will be zero (or very small) for perhaps 10% of the time, rated for perhaps another 
10% of the time, and at some intermediate value the remaining 80% of the time. 

This variability means that some sort of storage is necessary for a utility to meet the demands of its 
customers, when wind turbines are supplying part of the energy. This is not a problem for penetrations 
of wind turbines less than a few percent of the utility peak demand. In small concentrations, wind turbines 
act like negative load. That is, an increase in wind speed is no different in its effect than a customer 
turning off load. The control systems on the other utility generation sense that generation is greater than 
load, and decrease the fuel supply to bring generation into equilibrium with load. In this case, storage 
is in the form of coal in the pile or natural gas in the well. 

An excellent form of storage is water in a hydroelectric lake. Most hydroelectric plants are sized large 
enough to not be able to operate full-time at peak power. They therefore must cut back part of the time 
because of the lack of water. A combination hydro and wind plant can conserve water when the wind is 
blowing, and use the water later, when the wind is not blowing. 

When high-temperature superconductors become a little less expensive, energy storage in a magnetic 
field will be an exciting possibility. Each wind turbine can have its own superconducting coil storage 
unit. This immediately converts the wind generator from an energy producer to a peak power producer, 
fully dispatchable. Dispatchable peak power is always worth more than the fuel cost savings of an energy 
producer. Utilities with adequate base load generation (at low fuel costs) would become more interested 
in wind power if it were a dispatchable peak power generator. 

The variation of wind speed with time of day is called the diurnal cycle. Near the earth’s surface, winds 
are usually greater during the middle of the day and decrease at night. This is due to solar heating, which 
causes “bubbles” of warm air to rise. The rising air is replaced by cooler air from above. This thermal 
mixing causes wind speeds to have only a slight increase with height for the first hundred meters or so 
above the earth. At night, however, the mixing stops, the air near the earth slows to a stop, and the winds 
above some height (usually 30 to 100 m) actually increase over the daytime value. A turbine on a short 
tower will produce a greater proportion of its energy during daylight hours, while a turbine on a very 
tall tower will produce a greater proportion at night. 

As tower height is increased, a given generator will produce substantially more energy. However, most 
of the extra energy will be produced at night, when it is not worth very much. Standard heights have 
been increasing in recent years, from 50 to 65 m or even more. A taller tower gets the blades into less 
turbulent air, a definite advantage. The disadvantages are extra cost and more danger from overturning 
in high winds. A very careful look should be given the economics before buying a tower that is significantly 
taller than whatever is sold as a standard height for a given turbine. 

Wind speeds also vary strongly with time of year. In the southern Great Plains (Kansas, Oklahoma, 
and Texas), the winds are strongest in the spring (March and April) and weakest in the summer (July 
and August). Utilities here are summer peaking, and hence need the most power when winds are the 
lowest and the least power when winds are highest. The diurnal variation of wind power is thus a fairly 
good match to utility needs, while the yearly variation is not. 
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TABLE 1.2. Monthly Average Wind Speed in MPH and Projected Energy 
Production at 65 m, at a Good Site in Southern Kansas 


10 m 60 m Energy 10 m 60 m Energy 

Month Speed Speed (MWh) Month Speed Speed (MWh) 
1/96 4.9 20.3 256 1/97 15.8 21.2 269 
2/96 6.2 22.4 290 2/97 14.7 19.0 207 
3/96 7.6 22.3 281 3/97 17.4 22.8 291 
4/96 9.8 25.2 322 4/97 15.9 20.4 242 
5/96 8.4 23.1 297 5/97 15.2 19.8 236 
6/96 3.5 18.2 203 6/97 11.9 16.3 167 
7/96 2.5 16.5 169 7197 13.3 18.5 212 
8/96 1.6 16.0 156 8/97 11.7 16.9 176 
9/96 2.4 17.2 182 9/97 13.6 19.0 211 
10/96 17.1 23.3 320 10/97 15.0 21.1 265 
11/96 15.3 20.0 235 11/97 14.3 19.7 239 


12/96 15.1 20.1 247 12/97 13.6 19.5 235 


The variability of wind with month of year and height above ground is illustrated in Table 1.2. These 
are actual wind speed data for a good site in Kansas, and projected electrical generation of a Vestas turbine 
(V47-660) at that site. Anemometers were located at 10, 40, and 60 m above ground. Wind speeds at 
40 and 60 m were used to estimate the wind speed at 65 m (the nominal tower height of the V47-660) 
and to calculate the expected energy production from this turbine at this height. Data have been nor- 
malized for a 30-day month. 

There can be a factor of two between a poor month and an excellent month (156 MWh in 8/96 to 
322 MWh in 4/96). There will not be as much variation from one year to the next, perhaps 10 to 20%. 
A wind power plant developer would like to have as long a data set as possible, with an absolute minimum 
of one year. If the one year of data happens to be for the best year in the decade, followed by several 
below average years, a developer could easily get into financial trouble. The risk gets smaller if the data 
set is at least two years long. 

One would think that long-term airport data could be used to predict whether a given data set was 
collected in a high or low wind period for a given part of the country, but this is not always true. One 
study showed that the correlation between average annual wind speeds at Russell, Kansas, and Dodge 
City, Kansas, was 0.596 while the correlation between Russell and Wichita was 0.115. The terrain around 
Russell is very similar to that around Wichita, and there is no obvious reason why wind speeds should 
be high at one site and low at the other for one year, and then swap roles the next year. 

There is also concern about long-term variation in wind speeds. There appears to be an increase in global 
temperatures over the past decade or so, which would probably have an impact on wind speeds. It also 
appears that wind speeds have been somewhat lower as temperatures have risen, at least in Kansas. It appears 
that wind speeds can vary significantly over relatively short distances. A good data set at one location may 
underpredict or overpredict the winds at a site a few miles away by as much as 10 to 20%. Airport data 
collected on a 7-m tower in a flat river valley may underestimate the true surrounding hilltop winds by a 
factor of two. If economics are critical, a wind power plant developer needs to acquire rights to a site and 
collect wind speed data for at least one or two years before committing to actually constructing turbines there. 


Land Rights 


Spacing of turbines can vary widely with the type of wind resource. In a tradewind or a mountain pass 
environment where there are only one or two prevailing wind directions, the turbines can be located 
“shoulder to shoulder” crossways to the wind direction. A downwind spacing of ten times the rotor 
diameter is usually assumed to be adequate to give the wind space to recover its speed. In open areas, a 
crosswind spacing of four rotor diameters is usually considered a minimum. In the Great Plains, the 
prevailing winds are from the south (Kansas, Oklahoma, and Texas) or north (the Dakotas). The energy 
in the winds from east and west may not be more than 10% of the total energy. In this situation, a spacing 
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of ten rotor diameters north-south and four rotor diameters east-west would be minimal. Adjustments 
would be made to avoid roads, pipelines, power lines, houses, ponds, and creeks. 

The results of a detailed site layout will probably not predict much more than 20 MW of installed 
capacity per square mile (640 acres). This figure can be used for initial estimates without great error. 
That is, if a developer is considering installing a 100-MW wind plant, rights to at least five square miles 
should be acquired. 

One issue that has not received much attention in the wind power community is that of a fair 
compensation to the land owner for the privilege of installing wind turbines. The developer could buy 
the land, hopefully with a small premium. The original deal could be an option to buy at some agreed 
upon price, if two years of wind data were satisfactory. The developer might lease the land back to the 
original landowner, since the agricultural production capability is only slightly affected by the presence 
of wind turbines. Outright purchase between a willing and knowledgeable buyer and seller would be as 
fair an arrangement as could be made. 

But what about the case where the landowner does not want to sell? Rights have been acquired by a 
large variety of mechanisms, including a large one-time payment for lease signing, a fixed yearly fee, a 
royalty payment based on energy produced, and combinations of the above. The one-time payment has 
been standard utility practice for right-of-way acquisitions, and hence will be preferred by at least some 
utilities. A key difference is that wind turbines require more attention than a transmission line. Roads are 
not usually built to transmission line towers, while they are built to wind turbines. Roads and maintenance 
operations around wind turbines provide considerably more hassle to the landowner. The original owner 
got the lease payment, and 20 years later the new owner gets the nuisance. There is no incentive for the 
new landowner to be cooperative or to lobby county or state officials on behalf of the developer. 

A one-time payment also increases the risk to the developer. If the project does not get developed, there 
has been a significant outlay of cash which will have no return on it. These disadvantages mean that the 
one-time payment with no yearly fees or royalties will probably not be the long-term norm in the industry. 

To discuss what might be a fair price for a lease, it will be helpful to use an example. We will assume 
the following: 


+ 20 MW per square mile 

+ Land fair-market value $500/acre 

+ Plant factor 0.4 

* Developer desired internal rate of return 0.2 
+ Electricity value $0.04/kWh 

+ Installed cost of wind turbine $1000/kW 


A developer that purchased the land at $500/acre would therefore want a return of $(500)(0.2) = 
$100/acre. America’s cheap food policy means that production agriculture typically gets a much smaller 
return on investment than the developer wants. Actual cash rent on grassland might be $15/acre, or a 
return of 0.03 on investment. We see an immediate opportunity for disagreement, even hypocrisy. The 
developer might offer the landowner $15/acre when the developer would want $100/acre if he bought 
the land. This hardly seems equitable. 

The gross income per acre is 


_ (20,000 kw)(0.4) (8760 hours/ year) ($0.04) 


I= = $4380/acre/ year (1.1) 
640 acres / ly 
The cost of wind turbines per acre is 
(20,000 kw) ($1000/kw) 
T,= = $31,250/acre (1.2) 


640 acres 
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We see that the present fair-market value for the land is tiny compared with the installed cost of the 
wind turbines. A lease payment of $100/acre/year is slightly over 2% of the gross income. It is hard to 
imagine financial arrangements so tight that they would collapse if the landowner (either rancher or 
developer) were paid this yearly fee. That is, it seems entirely reasonable for a figure like 2% of gross 
income to be a starting point for negotiations. 

There is another factor that might result in an even higher percentage. Landowners throughout the 
Great Plains are accustomed to royalty payments of 12.5% of wholesale price for oil and gas leases. This 
is determined independently of any agricultural value for the land. The most worthless mesquite in Texas 
gets the same terms as the best irrigated corn ground in Kansas. We might ask if this rate is too high. A 
royalty of 12.5% of wholesale amounts to perhaps 6% of retail. Cutting the royalty in half would have 
the potential of reducing the price of gasoline about 3%. In a market where gasoline prices swing by 
20%, this reduction is lost in the noise. If a law were passed which cut royalty payments in half, it is hard 
to argue that it would have much impact on our gasoline buying habits, the size of vehicles we buy, or 
the general welfare of the nation. 

One feature of the 12.5% royalty is that it is high enough to get most oil and gas producing land under 
lease. Would 6.25% have been enough to get the same amount of land leased? If we assumed that some 
people would sign a lease for 12.5% that would not sign if the offer were 6.25%, then we have the 
interesting possibility that the supply would be less. If we assume the law of supply and demand to apply, 
the price of gasoline and natural gas would increase. The possible increase is shear speculation, but could 
easily be more than the 6.25% that was “saved” by cutting the royalty payment in half. 

The point is that the royalty needs to be high enough to get the very best sites under lease. If the best 
site produces 10% more energy than the next best, it makes no economic sense to pay a 2% royalty for 
the second best when a 6% royalty would get the best site. In this example, the developer would get 10% 
more energy for 4% more royalty. The developer could either pocket the difference or reduce the price 
of electricity a proportionate amount. 
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1.2 Advanced Energy Technologies 


Saifur Rahman 


Storage Systems 


Energy storage technologies are of great interest to electric utilities, energy service companies, and 
automobile manufacturers (for electric vehicle application). The ability to store large amounts of energy 
would allow electric utilities to have greater flexibility in their operation because with this option the 
supply and demand do not have to be matched instantaneously. The availability of the proper battery at 
the right price will make the electric vehicle a reality, a goal that has eluded the automotive industry thus 
far. Four types of storage technologies (listed below) are discussed in this section, but most emphasis is 
placed on storage batteries because it is now closest to being commercially viable. The other storage 
technology widely used by the electric power industry, pumped-storage power plants, is not discussed 
as this has been in commercial operation for more than 60 years in various countries around the world. 


+ Flywheel storage 

* Compressed air energy storage 

+ Superconducting magnetic energy storage 
* Battery storage 
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Flywheel Storage 


Flywheels store their energy in their rotating mass, which rotates at very high speeds (approaching 75,000 
rotations per minute), and are made of composite materials instead of steel because of the composite’s 
ability to withstand the rotating forces exerted on the flywheel. In order to store enegy the flywheel is 
placed in a sealed container which is then placed in a vacuum to reduce air resistance. Magnets embedded 
in the flywheel pass near pickup coils. The magnet induces a current in the coil changing the rotational 
energy into electrical energy. Flywheels are still in research and development, and commercial products 
are several years away. 


Compressed Air Energy Storage 


As the name implies, the compressed air energy storage (CAES) plant uses electricity to compress air which 
is stored in underground reservoirs. When electricity is needed, this compressed air is withdrawn, heated 
with gas or oil, and run through an expansion turbine to drive a generator. The compressed air can be 
stored in several types of underground structures, including caverns in salt or rock formations, aquifers, 
and depleted natural gas fields. Typically the compressed air in a CAES plant uses about one third of the 
premium fuel needed to produce the same amount of electricity as in a conventional plant. A 290-MW 
CAES plant has been in operation in Germany since the early 1980s with 90% availability and 99% starting 
reliability. In the U.S., the Alabama Electric Cooperative runs a CAES plant that stores compressed air in 
a 19-million cubic foot cavern mined from a salt dome. This 110-MW plant has a storage capacity of 26 h. 
The fixed-price turnkey cost for this first-of-a-kind plant is about $400/kW in constant 1988 dollars. 

The turbomachinery of the CAES plant is like a combustion turbine, but the compressor and the 
expander operate independently. In a combustion turbine, the air that is used to drive the turbine is 
compressed just prior to combustion and expansion and, as a result, the compressor and the expander 
must operate at the same time and must have the same air mass flow rate. In the case of a CAES plant, 
the compressor and the expander can be sized independently to provide the utility-selected “optimal” 
MW charge and discharge rate which determines the ratio of hours of compression required for each 
hour of turbine-generator operation. The MW ratings and time ratio are influenced by the utility’s load 
curve, and the price of off-peak power. For example, the CAES plant in Germany requires 4h of 
compression per hour of generation. On the other hand, the Alabama plant requires 1.7 h of compression 
for each hour of generation. At 110-MW net output, the power ratio is 0.818 kW output for each kilowatt 
input. The heat rate (LHV) is 4122 BTU/kWh with natural gas fuel and 4089 BTU/kWh with fuel oil. 
Due to the storage option, a partial-load operation of the CAES plant is also very flexible. For example, 
the heat rate of the expander increases only by 5%, and the airflow decreases nearly linearly when the 
plant output is turned down to 45% of full load. However, CAES plants have not reached commercial 
viability beyond some prototypes. 


Superconducting Magnetic Energy Storage 


A third type of advanced energy storage technology is superconducting magnetic energy storage (SMES), 
which may someday allow electric utilities to store electricity with unparalled efficiency (90% or more). 
A simple description of SMES operation follows. 

The electricity storage medium is a doughnut-shaped electromagnetic coil of superconducting wire. 
This coil could be about 1000 m in diameter, installed in a trench, and kept at superconducting temper- 
ature by a refrigeration system. Off-peak electricity, converted to direct current (DC), would be fed into 
this coil and stored for retrieval at any moment. The coil would be kept at a low-temperature supercon- 
ducting state using liquid helium. The time between charging and discharging could be as little as 20 ms 
with a round-trip AC-AC efficiency of over 90%. 

Developing a commercial-scale SMES plant presents both economic and technical challenges. Due to 
the high cost of liquiud helium, only plants with 1000-MW, 5-h capacity are economically attractive. Even 
then the plant capital cost can exceed several thousand dollars per kilowatt. As ceramic superconductors, 
which become superconducting at higher temperatures (maintained by less expensive liquid nitrogen), 
become more widely available, it may be possible to develop smaller scale SMES plants at a lower price. 


© 2001 CRC Press LLC 


Battery Storage 


Even though battery storage is the oldest and most familiar energy storage device, significant advances 
have been made in this technology in recent years to deserve more attention. There has been renewed 
interest in this technology due to its potential application in non-polluting electric vehicles. Battery 
systems are quiet and non-polluting, and can be installed near load centers and existing suburban 
substations. These have round-trip AC-AC efficiencies in the range of 85%, and can respond to load 
changes within 20 ms. Several U.S., European, and Japanese utilities have demonstrated the application 
of lead—acid batteries for load-following applications. Some of them have been as large as 10 MW with 
4h of storage. 

The other player in battery development is the automotive industry for electric vehicle application. In 
1991, General Motors, Ford, Chrysler, Electric Power Research Institute (EPRI), several utilities, and the 
U.S. Department of Energy (DOE) formed the U.S. Advanced Battery Consortium (USABC) to develop 
better batteries for electric vehicle (EV) applications. A brief introduction to some of the available battery 
technologies as well some that are under study is presented in the following (Source:http://www.eren. 
doe.gov/consumerinfo/refbriefs/fa1/html). 


Battery Types 

Chemical batteries are individual cells filled with a conducting medium-electrolyte that, when connected 
together, form a battery. Multiple batteries connected together form a battery bank. At present, there are 
two main types of batteries: primary batteries (non-rechargeable) and secondary batteries (rechargeable). 
Secondary batteries are further divided into two categories based on the operating temperature of the 
electrolyte. Ambient operating temperature batteries have either aqueous (flooded) or nonaqueous elec- 
trolytes. High operating temperature batteries (molten electrodes) have either solid or molten electrolytes. 
Batteries in EVs are the secondary-rechargeable-type and are in either of the two sub-categories. A battery 
for an EV must meet certain performance goals. These goals include quick discharge and recharge 
capability, long cycle life (the number of discharges before becoming unserviceable), low cost, recycla- 
bility, high specific energy (amount of usable energy, measured in watt-hours per pound [Ib] or kilogram 
[kg]), high energy density (amount of energy stored per unit volume), specific power (determines the 
potential for acceleration), and the ability to work in extreme heat or cold. No battery currently available 
meets all these criteria. 


Lead—Acid Batteries 

Lead-acid starting batteries (shallow-cycle lead—acid secondary batteries) are the most common battery 
used in vehicles today. This battery is an ambient temperature, aqueous electrolyte battery. A cousin to 
this battery is the deep-cycle lead—acid battery, now widely used in golf carts and forklifts. The first 
electric cars built also used this technology. Although the lead—acid battery is relatively inexpensive, it is 
very heavy, with a limited usable energy by weight (specific energy). The battery’s low specific energy 
and poor energy density make for a very large and heavy battery pack, which cannot power a vehicle as 
far as an equivalent gas-powered vehicle. Lead—acid batteries should not be discharged by more than 
80% of their rated capacity or depth of discharge (DOD). Exceeding the 80% DOD shortens the life of 
the battery. Lead—acid batteries are inexpensive, readily available, and are highly recyclable, using the 
elaborate recycling system already in place. Research continues to try to improve these batteries. 

A lead-acid nonaqueous (gelled lead acid) battery uses an electrolyte paste instead of a liquid. These 
batteries do not have to be mounted in an upright position. There is no electrolyte to spill in an accident. 
Nonaqueous lead-acid batteries typically do not have as high a life cycle and are more expensive than 
flooded deep-cycle lead—acid batteries. 


Nickel Iron and Nickel Cadmium Batteries 

Nickel iron (Edison cells) and nickel cadmium (nicad) pocket and sintered plate batteries have been in 
use for many years. Both of these batteries have a specific energy of around 25 Wh/lb (55 Wh/kg), which 
is higher than advanced lead-acid batteries. These batteries also have a long cycle life. Both of these 
batteries are recyclable. Nickel iron batteries are non-toxic, while nicads are toxic. They can also be 
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discharged to 100% DOD without damage. The biggest drawback to these batteries is their cost. Depend- 
ing on the size of battery bank in the vehicle, it may cost between $20,000 and $60,000 for the batteries. 
The batteries should last at least 100,000 mi (160,900 km) in normal service. 


Nickel Metal Hydride Batteries 

Nickel metal hydride batteries are offered as the best of the next generation of batteries. They have a high 
specific energy: around 40.8 Wh/Ib (90 Wh/kg). According to a U.S. DOE report, the batteries are benign 
to the environment and are recyclable. They also are reported to have a very long cycle life. Nickel metal 
hydride batteries have a high self-discharge rate: they lose their charge when stored for long periods of 
time. They are already commercially available as “AA” and “C” cell batteries, for small consumer appliances 
and toys. Manufacturing of larger batteries for EV applications is only available to EV manufacturers. 
Honda is using these batteries in the EV Plus, which is available for lease in California. 


Sodium Sulfur Batteries 

This battery is a high-temperature battery, with the electrolyte operating at temperatures of 572°F 
(300°C). The sodium component of this battery explodes on contact with water, which raises certain 
safety concerns. The materials of the battery must be capable of withstanding the high internal temper- 
atures they create, as well as freezing and thawing cycles. This battery has a very high specific energy: 50 
Wh/lb (110 Wh/kg). The Ford Motor Company uses sodium sulfur batteries in their Ecostar, a converted 
delivery minivan that is currently sold in Europe. Sodium sulfur batteries are only available to EV 
manufacturers. 


Lithium Iron and Lithium Polymer Batteries 

The USABC considers lithium iron batteries to be the long-term battery solution for EVs. The batteries 
have a very high specific energy: 68 Wh/Ib (150 Wh/kg). They have a molten-salt electrolyte and share 
many features of a sealed bipolar battery. Lithium iron batteries are also reported to have a very long 
cycle life. These are widely used in laptop computers. These batteries will allow a vehicle to travel distances 
and accelerate at a rate comparable to conventional gasoline-powered vehicles. Lithium polymer batteries 
eliminate liquid electrolytes. They are thin and flexible, and can be molded into a variety of shapes and 
sizes. Neither type will be ready for EV commercial applications until early in the 21st century. 


Zinc and Aluminum Air Batteries 

Zinc air batteries are currently being tested in postal trucks in Germany. These batteries use either 
aluminum or zinc as a sacrificial anode. As the battery produces electricity, the anode dissolves into the 
electrolyte. When the anode is completely dissolved, a new anode is placed in the vehicle. The aluminum 
or zinc and the electrolyte are removed and sent to a recycling facility. These batteries have a specific 
energy of over 97 Wh/Ib (200 Wh/kg). The German postal vans currently carry 80 kWh of energy in their 
battery, giving them about the same range as 13 gallons (49.2 liters) of gasoline. In their tests, the vans 
have achieved a range of 615 mi (990 km) at 25 miles per hour (40 km/h). 


Fuel Cells 


In 1839, a British Jurist and an amateur physicist named William Grove first discovered the principle of 
the fuel cell. Grove utilized four large cells, each containing hydrogen and oxygen, to produce electricity 
and water which was then used to split water in a different container to produce hydrogen and oxygen. 
However, it took another 120 years until NASA demonstrated its use to provide electricity and water for 
some early space flights. Today the fuel cell is the primary source of electricity on the space shuttle. As 
a result of these successes, industry slowly began to appreciate the commercial value of fuel cells. In 
addition to stationary power generation applications, there is now a strong push to develop fuel cells for 
automotive use. Even though fuel cells provide high performance characterisitics, reliability, durability, 
and environmental benefits, a very high investment cost is still the major barrier against large-scale 
deployments. 
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Basic Principles 


The fuel cell works by processing a hydrogen-rich fuel — usually natural gas or methanol — into 
hydrogen, which, when combined with oxygen, produces electricity and water. This is the reverse elec- 
trolysis process. Rather than burning the fuel, however, the fuel cell converts the fuel to electricity using 
a highly efficient electrochemical process. A fuel cell has few moving parts, and produces very little waste 
heat or gas. 

A fuel cell power plant is basically made up of three subsystems or sections. In the fuel-processing 
section, the natural gas or other hydrocarbon fuel is converted to a hydrogen-rich fuel. This is normally 
accomplished through what is called a steam catalytic reforming process. The fuel is then fed to the power 
section, where it reacts with oxygen from the air in a large number of individual fuel cells to produce 
direct current (DC) electricity, and by-product heat in the form of usable steam or hot water. For a power 
plant, the number of fuel cells can vary from several hundred (for a 40-kW plant) to several thousand 
(for a multi-megawatt plant). In the final, or third stage, the DC electricity is converted in the power 
conditioning subsystem to electric utility-grade alternating current (AC). 

In the power section of the fuel cell, which contains the electrodes and the electrolyte, two separate 
electrochemical reactions take place: an oxidation half-reaction occurring at the anode and a reduction 
half-reaction occurring at the cathode. The anode and the cathode are separated from each other by the 
electrolyte. In the oxidation half-reaction at the anode, gaseous hydrogen produces hydrogen ions, which 
travel through the ionically conducting membrane to the cathode. At the same time, electrons travel 
through an external circuit to the cathode. In the reduction half-reaction at the cathode, oxygen supplied 
from air combines with the hydrogen ions and electrons to form water and excess heat. Thus, the final 
products of the overall reaction are electricity, water, and excess heat. 


Types of Fuel Cells 


The electrolyte defines the key properties, particularly the operating temperature, of the fuel cell. Con- 
sequently, fuel cells are classified based on the types of electrolyte used as described below. 


Polymer Electrolyte Membrane (PEM) 
Alkaline Fuel Cell (AFC) 

Phosphoric Acid Fuel Cell (PAFC) 
Molten Carbonate Fuel Cell (MCFC) 
5. Solid Oxide Fuel Cell (SOFC) 


oO eS 


These fuel cells operate at different temperatures and each is best suited to particular applications. 
The main features of the five types of fuel cells are summarized in Table 1.3. 


Fuel Cell Operation 


Basic operational characteristics of the four most common types of fuel cells are discussed in the following. 


Polymer Electrolyte Membrane (PEM) 

The PEM cell is one in a family of fuel cells that are in various stages of development. It is being considered 
as an alternative power source for automotive application for electric vehicles. The electrolyte in a PEM 
cell is a type of polymer and is usually referred to as a membrane, hence the name. Polymer electrolyte 
membranes are somewhat unusual electrolytes in that, in the presence of water, which the membrane 
readily absorbs, the negative ions are rigidly held within their structure. Only the positive (H) ions 
contained within the membrane are mobile and are free to carry positive charges through the membrane 
in one direction only, from anode to cathode. At the same time, the organic nature of the polymer 
electrolyte membrane structure makes it an electron insulator, forcing it to travel through the outside 
circuit providing electric power to the load. Each of the two electrodes consists of porous carbon to 
which very small platinum (Pt) particles are bonded. The electrodes are somewhat porous so that the 
gases can diffuse through them to reach the catalyst. Moreover, as both platinum and carbon conduct 
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TABLE 1.3. Comparison of Five Fuel Cell Technologies 


Operating 
Temperature 
Type Electrolyte (°C) Applications Advantages 
Polymer Solid organic polymer 60-100 Electric utility, Solid electrolyte reduces 
Electrolyte poly-perflouro- transportation, corrosion, low temperature, 
Membrane sulfonic acid portable power quick start-up 
(PEM) 

Alkaline (AFC) — Aqueous solution of 90-100 Military, space Cathode reaction faster in 
potassium hydroxide alkaline electrolyte; therefore 
soaked in a matrix high performance 

Phosphoric Liquid phosphoric acid 175-200 Electric utility, Up to 85% efficiency in co- 

Acid (PAFC) soaked in a matrix transportation, and generation of electricity 
heat 
Molten Liquid solution of 600-1000 Electric utility Higher efficiency, fuel flexibility, 
Carbonate lithium, sodium, inexpensive catalysts 
(MCFC) and/or potassium 
carbonates soaked in a 
matrix 
Solid Oxide Solid zirconium oxide 600-1000 Electric utility Higher efficiency, fuel flexibility, 
(SOFC) to which a small inexpensive catalysts. Solid 
amount of yttria is electrolyte advantages like PEM 


added 


electrons well, they are able to move freely through the electrodes. Chemical reactions that take place 
inside a PEM fuel cell are presented in the following. 


Anode 
2H, > 4H* + 4e 
Cathode 
O, + 4H* + 4e° > 2H,O 
Net reaction: 2H, + O, = 2H,O 


Hydrogen gas diffuses through the polymer electrolyte until it encounters a Pt particle in the anode. 
The Pt catalyzes the dissociation of the hydrogen molecule into two hydrogen atoms (H) bonded to two 
neighboring Pt atoms. Only then can each H atom release an electron to form a hydrogen ion (H*) which 
travels to the cathode through the electrolyte. At the same time, the free electron travels from the anode 
to the cathode through the outer circuit. At the cathode the oxygen molecule interacts with the hydrogen 
ion and the electron from the outside circuit to form water. The performance of the PEM fuel cell is 
limited primarily by the slow rate of the oxygen reduction half-reaction at the cathode, which is 100 
times slower than the hydrogen oxidation half-reaction at the anode. 


Phosphoric Acid Fuel Cell (PAFC) 

Phosphoric acid technology has moved from the laboratory research and development to the first stages 
of commercial application. Turnkey 200-kW plants are now available and have been installed at more 
than 70 sites in the U.S., Japan, and Europe. Operating at about 200°C, the PAFC plant also produces 
heat for domestic hot water and space heating, and its electrical efficiency approaches 40%. The principal 
obstacle against widespread commercial acceptance is cost. Capital costs of about $2500 to $4000/kW 
must be reduced to $1000 to $1500/kW if the technology is to be accepted in the electric power markets. 


© 2001 CRC Press LLC 


The chemical reactions occurring at two electrodes are written as follows: 
At anode: 2H, > 4H? + 4e- 


At cathode: O, + 4H* + 4e° > 2H,0 


Molten Carbonate Fuel Cell (MCFC) 

Molten carbonate technology is attractive because it offers several potential advantages over PAFC. 
Carbon monoxide, which poisons the PAFC, is indirectly used as a fuel in the MCFC. The higher operating 
temperature of approximately 650°C makes the MCFC a better candidate for combined cycle applications 
whereby the fuel cell exhaust can be used as input to the intake of a gas turbine or the boiler of a steam 
turbine. The total thermal efficiency can approach 85%. This technology is at the stage of prototype 
commercial demonstrations and is estimated to enter the commercial market by 2003 using natural gas, 
and by 2010 with gas made from coal. Capital costs are expected to be lower than PAFC. MCFCs are 
now being tested in full-scale demonstration plants. The following equations illustrate the chemical 
reactions that take place inside the cell. 


At anode: 2H, + 2CO} — 2H,O + 2CO, + 4e- 
and 2CO + 2CO} — 4CO, + 4e- 
At cathode: O, + 2CO, + 4e° > 207° 


Solid Oxide Fuel Cell (SOFC) 

A solid oxide fuel cell is currently being demonstrated at a 100-kW plant. Solid oxide technology requires 
very significant changes in the structure of the cell. As the name implies, the SOFC uses a solid electrolyte, 
a ceramic material, so the electrolyte does not need to be replenished during the operational life of the 
cell. This simplifies design, operation, and maintenance, as well as having the potential to reduce costs. 
This offers the stability and reliability of all solid-state construction and allows higher temperature 
operation. The ceramic make-up of the cell lends itself to cost-effective fabrication techniques. The 
tolerance to impure fuel streams make SOFC systems especially attractive for utilizing H, and CO from 
natural gas steam-reforming and coal gasification plants. The chemical reactions inside the cell may be 
written as follows: 


At anode: 2H, + 207 + 2H,O + 4e- 
and 2CO + 207 — 2CO, + 4e- 
At cathode: O, + 4e- > 207 
Summary 


Fuel cells can convert a remarkably high proportion of the chemical energy in a fuel to electricity. With 
the efficiencies approaching 60%, even without co-generation, fuel cell power plants are nearly twice as 
efficient as conventional power plants. Unlike large steam plants, the efficiency is not a function of the 
plant size for fuel cell power plants. Small-scale fuel cell plants are just as efficient as the large ones, 
whether they operate at full load or not. Fuel cells contribute significantly to the cleaner environment; 
they produce dramtically fewer emissions, and their by-products are primarily hot water and carbon 
dioxide in small amounts. Because of their modular nature, fuel cells can be placed at or near load centers, 
resulting in savings of transmission network expansion. 
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1.3 Photovoltaics 


Roger A. Messenger 


Types of PV Cells 


Silicon Cells 


Silicon PV cells come in several varieties. The most common cell is the single-crystal silicon cell. Other 
variations include multicrystalline (polycrystalline), thin silicon (buried contact) cells, and amorphous 
silicon cells. 


Single-Crystal Silicon Cells 

While single crystal silicon cells are still the most common cells, the fabrication process of these cells is 
relatively energy intensive, resulting in limits to cost reduction for these cells. Since single-crystal silicon 
is an indirect bandgap semiconductor (E, = 1.1 eV), its absorption constant is smaller than that of direct 
bandgap materials. This means that single-crystal silicon cells need to be thicker than other cells in order 
to absorb a sufficient percentage of incident radiation. This results in the need for more material and 
correspondingly more energy involved in cell processing, especially since the cells are still produced 
mostly by sawing of single-crystal silicon ingots into wafers that are about 200 ym thick. To achieve 
maximum fill of the module, round ingots are first sawed to achieve closer to a square cross-section prior 
to wafering. 

After chemical etching to repair surface damage from sawing, the junction is diffused into the wafers. 
Improved cell efficiency can then be achieved by using a preferential etch on the cell surfaces to produce 
textured surfaces. The textured surfaces reflect photons back toward the junction at an angle, thus 
increasing the path length and increasing the probability of the photon being absorbed within a minority 
carrier diffusion length of the junction. Following the chemical etch, contacts, usually aluminum, are 
evaporated and annealed and the front surface is covered with an antireflective coating. 

The cells are then assembled into modules, consisting of approximately 33 to 36 individual cells 
connected in series. Since the open-circuit output voltage of an individual silicon cell typically ranges 
from 0.5 to 0.6 V, depending upon irradiance level and cell temperature, this results in a module open- 
circuit voltage between 18 and 21.6 V. The cell current is directly proportional to the irradiance and the 
cell area. A 4-ft? (0.372-m?) module (active cell area) under full sun will typically produce a maximum 
power close to 55 W at approximately 17 V and 3.2 A. 


Multicrystalline Silicon Cells 

By pouring molten silicon into a crucible and controlling the cooling rate, it is possible to grow multi- 
crystalline silicon with a rectangular cross-section. This eliminates the “squaring-up” process and the 
associated loss of material. The ingot must still be sawed into wafers, but the resulting wafers completely 
fill the module. The remaining processing follows the steps of single-crystal silicon, and cell efficiencies 
in excess of 15% have been achieved for relatively large area cells. Multicrystalline material still maintains 
the basic properties of single-crystal silicon, including the indirect bandgap. Hence, relatively thick cells 
with textured surfaces have the highest conversion efficiencies. Multicrystalline silicon modules are 
commercially available and are recognized by their “speckled” surface appearance. 


Thin Silicon (Buried Contact) Cells 

The current flow direction in most PV cells is between the front surface and the back surface. In the thin 
silicon cell, a dielectric layer is deposited on an insulating substrate, followed by alternating layers of n- 
type and p-type silicon, forming multiple pn junctions. Channels are then cut with lasers and contacts 
are buried in the channels, so the current flow is parallel to the cell surfaces in multiple parallel conduction 
paths. These cells minimize resistance from junction to contact with the multiple parallel conduction 
paths and minimize blocking of incident radiation by the front contact. Although the material is not 
single crystal, grain boundaries cause minimal degradation of cell efficiency. The collection efficiency is 
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very high, since essentially all photon-generated carriers are generated within a diffusion length of a pn 
junction. This technology is relatively new, but has already been licensed to a number of firms worldwide 
(Green and Wenham, 1994). 


Amorphous Silicon Cells 

Amorphous silicon has no predictable crystal structure. As a result, the uniform covalent bond structure 
of single-crystal silicon is replaced with a random bonding pattern with many open covalent bonds. 
These bonds significantly degrade the performance of amorphous silicon by reducing carrier mobilities 
and the corresponding diffusion lengths. However, if hydrogen is introduced into the material, its electron 
will pair up with the dangling bonds of the silicon, thus passivating the material. The result is a direct 
bandgap material with a relatively high absorption constant. A film with a thickness of a few micrometers 
will absorb nearly all incident photons with energies higher than the 1.75 eV bandgap energy. 

Maximum collection efficiency for a-Si:H is achieved by fabricating the cell with a pin junction. Early 
work on the cells revealed, however, that if the intrinsic region is too thick, cell performance will degrade 
over time. This problem has now been overcome by the manufacture of multi-layer cells with thinner 
pin junctions. In fact, it is possible to further increase cell efficiency by stacking cells of a-SiC:H on top, 
a-Si:H in the center, and a-SiGe:H on the bottom. Each successive layer from the top has a smaller 
bandgap, so the high-energy photons can be captured soon after entering the material, followed by 
middle-energy photons and then lower energy photons. 

While the theoretical maximum efficiency of a-Si:H is 27% (Zweibel, 1990), small-area lab cells have 
been fabricated with efficiencies of 14% and large-scale devices have efficiencies in the 10% range (Yang 
et al., 1997). 

Amorphous silicon cells have been adapted to the building integrated PV (BIPV) market by fabricating 
the cells on stainless steel (Guha et al., 1997) and polymide substrates (Huang et al., 1997). The “solar 
shingle” is now commercially available, and amorphous silicon cells are commonly used in solar calcu- 
lators and solar watches. 


Gallium Arsenide Cells 


Gallium arsenide (GaAs), with its 1.43 eV direct bandgap, is a nearly optimal PV cell material. The only 
problem is that it is very costly to fabricate cells. GaAs cells have been fabricated with conversion 
efficiencies above 30% and with their relative insensitivity to severe temperature cycling and radiation 
exposure, they are the preferred material for extraterrestrial applications, where performance and weight 
are the dominating factors. 

Gallium and arsenic react exothermically when combined, so formation of the host material is more 
complicated than formation of pure, single-crystal silicon. Modern GaAs cells are generally fabricated 
by growth of a GaAs film on a suitable substrate, such as Ge. A typical GaAs cell has a Ge substrate with 
a layer of n-GaAs followed by a layer of p-GaAs and then a thin layer of p-GaAlAs between the p-GaAs 
and the top contacts. The p-GaAlAs has a wider bandgap (1.8 eV) than the GaAs, so the higher energy 
photons are not absorbed at the surface, but are transmitted through to the GaAs pn junction, where 
they are then absorbed. 

Recent advances in III-V technology have produced tandem cells similar to the a-Si:H tandem cell. 
One cell consists of two tandem GaAs cells, separated by thin tunnel junctions of GalInP, followed by a 
third tandem GalnP cell, separated by AlInP tunnel junctions (Lammasniemi et al., 1997). The tunnel 
junctions mitigate voltage drop of the otherwise forward-biased pn junction that would appear between 
any two tandem pn junctions in opposition to the photon-induced cell voltage. Cells have also been 
fabricated of InP (Hoffman et al., 1997). 


Copper Indium (Gallium) Diselenide Cells 


Another promising thin film material is copper indium (gallium) diselenide (CIGS). While the basic 
copper indium diselenide cell has a bandgap of 1.0 eV, the addition of gallium increases the bandgap to 
closer to 1.4 eV, resulting in more efficient collection of photons near the peak of the solar spectrum. 
CIGS has a high absorption constant and essentially all incident photons are absorbed within a distance 
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of 2 um, as in a-Si:H. Indium is the most difficult component to obtain, but the quantity needed for a 
module is relatively minimal. 

The CIGS cell is fabricated on a soda glass substrate by first applying a thin layer of molybdenum as 
the back contact, since the CIGS will form an ohmic contact with Mo. The next layer is p-type CIGS, 
followed by a layer of n-type CdS, rather than n-type CIGS, because the pn homojunction in CIGS is 
neither stable nor efficient. While the cells discussed thus far have required metals to obtain ohmic front 
contacts, it is possible to obtain an ohmic contact on CdS with a transparent conducting oxide (TCO) 
such as ZnO. The top surface is first passivated with a thin layer (50 nm) of intrinsic ZnO to prevent 
minority carrier surface recombination. Then a thicker layer (350 nm) of n* ZnO is added, followed by 
an MgF, antireflective coating. 

Efficiencies of laboratory cells are now near 18% (Tuttle et al., 1996), with a module efficiency of 
11.1% reported in 1998 (Tarrant and Gay, 1998). Although at the time of this writing, CIGS modules 
were not commercially available, the technology has been under field tests for nearly 10 years. It has been 
projected that the cells may be manufactured on a large scale for $1/W or less. At this cost level, area- 
related costs become significant, so that it becomes important to increase cell efficiency to maximize 
power output for a given cell area. 


Cadmium Telluride Cells 


Of the II-VI semiconductor materials, CdTe has a theoretical maximum efficiency of near 25%. The 
material has a favorable direct bandgap (1.44 eV) and a large absorption constant. As in the other thin 
film materials, a 2-um thickness is adequate for the absorption of most of the incident photons. Small 
laboratory cells have been fabricated with efficiencies near 15% and module efficiencies close to 10% 
have been achieved (Ullal et al., 1997). Some concern has been expressed about the Cd content of the 
cells, particularly in the event of fire dispersing the Cd. It has been determined that anyone endangered 
by Cd in a fire would be far more endangered by the fire itself, due to the small quantity of Cd in the 
cells. Decommissioning of the module has also been analyzed and it has been concluded that the cost to 
recycle module components is pennies per watt (Fthenakis and Moskowitz, 1997). 

The CdTe cell is fabricated on a glass superstrate covered with a thin TCO (1 ym). The next layer is 
n-type CdS with a thickness of approximately 100 nm, followed by a 2-um thick CdTe layer and a back 
contact of an appropriate metal for ohmic contact, such as Au, Cu/Au, Ni, Ni/Al, ZnTe:Cu or (Cu, HgTe). 
The back contact is then covered with a layer of ethylene vinyl acetate (EVA) or other suitable encapsulant 
and another layer of glass. The front glass is coated with an antireflective coating. 

Experimental CdTe arrays up to 25 kW have been under test for several years with no reports of 
degradation. It has been estimated that the cost for large-scale production can be reduced to below $1/W. 
Once again, as in the CIGS case, module efficiency needs to be increased to reduce the area-related costs. 


Emerging Technologies 


The PV field is moving so quickly that by the time information appears in print, it is generally outdated. 
Reliability of cells, modules, and system components continues to improve. Efficiencies of cells and 
modules continue to increase, and new materials and cell fabrication techniques continue to evolve. 

One might think that Si cells will soon become historical artifacts. This may not be the case. Efforts 
are underway to produce Si cells that have good charge carrier transport properties while improving 
photon absorption and reducing the energy for cell production. Ceramic and graphite substrates have 
been used with thinner layers of Si. Processing steps have been doubled up. Metal insulator semiconductor 
inversion layer (MIS-IL) cells have been produced in which the diffused junction is replaced with a 
Schottky junction. By use of clever geometry of the back electrode to reduce the rear surface recombi- 
nation velocity along with front surface passivation, an efficiency of 18.5% has been achieved for a 
laboratory MIS-IL cell. Research continues on ribbon growth in an effort to eliminate wafering, and 
combining crystalline and amorphous Si in a tandem cell to take advantage of the two different bandgaps 
for increasing photon collection efficiency has been investigated. 
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At least eight different CIS-based materials have been proposed for cells. The materials have direct 
bandgaps ranging from 1.05 to 2.56 eV. A number of III-V materials have also emerged that have favorable 
photon absorption properties. In addition, quantum well cells have been proposed that have theoretical 
efficiencies in excess of 40% under concentrating conditions. 

The PV market seems to have taken a strong foothold, with the likelihood that annual PV module 
shipments will exceed 200 MW before the end of the century and continue to increase by approximately 
15% annually as new markets open as cost continues to decline and reliability continues to improve. 


PV Applications 


PV cells were first used to power satellites. Through the middle of the 1990s the most common terrestrial 
PV applications were stand-alone systems located where connection to the utility grid was impractical. 
By the end of the 1990s, PV electrical generation was cost-competitive with the marginal cost of central 
station power when it replaced gas turbine peaking in areas with high afternoon irradiance levels. 
Encouraged by consumer approval, a number of utilities have introduced utility-interactive PV systems 
to supply a portion of their total customer demand. Some of these systems have been residential and 
commercial rooftop systems and other systems have been larger ground-mounted systems. PV systems 
are generally classified as utility interactive (grid connected) or stand-alone. 

Orientation of the PV modules for optimal energy collection is an important design consideration, 
whether for a utility interactive system or for a stand-alone system. Best overall energy collection on an 
annual basis is generally obtained with a south-facing collector having a tilt at an angle with the horizontal 
approximately 90% of the latitude of the site. For optimal winter performance, a tilt of latitude +15° is 
best and for optimal summer performance a tilt of latitude —15° is best. In some cases, when it is desired 
to have the PV output track utility peaking requirements, a west-facing array may be preferred, since its 
maximum output will occur during summer afternoon utility peaking hours. Monthly peak sun tables 
for many geographical locations are available from the National Renewable Energy Laboratory (Sandia 
National Laboratories, 1996; Florida Solar Energy Center). 


Utility-Interactive PV systems 


Utility-interactive PV systems are classified by IEEE Standard 929 as small, medium, or large (ANSI/IEEE, 
1999). Small systems are less than 10 kW, medium systems range from 10 to 500 kW, and large systems 
are larger than 500 kW. Each size range requires different consideration for the utility interconnect. In 
addition to being able to offset utility peak power, the distributed nature of PV systems also results in 
the reduction of load on transmission and distribution lines. Normally, utility-interactive systems do not 
incorporate any form of energy storage — they simply supply power to the grid when they are operating. 
In some instances, however, where grid power may not be as reliable as the user may desire, battery back- 
up is incorporated to ensure uninterrupted power. 

Since the output of PV modules is DC, it is necessary to convert the module output to AC before 
connecting it to the grid. This is done with an inverter, also known as a power conditioning unit (PCU). 
Modern PCUs must meet the standards set by IEEE 929. If the PCU is connected on the customer side 
of the revenue meter, the PV system must meet the requirements of the National Electrical Code° (NEC*) 
(National Fire Protection Association, 1998). For a system to meet NEC requirements, it must consist of 
UL listed components. In particular, the PCU must be tested under UL 1741 (Underwriters Laboratories, 
1997). But UL 1741 has been set up to test for compliance with IEEE 929, so any PCU that passes the 
UL 1741 test is automatically qualified under the requirements of the NEC. 

Utility-interactive PCUs are generally pulse code modulated (PCM) units with nearly all NEC-required 
components, such as fusing of PV output circuits, DC and AC disconnects, and automatic utility dis- 
connect in the event of loss of utility voltage. They also often contain surge protectors on input and 
output, ground fault protection circuitry, and maximum power tracking circuitry to ensure that the PV 
array is loaded at its maximum power point. The PCUs act as current sources, synchronized by the utility 
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voltage. Since the PCUs are electronic, they can sample the line voltage at a high rate and readily shut 
down under conditions of utility voltage or frequency as specified by IEEE 929. 

The typical small utility-interactive system of a few kilowatts consists of an array of modules selected 
by either a total cost criterion or, perhaps, by an available roof area criterion. The modules are connected 
to produce an output voltage ranging from 48 V to 300 V, depending upon the DC input requirements 
of the PCU. One or two PCUs are used to interface the PV output to the utility at 120 V or, perhaps, 
120/240 V. The point of utility connection is typically the load side of a circuit breaker in the distribution 
panel of the occupancy if the PV system is connected on the customer side of the revenue meter. Con- 
nections on the utility side of the meter will normally be with double lugs on the line side of the meter. 
Section 690 of the NEC provides the connection and installation requirements for systems connected on 
the customer side of the revenue meter. Utility-side interconnects are regulated by the local utility. 

Since the cost of PCUs is essentially proportional to their power handling capability, to date there has 
been no particular economy of scale for PV system size. As a result, systems are often modular. One form 
of modularity is the AC module. The AC module incorporates a small PCU (=300 W) mounted on the 
module itself so the output of the module is 120 V AC. This simplifies the hook-up of the PV system, 
since NEC requirements for PV output circuits are avoided and only the requirements for PCU output 
circuits need to be met. 

Medium- and large-scale utility-interactive systems differ from small-scale systems only in the possi- 
bility that the utility may require different interfacing conditions relating to power quality and/or con- 
ditions for disconnect. Since medium- and large-scale systems require more area than is typically available 
on the rooftop of a residential occupancy, they are more typically found either on commercial or industrial 
rooftops or, in the case of large systems, are typically ground-mounted. Rooftop mounts are attractive 
since they require no additional space other than what is already available on the rooftop. The disadvan- 
tage is when roof repair is needed, the PV system may need to be temporarily removed and then reinstalled. 
Canopies for parking lots present attractive possibilities for large utility-interactive PV systems. 


Stand-Alone PV Systems 


Stand-alone PV systems are used when it is impractical to connect to the utility grid. Common stand- 
alone systems include PV-powered fans, water pumping systems, portable highway signs, and power 
systems for remote installations, such as cabins, communications repeater stations, and marker buoys. 
The design criteria for stand-alone systems is generally more complex than the design criteria for utility- 
interactive systems, where most of the critical system components are incorporated in the PCU. The PV 
modules must supply all the energy required unless another form of backup power, such as a gasoline 
generator, is also incorporated into the system. Stand-alone systems also often incorporate battery storage 
to run the system under low sun or no sun conditions. 


PV-Powered Fans 

Perhaps the simplest of all PV systems is the connection of the output of a PV module directly to a DC fan. 
When the module output is adequate, the fan operates. When the sun goes down, the fan stops. Such an 
installation is reasonable for use in remote bathrooms or other locations where it is desirable to have air 
circulation while the sun is shining, but not necessarily when the sun goes down. The advantage of such a 
system is its simplicity. The disadvantage is that it does not run when the sun is down, and under low sun 
conditions, the system operates very inefficiently due to a mismatch between the fan I-V characteristic and 
the module I-V characteristic that results in operation far from the module maximum power point. 

If the fan is to run continuously, or beyond normal sunlight hours, then battery storage will be needed. 
The PV array must then be sized to provide the daily ampere-hour (Ah) load of the fan, plus any system 
losses. A battery system must be selected to store sufficient energy to last for several days of low sun, 
depending upon whether the need for the fan is critical, and an electronic controller is normally provided 
to prevent overcharge or overdischarge of the batteries. 
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PV-Powered Water Pumping System 

If the water reservoir is adequate to provide a supply of water at the desired rate of pumping, then a 
water pumping system may not require battery storage. Instead, the water pumped can be stored in a 
storage tank for availability during low sun times. If this is the case, then the PV array needs to be sized 
to meet the power requirements of the water pump plus any system losses. If the reservoir provides water 
at a limited rate, the pumping rate may be limited by the reservoir replenishment rate, and battery storage 
may be required to extend the pumping time. 

While it is possible to connect the PV array output directly to the pump, it is generally better to employ 
the use of an electronic maximum power tracker (MPT) to better match the pump to the PV array 
output. The MPT is a DC-DC converter that either increases or decreases pump voltage as needed to 
maximize pump power. This generally results in pumping approximately 20% more water in a day. 
Alternatively, it allows for the use of a smaller pump with a smaller array to pump the same amount of 
water, since the system is being used more efficiently. 


PV-Powered Highway Information Sign 
The PV-powered highway information sign is now a familiar sight to most motorists. The simpler signs 
simply employ bidirectional arrows to direct traffic to change lanes. The more complex signs display a 
message. The array size for a PV-powered highway information sign is limited by how it can be mounted 
without becoming a target for vandalism. Generally this means the modules must be mounted on the 
top of the sign itself to get them sufficiently above grade level to reduce temptation. This limits the array 
dimensions to the width of the trailer (about 8 ft) and the length of the modules (about 4 ft). At full sun, 
such a 32-ft? array, if 15% efficient, can produce approximately 450 W. Depending on location and time 
of year, about 5h of full sun is typically available on an average day. This means the production of 
approximately 2250 Wh of energy on the typical day. Taking into account system losses in the batteries, 
the control circuitry, and degraded module performance due to dirty surfaces, about 70 to 75% of this 
energy can be delivered to the display, or about 1600 Wh/d. Hence, the average power available to the 
display over a 24-h period is 67 W. While this may not seem to be very much power, it is adequate for 
efficient display technology to deliver a respectable message. 

If the system is a 12 V DC system, a set of deep discharge batteries will need to have a capacity of 
185 Ah for each day of battery back-up (day of autonomy). For 3 d of autonomy, a total of 555 Ah of 
storage will be needed, which equates to eight batteries rated at 70 Ah each. 


Hybrid PV-Powered Single Family Dwelling 

In areas where winter sunlight is significantly less than summer sunlight, and/or where winter electrical 
loads are higher than summer electrical loads, if sufficient PV is deployed to meet winter needs, then 
the system produces excess power for many months of the year. If this power is not used, then the 
additional capacity of the system is wasted. Thus, for such cases, it often makes sense to size the PV 
system to completely meet the system needs during the month(s) with the most sunlight, and then 
provide backup generation of another type, such as a gasoline generator, to provide the difference in 
energy during the remaining months. 

Such a system poses an interesting challenge for the system controller. It needs to be designed to make 
maximum use of PV power before starting the generator. Since generators operate most efficiently at 
about 90% of full load, the controller must provide for battery charging by the generator at the appropriate 
rate to maximize generator efficiency. Typically the generator will be sized to charge the batteries from 
20 to 70% charge in about 5 h. When the batteries have reached 70% charge, the generator shuts down 
to allow available sunlight to complete the charging cycle. If the sunlight is not available, the batteries 
discharge to 20% and the cycle is repeated. 

Figure 1.1 shows schematic diagrams of a few typical PV applications. 
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FIGURE 1.1 Examples of PV systems. 


© 2001 CRC Press LLC 


References 


ANSI/IEEE P929, IEEE Recommended Practice for Utility Interface of Residential and Intermediate 
Photovoltaic (PV) Systems, IEEE Standards Coordinating Committee 21, Photovoltaics, Draft 10, 
February 1999. 

Florida Solar Energy Center site with extensive links to other sites, including solar radiation tables). 
http://alpha.fsec.ucf.edu/~pv/inforesource/links/ 

Fthenakis, V. M. and Moskowitz, P. D., Emerging photovoltaic technologies: environmental and health 
issues update, NREL/SNL Photovoltaics Program Review, AIP Press, New York, 1997. 

Green, M. A. and Wenham, S. R., Novel parallel multijunction solar cell, Appl. Phys. Lett., 65, 2907, 1994. 

Guha, S., Yang, J., et al., Proc. 26th IEEE PV Spec. Conf., 607-610, 1997. 

Hoffman, R., et al., Proc. 26th IEEE PV Spec. Conf., 815-818, 1997. 

Huang, J., Lee, Y., et al., Proc. 26th IEEE PV Spec. Conf., 699-702, 1997. 

Lammasniemi, J., et al., Proc. 26th IEEE PV Spec. Conf., 823-826, 1997. 

Messenger, R., and Ventre, J., Photovoltaic Systems Engineering, CRC Press, Boca Raton, FL, 1999. 

NFPA 70 National Electrical Code, 1999 Edition, National Fire Protection Association, Quincy, MA, 1998. 

Stand-Alone Photovoltaic Systems: A Handbook of Recommended Design Practices, Sandia National Labo- 
ratories, Albuquerque, NM, 1996. 

Tarrant, D. E. and Gay, R. R., CIS-Based Thin Film PV Technology, Phase 2 Technical Report, October 1996 — 
October 1997, NREL, Golden, CO, May 1998. 

Tuttle, J.R., et al., Proc. 14th NREL PV Program Review, AIP Conf. Proceedings 394, Lakewood, CO, 1996, 
83-105. 

UL Subject 1741, Standard for Power Conditioning Units for Use in Residential Photovoltaic Power 
Systems, Underwriters Laboratories Inc., 1997. 

Ullal, H. S., Zweibel, K., and von Roedern, B., Proc. 26th IEEE PV Spec. Conf., 301-305, 1997. 

Yang, J., Banerjee, A., et al., Proc. 26th IEEE PV Spec Conf., 563-568, 1997. 

Zweibel, K., Harnessing Solar Power, Plenum Press, New York, 1990. 


© 2001 CRC Press LLC 


Ramakumar, Rama “Electric Power Generation: Conventional Methods” 
The Electric Power Engineering Handbook 

Ed. L.L. Grigsby 

Boca Raton: CRC Press LLC, 2001 


© 2001 CRC Press LLC 


Electric Power 
Generation: 
Conventional Methods 


Rama Ramakumar 
Oklahoma State University 


2.1 Hydroelectric Power Generation Steven R. Brockschink, James H. Gurney, 
and Douglas B. Seely 


2.2 Syncrhonous Machinery Paul I. Nippes 
2.3. Thermal Generating Plants Kenneth H. Sebra 


2.4 Distributed Utilities John R. Kennedy 


© 2001 CRC Press LLC 


Electric Power 
Generation: 
Conventional Methods 


2.1 Hydroelectric Power Generation 
Planning of Hydroelectric Facilities + Hydroelectric Plant 
Features + Special Considerations Affecting Pumped Storage 
Plants * Commissioning of Hydroelectric Plants 


Steven R. Brockschink 


Pacific Engineering Corporation 


James H. Gurney 


BC Hydro 2.2 Synchronous Machinery 
General + Construction * Performance 
Douglas B. Seely 2.3. Thermal Generating Plants 
Pacific Engineering Corporation Plant Auxiliary System + Plant One-Line Diagram + Plant 


Equipment Voltage Ratings * Grounded vs. Ungrounded 
Systems + Miscellaneous Circuits + DC Systems + Power 
Plant Switchgear + Auxiliary Transformers + Motors + Main 
Kenneth H. Sebra Generator + Cable + Electrical Analysis * Maintenance and 
Testing + Start-Up 


Paul I. Nippes 


Magnetic Products and Services, Inc. 


Baltimore Gas and Electric 


Company 2.4 Distributed Utilities 

Available Technologies + Fuel Cells * Microturbines + 
John R. Kennedy Combustion Turbines * Storage Technologies + Interface 
Georgia Power Company Issues + Applications 


2.1 Hydroelectric Power Generation 


Steven R. Brockschink, James H. Gurney, and Douglas B. Seely 


Hydroelectric power generation involves the storage of a hydraulic fluid, normally water, conversion of 
the hydraulic energy of the fluid into mechanical energy in a hydraulic turbine, and conversion of the 
mechanical energy to electrical energy in an electric generator. 

The first hydroelectric power plants came into service in the 1880s and now comprise approximately 
22% (660 GW) of the world’s installed generation capacity of 3000 GW (Electric Power Research Institute, 
1999). Hydroelectricity is an important source of renewable energy and provides significant flexibility in 
base loading, peaking, and energy storage applications. While initial capital costs are high, the inherent 
simplicity of hydroelectric plants, coupled with their low operating and maintenance costs, long service 
life, and high reliability, make them a very cost-effective and flexible source of electricity generation. 
Especially valuable is their operating characteristic of fast response for start-up, loading, unloading, and 
following of system load variations. Other useful features include their ability to start without the 
availability of power system voltage (“black start capability”), ability to transfer rapidly from generation 
mode to synchronous condenser mode, and pumped storage application. 

Hydroelectric units have been installed in capacities ranging from a few kilowatts to nearly 1 GW. 
Multi-unit plant sizes range from a few kilowatts to a maximum of 18 GW. 
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Planning of Hydroelectric Facilities 

Siting 

Hydroelectric plants are located in geographic areas where they will make economic use of hydraulic 
energy sources. Hydraulic energy is available wherever there is a flow of liquid and head. Head represents 
potential energy and is the vertical distance through which the fluid falls in the energy conversion process. 
The majority of sites utilize the head developed by fresh water; however, other liquids such as salt water 
and treated sewage have been utilized. The siting of a prospective hydroelectric plant requires careful 
evaluation of technical, economic, environmental, and social factors. A significant portion of the project 
cost may be required for mitigation of environmental effects on fish and wildlife and re-location of 
infrastructure and population from flood plains. 


Hydroelectric Plant Schemes 


There are three main types of hydroelectric plant arrangements, classified according to the method of 
controlling the hydraulic flow at the site: 


1. Run-of-the-river plants, having small amounts of water storage and thus little control of the flow 
through the plant. 

2. Storage plants, having the ability to store water and thus control the flow through the plant on a 
daily or seasonal basis. 

3. Pumped storage plants, in which the direction of rotation of the turbines is reversed during off- 
peak hours, pumping water from a lower reservoir to an upper reservoir, thus “storing energy” 
for later production of electricity during peak hours. 


Selection of Plant Capacity, Energy, and Other Design Features 


The generating capacity of a hydroelectric plant is a function of the head and flow rate of water discharged 
through the hydraulic turbines, as shown in Eq. (2.1). 


P=98nQH (2.1) 


where P = power (kilowatts) 
1 = plant efficiency 
Q = discharge flow rate (meter?/s) 
H = head (meter) 


Flow rate and head are influenced by reservoir inflow, storage characteristics, plant and equipment 
design features, and flow restrictions imposed by irrigation, minimum downstream releases, or flood 
control requirements. Historical daily, seasonal, maximum (flood), and minimum (drought) flow con- 
ditions are carefully studied in the planning stages of a new development. Plant capacity, energy, and 
physical features such as the dam and spillway structures are optimized through complex economic 
studies that consider the hydrological data, planned reservoir operation, performance characteristics of 
plant equipment, construction costs, the value of capacity and energy, and discount rates. The costs of 
substation, transmission, telecommunications, and remote control facilities are also important consid- 
erations in the economic analysis. If the plant has storage capability, then societal benefits from flood 
control may be included in the economic analysis. 

Another important planning consideration is the selection of the number and size of generating units 
installed to achieve the desired plant capacity and energy, taking into account installed unit costs, unit 
availability, and efficiencies at various unit power outputs (American Society of Mechanical Engineers 
Hydro Power Technical Committee, 1996). 


Hydroelectric Plant Features 


Figures 2.1 and 2.2 illustrate the main components of a hydroelectric generating unit. The generating 
unit may have its shaft oriented in a vertical, horizontal, or inclined direction depending on the physical 
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FIGURE 2.2 Horizontal axial-flow unit arrangement. (Source: IEEE Standard 1020-1988 (Reaff 1994), IEEE Guide 
for Control of Small Hydroelectric Power Plants, 13. Copyright 1988 IEEE. All rights reserved.) 
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conditions of the site and the type of turbine applied. Figure 2.1 shows a typical vertical shaft Francis 
turbine unit and Fig. 2.2 shows a horizontal shaft propeller turbine unit. The following sections will 
describe the main components such as the turbine, generator, switchgear, and generator transformer, as 
well as the governor, excitation system, and control systems. 


Turbine 


The type of turbine selected for a particular application is influenced by the head and flow rate. There 
are two classifications of hydraulic turbines: impulse and reaction. 

The impulse turbine is used for high heads — approximately 300 m or greater. High-velocity jets of 
water strike spoon-shaped buckets on the runner which is at atmospheric pressure. Impulse turbines 
may be mounted horizontally or vertically and include perpendicular jets (known as a Pelton type), 
diagonal jets (known as a Turgo type) or cross-flow types. 

Ina reaction turbine, the water passes from a spiral casing through stationary radial guide vanes, through 
control gates and onto the runner blades at pressures above atmospheric. There are two categories of 
reaction turbine — Francis and propeller. In the Francis turbine, installed at heads up to approximately 
360 m, the water impacts the runner blades tangentially and exits axially. The propeller turbine uses a 
propeller-type runner and is used at low heads — below approximately 45 m. The propeller runner may 
use fixed blades or variable pitch blades (known as a Kaplan or double regulated type) which allows control 
of the blade angle to maximize turbine efficiency at various hydraulic heads and generation levels. Francis 
and propeller turbines may also be arranged in slant, tubular, bulb, and rim generator configurations. 

Water discharged from the turbine is directed into a draft tube where it exits to a tailrace channel, 
lower reservoir, or directly to the river. 


Flow Control Equipment 


The flow through the turbine is controlled by wicket gates on reaction turbines and by needle nozzles 
on impulse turbines. A turbine inlet valve or penstock intake gate is provided for isolation of the turbine 
during shutdown and maintenance. 

Spillways and additional control valves and outlet tunnels are provided in the dam structure to pass 
flows that normally cannot be routed through the turbines. 


Generator 


Synchronous generators and induction generators are used to convert the mechanical energy output of 
the turbine to electrical energy. Induction generators are used in small hydroelectric applications (less 
than 5 MVA) due to their lower cost which results from elimination of the exciter, voltage regulator, and 
synchronizer associated with synchronous generators. The induction generator draws its excitation cur- 
rent from the electrical system and thus cannot be used in an isolated power system. Also, it cannot 
provide controllable reactive power or voltage control and thus its application is relatively limited. 

The majority of hydroelectric installations utilize salient pole synchronous generators. Salient pole 
machines are used because the hydraulic turbine operates at low speeds, requiring a relatively large 
number of field poles to produce the rated frequency. A rotor with salient poles is mechanically better 
suited for low-speed operation, compared to round rotor machines which are applied in horizontal axis 
high-speed turbo-generators. 

Generally, hydroelectric generators are rated on a continuous-duty basis to deliver net kVA output at 
a rated speed, frequency, voltage, and power factor and under specified service conditions including the 
temperature of the cooling medium (air or direct water). Industry standards specify the allowable 
temperature rise of generator components (above the coolant temperature) that are dependent on the 
voltage rating and class of insulation of the windings (ANSI, C50.12-1982; IEC, 60034-1). The generator 
capability curve, Fig. 2.3, describes the maximum real and reactive power output limits at rated voltage 
within which the generator rating will not be exceeded with respect to stator and rotor heating and other 
limits. Standards also provide guidance on short circuit capabilities and continuous and short-time 
current unbalance requirements (ANSI, C50.12-1982; IEEE, 492-1999). 
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FIGURE 2.3 Typical hydro-generator capability curve (0.9 power factor, rated voltage). (Source: IEEE Standard 492- 
1999, IEEE Guide for Operation and Maintenance of Hydro-Generators, 16. Copyright 1999 IEEE All rights reserved.) 


Synchronous generators require direct current field excitation to the rotor, provided by the excitation 
system described in Section entitled “Excitation System”. The generator saturation curve, Fig. 2.4, 
describes the relationship of terminal voltage, stator current, and field current. 

While the generator may be vertical or horizontal, the majority of new installations are vertical. The 
basic components of a vertical generator are the stator (frame, magnetic core, and windings), rotor (shaft, 
thrust block, spider, rim, and field poles with windings), thrust bearing, one or two guide bearings, upper 
and lower brackets for the support of bearings and other components, and sole plates which are bolted 
to the foundation. Other components may include a direct connected exciter, speed signal generator, 
rotor brakes, rotor jacks, and ventilation systems with surface air coolers (IEEE, 1095-1989). 

The stator core is composed of stacked steel laminations attached to the stator frame. The stator 
winding may consist of single turn or multi-turn coils or half-turn bars, connected in series to form a 
three phase circuit. Double layer windings, consisting of two coils per slot, are most common. One or 
more circuits are connected in parallel to form a complete phase winding. The stator winding is normally 
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FIGURE2.4 Typical hydro-generator saturation curves. (Source: IEEE Standard 492-1999, IEEE Guide for Operation 
and Maintenance of Hydro-Generators, 14. Copyright 1999 IEEE. All rights reserved.) 


connected in wye configuration, with the neutral grounded through one of a number of alternative 
methods which depend on the amount of phase-to-ground fault current that is permitted to flow (IEEE, 
C62.92.2-1989; C37.101-1993). Generator output voltages range from approximately 480 VAC to 22 kVAC 
line-to-line, depending on the MVA rating of the unit. Temperature detectors are installed between coils 
in a number of stator slots. 

The rotor is normally comprised of a spider attached to the shaft, a rim constructed of solid steel or 
laminated rings, and field poles attached to the rim. The rotor construction will vary significantly 
depending on the shaft and bearing system, unit speed, ventilation type, rotor dimensions, and charac- 
teristics of the driving hydraulic turbine. Damper windings or amortisseurs in the form of copper or 
brass rods are embedded in the pole faces, for damping rotor speed oscillations. 
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The thrust bearing supports the mass of both the generator and turbine plus the hydraulic thrust 
imposed on the turbine runner and is located either above the rotor (“suspended unit”) or below the 
rotor (“umbrella unit”). Thrust bearings are constructed of oil-lubricated, segmented, babbit-lined shoes. 
One or two oil lubricated generator guide bearings are used to restrain the radial movement of the shaft. 

Fire protection systems are normally installed to detect combustion products in the generator enclo- 
sure, initiate rapid de-energization of the generator and release extinguishing material. Carbon dioxide 
and water are commonly used as the fire quenching medium. 

Excessive unit vibrations may result from mechanical or magnetic unbalance. Vibration monitoring 
devices such as proximity probes to detect shaft run-out are provided to initiate alarms and unit shutdown. 

The choice of generator inertia is an important consideration in the design of a hydroelectric plant. 
The speed rise of the turbine-generator unit under load rejection conditions, caused by the instantaneous 
disconnection of electrical load, is inversely proportional to the combined inertia of the generator and 
turbine. Turbine inertia is normally about 5% of the generator inertia. During design of the plant, unit 
inertia, effective wicket gate or nozzle closing and opening times, and penstock dimensions are optimized 
to control the pressure fluctuations in the penstock and speed variations of the turbine-generator during 
load rejection and load acceptance. Speed variations may be reduced by increasing the generator inertia 
at added cost. Inertia can be added by increasing the mass of the generator, adjusting the rotor diameter, 
or by adding a flywheel. The unit inertia also has a significant effect on the transient stability of the 
electrical system, as this factor influences the rate at which energy can be moved in or out of the generator 
to control the rotor angle acceleration during system fault conditions [see Chapter 11 — Power System 
Dynamics and Stability and (Kundur, 1994)]. 


Generator Terminal Equipment 


The generator output is connected to terminal equipment via cable, busbar, or isolated phase bus. The 
terminal equipment comprises current transformers (CTs), voltage transformers (VTs), and surge sup- 
pression devices. The CTs and VTs are used for unit protection, metering and synchronizing, and for 
governor and excitation system functions. The surge protection devices, consisting of surge arresters and 
capacitors, protect the generator and low-voltage windings of the step-up transformer from lightning 
and switching-induced surges. 


Generator Switchgear 


The generator circuit breaker and associated isolating disconnect switches are used to connect and 
disconnect the generator to and from the power system. The generator circuit breaker may be located 
on either the low-voltage or high-voltage side of the generator step-up transformer. In some cases, the 
generator is connected to the system by means of circuit breakers located in the switchyard of the 
generating plant. The generator circuit breaker may be of the oil filled, air-magnetic, air blast, or 
compressed gas insulated type, depending on the specific application. The circuit breaker is closed as 
part of the generator synchronizing sequence and is opened (tripped) either by operator control, as part 
of the automatic unit stopping sequence, or by operation of protective relay devices in the event of unit 
fault conditions. 


Generator Step-Up Transformer 


The generator transformer steps up the generator terminal voltage to the voltage of the power system or 
plant switchyard. Generator transformers are generally specified and operated in accordance with inter- 
national standards for power transformers, with the additional consideration that the transformer will 
be operated close to its maximum rating for the majority of its operating life. Various types of cooling 
systems are specified depending on the transformer rating and physical constraints of the specific appli- 
cation. In some applications, dual low-voltage windings are provided to connect two generating units to 
a single bank of step-up transformers. Also, transformer tertiary windings are sometimes provided to 
serve the AC station service requirements of the power plant. 
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Excitation System 


The excitation system fulfills two main functions: 


1. It produces DC voltage (and power) to force current to flow in the field windings of the generator. 
There is a direct relationship between the generator terminal voltage and the quantity of current 
flowing in the field windings as described in Fig. 2.4. 

2. It provides a means for regulating the terminal voltage of the generator to match a desired set 
point and to provide damping for power system oscillations. 


Prior to the 1960s, generators were generally provided with rotating exciters that fed the generator 
field through a slip ring arrangement, a rotating pilot exciter feeding the main exciter field, and a regulator 
controlling the pilot exciter output. Since the 1960s, the most common arrangement is thyristor bridge 
rectifiers fed from a transformer connected to the generator terminals, referred to as a “potential source 
controlled rectifier high initial response exciter” or “bus-fed static exciter” (IEEE, 421.1-1986; 421.2-1990; 
421.4-1990; 421.5-1992). Another system used for smaller high-speed units is a brushless exciter with a 
rotating AC generator and rotating rectifiers. 

Modern static exciters have the advantage of providing extremely fast response times and high field 
ceiling voltages for forcing rapid changes in the generator terminal voltage during system faults. This is 
necessary to overcome the inherent large time constant in the response between terminal voltage and 
field voltage (referred to as T;,, typically in the range of 5 to 10 sec). Rapid terminal voltage forcing is 
necessary to maintain transient stability of the power system during and immediately after system faults. 
Power system stabilizers are also applied to static exciters to cause the generator terminal voltage to vary 
in phase with the speed deviations of the machine, for damping power system dynamic oscillations [see 
Chapter 11 — Power System Dynamics and Stability and (Kundur, 1994)]. 

Various auxiliary devices are applied to the static exciter to allow remote setting of the generator voltage 
and to limit the field current within rotor thermal and under excited limits. Field flashing equipment is 
provided to build up generator terminal voltage during starting to the point at which the thyristors can 
begin gating. Power for field flashing is provided either from the station battery or alternating current 
station service. 


Governor System 


The governor system is the key element of the unit speed and power control system (IEEE, 125-1988; 
IEC, 61362 [1998-03]; ASME, 29-1980). It consists of control and actuating equipment for regulating 
the flow of water through the turbine, for starting and stopping the unit, and for regulating the speed 
and power output of the turbine generator. The governor system includes set point and sensing equipment 
for speed, power and actuator position, compensation circuits, and hydraulic power actuators which 
convert governor control signals to mechanical movement of the wicket gates (Francis and Kaplan 
turbines), runner blades (Kaplan turbine), and nozzle jets (Pelton turbine). The hydraulic power actuator 
system includes high-pressure oil pumps, pressure tanks, oil sump, actuating valves, and servomotors. 

Older governors are of the mechanical-hydraulic type, consisting of ballhead speed sensing, mechanical 
dashpot and compensation, gate limit, and speed droop adjustments. Modern governors are of the electro- 
hydraulic type where the majority of the sensing, compensation, and control functions are performed 
by electronic or microprocessor circuits. Compensation circuits utilize proportional plus integral (PI) or 
proportional plus integral plus derivative (PID) controllers to compensate for the phase lags in the 
penstock — turbine — generator — governor control loop. PID settings are normally adjusted to ensure 
that the hydroelectric unit remains stable when serving an isolated electrical load. These settings ensure 
that the unit contributes to the damping of system frequency disturbances when connected to an 
integrated power system. Various techniques are available for modeling and tuning the governor (Working 
Group, 1992; Wozniak, 1990). 

A number of auxiliary devices are provided for remote setting of power, speed, and actuator limits and 
for electrical protection, control, alarming, and indication. Various solenoids are installed in the hydraulic 
actuators for controlling the manual and automatic start-up and shutdown of the turbine-generator unit. 
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TABLE 2.1 Summary of Control Hierarchy for Hydroelectric Plants 


Control Category Sub-Category Remarks 
Location Local Control is local at the controlled equipment or within sight of the equipment. 
Centralized Control is remote from the controlled equipment, but within the plant. 
Off Site Control location is remote from the project. 
Mode Manual Each operation needs a separate and discrete initiation; could be applicable to any 
of the three locations. 
Automatic Several operations are precipitated by a single initiation; could be applicable to any 
of the three locations. 
Operation Attended Operator is available at all times to initiate control action. 
(supervision) 
Unattended Operation staff is not normally available at the project site. 


Source: IEEE Standard 1249-1996, IEEE Guide for Computer-Based Control for Hydroelectric Power Plant Automation, 6. 
Copyright 1997. All rights reserved. 


Control Systems 


Detailed information on the control of hydroelectric power plants is available in industry standards 
(IEEE, 1010-1987; 1020-1988; 1249-1996). A general hierarchy of control is illustrated in Table 2.1. 
Manual controls, normally installed adjacent to the device being controlled, are used during testing and 
maintenance, and as a backup to the automatic control systems. Figure 2.5 illustrates the relationship of 
control locations and typical functions available at each location. Details of the control functions available 
at each location are described in (IEEE, 1249-1996). Automatic sequences implemented for starting, 
synchronizing, and shutdown of hydroelectric units are detailed in (IEEE, 1010-1987). 

Modern hydroelectric plants and plants undergoing rehabilitation and life extension are utilizing 
increasing levels of computer automation (IEEE, 1249-1996; 1147-1991). The relative simplicity of hydro- 
electric plant control allows most plants to be operated in an unattended mode from remote control centers. 


— Off-Site ——— Centralized ———_ —__________ Local a 
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FIGURE 2.5 Relationship of local, centralized and off-site control. (Source: IEEE Standard 1249-1996, IEEE Guide 
for Computer-Based Control for Hydroelectric Power Plant Automation, 7. With permission.) 
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An emerging trend is the application of automated condition monitoring systems for hydroelectric 
plant equipment. Condition monitoring systems, coupled with expert system computer programs, allow 
plant owners and operators to more fully utilize the capacity of plant equipment and water resources, 
make better maintenance and replacement decisions, and maximize the value of installed assets. 


Protection Systems 


The turbine-generator unit and related equipment are protected against mechanical, electrical, hydraulic, 
and thermal damage that may occur as a result of abnormal conditions within the plant or on the power 
system to which the plant is connected. Abnormal conditions are detected automatically by means of 
protective relays and other devices and measures are taken to isolate the faulty equipment as quickly as 
possible while maintaining the maximum amount of equipment in service. Typical protective devices 
include electrical fault detecting relays, temperature, pressure, level, speed, and fire sensors, and vibration 
monitors associated with the turbine, generator, and related auxiliaries. The protective devices operate 
in various isolation and unit shutdown sequences, depending on the severity of the fault. 

The type and extent of protection will vary depending on the size of the unit, manufacturer’s recom- 
mendations, owner’s practices, and industry standards. 

Specific guidance on application of protection systems for hydroelectric plants is provided in (IEEE, 
1010-1987; 1020-1988; C37.102-1995; C37.91-1985). 


Plant Auxiliary Equipment 


A number of auxiliary systems and related controls are provided throughout the hydroelectric plant to 
support the operation of the generating units (IEEE, 1010-1987; 1020-1988). These include: 


1. Switchyard systems (see Chapter 5 — Substations). 
2. Alternating current (AC) station service. Depending on the size and criticality of the plant, multiple 
sources are often supplied, with emergency backup provided by a diesel generator. 

3. Direct current (DC) station service, normally provided by one or more battery banks, for supply 
of protection, control, emergency lighting, and exciter field flashing. 

. Lubrication systems, particularly for supply to generator and turbine bearings and bushings. 

. Drainage pumps, for removing leakage water from the plant. 

. Air compressors, for supply to the governors, generator brakes, and other systems. 

. Cooling water systems, for supply to the generator air coolers, generator and turbine bearings, 
and step-up transformer. 

8. Fire detection and extinguishing systems. 


ND WB 


9. Intake gate or isolation valve systems. 

10. Draft tube gate systems. 

11. Reservoir and tailrace water level monitoring. 

12. Synchronous condenser equipment, for dewatering the draft tube to allow the runner to spin in 
air during synchronous condenser operation. In this case, the generator acts as a synchronous 
motor, supplying or absorbing reactive power. 

13. Service water systems. 

14. Overhead crane. 

15. Heating, ventilation, and air conditioning. 

16. Environmental systems. 


Special Considerations Affecting Pumped Storage Plants 


A pumped storage unit is one in which the turbine and generator are operated in the reverse direction 
to pump water from the lower reservoir to the upper reservoir. The generator becomes a motor, drawing 
its energy from the power system, and supplies mechanical power to the turbine which acts as a pump. 
The motor is started with the wicket gates closed and the draft tube water depressed with compressed 
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air. The motor is accelerated in the pump direction and when at full speed and connected to the power 
system, the depression air is expelled, the pump is primed, and the wicket gates are opened to commence 
pumping action. 


Pump Motor Starting 


Various methods are utilized to accelerate the generator/motor in the pump direction during starting 
(IEEE, 1010-1987). These include: 


1. Full voltage, across the line starting. Used primarily on smaller units, the unit breaker is closed 
and the unit is started as an induction generator. Excitation is applied near rated speed and machine 
reverts to synchronous motor operation. 

2. Reduced voltage, across the line starting. A circuit breaker connects the unit to a starting bus 
tapped from the unit step-up transformer at one third to one half rated voltage. Excitation is 
applied near rated speed and the unit is connected to the system by means of the generator circuit 
breaker. Alternative methods include use of a series reactor during starting and energization of 
partial circuits on multiple circuit machines. 

3. Pony motor starting. A variable speed wound-rotor motor attached to the AC station service and 
coupled to the motor/generator shaft is used to accelerate the machine to synchronous speed. 

4. Synchronous starting. A smaller generator, isolated from the power system, is used to start the 
motor by connecting the two in parallel on a starting bus, applying excitation to both units, and 
opening the wicket gates on the smaller generator. When the units reach synchronous speed, the 
motor unit is disconnected from the starting bus and connected to the power system. 

5. Semi-synchronous (reduced frequency, reduced voltage) starting. An isolated generator is accel- 
erated to about 80% rated speed and paralleled with the motor unit by means of a starting bus. 
Excitation is applied to the generating unit and the motor unit starts as an induction motor. When 
the speed of the two units is approximately equal, excitation is applied to the motor unit, bringing 
it into synchronism with the generating unit. The generating unit is then used to accelerate both 
units to rated speed and the motor unit is connected to the power system. 

6. Static starting. A static converter/inverter connected to the AC station service is used to provide 
variable frequency power to accelerate the motor unit. Excitation is applied to the motor unit at 
the beginning of the start sequence and the unit is connected to the power system when it reaches 
synchronous speed. The static starting system can be used for dynamic braking of the motor unit 
after disconnection from the power system, thus extending the life of the unit’s mechanical brakes. 


Phase Reversing of the Generator/Motor 


It is necessary to reverse the direction of rotation of the generator/motor by interchanging any two of 
the three phases. This is achieved with multi-pole motor operated switches or with circuit breakers. 


Draft Tube Water Depression 


Water depression systems using compressed air are provided to lower the level of the draft tube water 
below the runner to minimize the power required to accelerate the motor unit during the transition to 
pumping mode. Water depression systems are also used during motoring operation of a conventional 
hydroelectric unit while in synchronous condenser mode. Synchronous condenser operation is used to 
provide voltage support for the power system and to provide spinning reserve for rapid loading response 
when required by the power system. 


Commissioning of Hydroelectric Plants 


The commissioning of a new hydroelectric plant, rehabilitation of an existing plant, or replacement of 
existing equipment requires a rigorous plan for inspection and testing of equipment and systems and 
for organizing, developing, and documenting the commissioning program (IEEE, 1248-1998). 
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2.2 Synchronous Machinery 


Paul I. Nippes 


General 


Synchronous motors convert electrical power to mechanical power; synchronous generators convert 
mechanical power to electrical power; and synchronous condensers supply only reactive power to stabilize 
system voltages. 
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Synchronous motors, generators, and condensers perform similarly, except for a heavy cage winding 
on the rotor of motors and condensers for self-starting. 

A rotor has physical magnetic poles, arranged to have alternating north and south poles around the 
rotor diameter which are excited by electric current, or uses permanent magnets, having the same number 
of poles as the stator electromagnetic poles. 

The rotor RPM = 120 x Electrical System Frequency/Poles. 

The stator winding, fed from external AC multi-phase electrical power, creates rotating electromagnetic 
poles. 

At speed, rotor poles turn in synchronism with the stator rotating electromagnetic poles, torque being 
transmitted magnetically across the “air gap” power angle, lagging in generators and leading in motors. 

Synchronous machine sizes range from fractional watts, as in servomotors, to 1500 MW, as in large 
generators. 

Voltages vary, up to 25,000 V AC stator and 1500 V DC rotor. 

Installed horizontal or vertical at speed ranges up to 130,000 RPM, normally from 40 RPM (waterwheel 
generators) to 3600 RPM (turbine generators). 

Frequency at 60 or 50 Hz mostly, 400 Hz military; however, synthesized variable frequency electrical 
supplies are increasingly common and provide variable motor speeds to improve process efficiency. 

Typical synchronous machinery construction and performance are described; variations may exist on 
special smaller units. 

This document is intentionally general in nature. Should the reader want specific application infor- 
mation, refer to standards: NEMA MG-1; IEEE 115, C50-10 and C50-13; IEC 600034: 1-11,14-16,18, 20, 
44, 72, and 136, plus other applicable specifications. 


Construction (See Fig. 2.6) 
Stator 


Frame 

The exterior frame, made of steel, either cast or a weldment, supports the laminated stator core and has 
feet, or flanges, for mounting to the foundation. Frame vibration from core magnetic forcing or rotor 
unbalance is minimized by resilient mounting the core and/or by designing to avoid frame resonance 
with forcing frequencies. If bracket type bearings are employed, the frame must support the bearings, 
oil seals, and gas seals when cooled with hydrogen or gas other than air. The frame also provides protection 
from the elements and channels cooling air, or gas, into and out of the core, stator windings, and rotor. 
When the unit is cooled by gas contained within the frame, heat from losses is removed by coolers having 
water circulating through finned pipes of a heat exchanger mounted within the frame. Where cooling 
water is unavailable and outside air cannot circulate through the frame because of its dirty or toxic 
condition, large air-to-air heat exchangers are employed, the outside air being forced through the cooler 
by an externally shaft-mounted blower. 


Stator Core Assembly 

The stator core assembly of a synchronous machine is almost identical to that of an induction motor. A 
major component of the stator core assembly is the core itself, providing a high permeability path for 
magnetism. The stator core is comprised of thin silicon steel laminations and insulated by a surface 
coating minimizing eddy current and hysteresis losses generated by alternating magnetism. The lamina- 
tions are stacked as full rings or segments, in accurate alignment, either in a fixture or in the stator frame, 
having ventilation spacers inserted periodically along the core length. The completed core is compressed 
and clamped axially to about 10 kg/cm? using end fingers and heavy clamping plates. Core end heating 
from stray magnetism is minimized, especially on larger machines, by using non-magnetic materials at 
the core end or by installing a flux shield of either tapered laminations or copper shielding. 
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FIGURE 2.6 Magnetic “skeleton” (upper half) and structural parts (lower half) of a ten-pole (720 rpm at 60 cycles) 
synchronous motor. (From The ABC’s of Synchronous Motors, 7(1), 5, 1944. The Electric Machinery Company, Inc. 
With permission.) 


A second major component is the stator winding made up of insulated coils placed in axial slots of 
the stator core inside diameter. The coil make-up, pitch, and connections are designed to produce rotating 
stator electromagnetic poles in synchronism with the rotor magnetic poles. The stator coils are retained 
into the slots by slot wedges driven into grooves in the top of the stator slots. Coil end windings are 
bound together and to core-end support brackets. If the synchronous machine is a generator, the rotating 
rotor pole magnetism generates voltage in the stator winding which delivers power to an electric load. 
If the synchronous machine is a motor, its electrically powered stator winding generates rotating elec- 
tromagnetic poles and the attraction of the rotor magnets, operating in synchronism, produces torque 
and delivery of mechanical power to the drive shaft. 


Rotor 


The Rotor Assembly 

The rotor of a synchronous machine is a highly engineered unitized assembly capable of rotating satis- 
factorily at synchronous speed continuously according to standards or as necessary for the application. 
The central element is the shaft, having journals to support the rotor assembly in bearings. Located at 
the rotor assembly axial mid-section is the rotor core embodying magnetic poles. When the rotor is 
round it is called “non-salient pole’, or turbine generator type construction and when the rotor has 
protruding pole assemblies, it is called “salient pole” construction. 

The non-salient pole construction, used mainly on turbine generators (and also as wind tunnel fan 
drive motors), has two or four magnetic poles created by direct current in coils located in slots at the 
rotor outside diameter. Coils are restrained in the slots by slot wedges and at the ends by retaining rings 
on large high-speed rotors, and fiberglass tape on other units where stresses permit. This construction 
is not suited for use on a motor requiring self-starting as the rotor surface, wedges, and retaining rings 
overheat and melt from high currents of self-starting. 

A single piece forging is sometimes used on salient pole machines, usually with four or six poles. 
Salient poles can also be integral with the rotor lamination and can be mounted directly to the shaft or 
fastened to an intermediate rotor spider. Each distinct pole has an exciting coil around it carrying 
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excitation current or else it employs permanent magnets. In a generator, a moderate cage winding in the 
face of the rotor poles, usually with pole-to-pole connections, is employed to dampen shaft torsional 
oscillation and to suppress harmonic variation in the magnetic waveform. In a motor, heavy bars and 
end connections are required in the pole face to minimize and withstand the high heat of starting duty. 

Direct current excites the rotor windings of salient, and non-salient pole motors and generators, except 
when permanent magnets are employed. The excitation current is supplied to the rotor from either an 
external DC supply through collector rings or a shaft-mounted brushless exciter. Positive and negative 
polarity bus bars or cables pass along and through the shaft as required to supply excitation current to 
the windings of the field poles. 

When supplied through collector rings, the DC current could come from a shaft-driven DC or AC 
exciter rectified output, from an AC-DC motor-generator set, or from plant power. DC current supplied 
by a shaft-mounted AC generator is rectified by a shaft-mounted rectifier assembly. 

As a generator, excitation current level is controlled by the voltage regulator. As a motor, excitation current 
is either set at a fixed value, or is controlled to regulate power factor, motor current, or system stability. 

In addition, the rotor also has shaft-mounted fans or blowers for cooling and heat removal from the 
unit plus provision for making balance weight additions or corrections. 


Bearings and Couplings 

Bearings on synchronous machinery are anti-friction, grease, or oil-lubricated on smaller machines, 
journal type oil-lubricated on large machines, and tilt-pad type on more sophisticated machines, espe- 
cially where rotor dynamics are critical. Successful performance of magnetic bearings, proving to be 
successful on turbo-machinery, may also come to be used on synchronous machinery as well. 

As with bearings on all large electrical machinery, precautions are taken with synchronous machines to 
prevent bearing damage from stray electrical shaft currents. An elementary measure is the application of 
insulation on the outboard bearing, if a single-shaft end unit, and on both bearing and coupling at the same 
shaft end for double-shaft end drive units. Damage can occur to bearings even with properly applied 
insulation, when solid-state controllers of variable frequency drives, or excitation, cause currents at high 
frequencies to pass through the bearing insulation as if it were a capacitor. Shaft grounding and shaft voltage 
and grounding current monitoring can be employed to predict and prevent bearing and other problems. 


Performance 


Synchronous Machines, in General 


This section covers performance common to synchronous motors, generators, and condensers. 

Saturation curves (Fig. 2.7) are either calculated or obtained from test and are the basic indicators of 
machine design suitability. From these the full load field, or excitation, amperes for either motors or 
generators are determined as shown, on the rated voltage line, as “Rated Load.” For synchronous con- 
densers, the field current is at the crossing of the zero P.E. saturation line at 1.0 V. As an approximate 
magnetic figure of merit, the no-load saturation curve should not exceed its extrapolated straight line 
by more than 25%, unless of a special design. From these criteria, and the knowledge of the stator current 
and cooling system effectiveness, the manufacturer can project the motor component heating, and thus 
insulation life, and the efficiency of the machine at different loads. 

Vee curves (Fig. 2.8) show overall loading performance of a synchronous machine for different loads 
and power factors, but more importantly show how heating and stability limit loads. For increased 
hydrogen pressures in a generator frame, the load capability increases markedly. 

The characteristics of all synchronous machines when their stator terminals are short-circuited are 
similar (see Fig. 2.9). There is an initial subtransient period of current increase of 8 to 10 times rated, 
with one phase offsetting an equal amount. These decay in a matter of milliseconds to a transient value 
of 3 to 5 times rated, decaying in tenths of a second to a relatively steady value. Coincident with this, the 
field current increases suddenly by 3 to 5 times, decaying in tenths of a second. The stator voltage on 
the shorted phases drops to zero and remains so until the short circuit is cleared. 
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FIGURE 2.7 Saturation curves. 


Synchronous Generator Capability 


The synchronous generator normally has easy starting duty as it is brought up to speed by a prime mover. 
Then the rotor excitation winding is powered with DC current, adjusted to rated voltage, and transferred 
to voltage regulator control. It is then synchronized to the power system, closing the interconnecting 
circuit breaker as the prime mover speed is advancing, at a snail’s pace, leading the electric system. Once 
on line, its speed is synchronized with the power system and KW is raised by increasing the prime mover 
KW input. The voltage regulator adjusts excitation current to hold voltage. Increasing the voltage regulator 
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set point increases KVAR input to the system, reducing the power factor toward lagging and vice versa. 
Steady operating limits are provided by its Reactive Capability Curve (see Fig. 2.10). This curve shows 
the possible kVA reactive loading, lagging, or leading, for given KW loading. Limitations consist of field 
heating, armature heating, stator core end heating, and operating stability over different regions of the 


reactive capability curve. 
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FIGURE 2.9 Typical oscillogram of a sudden three-phase short circuit. 


Synchronous Motor and Condenser Starting 


The duty on self-starting synchronous motors and condensors is severe, as there are large induction 
currents in the starting cage winding once the stator winding is energized (see Fig. 2.11). These persist 
as the motor comes up to speed, similar to but not identical to starting an induction motor. Similarities 
exist to the extent that extremely high torque impacts the rotor initially and decays rapidly to an average 
value, increasing with time. Different from the induction motor is the presence of a large oscillating 
torque. The oscillating torque decreases in frequency as the rotor speed increases. This oscillating fre- 
quency is caused by the saliency effect of the protruding poles on the rotor. Meanwhile, the stator current 
remains constant until 80% speed is reached. The oscillating torque at decaying frequency may excite 
train torsional natural frequencies during acceleration, a serious train design consideration. An anomaly 
occurs at half speed as a dip in torque and current due to the coincidence of line frequency torque with 
oscillating torque frequency. Once the rotor is close to rated speed, excitation is applied to the field coils 
and the rotor pulls into synchronism with the rotating electromagnetic poles. At this point, stable steady- 
state operation begins. 
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FIGURE 2.10 Typical reactive capability curve. 


Increasingly, variable frequency power is supplied to synchronous machinery primarily to deliver the 
optimum motor speed to meet load requirements, improving the process efficiency. It can also be used 
for soft-starting the synchronous motor or condenser. Special design and control are employed to avert 
problems imposed, such as excitation of train torsional natural frequencies and extra heating from 
harmonics of the supply power. 
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FIGURE 2.11 Synchronous motor and condensor starting. 


2.3. Thermal Generating Plants 


Kenneth H. Sebra 


Thermal generating plants are designed and constructed to convert energy from fuel (coal, oil, gas, or 
radiation) into electric power. The actual conversion is accomplished by a turbine-driven generator. 
Thermal generating plants differ from industrial plants in that the nature of the product never changes. 
The plant will always produce electric energy. The things that may change are the fuel used (coal, oil, or 
gas) and environmental requirements. Many plants that were originally designed for coal were later 
converted to oil, converted back to coal, and then converted to gas. Environmental requirements have 
changed, which has required the construction of air and water emissions control systems. Plant electrical 
systems should be designed to allow for further growth. Sizing of transformers and buses is at best a 
matter of guesswork. The plant electrical system should be sized at 5 to 10% the size of the generating 
unit depending on the plant configuration and number of units at the plant site. 
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Plant Auxiliary System 


Selection of Auxiliary System Voltages 

The most common plant auxiliary system voltages are 13,800 V, 6900 V, 4160 V, 2400 V, and 480 V. The 
highest voltage is determined by the largest motor. If motors of 4000 hp or larger are required, one should 
consider using 13,800 V. If the largest motor required is less than 4000 hp, then 4160 V should be 
satisfactory. 


Auxiliary System Loads 


Auxiliary load consists of motors and transformers. Transformers supply lower level buses which supply 
smaller motors and transformers which supply lower voltage buses. Generation plants built before 1950 
may have an auxiliary generator that is connected to the main generator shaft. The auxiliary generator 
will supply plant loads when the plant is up and running. 


Auxiliary System Power Sources 


The power sources for a generating plant consist of one or more off-site sources and one or more on- 
site sources. The on-site sources are the generator and, in some cases, a black start diesel generator or a 
gas turbine generator which may be used as a peaker. 


Auxiliary System Voltage Regulation Requirements 


Most plants will not require voltage regulation. A load flow study will indicate if voltage regulation is 
required. Transformers with tap changers, static var compensators, or induction regulators may be used 
to keep plant bus voltages within acceptable limits. Switched capacitor banks and overexcited synchronous 
motors may also be used to regulate bus voltage. 


Plant One-Line Diagram 


The one-line diagram is the most important document you will use. Start with a conceptual one-line 
and add detail as it becomes available. The one-line diagram will help you think about your design and 
make it easier to discuss with others. Do not be afraid to get something on paper very early and modify 
as you get more information about the design. Consider how the plant will be operated. Will there be a 
start-up source and a running source? Are there on-site power sources? 


Plant Equipment Voltage Ratings 


Establish at least one bus for each voltage rating in the plant. Two or more buses may be required 
depending on how the plant will be operated. 


Grounded vs. Ungrounded Systems 
A method of grounding must be determined for each voltage level in the plant. 


Ungrounded 


Most systems will be grounded in some manner with the exception for special cases of 120-V control 
systems which may be operated ungrounded for reliability reasons. An ungrounded system may be 
allowed to continue to operate with a single ground on the system. Ungrounded systems are undesirable 
because ground faults are difficult to locate. Also, ground faults can result in system overvoltage, which 
can damage equipment that is connected to the ungrounded system. 


Grounded 
Most systems 480 V and lower will be solidly grounded. 
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FIGURE 2.12 Typical plant layout. 


Low-Resistance Grounding 

Low-resistance grounding systems are used at 2400 V and above. This system provides enough ground 
fault current to allow relay coordination and limits ground fault current to a value low enough to prevent 
equipment damage. 

High-Resistance Grounding 


High-resistance grounding systems limit ground fault current to a very low value but make relay coor- 
dination for ground faults difficult. 


Miscellaneous Circuits 


Essential Services 

Essential services such as critical control required for plant shutdown, fire protection, and emergency 
lighting should be supplied by a battery-backed inverter. This is equipment that must continue to operate 
after a loss of off-site power. Some of these loads may be supplied by an on-site diesel generator or gas 
turbine if a delay after loss of off-site power is acceptable. 


Lighting Supply 
Lighting circuits should be designed with consideration to emergency lighting to the control room and 


other vital areas of the plant. Consideration should be given to egress lighting and lighting requirements 
for plant maintenance. 
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DC Systems 


The plant will require at least one DC system for control and operation of essential systems when off- 
site power is lost. The required operating time for the emergency equipment that will be operated from 
the DC systems must be established in order to size the batteries. The installation of a diesel generator 
may reduce the size of the battery. 


125-V DC 


A 125-V DC system is supplied for circuit breaker and protective relaying. The system voltage may collapse 
to close to zero during fault conditions and would not be capable of supplying relay control and breaker 
trip current when it is needed to operate. 


250-V DC 


A 250-V DC system may be required to supply turbine generator emergency motors such as turning gear 
motors and emergency lube oil motors. 


Power Plant Switchgear 


High-Voltage Circuit Breakers 


High-voltage circuit breakers of 34.5 kV and above may be used in the switchyard associated with the 
generating plant, but are rarely used in a generating plant. 


Medium-Voltage Switchgear 


Medium-voltage breakers are 2.4 to 13.8 kV. Breakers in this range are used for large motors in the plant. 
The most prevalent is 4.16 kV. 


Medium-Voltage Air Circuit Breakers 
Air circuit breakers were the most common type of breaker until about 1995. Due to large size and high 
maintenance requirements of air circuit breakers, they have been replaced by vacuum breakers. 


Medium-Voltage Vacuum Circuit Breakers 

Vacuum circuit breakers are the most common type of circuit breaker used in new installations. Vacuum 
circuit breakers are being used to replace air circuit breakers. Vacuum breakers are smaller and can provide 
additional space if the plant needs to be expanded to meet new requirements. Before using vacuum circuit 
breakers, a transient analysis study should be performed to determine if there is a need for surge 
protection. If required, surge protection can be supplied by the installation of capacitors and/or surge 
suppressors can be used to eliminate voltage surge problems. 


Medium-Voltage SF6 Circuit Breakers 
SF6 circuit breakers have the same advantages as vacuum circuit breakers but there is some environmental 
concern with the SF6 gas. 


Low-Voltage Switchgear 


Low voltage is 600 V and below. The most common voltage used is 480 V. 


Low-Voltage Air Circuit Breakers 

Air circuit breakers are used in load centers that may include a power transformer. Air circuit breakers 
are used for motors greater than 200 hp and less than about 600 hp. Low-voltage circuit breakers are 
self-contained in that fault protection is an integral part of the breaker. Low-voltage devices, which do 
not contain fault protection devices, are referred to as low-voltage switches. Low-voltage breakers may 
be obtained with various combinations of trip elements. Long time, short time, and ground trip elements 
may be obtained in various combinations. 
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Low-voltage breakers manufactured before 1970 will contain oil dashpot time delay trip elements. 
Breakers manufactured after the mid-1970s until about 1990 will contain solid-state analog trip elements. 
Breakers manufactured after 1990 will contain digital trip elements. The digital elements provide much 
more flexibility. 

A circuit that may be large enough for a load center circuit breaker but is operated several times a day 
should not be put on a load center circuit breaker. The circuit breaker would be put through its useful 
life in a very short time. A motor starter would be a better choice. 


Motor Control Centers 


Motor control centers are self-contained and may include molded case breakers or combination starters. 
Molded case breakers are available as either magnetic or thermal-magnetic. The magnetic trip breakers 
are instantaneous trip only and the thermal-magnetic trip breakers are time delay with instantaneous 
trip. Magnetic breakers can be used with a contactor to make a combination starter. Time delay trip is 
provided by overload relays mounted on the contactor. Solid-state equipment is available to use in motor 
control centers and allows much greater flexibility 


Circuit Interruption 


The purpose of a circuit breaker is to provide a method of interrupting the circuit either to turn the load 
on and off or to interrupt fault current. The first requirement is based on the full load current of the 
load. The second requirement is based on the maximum fault current as determined by the fault current 
study. There is no relationship between the load current and the fault current. If modifications are made 
to the electric power system, the fault interrupting current requirement may increase. Failure to recognize 
this could result in the catastrophic failure of a breaker. 


Auxiliary Transformers 


Selection of Percent Impedance 


The transformer impedance is always compromised. High transformer impedance will limit fault current 
and reduce the required interrupting capability of switchgear and, therefore, reduce the cost. Low 
impedance will reduce the voltage drop through the transformer and therefore improve voltage regulation. 
A careful analysis using a load flow study will help in arriving at the best compromise. 


Rating of Voltage Taps 


Transformers should be supplied with taps to allow adjustment in bus voltage. Optimum tap settings 
can be determined using a load flow study. 


Motors 


Selection of Motors 


Many motors are required in a thermal generating plant and range in size from fractional horsepower 
to several thousand horsepower. These motors may be supplied with the equipment they drive or they 
may be specified by the electrical engineer and purchased separately. The small motors are usually supplied 
by the equipment supplier and the large motors specified by the electrical engineer. How this will be 
handled must be resolved very early in the project. The horsepower cut-off point for each voltage level 
must be decided. The maximum plant voltage level must be established. A voltage of 13.8 kV may be 
required if very large horsepower motors are to be used. This must be established very early in the plant 
design so that a preliminary one-line diagram may be developed. 


Types of Motors 


Squirrel Cage Induction Motors 
The squirrel cage induction motor is the most common type of large motor used in a thermal generating 
plant. Squirrel cage induction motors are very rugged and require very little maintenance. 
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Wound Rotor Induction Motors 

The wound rotor induction motor has a rotor winding which is brought out of the motor through slip 
rings and brushes. While more flexible than a squire cage induction motor, the slip rings and brushes are 
an additional maintenance item. Wound rotor motors are only used in special applications in a power plant. 


Synchronous Motors 

Synchronous motors may be required in some applications. Large slow-speed, 1800 rpm or less may 
require a synchronous motor. A synchronous motor may used to supply VARs and improve voltage 
regulation. If the synchronous motor is going to be used as a VAR source, the field supply must be sized 
large enough to over-excite the field. 


Direct Current Motors 
Direct current motors are used primarily on emergency systems such as turbine lube oil and turbine 
turning gear. Direct current motors may also be used on some control valves. 


Single-Phase Motors 
Single-phase motors are fractional horsepower motors and are usually supplied with the equipment. 


Motor Starting Limitations 

The starting current for induction motors is about 6 times full load current. This must be taken into 
account when sizing transformers and should be part of the load flow analysis. If the terminal voltage is 
allowed to drop too low, below 80%, the motor will stall. Methods of reduced voltage starting are available, 
but should be avoided if possible. The most reliable designs are the simplest. 


Main Generator 


The turbine generator will be supplied as a unit. The size and characteristics are usually determined by 
the system planners as a result of system load requirements and system stability requirements. 


Associated Equipment 


Exciters and Excitation Equipment 
The excitation system will normally be supplied with the generator. 

Electronic exciters — Modern excitation systems are solid state and, in recent years, most have digital 
control systems. 


Generator Neutral Grounding 


The generator neutral is never connected directly to ground. The method used to limit the phase to 
ground fault current to a value equal to or less than the three-phase fault current is determined by the 
way the generator is connected to the power system. If the generator is connected directly to the power 
system, a resistor or inductor connected between the neutral of the generator and ground will be used 
to limit the ground fault current. If the generator is connected to the power system through a transformer 
in a unit configuration, the neutral of the generator may be connected to ground through a distribution 
transformer with a resistor connected across the secondary of the transformer. The phase-to-ground 
fault current can be limited to 5 to 10 A using this method. 


Isolated Phase Bus 


The generator is usually connected to the step-up transformer through an isolated phase bus. This 
separated phase greatly limits the possibility of a phase-to-phase fault at the terminals of the generator. 


Cable 


Large amounts of cable are required in a thermal generating plant. Power, control, and instrumentation 
cable should be selected carefully with consideration given to long life. Great care should be given in the 
installation of all cable. Cable replacement can be very expensive. 
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Electrical Analysis 


All electrical studies should be well-documented for use in plant modifications. These studies will be of 
great value in evaluating plant problems. 


Load Flow 


A load flow study should be performed as early in the design as possible even if the exact equipment is 
not known. The load flow study will help in getting an idea of transformer size and potential voltage 
drop problems. 

A final load flow study should be performed to document the final design and will be very helpful if 
modifications are required in the future. 


Short-Circuit Analysis 

Short-circuit studies must be performed to determine the requirements for circuit breaker interrupting 
capability. Relay coordination should be studied as well. 

Surge Protection 


Surge protection may be required to limit transient overvoltage caused by lightning and circuit switching. 
A surge study should be performed to determine the needs of each plant configuration. Surge arrestors 
and/or capacitors may be required to limit transient voltages to acceptable levels. 


Phasing 

A phasing diagram should be made to determine correct transformer connections. An error here could 
prevent busses from being paralleled. 

Relay Coordination Studies 


Relay coordination studies should be performed to ensure proper coordination of the relay protection 
system. The protective relay system may include overcurrent relays, bus differential relays, transformer 
differential relays, voltage relays, and various special function relays. 


Maintenance and Testing 


A good plant design will take into account maintenance and testing requirements. Equipment must be 
accessible for maintenance and provisions should be made for test connections. 


Start-Up 


A start-up plan should be developed to ensure equipment will perform as expected. This plan should 
include insulation testing. Motor starting current magnitude and duration should be recorded and relay 
coordination studies verified. Voltage level and load current readings should be taken to verify load flow 
studies. This information will also be very helpful when evaluating plant operating conditions and 
problems. 
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2.4 Distributed Utilities 


John R. Kennedy 


Distributed utilities (sometimes referred to as DU) is the current term used in describing distributed 
generation and storage devices operating separately and in parallel with the utility grid. In most cases, 
these devices are small in comparison to traditional utility base or peaking generation, but can range up 
to several megawatts. For the purposes of this section, DU will be limited to devices 5 MW and below 
applied at either the secondary voltage level, 120 V single phase to 480 V three phase, and at the medium 
voltage level, 2.4 kV to 25 kV, although many of the issues discussed would apply to the larger units as well. 

In this section, we will give an overview of the different issues associated with DU, including available 
technologies, interfacing, a short discussion on economics and possible regulatory treatment, applica- 
tions, and some practical examples. Emerging technologies discussed will include fuel cells, microtur- 
bines, and small turbines. A brief discussion of storage technologies is also included. Interfacing issues 
include general protection, overcurrent protection, islanding issues, communication and control, voltage 
regulation, frequency control, fault detection, safety issues, and synchronization. In the applications 
section, deferred investment, demand reduction, peak shaving, ancillary services, reliability, and power 
quality will be discussed. Economics and possible regulatory treatment will be discussed briefly. 


Available Technologies 


Many of the “new” technologies have been around for several years, but the relative cost per kilowatt of 
small generators compared to conventional power plants has made their use limited. Utility rules and 
interconnect requirements have also limited the use of small generators and storage devices to mostly 
emergency, standby, and power quality applications. The prospect of deregulation has changed all that. 
Utilities are no longer assured that they can recover the costs of large base generation plants, and stranded 
investment of transmission and distribution facilities is a subject of debate. This, coupled with improve- 
ments in the cost and reliability of DU technologies, has opened an emerging market for small power 
plants. In the near future, these new technologies should be competitive with conventional plants, 
providing high reliability with less investment risk. Some of the technologies are listed below. All of the 
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Technology Size Fuel Sources AC Interface Type Applications 
Fuel Cells SKw — Natural Gas Inverter type Continuous 
Larger units Hydrogen 
With Stacking Petroleum Products 
Microturbines 10Kw-100Kw Natural Gas Inverter type Continuous 
Larger sizes Petroleum Products Standby 
Batteries -LKw-2Mw+ Storage Inverter type PQ, Peaking 
Flywheel >.1 Kw - .5Kw Storage Inverter type PQ, Peaking 
PV >.1Kw- 1 Kw Sunlight Inverter type Peaking 
Gas Turbine 10Kw —- SMw+ Natural Gas Rotary type Continuous, 
Petroleum Products Peaking 
Standby 


FIGURE 2.13 Distributed generation technology chart. 


energy storage devices and many of the small emerging generation devices are inverter/converter based. 
Figure 2.13 is a listing of different technologies, their size ranges, fuel sources, and AC interface type, and 
most likely applications. 


Fuel Cells 


Fuel cell technology has been around since its invention by William Grove in 1839. From the 1960s to 
the present, fuel cells have been the power source used for space flight missions. Unlike other generation 
technologies, fuel cells act like continuously fueled batteries, producing direct current (DC) by using an 
electrochemical process. The basic design of all fuel cells consists of an anode, electrolyte, and cathode. 
Hydrogen or a hydrogen-rich fuel gas is passed over the anode, and oxygen or air is passed over the 
cathode. A chemical combination then takes place producing a constant supply of electrons (DC current) 
with by-products of water, carbon dioxide, and heat. The DC power can be used directly or it can be fed 
to a power conditioner and converted to AC power (see Fig. 2.14). 

Most of the present technologies have a fuel reformer or processor that can take most hydrocarbon- 
based fuels, separate out the hydrogen, and produce high-quality power with negligible emissions. This 
would include gasoline, natural gas, coal, methanol, light oil, or even landfill gas. In addition, fuel cells 
can be more efficient than conventional generators. Theoretically they can obtain efficiencies as high as 
85% when the excess heat produced in the reaction is used in a combined cycle mode. These features, 
along with relative size and weight, have also made the fuel cell attractive to the automotive industry as 
an alternative to battery power for electric vehicles. The major differences in fuel cell technology concern 
the electrolyte composition. The major types are the Proton Exchange Membrane Fuel Cell (PEFC) also 
called the PEM, the Phosphoric Acid Fuel Cell (PAFC), the Molten Carbonate Fuel Cell (MCFC), and 
the Solid Oxide Fuel Cell (SOFC) (Fig. 2.15). 

Fuel cell power plants can come in sizes ranging from a few watts to several megawatts with stacking. 
The main disadvantage to the fuel cell is the initial high cost of installation. With the interest in efficient 
and environmentally friendly generation, coupled with the automotive interest in an EV alternative power 
source, improvements in the technology and lower costs are expected. As with all new technologies, 
volume of sales should also lower the unit price. 


Microturbines 


Experiments with microturbine technology have been around for many decades, with the earliest attempts 
of wide-scale applications being targeted at the automotive and transportation markets. These experiments 
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FIGURE 2.14 Basic fuel cell operation. 


PAFC MCFC SOFC PEMFC 


Electrolyte Phosphoric acid Molten carbonate salt | Ceramic Polymer 
Operating Temperature = 375°F (190°C) 1200°F (650°C) 1830°F (1000°C) 175°F (80°C) 
Fuels Hydrogen (H,) H,/CO H,/CO,/CH, H, 


Reformate Reformate Reformate Reformate 


Reforming External External External External 
Oxidant O,/Air CO,/O,/Air O,/Air O,/Air 
Efficiency (HHV) 40-50% 50-60% 45-55% 40-50% 


FIGURE 2.15 Comparison of fuel cell types. (Source: DoD Website, www.dodfuelcell.com/fcdescriptions.html.) 


later expanded into markets associated with military and commercial aircraft and mobile systems. Micro- 
turbines are typically defined as systems with an output power rating of between 10 kW up to a few 
hundred kilowatts. As shown in Fig. 2.16, these systems are usually a single-shaft design with compressor, 
turbine, and generator all on the common shaft, although some companies are engineering dual-shaft 
systems. Like the large combustion turbines, the microturbines are Brayton Cycle systems, and will usually 
have a recuperator in the system. 

The recuperator is incorporated as a means of increasing efficiency by taking the hot turbine exhaust 
through a heavy (and relatively expensive) metallic heat exchanger and transferring the heat to the input 
air, which is also passed through parallel ducts of the recuperator. This increase in inlet air temperature 
helps reduce the amount of fuel needed to raise the temperature of the gaseous mixture during combus- 
tion to levels required for total expansion in the turbine. A recuperated Brayton Cycle microturbine can 
operate at efficiencies of approximately 30%, while these aeroderivative systems operating without a 
recuperator would have efficiencies in the mid-teens. 

Another requirement of microturbine systems is that the shaft must spin at very high speeds, in excess 
of 50,000 RPM and in some cases doubling that rate, due to the low inertia of the shaft and connected 
components. This high speed is used to keep the weight of the system low and increase the power density 
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FIGURE 2.16 Turbine block diagram configuration with recuperator. 


over other generating technologies. Although many of the microturbines are touted as having only a 
single moving part, there are numerous ancillary devices required that do incorporate moving parts such 
as cooling fans, fuel compressors, and pumps. 

Since the turbine requires extremely high speeds for optimal performance, the generator cannot operate 
as a synchronous generator. Typical microturbines have a permanent magnet motor/generator incorpo- 
rated onto the shaft of the system. The high rotational speed gives an AC output in excess of 1000 Hz, 
depending on the number of poles and actual rotational speed of the microturbine. This high-frequency 
AC source is rectified, forming a common DC bus voltage that is then converted to a 60-Hz AC output 
by an onboard inverter. 

The onboard electronics are also used to start the microturbine, either in a stand-alone mode or in 
grid parallel applications. Typically, the utility voltage will be rectified and the electronics are used to 
convert this DC voltage into a variable frequency AC source. This variable frequency drive will power 
the permanent magnet motor/generator (which is operating as a motor), and will ramp the turbine speed 
up to a preset RPM, a point where stabile combustion and control can be maintained. Once this preset 
speed is obtained and stabile combustion is taking place, the drive shuts down and the turbine speed 
increases until the operating point is maintained and the system operates as a generator. The time from 
a “Shaft Stop” to full load condition is anywhere from 30 sec to 3 min, depending on manufacturer 
recommendations and experiences. 

Although things are in the early stages of commercialization of the microturbine products, there are 
cost targets that have been announced from all of the major manufacturers of these products. The early 
market entry price of these systems is in excess of $600 per kW, more than comparably sized units of 
alternative generation technologies, but all of the major suppliers have indicated that costs will fall as the 
number of units being put into the field increases. 

The microturbine family has a very good environmental rating, due to natural gas being a primary 
choice for fuel and the inherent operating characteristics, which puts these units at an advantage over 
diesel generation systems. 


Combustion Turbines 


There are two basic types of combustion turbines (CTs) other than the microturbines: the heavy frame 
industrial turbines and the aeroderivative turbines. The heavy frame systems are derived from similar 
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FIGURE 2.17 Basic combustion turbine operating characteristics. 


models that were steam turbine designs. As can be identified from the name, they are of very heavy 
construction. The aeroderivative systems have a design history from the air flight industry, and are of a 
much lighter and higher speed design. These types of turbines, although similar in operation, do have 
some significant design differences in areas other than physical size. These include areas such as turbine 
design, combustion areas, rotational speed, and air flows. 

Although these units were not originally designed as a “distributed generation” technology, but more 
so for central station and large co-generation applications, the technology is beginning to economically 
produce units with ratings in the hundreds of kilowatts and single-digit megawatts. These turbines operate 
as Brayton Cycle systems and are capable of operating with various fuel sources. Most applications of 
the turbines as distributed generation will operate on either natural gas or fuel oil. The operating 
characteristics between the two systems can best be described in tabular form as shown in Fig. 2.17. 

The combustion turbine unit consists of three major mechanical components: a compressor, a com- 
bustor, and a turbine. The compressor takes the input air and compresses it, which will increase the 
temperature and decrease the volume per the Brayton Cycle. The fuel is then added and the combustion 
takes place in the combustor, which increases both the temperature and volume of the gaseous mixture, 
but leaves the pressure as a constant. This gas is then expanded through the turbine where the power is 
extracted through the decrease in pressure and temperature and the increase in volume. 

If efficiency is the driving concern, and the capital required for the increased efficiency is available, 
the Brayton Cycle systems can have either co-generation systems, heat recovery steam generators, or 
simple recuperators added to the combustion turbine unit. Other equipment modifications and improve- 
ments can be incorporated into these types of combustion turbines such as multistage turbines with fuel 
re-injection, inter-cooler between multistage compressors, and steam/water injection. 

Typical heat rates for simple cycle combustion turbines vary across manufacturers, but are in a range 
from 11,000 to 20,000 BTU/kWh. However, these numbers decrease as recuperation and co-generation 
are added. CTs typically have a starting reliability in the 99% range and operating reliability approaching 
98%. The operating environment has a major effect on the performance of combustion turbines. The 
elevation at which the CT is operating has a degradation factor of around 3.5% per 1000 ft of increased 
elevation and the ambient temperature has a similar degradation per 10° increase. 

Figure 2.18 shows a block diagram of a simple cycle combustion turbine with a recuperator (left) and 
a combustion turbine with multistage turbine and fuel re-injection (right). 


Storage Technologies 


Storage technologies include batteries, flywheels, ultra-capacitors, and to some extent photovoltaics. Most 
of these technologies are best suited for power quality and reliability enhancement applications, due to 
their relative energy storage capabilities and power density characteristics, although some large battery 
installations could be used for peak shaving. All of the storage technologies have a power electronic 
converter interface and can be used in conjunction with other DU technologies to provide “seamless” 
transitions when power quality is a requirement. 
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FIGURE 2.18 Basic combustion turbine designs. 


Interface Issues 


A whole chapter could be written just about interface issues, but this discussion will touch on the 
highlights. Most of the issues revolve around safety and quality of service. We will discuss some general 
guidelines and the general utility requirements and include examples of different considerations. In 
addition to the interface issues, the DU installation must also provide self-protection to prevent short 
circuit or other damage to the unit. Self-protection will not be discussed here. The most important issues 
are listed in Table 2.2. 

In addition to the interface issues identified in Table 2.2, there are also operating limits that must be 
considered. These are listed in Table 2.3. 

Utility requirements vary but generally depend on the application of a distributed source. If the unit 
is being used strictly for emergency operation, open transition peak shaving, or any other stand-alone 
type operation, the interface requirements are usually fairly simple, since the units will not be operating 
in parallel with the utility system. When parallel operation is anticipated or required, the interface 
requirements become more complex. Protection, safety, power quality, and system coordination become 
issues that must be addressed. In the case of parallel operation, there are generally three major factors 
that determine the degree of protection required. These would include the size and type of the generation, 
the location on the system, and how the installation will operate (one-way vs. two-way). Generator sizes 
are generally classified as: 


Large: Greater than 3 MVA or possibility of “islanding” a portion of the system 
Small: Between large and extremely small 
Extremely small: Generation less than 100 kVA 


TABLE 2.2 Interface Issues 

Issue Definition Concern 

Automatic Utility circuit breakers can test the line after a fault. _ If a generator is still connected to the system, it 

reclosing may not be in synchronization, thus damaging 
the generator or causing another trip. 

Faults Short circuit condition on the utility system. Generator may contribute additional current to 
the fault, causing a miss operation of relay 
equipment. 

Islanding A condition where a portion of the system Power quality, safety, and protection may be 

continues to operate isolated from the utility compromised in addition to possible 
system. synchronization problems. 

Protection Relays, instrument transformers, circuit breakers. | Devices must be utility grade rather than 
industrial grade for better accuracy. 

Devices must also be maintained on a regular 
schedule by trained technicians. 

Communication Devices necessary for utility control during Without control of the devices, islanding and 


emergency conditions. 
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other undesirable operation of devices. 


TABLE 2.3. Operating Limits 


1. Voltage — The operating range for voltage must maintain a level of +5% of nominal for service voltage (ANSI C84.1), 
and have a means of automatic separation if the level gets out of the acceptable range within a specified time. 

2. Flicker — Flicker must be within the limits as specified by the connecting utility. Methods of controlling flicker are 
discussed in IEEE Std. 519-1992, 10.5. 

3. Frequency — Frequency must be maintained within +0.5 Hz of 60 Hz and have an automatic means of disconnecting 
if this is not maintained. If the system is small and isolated, there might be a larger frequency window. Larger units 
may require an adjustable frequency range to allow for clock synchronizaton. 

4. Power factor — The power factor should be within 0.85 lagging or leading for normal operation. Some systems that 
are designed for compensation may operate outside these limits. 

5. | Harmonics — Both voltage and current harmonics must comply with the values for generators as specified in IEEE 
Std. 519-1992 for both total and individual harmonics. 


Location on the system and individual system characteristics determine impedance of a distribution 
line, which in turn determines the available fault current and other load characteristics that influence 
“jslanding” and make circuit protection an issue. This will be discussed in more detail later. 

The type of operation is the other main issue and is one of the main determinants in the amount of 
protection required. One-way power flow where power will not flow back into the utility has a fairly 
simple interface, but is dependent on the other two factors, while two-way interfaces can be quite complex. 
An example is shown in Fig. 2.19. Smaller generators and “line-commutated” units would have less 
stringent requirements. Commutation methods will be discussed later. Reciprocating engines such as 
diesel and turbines with mass, and “self-commutating” units which could include microturbines and fuel 
cells, would require more stringent control packages due to their islanding and reverse power capabilities. 

Most of the new developing technologies are inverter based and there are efforts now in IEEE to revise 
the old Standard P929 Recommended Practice for Utility Interface of Photovoltaic (PV) Systems to include 
other inverter-based devices. The standards committee is looking at the issues with inverter-based devices 
in an effort to develop a standard interface design that will simplify and reduce the cost, while not 
sacrificing the safety and operational concerns. Inverter interfaces generally fall into two classes: line- 
commutated inverters and self-commutated inverters. 
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FIGURE 2.19 Example of large generator interface requirements for distribution. (Source: Georgia Power Bulletin, 
18-8, generator interface requirements.) 
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Line-Commutated Inverters 


These inverters require a switching signal from the line voltage in order to operate. Therefore, they will 
cease operation if the line signal, ie., utility voltage, is abnormal or interrupted. These are not as popular 
today for single-phase devices due to the filtering elements required to meet the harmonic distortion 
requirements, but are appearing in some of the three-phase devices where phase cancellation minimizes 
the use of the additional components. 


Self-Commutated Inverters 


These inverters, as implied by the name, are self-commutating. All stand-alone units are self-commutated, 
but not all self-commutated inverters are stand-alone. They can be designed as either voltage or current 
sources and most that are now being designed to be connected to the utility system are designed to be 
current sources. These units still use the utility voltage signal as a comparison and produce current at 
that voltage and frequency. A great deal of effort has gone into the development of non-islanding inverters 
that are of this type. 


Applications 


Applications vary and will become more diverse as utilities unbundle. Listed below are some examples 
of the most likely. 


Ancillary Services 


Ancillary services support the basic electrical services and are essential for the reliability and operation 
of the electric power system. The electrical services that are supported include generating capacity, energy 
supply, and the power delivery system. FERC requires six ancillary services, including system control, 
regulation (frequency), contingency reserves (both spinning and supplemental), voltage control, and 
energy imbalance. In addition, load following, backup supply, network stability, system “black-start’, loss 
replacement, and dynamic scheduling are necessary for the operation of the system. Utilities have been 
performing these functions for decades, but as vertically integrated regulated monopoly organizations. 
As these begin to disappear, and a new structure with multiple competing parties emerges, distributed 
utilities might be able to supply several of these. 

The distributed utilities providing these services could be owned by the former traditional utility, 
customers, or third-party brokers, depending on the application. The main obstacles to this approach 
are aggregation and communication when dealing with many small resources rather than large central 
station sources. 


“Traditional Utility” Applications 


Traditional utilities may find the use of DU a practical way to solve loading and reliability problems if 
each case is evaluated on a stand-alone individual basis. Deferring investment is one likely way that DU 
can be applied. In many areas, substations and lines have seasonal peaks that are substantially higher 
than the rest of the year. In these cases, the traditional approach has been to increase the capacity to 
meet the demand. Based on the individual situation, delaying the upgrade for 2 to 5 years with a DU 
system could be a more economical solution. This would be especially true if different areas had different 
seasonal peaks and the DU system was portable, thus deferring two upgrades. DU could also be used 
instead of conventional facilities when backup feeds are required or to improve reliability or power quality. 

In addition, peak shaving and generation reserve could be provided with strategically placed DU 
systems that take advantage of reducing system losses as well as offsetting base generation. Again, these 
have to be evaluated on an individual case basis and not a system average basis as is done in many 
economic studies. The type of technology used will depend on the particular requirements. In general, 
storage devices such as flywheels and batteries are better for power quality applications due to their fast 
response time, in many cases half a cycle. Generation devices are better suited for applications that require 
more than 30 min of supply, such as backup systems, alternate feeds, peak shaving, and demand deferrals. 
Generation sources can also be used instead of conventional facilities in certain cases. 
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Customer Applications 


Individual customers with special requirements may find DU technologies that meet their needs. Cus- 
tomers who require “enhanced” power quality and reliability of service already utilize UPS systems with 
battery backup to condition the power to sensitive equipment, and many hospitals, waste treatment 
plants, and other emergency services providers have emergency backup systems supplied by standby 
generator systems. As barriers go down and technologies improve, customer-sited DU facilities could 
provide many of the ancillary services as well as sell excess power into the grid. Fuel cell and even diesel 
generators could be especially attractive for customers with requirements of heat and steam. Many of 
the fuel cell technologies are now looking at the residential market with small units that would be 
connected to the grid but supply the additional requirements for customers with special power quality 
needs. 


Third-Party Service Providers 


Third-party service providers could provide all the services listed above for the utilities and customers, 
in addition to selling power across the grid. In many cases, an end user does not have the expertise to 
operate and maintain generation systems and would prefer to purchase the services. 


Conclusions 


Disbursed generation will be a part of the distribution utility system of the future. Economics, regulatory 
requirements, and technology improvements will determine the speed at which they are integrated. 
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3.1 Theory and Principles 
Harold Moore 


Transformers are devices that transfer energy from one circuit to another by means of a common magnetic 
field. In all cases except autotransformers, there is no direct electrical connection from one circuit to the 
other. 

When an alternating current flows in a conductor, a magnetic field exists around the conductor as 
illustrated in Fig. 3.1. If another conductor is placed in the field created by the first conductor as shown 
in Fig. 3.2, such that the flux lines link the second conductor, then a voltage is induced into the second 
conductor. The use of a magnetic field from one coil to induce a voltage into a second coil is the principle 
on which transformer theory and application is based. 
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Air Core Transformer 


Some small transformers for low power applications are constructed with air between the two coils. Such 
transformers are inefficient because the percentage of the flux from the first coil that links the second 
coil is small. The voltage induced in the second coil is determined as follows. 


E = N do/dt]10]® 


where N= number of turns in the coil 
d0/dt = time rate of change of flux linking the coil 


Since the amount of flux 0 linking the second coil is a small percentage of the flux from coil 1, the 
voltage induced into the second coil is small. The number of turns can be increased to increase the voltage 
output, but this will increase costs. 

The need then is to increase the amount of flux from the first coil that links the second coil. 


Iron or Steel Core Transformer 


The ability of iron or steel to carry magnetic flux is much greater than air. This ability to carry flux is 
called permeability. Modern electrical steels have permeabilities on the order of 1500 compared to 1.0 
for air. This means that the ability of a steel core to carry magnetic flux is 1500 times that of air. Steel 
cores were used in power transformers when alternating current circuits for distribution of electrical 
energy were first introduced. When two coils are applied on a steel core as illustrated in Fig. 3.3, almost 
100% of the flux from coil 1 circulates in the iron core so that the voltage induced into coil 2 is equal to 
the coil 1 voltage if the number of turns in the two coils are equal. 
The equation for the flux in the steel core is as follows: 


3.19 NAul 
g-- 


(3.1) 
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where 


0 = core flux in lines 

N = number of turns in the coil 

u = permeability 

I = maximum current in amperes 
d = mean length of the core 


Since the permeability of the steel is very high compared to air, all of the flux can be considered as 
flowing in the steel and is essentially of equal magnitude in all parts of the core. The equation for the 
flux in the core can be written as follows: 


349 EA 
0= (3.2) 
£{N 
where 
A = area of the core in square inches 
E = applied alternating voltage 
f = frequency in cycles/second 
N = number of turns in the winding 
It is useful in transformer design to use flux density so that Eq. (3.2) can be written as follows: 
0 349E 
B-=— = (3.3) 
A fAN 


where B = flux density in Tesla. 


Equivalent Circuit of an Iron Core Transformer 


When voltage is applied to the exciting or primary winding of the transformer, a magnetizing current 
flows in the primary winding. This current produces the flux in the core. The flow of flux in magnetic 
circuits is analogous to the flow of current in electrical circuits. 

When flux flows in the steel core, losses occur in the steel. There are two components of this loss which 
are termed “eddy” and “hystersis” losses. An explanation of these losses would require a full chapter. For 
the purpose of this text, it can be stated that the hystersis loss is caused by the cyclic reversal of flux in 
the magnetic circuit . The eddy loss is caused by the flow of flux normal to the width of the core. Eddy 
loss can be expressed as follows: 


we K[w] [B] (3.4) 
where 


K = constant 
width of the material normal to the flux 
B = flux density 


= 
I 


If a solid core were used in a power transformer, the losses would be very high and the temperature 
would be excessive. For this reason, cores are laminated from very thin sheets such as 0.23 mm and 0.28 mm 
to reduce the losses. Each sheet is coated with a very thin material to prevent shorts between the lamina- 
tions. Improvements made in electrical steels over the past 50 years have been the major contributor to 
smaller and more efficient transformers. Some of the more dramatic improvements are as follows: 
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* Development of grain-oriented electrical steels in the mid-1940s. 
* Introduction of thin coatings with good mechanical properties. 

* Improved chemistry of the steels. 

+ Introduction of laser scribed steels. 

+ Further improvement in the orientation of the grains. 


* Continued reduction in the thickness of the laminations to reduce the eddy loss component of 
the core loss. 


The combination of these improvements has resulted in electrical steels having less than 50% of the 
no load loss and 30% of the exciting current that was possible in the late 1940s. 

The current to cause rated flux to exist in the core is called the magnetizing current. The magnetizing 
circuit of the transformer can be represented by one branch in the equivalent circuit shown in Fig. 3.4. 
The core losses are represented by [Xr], and the excitation characteristics by [Xm]. 

When the magnetizing current, which is about 0.5% of the load current, flows in the primary winding, 
there is a small voltage drop across the resistance of the winding and a small inductive drop across the 
inductance of the winding. We can represent these voltage drops as RI and XI in the equivalent circuit. 
However, these drops are very small and can be neglected in the practical case. 

Since the flux flowing in all parts of the core is essentially equal, the voltage induced in any turn placed 
around the core will be the same. This results in the unique characteristics of transformers with steel 
cores. Multiple secondary windings can be placed on the core to obtain different output voltages. Each 
turn in each winding will have the same voltage induced in it. Refer to Fig. 3.5. 

The ratio of the voltages at the output to the input at no load will be equal to the ratio of the turns. 
The voltage drops in the resistance and reactance at no load are very small with only magnetizing current 
flowing in the windings so that the voltage appearing at A can be considered to be the input voltage. The 
relationship E1/N1 = E2/N2 is important in transformer design and application. 

A steel core has a nonlinear magnetizing characteristic as shown in Fig. 3.6. As shown, greater ampere 
turns are required as the flux density B is increased. Above the knee of the curve as the flux approaches 
saturation, a small increase in the flux density requires a large increase in the ampere turns. When the 
core saturates, the circuit behaves much the same as an air core. 
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FIGURE 3.4 
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The Practical Transformer 


Magnetic Circuit 
In actual transformer design, the constants for the ideal circuit are determined from tests on materials 
and on transformers. For example, the resistance component of the core loss, usually called no load loss, 
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is determined from curves derived from tests on samples of electrical steel and measured transformer 
no load losses. The designer will have curves for the different electrical steel grades as a function of 
induction. In the same manner, curves have been made available for the exciting current as a function 
of induction. 

A very important relationship is derived from Eq. (3.4). It can be written in the following form. 


a2 [E/N] 


ve (3.5) 


The term [E/N] is called “volts per turn”. It determines the number of turns in the windings, the flux 
density in the core, and is a variable in the leakage reactance which will be discussed below. In fact, when 
the designer starts to make a design for an operating transformer, one of the first things selected is the 
volts per turn. 

The no load loss in the magnetic circuit is a guaranteed value in most designs. The designer must 
select an induction level that will allow him to meet the guarantee. The design curves or tables usually 
show the loss/# or loss/kg as a function of the material and the induction. 

The induction must also be selected so that the core will be below saturation under specified over- 
voltage conditions. Saturation is around 2.0 T. 


Leakage Reactance 


When the practical transformer is considered, additional concepts must be introduced. For example, the 
flow of load current in the windings results in high magnetic fields around the windings. These fields are 
termed leakage flux fields. The term is believed to have started in the early days of transformer theory 
when it was thought that this flux “leaked” out of the core. This flux exists in the spaces between windings 
and in the spaces occupied by the windings. See Fig. 3.7. These flux lines effectively result in an impedance 
between the windings, which is termed “leakage reactance” in the industry. The magnitude of this reactance 
is a function of the number of turns in the windings, the current in the windings, the leakage field, and 
the geometry of the core and windings. The magnitude of the leakage reactance is usually in the range of 
4 to 10% at the base rating of power transformers. The load current through this reactance results in a 
considerable voltage drop. Leakage reactance is termed “percent leakage reactance” or “percent reactance”. 
Percent reactance is the ratio of the reactance voltage drop to the winding voltage x 100. It is calculated 
by designers using the number of turns, the magnitude of the current and the leakage field, and the 
geometry of the transformer. It is measured by short circuiting one winding of the transformer and 
increasing the voltage on the other winding until rated current flows in the windings. This voltage divided 
by the rated winding voltage times 100 is the percent reactance voltage or percent reactance. The voltage 
drop across this reactance results in the voltage at the load being less than the value determined by the 
turns ratio. The percentage decrease in the voltage is termed “regulation”. Regulation is a function of the 
power factor of the load, and it can be determined using the following equation for inductive loads: 


[2X (cos 0)—%R(sin o)] 


% Reg.=% R{cos o|+ %X|sin o|+ 200 


where 


% Reg. = percentage voltage drop across the resistance and the leakage reactance 
§- =P g' g P g 


%R =% resistance = kilowatts of load loss/kVA of transformer x 100 
%X =% leakage reactance 
0 = angle corresponding to the power factor of the load. If the power factor is 0.9, the angle 


is 36.87°. 


For capacitance loads, change the sign of the sin terms. 
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FIGURE 3.7 


In order to compensate for these voltage drops, taps are usually added in the windings. The unique 
volts/turn feature of steel core transformers makes it possible to add or subtract turns to change the 
voltage outputs of windings. A simple illustration is shown in Fig. 3.8. 

Load Losses 
This term represents the losses in the transformer that result from the flow of load current in the windings. 
Load losses are composed of the following elements. 

* Resistance losses as the current flows through the resistance of the conductors and leads. 


+ Eddy losses. These losses are caused by the leakage field, and they are a function of the second power 
of the leakage field density and the second power of the conductor dimensions normal to the field. 


* Stray losses. The leakage field exists in parts of the core, steel structural members, and tank walls. 
Losses result in these members. 


Again, the leakage field caused by flow of the load current in the windings is involved and the eddy 
and stray losses can be appreciable in large transformers. 


Short Circuit Forces 


Forces exist between current-carrying conductors when they are in an alternating current field. These 
forces are determined using the following equation: 


F= BI sin 0 
where 


F = force density 
0 = angle between the flux and the current. (In transformers, sin 0 is almost always equal to 1.) 
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FIGURE 3.8 


Since the leakage flux field is between windings and has a rather high density, the forces can be quite 
high. This is a special area of transformer design. Complex programs are needed to get a reasonable 
representation of the field in different parts of the windings. Much effort has gone into the study of 
stresses in the windings and the withstand criteria for different types of conductors and support systems. 
This subject is obviously very broad and beyond the scope of this section. 


Thermal Considerations 


The losses in the windings and the core cause temperature rises in the materials. This is another important 
area in which the temperatures must be limited to the long-term capability of the insulating materials. 
Refined paper is still used as the primary solid insulation in power transformers. Highly refined mineral 
oil is still used as the cooling and insulating medium in power transformers. Gases and vapors have been 
introduced in a limited number of special designs. The temperatures must be limited to the thermal 
capability of these materials. Again, this subject is quite broad and involved. It includes the calculation 
of the temperature rise of the cooling medium, the average and hottest spot rise of the conductors and 
leads, and the heat exchanger equipment. 


Voltage Considerations 


A transformer must withstand a number of different voltage stresses over its expected life. These voltages 
include: 


+ The operating voltages at the rated frequency 


+ Rated frequency overvoltages 
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+ Natural lightning impulses that may strike the transformer or transmission lines 
+ Switching surges that result from opening and closing breakers and switches 
+ Combinations of the above voltages 


This is a very specialized field in which the resulting voltage stresses must be calculated in the windings 
and withstand criteria must be established for the different voltages and combinations of voltages. The 
designer must design the insulation system so that it will withstand these various stresses. 


3.2 Power Transformers 


H. Jin Sim and Scott H. Digby 


A transformer has been defined by ANSI/IEEE as a static electrical device, involving no continuously 
moving parts, used in electric power systems to transfer power between circuits through the use of 
electromagnetic induction. The term power transformer is used to refer to those transformers used 
between the generator and the distribution circuits and are usually rated at 500 kVA and above. Power 
systems typically consist of a large number of generation locations, distribution points, and interconnec- 
tions within the system or with nearby systems, such as a neighboring utility. The complexity of the 
system leads to a variety of transmission and distribution voltages. Power transformers must be used at 
each of these points where there is a transition between voltage levels. 

Power transformers are selected based on the application, with the emphasis towards custom design 
being more apparent the larger the unit. Power transformers are available for step-up operation, primarily 
used at the generator and referred to as generator step-up (GSU) transformers, and for step-down 
operation, mainly used to feed distribution circuits. Power transformers are available as a single phase 
or three phase apparatus. 

The construction of a transformer depends upon the application, with transformers intended for 
indoor use primarily dry-type but also as liquid immersed and for outdoor use usually liquid immersed. 
This section will focus on the outdoor, liquid-immersed transformers, such as those shown in Fig. 3.9. 


FIGURE 3.9 20 MVA, 161:26.4 x 13.2 kV with LTC, three-phase transformers. 
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TABLE 3.1 Standard Limits for Temperature 


Rises Above Ambient 

Average winding temperature rise 65°C* 
Hot spot temperature rise 80°C 
Top liquid temperature rise 65°C 


* The base rating is frequently specified and 
tested as a 55°C rise. 


Rating and Classifications 
Rating 


In the U.S., transformers are rated based on the power output they are capable of delivering continuously 
at a specified rated voltage and frequency under “usual” operating conditions without exceeding pre- 
scribed internal temperature limitations. Insulation is known to deteriorate, among other factors, with 
increases in temperature, so insulation used in transformers is based on how long it can be expected to 
last by limiting operating temperatures. 

The temperature that insulation is allowed to reach under operating conditions essentially determines 
the output rating of the transformer, called the kVA rating. Standardization has led to temperatures 
within a transformer being expressed in terms of the rise above ambient temperature, since the ambient 
temperature can vary under operating or test conditions. Transformers are designed to limit the tem- 
perature based on the desired load, including the average temperature rise of a winding, the hottest spot 
temperature rise of a winding, and, in the case of liquid-filled units, the top liquid temperature rise. To 
obtain absolute temperatures from these values, simply add the ambient temperature. Standard temper- 
ature limits for liquid-immersed power transformers are listed in Table 3.1. 

The normal life expectancy of power transformers is generally assumed to be about 30 years of service 
when operated within their ratings; however, they may be operated beyond their ratings, overloaded, 
under certain conditions with moderately predictable “loss of life”. Situations that may involve operation 
beyond rating are emergency re-routing of load or through-faults prior to clearing. 

Outside the U.S., the transformer rating may have a slightly different meaning. Based on some 
standards, the kVA rating can refer to the power that can be input to a transformer, the rated output 
being equal to the input minus the transformer losses. 

Power transformers have been loosely grouped into three market segments based upon size ranges. 
These three segments are: 


1. Small power transformers 500 to 7500! kVA 
2. Medium power transformers 7500! to 100 MVA 
3. Large power transformers 100 MVA and above 


It was noted that the transformer rating is based on “usual” service conditions, as prescribed by 
standards. Unusual service conditions may be identified by those specifying a transformer so that the 
desired performance will correspond to the actual operating conditions. Unusual service conditions 
include, but are not limited to, the following: high (above 40°C) or low (below —20°C) ambient temper- 
atures; altitudes above 3300 ft above sea level; seismic conditions; and loads with harmonic content above 
0.05 per unit. 


Insulation Classes 


The insulation class of a transformer is determined based on the test levels that it is capable of withstanding. 
Transformer insulation is rated by the BIL, or Basic Insulation Impulse Level, in conjunction with the voltage 
rating. Internally, a transformer is considered to be a non-self-restoring insulation system, mostly consisting 


'The upper range of small power and the lower range of medium power can vary between 2500 and 10,000 kVA 
throughout the industry. 
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of porous, cellulose material impregnated by the liquid insulating medium. Externally, the transformer’s 
bushings and, more importantly, the surge protection equipment must coordinate with the transformer 
rating to protect the transformer from transient overvoltages and surges. Standard insulation classes have 
been established by standards organizations stating the parameters by which tests are to be performed. 

Wye connected transformers will typically have the common point brought out of the tank through 
a neutral bushing. Depending on the application, for example in the case of a solidly grounded neutral 
vs. a neutral grounded through a resistor or reactor or even an ungrounded neutral, the neutral may 
have a lower insulation class than the line terminals. There are standard guidelines for rating the neutral 
based on the situation. It is important to note that the insulation class of the neutral may limit the test 
levels of the line terminals for certain tests, such as the applied potential, or hi-pot, test where the entire 
circuit is brought up to the same voltage level. A reduced rating for the neutral can significantly reduce 
the cost of larger units and autotransformers as opposed to a fully rated neutral. 


Cooling Classes 


Since no transformer is truly an “ideal” transformer, each will incur a certain amount of energy loss, 
mainly that which is converted to heat. Methods of removing this heat can depend on the application, 
the size of the unit, and the amount of heat that needs to be dissipated. 

The insulating medium inside a transformer, usually oil, serves multiple purposes, first to act as an 
insulator, and second to provide a good medium through which to remove heat. 

The windings and core are the primary sources of heat; however, internal metallic structures can act as a 
heat source as well. It is imperative to have proper cooling ducts and passages in proximity to the heat sources 
through which the cooling medium can flow such that the heat can be effectively removed from the trans- 
former. The natural circulation of oil through a transformer through convection has been referred to as a 
“thermosiphon” effect. The heat is carried by the insulating medium until it is transferred through the 
transformer tank wall to the external environment. Radiators, typically detachable, provide an increase in 
the convective surface area without increasing the size of the tank. In smaller transformers, integral tubular 
sides or fins are used to provide this increase in surface area. Fans can be installed to increase the volume of 
air moving across the cooling surfaces thus increasing the rate of heat dissipation. Larger transformers that 
cannot be effectively cooled using radiators and fans rely on pumps that circulate oil through the transformer 
and through external heat exchangers, or coolers, which can use air or water as a secondary cooling medium. 

Allowing liquid to flow through the transformer windings by natural convection is also identified as 
non-directed flow. In cases where pumps are used, and even some instances where only fans and radiators 
are being used, the liquid is often guided into and through some or all of the windings. This is called 
directed flow in that there is some degree of control of the flow of the liquid through the windings. The 
difference between directed and non-directed flow through the winding in regard to winding arrangement 
will be discussed further with the description of winding types. 

The use of auxiliary equipment such as fans and pumps with coolers, called forced circulation, increases 
the cooling and thereby the rating of the transformer without increasing the unit’s physical size. Ratings 
are determined based on the temperature of the unit as it coordinates with the cooling equipment that 
is operating. Usually, a transformer will have multiple ratings corresponding to multiple stages of cooling, 
as equipment can be set to run only at increased loads. 

Methods of cooling for liquid-immersed transformers have been arranged into cooling classes iden- 
tified by a four-letter designation as follows. 


| 1 2 3 4 
Four letter cooling class> [| [ ] [| [] 


medium mechanism medium mechanism 


Internal External 


Table 3.2 lists the code letters that are used to make up the four-letter designation. 
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TABLE 3.2 Cooling Class Letter Descriptions 


Code 
Letter Description 
Internal _ First letter O Liquid with flash point less than or equal to 300°C 
(Cooling medium) K Liquid with flash point greater than 300°C 
L Liquid with no measurable flash point 
Second letter N Natural convection through cooling equipment and windings 
(Cooling mechanism) F Forced circulation through cooling equipment, natural convection in 
D windings 
Forced circulation through cooling equipment, directed flow in main 
windings 
External Third letter A Air 
(Cooling medium) W Water 
Fourth letter N Natural convection 
(Cooling medium) F Forced circulation 


This system of identification has come about through standardization between different international 
standards organizations and represents a change from what has traditionally been used in the U.S. Where 
OA classified a transformer as liquid-immersed self-cooled in the past, it is designated by the above 
system as ONAN. Similarly, the previous FA classification is identified as ONAF. FOA could be OFAF or 
ODAK, depending on whether directed oil flow is employed or not. In some cases, there are transformers 
with directed flow in windings without forced circulation through cooling equipment. 

An example of multiple ratings would be ONAN/ONAF/ONAF, where the transformer has a base 
rating where it is cooled by natural convection and two supplemental ratings where groups of fans are 
turned on to provide additional cooling so the transformer will be capable of supplying additional kVA. 
This rating would have been designated OA/FA/FA per past standards. 


Short Circuit Duty 


A transformer supplying a load current will have a complicated network of internal forces acting on and 
stressing the conductors, support structures, and insulation structures. These forces are fundamental to 
the interaction of current-carrying conductors within magnetic fields involving an alternating current 
source. Increases in current result in increases in the magnitude of the forces proportional to the square 
of the current. Severe overloads, particularly through-fault currents resulting from external short circuit 
events, involve significant increases in the current above rated current and can result in tremendous 
forces inside the transformer. 

Since the fault current is a transient event, it will have the offset sinusoidal waveshape decaying with 
time based on the time constant of the equivalent circuit that is characteristic of switching events. The 
amplitude of the basic sine wave, the symmetrical component, is determined from the formula 


l= Bai (Zies + Zsa) (3.6) 


where Z,n. and Z,, are the transformer and system impedances, respectively, expressed in per unit, and 
I,, and I,,teq are the short circuit and rated currents. An offset factor, K, determines the magnitude of the 
first peak, the asymmetrical peak, of the transient current when multiplied by the I,, found above and 
the square root of 2 to convert from r.m.s. value. This offset factor is derived from the equivalent transient 
circuit; however, standards give values that must be used based upon the ratio of the effective inductance 
(x) and resistance (r), x/r. 

As indicated by Eq. (3.6), the short circuit current is primarily limited by the internal impedance of 
the transformer, but may be further reduced by impedances of adjacent equipment, such as current 
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limiting reactors, or by system power delivery limitations. Existing standards define the magnitude and 
duration of the fault current based on the rating of the transformer. 

The transformer must be capable of withstanding the maximum forces experienced at the first peak 
of the transient current as well as the repeated pulses at each of the subsequent peaks until the fault is 
cleared or the transformer is disconnected. The current will experience two peaks per cycle, so the forces 
will pulsate at 120 Hz, twice the power frequency, acting as a dynamic load. Magnitudes of forces during 
these situations can range from several thousand pounds to millions of pounds in large power trans- 
formers. For analysis, the forces acting on the windings are generally broken up into two subsets, radial 
and axial forces, based on their apparent effect on the windings. Figure 3.10 illustrates the difference 
between radial and axial forces in a pair of circular windings. 

The high currents experienced during through-fault events will also cause elevated temperatures in 
the windings. Limitations are also placed on the calculated temperature the conductor may reach during 
fault conditions. These high temperatures are rarely a problem due to the short time span of these events, 
but the transformer may experience an associated “loss of life” increase. This “loss of life” can become 
more prevalent, even critical, based on the duration of the fault conditions and how often such events 
occur. It is also possible for the conductor to experience changes in mechanical strength due to annealing 
that can occur at high temperatures. The temperature at which this can occur will depend on the 
properties and composition of the conductor material, such as the hardness, which is sometimes increased 
through cold-working processes, or the presence of silver in certain alloys. 


Efficiency and Losses 
Efficiency 


Power transformers are very efficient pieces of equipment with efficiencies typically above 99%. The 
efficiency is derived from the rated output and the losses incurred in the transformer. The basic rela- 
tionship for efficiency is the output over the input, which according to U.S. standards translates to 


Efficiency = [kVA rating / (kVA rating + Total losses)| *100% (3.7) 


and will generally decrease slightly with increases in load. Total losses are the sum of the no-load and 
load losses. 


Losses 


The no-load losses are essentially the power required to keep the core energized, and so are many times 
referred to as the core losses. They exist whenever the unit is energized. No-load losses depend primarily 
upon the voltage and frequency, so under operational conditions it will only vary slightly with system 
variations. Load losses, as the terminology might suggest, result from load currents flowing through the 
transformer. The two components of the load losses are the ’R losses and the stray losses. I?R losses are 
based on the measured DC resistance, the bulk of which is due to the winding conductors, and the 
current at a given load. The stray losses are a term given to the accumulation of the additional losses 
experienced by the transformer, which includes winding eddy losses and losses due to the effects of 
leakage flux entering internal metallic structures. Auxiliary losses refer to the power required to run 
auxiliary cooling equipment, such as fans and pumps, and are not typically included in the total losses 
as defined above. 


Economic Evaluation of Losses 


Transformer losses represent power that cannot be delivered to customers and therefore have an associated 
economic cost to the transformer user/owner. A reduction in transformer losses generally results in an 
increase in the transformer’s cost. Depending on the application, there may be an economic benefit to 
a transformer with reduced losses and high price (initial cost), and vice versa. This process is typically 
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FIGURE 3.10 Radial and axial forces in a transformer winding. 


dealt with through the use of “loss evaluations’, which place a dollar value on the transformer losses to 
calculate a total owning cost that is a combination of the price and the losses. Typically, each of the 
transformer’s individual loss parameters, no-load losses, load losses, and auxiliary losses, are assigned a 
dollar value per kilowatt ($/kW). Information obtained from such an analysis can be used to compare 
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prices from different manufacturers or to decide on the optimum time to replace existing transformers. 
There are guides available, through standards organizations, for the estimation of the cost associated with 
transformer losses. Loss evaluation values can range from about $500/kW upwards of $12000/kW for 
the no-load losses and from a few hundred dollars per kilowatt to about $6000 to 8000/kW for load 
losses and auxiliary losses. Values will depend upon the application. 


Construction 


The construction of a power transformer will vary throughout the industry to a certain degree. The basic 
arrangement is essentially the same and has seen little significant change in recent years, so some of the 
variations may be discussed here. 


The Core 


The core, which provides the magnetic path to channel the flux, consists of thin strips of high-grade 
steel, called laminations, which are electrically separated by a thin coating of insulating material. The 
strips can be stacked or wound, with the windings either built integrally around the core or built separately 
and assembled around the core sections. Core steel may be hot or cold rolled, grain oriented or non- 
grain oriented, and even laser-scribed for additional performance. Thickness ranges from 9 mils (1 mil = 
1 thousandth of an inch) upwards of 14 mils. The core cross-section may be circular or rectangular, with 
circular cores commonly referred to as cruciform construction. Rectangular cores are used for smaller 
ratings and as auxiliary transformers used within a power transformer. Rectangular cores, obviously, use 
a single width of strip steel, while circular cores use a combination of different strip widths to approximate 
a circular cross-section. The type of steel and arrangement will depend on the transformer rating as 
related to cost factors such as labor and performance. 

Just like other components in the transformer, the heat generated by the core must be adequately 
dissipated. While the steel and coating may be capable of withstanding higher temperatures, it will come 
in contact with insulating materials with limited temperature capabilities. In larger units, cooling ducts 
are used inside the core for additional convective surface area and sections of laminations may be split 
to reduce localized losses. 

The core will be held together by, but insulated from, mechanical structures and will be grounded to 
a single point, usually some readily accessible point inside the tank, but may also be brought through a 
bushing on the tank wall or top for external access. This grounding point should be removable for testing 
purposes, such as checking for unintentional core grounds. 

The maximum flux density of the core steel is normally designed as close to the knee of the saturation 
curve as practical, accounting for required over-excitations and tolerances that exist due to materials and 
manufacturing processes. For power transformers, the flux density is typically between 13 and 18 kG 
with the saturation point for magnetic steel being around 20.3 to 20.5 kG. 

The two basic types of core construction used in power transformers are called core-form and shell-form. 

In core-form construction, there is a single path for the magnetic circuit. Figure 3.11 shows a schematic 
of a single-phase core with the arrows showing the magnetic path. For single-phase applications, the 
windings are typically divided on both core legs as shown, whereas in three-phase applications, the 
windings of a particular phase are typically on the same core leg, as illustrated in Fig. 3.12. Windings are 
constructed separate of the core and placed on their respective core legs during core assembly. Figure 3.13 
shows what is referred to as the “E”-assembly of a three-phase core-form core during assembly. 

In shell-form construction, the core provides multiple paths for the magnetic circuit. A schematic of 
a single-phase shell-form core is shown in Fig. 3.14, with the two magnetic paths illustrated. The core is 
typically stacked directly around the windings, which are usually “pancake” type windings, although 
some applications are such that the core and windings are assembled similar to core form. Due to 
advantages in short circuit and transient voltage performance, shell forms tend to be used more frequently 
in larger transformers where conditions can be more severe. There are variations of three-phase shell- 
form construction that include five- and seven-legged cores, depending on size and application. 
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FIGURE 3.11 Schematic of single-phase core-form construction. 


The Windings 


The windings consist of the current carrying conductors wound around the sections of the core and 
must be properly insulated, supported, and cooled to withstand operational and test conditions. The 
terms winding and coil are used interchangeably in this discussion. 

Copper and aluminum are the primary materials used as conductors in power transformer windings. 
While aluminum is lighter and generally less expensive than copper, a larger cross-section of aluminum 
conductor must be used to carry a current with similar performance as copper. Copper has higher 
mechanical strength and is used almost exclusively in all but the smaller size ranges, where aluminum 
conductors may be perfectly acceptable. In cases where extreme forces are encountered, materials such 
as silver-bearing copper may be used for even greater strength. The conductors used in power transformers 
will typically be stranded with a rectangular cross-section, although some transformers at the lowest 
ratings may use sheet or foil conductors. A variation involving many rectangular conductor strands 
combined into a cable is called continuously transposed cable (CTC), as shown in Fig. 3.15. 

In core-form transformers, the windings are usually arranged concentrically around the core leg, as 
illustrated by Fig. 3.16 of a winding being lowered over another winding already on the core leg of a 
three-phase transformer. A schematic of coils arranged in this three-phase application was also shown 
in Fig. 3.12. Shell-form transformers may use a similar concentric arrangement or windings may be 
stacked into sections or groups as illustrated by Fig. 3.17 and as seen in the picture in Fig. 3.21. 

When considering concentric windings, it is generally understood that circular windings have inher- 
ently higher mechanical strength than rectangular windings, whereas rectangular coils can have lower 
associated material and labor costs. Rectangular windings permit a more efficient use of space, but their 
use is limited to small power transformers and the lower range of medium power transformers where 
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FIGURE 3.12 Schematic of three-phase core-form construction. 


© 2001 CRC Press LLC 


FIGURE 3.13 “E”-assembly, prior to insertion of top yoke. 
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FIGURE 3.14 Schematic of single-phase shell-form construction. 


the internal forces are not extremely high. As the rating increases, the forces significantly increase and 
there is need for added strength in the windings, so circular coils, or shell-form construction, are used. 
In some special cases, elliptical-shaped windings can even be used. 

Concentric coils will typically be wound over cylinders with spacers attached so as to form a duct 
between the conductors and the cylinder. As previously mentioned, the flow of liquid through the 
windings can be based solely on natural convection or the flow can be somewhat controlled through the 
use of strategically placed barriers within the winding. Figures 3.18 and 3.19 show winding arrangements 
comparing non-directed and directed flow. This concept is sometimes referred to as guided liquid flow. 

There are a variety of different types of windings that have been used in power transformers through 
the years. Coils can be wound in an upright, vertical orientation, as is necessary with larger, heavier coils, 
or can be wound horizontally and uprighted upon completion. As mentioned before, the type of winding 
will depend on the transformer rating as well as the core construction. Several of the more common 
winding types are discussed below. 

While it is recognized that several types of windings are sometimes referred to as “pancake” windings 
due to the arrangement of conductors into discs, the term most often refers to the type of coil that is 
almost exclusively used in shell-form transformers. The conductors are wound around a rectangular 
form, with the widest face of the conductor either oriented horizontally or vertically, with layers of 
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FIGURE 3.15 Continuously transposed cable (CTC). 


conductors stacked on top of one another and separated by spacers. Figure 3.20 illustrates how these 
coils are typically wound. This type of winding lends itself to grouping different windings along the same 
axial space, as previously shown in Fig. 3.17 and further illustrated in Fig. 3.21. 

Layer, or barrel, windings are among the simplest of windings in that the insulated conductors are 
wound directly next to each other around the cylinder and spacers. Several layers may be wound on top 
of one another, with the layers separated by solid insulation, ducts, or a combination of both. Several 
strands may be wound in parallel if the current dictates. Variations of this winding are often used for 
applications such as tap windings used in load tap changing transformers and for tertiary windings used 
for, among other things, third harmonic suppression. Figure 3.22 shows a layer winding during assembly 
that will be used as a regulating winding in an LTC transformer. 

Helical windings are also referred to as screw or spiral windings with each term accurately character- 
izing the coil’s construction. A helical winding will consist of anywhere from a few to more than 100 
insulated strands wound in parallel continuously along the length of the cylinder, with spacers inserted 
between adjacent turns or discs and suitable transpositions to minimize circulating currents between 
strands. The manner of construction is such that the coil will somewhat resemble a corkscrew. Figure 3.23 
shows a helical winding during the winding process. Helical windings are used for relatively higher current 
applications frequently encountered in the lower voltage classes. 

A disc winding can involve a single strand or several strands of insulated conductors wound in a series 
of parallel discs of horizontal orientation with the discs connected at either the inside or outside as a 
“cross-over” point. Each disc will be comprised of multiple turns wound over other turns with the 
crossovers alternating between inside and outside. Figure 3.24 outlines the basic concept with Fig. 3.25 
showing typical crossovers during the winding process. Most windings 25 kV class and above used in 
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FIGURE 3.16 Concentric arrangement, outer coil being lowered onto core leg over top of inner coil. 
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FIGURE 3.17 Example of stacking arrangement of windings in shell-form construction. 
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FIGURE 3.18 Non-directed flow. 


core-form transformers are disc type so, due to the high voltages involved in test and operation, particular 
attention must be given to avoid high stresses between discs and turns near the end of the winding when 
subjected to transient voltage surges. Numerous techniques have been developed to ensure an acceptable 
voltage distribution along the winding under these conditions. 


Taps — Turns Ratio Adjustment 


The capability of adjusting the turns ratio of a transformer is oftentimes desirable to compensate for 
variations in voltage that occur due to loading cycles, and there are several means by which the task can 
be accomplished. There is a significant difference in a transformer that is capable of changing the ratio 
while the unit is on-line, referred to as a Load Tap Changing (LTC) transformer, and one that must be 
taken off-line, or de-energized, to perform a tap change. 

Currently, most transformers are provided with a means to change the number of turns in the high- 
voltage circuit, whereby part may be tapped out of the circuit. In many transformers this is done using 
one of the main windings and tapping out a section or sections, whereas with larger units a dedicated 
tap winding may be necessary to avoid ampere-turn voids along the length of the winding that occur in 
the former case. Use and placement of tap windings vary with the application and among manufacturers. 
A manually operated switching mechanism, a DETC (De-energized Tap Changer), is normally provided 
accessible external to the transformer to change the tap position. When LTC capabilities are desired, 
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FIGURE 3.19 Directed flow. 
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FIGURE 3.20 Pancake winding during winding process. 
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FIGURE 3.21 Stacked pancake windings. 


additional windings and equipment are required that significantly increase the size and cost of the 
transformer. 

It is also possible for a transformer to have dual voltage ratings, as is popular in spare and mobile 
transformers. While there is no physical limit to the ratio between the dual ratings, even ratios (for 
example, 24.94 x 12.47 kV or 138 x 69 kV) are easier for manufacturers to accommodate. 


Accessory Equipment 


Accessories 


There are a great many different accessories used for the purpose of monitoring and protecting power 
transformers, some of which are considered standard features and others which are used based on 
miscellaneous requirements. A few of the basic accessories will be discussed briefly. 


Liquid Level Indicator 

A liquid level indicator is a standard feature on liquid-filled transformer tanks because the liquid medium 
is critical for cooling and insulation. This indicator is typically a round-faced gauge on the side of the 
tank with a float and float arm that moves a dial pointer as the liquid level changes. 


Pressure Relief Devices 

Pressure relief devices are mounted on transformer tanks to relieve excess internal pressures that might 
build up during operating conditions to avoid damage to the tank itself. On larger transformers, several 
pressure relief devices may be required due to the large quantities of oil. 
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FIGURE 3.22 Layer windings (single layer with two strands wound in parallel). 


Liquid Temperature Indicator 
A liquid temperature indicator will measure the temperature of the internal liquid at a point near the 
top of the liquid through a probe inserted in a well mounted through the side of the transformer tank. 


Winding Temperature Indicator 

A winding temperature simulation method is used to approximate the hottest spot in the winding because 
of the difficulties involved in direct winding temperature measurements. The method applied to power 
transformers involves a current transformer which will be located to incur a current proportional to the 
load current through the transformer. The current transformer feeds a circuit that essentially adds heat 
to the top liquid temperature reading to give an approximate reading of the winding temperature. This 
method relies on design or test data of the temperature differential between the liquid and the windings, 
called the winding gradient. 


Sudden Pressure Relay 

A sudden (or rapid) pressure relay is intended to indicate a quick increase in internal pressure that can 
occur when there is an internal fault. Varieties are used that can be mounted on the top or side of the 
transformer or that operate in liquid or gas space. 


Desiccant (Dehydrating) Breathers 

Desiccant breathers use a material such as silica gel to allow air to enter and exit the tank which removes 
moisture as the air passes through. Most tanks will be somewhat free-breathing and such a device, if 
properly maintained, allows a degree of control over the quality of air entering the transformer. 


Liquid Preservation Systems 


There are several methods in practice to preserve the properties of the transformer liquid and associated 
insulation structures that it penetrates. Preservation systems attempt to isolate the transformer’s internal 
environment from the external environment (atmosphere) while understanding that a certain degree of 
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FIGURE 3.23 Helical winding during assembly. 


Winding : Lead brought out of coil 
Cylinder Axial Duct to connections point or 
bushing terminal 


Inner 
Cross-over 


> 
>l>l> >| */a]>/° 


Winding continued... 


FIGURE 3.24 Basic disc winding layout. 
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FIGURE 3.25 Disc winding inner and outer crossovers. 
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FIGURE 3.26 General arrangements of liquid preservation systems. 


interaction or “breathing” is required due to variations in pressure that occur under operational condi- 
tions, such as expansion and contraction of liquid with temperature. The most commonly used methods 
are outlined as follows and illustrated in Fig. 3.26. 
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1. Sealed tank systems have the tank interior sealed from the atmosphere and will maintain a layer 
of gas, a gas space or cushion, that will sit above the liquid. The gas plus liquid volume will remain 
constant. Negative internal pressures can exist in sealed tank systems at lower loads or temperatures 
with positive pressures existing as load and temperatures increase. A pressure-vacuum bleeder is 
used to limit operating pressures in transformers over a certain size. 

2. Positive pressure systems involve the use of inert gases to maintain a positive pressure in the gas 
space. A source of inert gas, typically a bottle of compressed nitrogen, will be injected incrementally 
into the gas space when the internal pressure falls out of range. 

3. Conservator (expansion tank) systems are used both with and without air bags, also called bladders 
or diaphragms, which involve a separate auxiliary tank. The main transformer tank will be com- 
pletely filled with liquid, the auxiliary tank will be partially filled, and the liquid will expand and 
contract within the auxiliary tank. The auxiliary tank will be allowed to “breath’, usually through 
a dehydrating breather. The use of an air bag in the auxiliary tank can provide further separation 
from the atmosphere. 


Inrush Current 


When a transformer is taken off-line, there will be a certain amount of residual flux that can remain in 
the core due to the properties of the magnetic core material. The residual flux can be as much as 50 to 
90% of the maximum operating flux, depending on the type of core steel. When voltage is reapplied to 
the transformer, the flux introduced by this source voltage will build upon that which already exists in 
the core. In order to maintain this level of flux in the core, which can be well into the saturation range 
of the core steel, the transformer can draw current well in excess of the transformer’s rated full load 
current. Depending on the transformer design, the magnitude of this current inrush can be anywhere 
from 3.5 to 40 times the rated full load current. The waveform of the inrush current will be similar to 
a sine wave, but largely skewed towards the positive or negative direction. This inrush current will 
experience a decay, partially due to losses, which will provide a dampening effect; however, the current 
can remain well above rated current for many cycles. 

This inrush current can have an effect on the operation of relays and fuses located in the system near 
the transformer. Decent approximations of the inrush current require detailed information regarding 
the transformer design which may be available from the manufacturer but is not typically available to 
the user. Actual inrush currents will also depend upon where in the source voltage wave the switching 
operations occur, the moment of opening effecting the residual flux magnitude, and the moment of 
closing effecting the new flux. 


Modern and Future Developments 


High-Voltage Generator (Powerformer) 


Because electricity is currently generated at voltage levels that are too low to be efficiently transmitted 
across the great distances that the power grid typically spans, step-up transformers are required at the 
generator. With developments in high-voltage cable technology, a high-voltage generator, called the 
powerformer, has been developed that will eliminate the need for this GSU transformer and associated 
equipment. This powerformer can reportedly be designed to generate power at voltage levels between 
20 and 400 kV to directly feed the transmission network. 


High-Temperature Superconducting (HTS) Transformer 


Superconducting technologies are being applied to power transformers in the development of what are being 
referred to as high-temperature superconducting (HTS) transformers. In HTS transformers, the copper and 
aluminum in the windings would be replaced by superconductors. In the field of superconductors, high 
temperatures are considered to be in the range of —250 to —200°F, which represents quite a significant deviation 
in the operating temperatures of conventional transformers. At these temperatures, insulation of the type 
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currently used in transformers would not degrade in the same manner. Using superconducting conductors 
in transformers requires advances in cooling, specifically refrigeration technology directed toward use in 
transformers. The predominant cooling medium in HTS development has been liquid nitrogen, but some 
other mediums have been investigated as well. Transformers built using HTS technology would reportedly 
be of reduced size and weight and capable of overloads without experiencing “loss of life” due to insulation 
degradation, instead using an increased amount of the replaceable coolant. An additional benefit would be 
an increase in efficiency of HTS transformers over conventional transformers due to the fact that resistance 
in superconductors is virtually zero, thus eliminating the ?R loss component of the load losses. 


References 


American National Standard for Transformers — 230 kV and Below 833/958 through 8333/10417 kVA, 
Single-Phase, and 750/862 through 60000/80000/100000 k VA, Three-Phase Without Load Tap Chang- 
ing; and 3750/4687 through 60000/80000/100000 kVA with Load Tap Changing — Safety Require- 
ments, ANSI C57.12.10-1997, National Electrical Manufacturers Association, 1998. 

Bean, R. L., Chackan, N. Jr., Moore, H. R., and Wentz, E. C., Transformers for the Electric Power Industry, 
McGraw-Hill, New York, 1959. 

Goldman, A. W. and Pebler, C. G., Power Transformers, Vol. 2, Electrical Power Research Institute, Inc., 
Palo Alto, CA, 1987. 

Hobson, J. E. and Witzke, R. L., Power transformers and reactors, in ElectricalTransmission and Distri- 
bution Reference Book, 4th ed., Central Station Engineers of the Westinghouse Electric Corporation, 
Westinghouse Electric Corporation, East Pittsburgh, PA, 1950, chap. 5. 

IEEE Standard General Requirements for Liquid-Immersed Distribution, Power, and Regulating Transform- 
ers, IEEE C57.12.00-1993, The Institute of Electrical and Electronics Engineers, Inc., 1993. 

IEEE Standard Terminology for Power and Distribution Transformers, ANSI/IEEE C57.12.80-1978, The 
Institute of Electrical and Electronics Engineers, Inc., 1998. 

Mehta, S. P., Aversa, N., and Walker, M. S., Transforming transformers, [EEE Spectrum, p. 43, 1997. 


3.3 Distribution Transformers2 


Dudley L. Galloway 


Historical Background 


Long-Distance Power 


In 1886, George Westinghouse built the first long-distance alternating current electric lighting system in 
Great Barrington, Massachusetts. The power source was a 25-hp steam engine driving an alternator with 


Figures 3.31, 3.32, 3.33, and 3.35 adapted or reprinted from IEEE Std. C57.105-1978 “IEEE Guide for Application 
of Transformer Connections in Three-Phase Distribution Systems’, Copyright © 1978 by the Institute of Electrical 
and Electronics Engineers, Inc. The IEEE disclaims any responsibility or liability resulting from the placement and 
use in the described manner. Information is reprinted with the permission of the IEEE. 

Figure 3.36 adapted from IEEE Std. C57.12.90-1993 “IEEE Standard Test Code for Liquid-Immersed Distribution, 
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Figure 3.37 adapted from IEEE Std. C57.12.00-1993 “IEEE Standard General Requirements for Liquid-Immersed 
Distribution, Power, and Regulating Transformers”, Copyright © 1993 by the Institute of Electrical and Electronics 
Engineers, Inc. The IEEE disclaims any responsibility or liability resulting from the placement and use in the described 
manner. Information is reprinted with the permission of the IEEE. 
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FIGURE 3.27 (a) The Gaulard and Gibbs transformer. (b) William Stanley’s early transformer. 


an output of 500 V and 12 A. In the middle of town, 4000 ft away, transformers were used to reduce the 
voltage to serve light bulbs located in nearby stores and offices (Powel, 1997). 


The First Transformers 


Westinghouse realized that electric power could only be delivered over distances by transmitting at a 
higher voltage and then reducing the voltage at the location of the load. He purchased U.S. patent rights 
to the transformer from Gaulard and Gibbs, shown in Fig. 3.27a. William Stanley, Westinghouse’s elec- 
trical expert, designed and built the transformers to reduce the voltage from 500 to 100 V on the Great 
Barrington system. See Fig. 3.27b. 


What Is a Distribution Transformer? 


Just like the transformers in the Great Barrington system, any transformer that takes voltage from a 
primary distribution circuit and “steps down” or reduces it to a secondary distribution circuit or a 
consumer’s service circuit is a distribution transformer. Although many industry standards tend to limit 
this definition by kVA rating (e.g., 5 to 500), distribution transformers can have lower ratings and can 
have ratings of 5000 kVA or even higher, so the use of kVA ratings to define transformer types is being 
discouraged (IEEE, 1978). 


Construction 


Early Transformer Materials 


From the pictures, the Gaulard—Gibbs transformer seems to have used a coil of many turns of iron wire 
to create a ferromagnetic loop. The Stanley model, however, appears to have used flat sheets of iron, 
stacked together and clamped with wooden blocks and steel bolts. Winding conductors were most likely 
made of copper from the very beginning. Several methods of insulating the conductor were used in the 
early days. Varnish dipping was often used and is used for some applications today. Paper tape wrapping 
of conductors has been used extensively, but has now been almost completely replaced by other methods. 


Oil Immersion 


In 1887, the year after Stanley designed and built the first transformers in the U.S., Elihu Thompson 
patented the idea of using mineral oil as a transformer cooling and insulating medium (Myers et al., 
1981). Although materials have improved dramatically, the basic concept of an oil-immersed cellulosic 
insulating system has changed very little in well over a century. 
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4.1 Concept of Energy Transmission and Distribution 


George G. Karady 


The purpose of the electric transmission system is the interconnection of the electric energy producing 
power plants or generating stations with the loads. A three-phase AC system is used for most transmission 
lines. The operating frequency is 60 Hz in the U.S. and 50 Hz in Europe, Australia, and part of Asia. The 
three-phase system has three phase conductors. The system voltage is defined as the rms voltage between 
the conductors, also called line-to-line voltage. The voltage between the phase conductor and ground, 
called line-to-ground voltage, is equal to the line-to-line voltage divided by the square root of three. 
Figure 4.1 shows a typical system. 

The figure shows the Phoenix area 230-kV system, which interconnects the local power plants and the 
substations supplying different areas of the city. The circles are the substations and the squares are the 
generating stations. The system contains loops that assure that each load substation is supplied by at 
least two lines. This assures that the outage of a single line does not cause loss of power to any customer. 
For example, the Aqua Fria generating station (marked: Power plant) has three outgoing lines. Three 
high-voltage cables supply the Country Club Substation (marked: Substation with cables). The Pinnacle 
Peak Substation (marked: Substation with transmission lines) is a terminal for six transmission lines. 
This example shows that the substations are the node points of the electric system. The system is 
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FIGURE 4.1 Typical electrical system. 
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interconnected with the neighboring systems. As an example, one line goes to Glen Canyon and the other 
to Cholla from the Pinnacle Peak substation. 

In the middle of the system, which is in a congested urban area, high-voltage cables are used. In open 
areas, overhead transmission lines are used. The cost per mile of overhead transmission lines is 6 to 10% 
less than underground cables. 

The major components of the electric system, the transmission lines, and cables are described briefly 
below. 


Generation Stations 


The generating station converts the stored energy of gas, oil, coal, nuclear fuel, or water position to 
electric energy. The most frequently used power plants are: 


Thermal Power Plant. The fuel is pulverized coal or natural gas. Older plants may use oil. The fuel is 
mixed with air and burned in a boiler that generates steam. The high-pressure and high-temper- 
ature steam drives the turbine, which turns the generator that converts the mechanical energy to 
electric energy. 

Nuclear Power Plant. Enriched uranium produces atomic fission that heats water and produces steam. 
The steam drives the turbine and generator. 

Hydro Power Plants. A dam increases the water level on a river, which produces fast water flow to drive 
a hydro-turbine. The hydro-turbine drives a generator that produces electric energy. 

Gas Turbine. Natural gas is mixed with air and burned. This generates a high-speed gas flow that drives 
the turbine, which turns the generator. 

Combined Cycle Power Plant. This plant contains a gas turbine that generates electricity. The exhaust 
from the gas turbine is high-temperature gas. The gas supplies a heat exchanger to preheat the 
combustion air to the boiler of a thermal power plant. This process increases the efficiency of the 
combined cycle power plant. The steam drives a second turbine, which drives the second generator. 
This two-stage operation increases the efficiency of the plant. 


Switchgear 


The safe operation of the system requires switches to open lines automatically in case of a fault, or 
manually when the operation requires it. Figure 4.2 shows the simplified connection diagram of a 
generating station. 
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FIGURE 4.2 Simplified connection diagram of a generating station. 
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The generator is connected directly to the low-voltage winding of the main transformer. The trans- 
former high-voltage winding is connected to the bus through a circuit breaker, disconnect switch, and 
current transformer. The generating station auxiliary power is supplied through an auxiliary transformer 
through a circuit breaker, disconnect switch, and current transformer. Generator circuit breakers, con- 
nected between the generator and transformer, are frequently used in Europe. These breakers have to 
interrupt the very large short-circuit current of the generators, which results in high cost. 

The high-voltage bus supplies two outgoing lines. The station is protected from lightning and switching 
surges by a surge arrester. 

Circuit breaker (CB) is a large switch that interrupts the load and fault current. Fault detection systems 
automatically open the CB, but it can be operated manually. 

Disconnect switch provides visible circuit separation and permits CB maintenance. It can be operated 
only when the CB is open, in no-load condition. 

Potential transformers (PT) and current transformers (CT) reduce the voltage to 120 V, the current to 
5 A, and insulates the low-voltage circuit from the high-voltage. These quantities are used for metering 
and protective relays. The relays operate the appropriate CB in case of a fault. 

Surge arresters are used for protection against lightning and switching overvoltages. They are voltage 
dependent, nonlinear resistors. 


Control Devices 


In an electric system the voltage and current can be controlled. The voltage control uses parallel connected 
devices, while the flow or current control requires devices connected in series with the lines. 

Tap-changing transformers are frequently used to control the voltage. In this system, the turns-ratio 
of the transformer is regulated, which controls the voltage on the secondary side. The ordinary tap 
changer uses a mechanical switch. A thyristor-controlled tap changer has recently been introduced. 

A shunt capacitor connected in parallel with the system through a switch is the most frequently used 
voltage control method. The capacitor reduces lagging-power-factor reactive power and improves the 
power factor. This increases voltage and reduces current and losses. Mechanical and thyristor switches 
are used to insert or remove the capacitor banks. 

The frequently used Static Var Compensator (SVC) consists of a switched capacitor bank and a 
thyristor-controlled inductance. This permits continuous regulation of reactive power. 

The current of a line can be controlled by a capacitor connected in series with the line. The capacitor 
reduces the inductance between the sending and receiving points of the line. The lower inductance 
increases the line current if a parallel path is available. 

In recent years, electronically controlled series compensators have been installed in a few transmission 
lines. This compensator is connected in series with the line, and consists of several thyristor-controlled 
capacitors in series or parallel, and may include thyristor-controlled inductors. 

Medium- and low-voltage systems use several other electronic control devices. The last part in this 
section gives an outline of the electronic control of the system. 


Concept of Energy Transmission and Distribution 


Figure 4.3 shows the concept of typical energy transmission and distribution systems. The generating 
station produces the electric energy. The generator voltage is around 15 to 25 kV. This relatively low 
voltage is not appropriate for the transmission of energy over long distances. At the generating station 
a transformer is used to increase the voltage and reduce the current. In Fig. 4.3 the voltage is increased 
to 500 kV and an extra-high-voltage (EHV) line transmits the generator-produced energy to a distant 
substation. Such substations are located on the outskirts of large cities or in the center of several large 
loads. As an example, in Arizona, a 500-kV transmission line connects the Palo Verde Nuclear Station to 
the Kyrene and Westwing substations, which supply a large part of the city of Phoenix. 
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FIGURE 4.3 Concept of electric energy transmission. 


The voltage is reduced at the 500 kV/220 kV EHV substation to the high-voltage level and high-voltage 
lines transmit the energy to high-voltage substations located within cities. 

At the high-voltage substation the voltage is reduced to 69 kV. Sub-transmission lines connect the 
high-voltage substation to many local distribution stations located within cities. Sub-transmission lines 
are frequently located along major streets. 

The voltage is reduced to 12 kV at the distribution substation. Several distribution lines emanate from 
each distribution substation as overhead or underground lines. Distribution lines distribute the energy 
along streets and alleys. Each line supplies several step-down transformers distributed along the line. The 
distribution transformer reduces the voltage to 230/115 V, which supplies houses, shopping centers, and 
other local loads. The large industrial plants and factories are supplied directly by a subtransmission line 
or a dedicated distribution line as shown in Fig. 4.3. 

The overhead transmission lines are used in open areas such as interconnections between cities or 
along wide roads within the city. In congested areas within cities, underground cables are used for electric 
energy transmission. The underground transmission system is environmentally preferable but has a 
significantly higher cost. In Fig. 4.3 the 12-kV line is connected to a 12-kV cable which supplies com- 
mercial or industrial customers. The figure also shows 12-kV cable networks supplying downtown areas 
ina large city. Most newly developed residential areas are supplied by 12-kV cables through pad-mounted 
step-down transformers as shown in Fig. 4.3. 


High-Voltage Transmission Lines 


High-voltage and extra-high-voltage (EHV) transmission lines interconnect power plants and loads, and 
form an electric network. Figure 4.4 shows a typical high-voltage and EHV system. 

This system contains 500-kV, 345-kV, 230-kV, and 115-kV lines. The figure also shows that the Arizona 
(AZ) system is interconnected with transmission systems in California, Utah, and New Mexico. These 
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FIGURE 4.4 Typical high-voltage and EHV transmission system (Arizona Public Service, Phoenix area system). 
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FIGURE 4.5 Typical high-voltage transmission line. 


interconnections provide instantaneous help in case of lost generation in the AZ system. This also permits 
the export or import of energy, depending on the needs of the areas. 

Presently, synchronous ties (AC lines) interconnect all networks in the eastern U.S. and Canada. 
Synchronous ties also (AC lines) interconnect all networks in the western U.S. and Canada. Several non- 
synchronous ties (DC lines) connect the East and the West. These interconnections increase the reliability 
of the electric supply systems. 

In the U.S., the nominal voltage of the high-voltage lines is between 100 kV and 230 kV. The voltage 
of the extra-high-voltage lines is above 230 kV and below 800 kV. The voltage of an ultra-high-voltage 
line is above 800 kV. The maximum length of high-voltage lines is around 200 miles. Extra-high-voltage 
transmission lines generally supply energy up to 400-500 miles without intermediate switching and var 
support. Transmission lines are terminated at the bus of a substation. 

The physical arrangement of most extra-high-voltage (EHV) lines is similar. Figure 4.5 shows the 
major components of an EHV, which are: 


Tower: The figure shows a lattice, steel tower. 

. Insulator: V strings hold four bundled conductors in each phase. 

. Conductor: Each conductor is stranded, steel reinforced aluminum cable. 

. Foundation and grounding: Steel-reinforced concrete foundation and grounding electrodes placed 
in the ground. 

5. Shield conductors: Two grounded shield conductors protect the phase conductors from lightning. 


Bw nN 
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FIGURE 4.6 Typical 230-kV constructions. 


At lower voltages the appearance of lines can be improved by using more aesthetically pleasing steel 
tubular towers. Steel tubular towers are made out of a tapered steel tube equipped with banded arms. 
The arms hold the insulators and the conductors. Figure 4.6 shows typical 230-kV steel tubular and lattice 
double-circuit towers. Both lines carry two three-phase circuits and are built with two conductor bundles 
to reduce corona and radio and TV noise. Grounded shield conductors protect the phase conductors 
from lightning. 


High-Voltage DC Lines 


High-voltage DC lines are used to transmit large amounts of energy over long distances or through 
waterways. One of the best known is the Pacific HVDC Intertie, which interconnects southern California 
with Oregon. Another DC system is the +400 kV Coal Creek-Dickenson lines. Another famous HVDC 
system is the interconnection between England and France, which uses underwater cables. In Canada, 
Vancouver Island is supplied through a DC cable. 

In an HVDC system the AC voltage is rectified and a DC line transmits the energy. At the end of the 
line an inverter converts the DC voltage to AC. A typical example is the Pacific HVDC Intertie that 
operates with +500 kV voltage and interconnects Southern California with the hydro stations in Oregon. 

Figure 4.7 shows a guyed tower arrangement used on the Pacific HVDC Intertie. Four guy wires balance 
the lattice tower. The tower carries a pair of two-conductor bundles supported by suspension insulators. 
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FIGURE 4.7, HVDC tower arrangement. 


Sub-Transmission Lines 


Typical sub-transmission lines interconnect the high-voltage substations with distribution stations within 
a city. The voltage of the subtransmission system is between 46 kV, 69 kV, and 115 kV. The maximum 
length of sub-transmission lines is in the range of 50-60 miles. Most subtransmission lines are located 
along streets and alleys. Figure 4.8 shows a typical sub-transmission system. 

This system operates in a looped mode to enhance continuity of service. This arrangement assures 
that the failure of a line will not interrupt the customer’s power. 

Figure 4.9 shows a typical double-circuit sub-transmission line, with a wooden pole and post-type 
insulators. Steel tube or concrete towers are also used. The line has a single conductor in each phase. 
Post insulators hold the conductors without metal cross arms. One grounded shield conductor on the 
top of the tower shields the phase conductors from lightning. The shield conductor is grounded at each 
tower. Plate or vertical tube electrodes (ground rod) are used for grounding. 


Distribution Lines 


The distribution system is a radial system. Figure 4.10 shows the concept of a typical urban distribution 
system. In this system a main three-phase feeder goes through the main street. Single-phase subfeeders 
supply the crossroads. Secondary mains are supplied through transformers. The consumer’s service drops 
supply the individual loads. The voltage of the distribution system is between 4.6 and 25 kV. Distribution 
feeders can supply loads up to 20-30 miles. 
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FIGURE 4.8 Subtransmission system. 


FIGURE 4.9 Typical subtransmission line. 


Many distribution lines in the U.S. have been built with a wood pole and cross arm. The wood is 
treated with an injection of creosote or other wood preservative that protects the wood from rotting and 
termites. Most poles are buried in a hole without foundation. Lines built recently may use a simple 
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FIGURE 4.11 Distribution line arrangements. 


concrete block foundation. Small porcelain or non-ceramic, pin-type insulators support the conductors. 
The insulator pin is grounded to eliminate leakage current, which can cause burning of the wood tower. 
A simple vertical copper rod is used for grounding. Shield conductors are seldom used. Figure 4.11 shows 
typical distribution line arrangements. 

Because of the lack of space in urban areas, distribution lines are often installed on the subtransmission 
line towers. This is referred to as underbuild. A typical arrangement is shown in Figure 4.12. 

The figure shows that small porcelain insulators support the conductors. The insulators are installed 
on metal brackets that are bolted onto the wood tower. This arrangement reduces the right-of-way 
requirement and saves space. 
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FIGURE 4.12 Distribution line installed under the subtransmission line. 
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FIGURE 4.13 Service drop. 


Transformers mounted on distribution poles frequently supply individual houses or groups of houses. 
Figure 4.13 shows a typical transformer pole, consisting of a transformer that supplies a 240/120-V service 
drop, and a 13.8-kV distribution cable. The latter supplies a nearby shopping center, located on the other 
side of the road. The 13.8-kV cable is protected by a cut-off switch that contains a fuse mounted on a 
pivoted insulator. The lineman can disconnect the cable by pulling the cut-off open with a long insulated 
rod (hot stick). 
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4.2 Transmission Line Structures 


Joe C. Pohlman 


An overhead transmission line (OHTL) is a very complex, continuous, electrical/mechanical system. Its 
function is to transport power safely from the circuit breaker on one end to the circuit breaker on the 
other. It is physically composed of many individual components made up of different materials having 
a wide variety of mechanical properties, such as: 


* flexible vs. rigid 
+ ductile vs. brittle 
* variant dispersions of strength 


* wear and deterioration occurring at different rates when applied in different applications within 
one micro-environment or in the same application within different micro-environments 


This discussion will address the nature of the structures which are required to provide the clearances 
between the current-carrying conductors, as well as their safe support above the earth. During this 
discussion, reference will be made to the following definitions: 


Capability: Capacity (x) availability 

Reliability level: Ability of a line (or component) to perform its expected capability 

Security level: Ability of a line to restrict progressive damage after the failure of the first component 
Safety level: Ability of a line to perform its function safely 


Traditonal Line Design Practice 


Present line design practice views the support structure as an isolated element supporting half span of 
conductors and overhead ground wires (OHGWSs) on either side of the structure. Based on the voltage 
level of the line, the conductors and OHGWS are configured to provide, at least, the minimum clearances 
mandated by the National Electrical Safety Code (NESC) (IEEE, 1990), as well as other applicable codes. 
This configuration is designed to control the separation of: 


* energized parts from other energized parts 

* energized parts from the support structure of other objects located along the r-o-w 

* energized parts above ground 

The NESC divides the U.S. into three large global loading zones: heavy, medium, and light and specifies 

radial ice thickness/wind pressure/temperature relationships to define the minimum load levels that must 
be used within each loading zone. In addition, the Code introduces the concept of an Overload Capacity 
Factor (OCF) to cover uncertainties stemming from the: 

+ likelihood of occurrence of the specified load 


+ dispersion of structure strength 
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* grade of construction 
+ deterioration of strength during service life 
* structure function (suspension, dead-end, angle) 


* other line support components (guys, foundations, etc.) 
Present line design practice normally consists of the following steps: 


1. The owning utility prepares an agenda of loading events consisting of: 
* mandatory regulations from the NESC and other codes 
+ climatic events believed to be representative of the line’s specific location 
* contingency loading events of interest; i.e., broken conductor 


* special requirements and expectations 


Each of these loading events is multiplied by its own OCF to cover uncertainties associated with it to 
produce an agenda of final ultimate design loads (see Fig. 4.14). 


2. A ruling span is identified based on the sag/tension requirements for the preselected conductor. 

3. Astructure type is selected based on past experience or on recommendations of potential structure 
suppliers. 

4. Ultimate design loads resulting from the ruling span are applied statically as components in the 
longitudinal, transverse, and vertical directions, and the structure deterministically designed. 

5. Using the loads and structure configuration, ground line reactions are calculated and used to 
accomplish the foundation design. 

6. The ruling span line configuration is adjusted to fit the actual r-o-w profile. 

7. Structure/foundation designs are modified to account for variation in actual span lengths, changes 
in elevation, and running angles. 

8. Since most utilities expect the tangent structure to be the weakest link in the line system, hardware, 
insulators, and other accessory components are selected to be stronger than the structure. 


Inasmuch as structure types are available in a wide variety of concepts, materials, and costs, several 
iterations would normally be attempted in search of the most cost effective line design based on total 
installed costs (see Fig. 4.15). 

While deterministic design using static loads applied in quadrature is a convenient mathematical 
approach, it is obviously not representative of the real-world exposure of the structural support system. 
OHTLs are tens of yards wide and miles long and usually extend over many widely variant microtopo- 
graphical and microclimatic zones, each capable of delivering unique events consisting of magnitude of 


Event A x OCFa — 


Event B x OCFb 


Event C x OCF, 


NESC x OCF (from Code) 


0 Loading LOAD ——-—(> Design 
Event Load 


FIGURE 4.14 Development of a loading agenda. 
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FIGURE 4.15 Search for cost effectiveness. 


load at a probability-of-occurrence. That component along the r-o-w that has the highest probability of 
occurrence of failure from a loading event becomes the weak link in the structure design and establishes 
the reliability level for the total line section. Since different components are made from different materials 
that have different response characteristics and that wear, age, and deteriorate at different rates, it is to 
be expected that the weak link: 


* will likely be different in different line designs 
+ will likely be different in different site locations within the same line 


* can change from one component to another over time 


Structure Types in Use 


Structures come in a wide variety of styles: 


+ lattice towers 

* cantilevered or guyed poles and masts 
* framed structures 

* combinations of the above 


They are available in a wide variety of materials: 


* Metal 
galvanized steel and aluminum rods, bars and rolled shapes 
fabricated plate 
tubes 

* Concrete 
spun with pretensioned or post-tensioned reinforcing cable 
statically cast nontensioned reinforcing steel 
single or multiple piece 
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* Wood 
as grown 
glued laminar 
* Plastics 
* Composites 
* Crossarms and braces 


* Variations of all of the above 


Depending on their style and material contents, structures vary considerably in how they respond to 
load. Some are rigid. Some are flexible. Those structures that can safely deflect under load and absorb 
energy while doing so, provide an ameliorating influence on progressive damage after the failure of the 
first element (Pohlman and Lummis, 1969). 


Factors Affecting Structure Type Selection 


There are usually many factors that impact on the selection of the structure type for use in an OHTL. 
Some of the more significant are briefly identified below. 

Erection Technique: It is obvious that different structure types require different erection techniques. As 
an example, steel lattice towers consist of hundreds of individual members that must be bolted together, 
assembled, and erected onto the four previously installed foundations. A tapered steel pole, on the other 
hand, is likely to be produced in a single piece and erected directly on its previously installed foundation 
in one hoist. The lattice tower requires a large amount of labor to accomplish the considerable number 
of bolted joints, whereas the pole requires the installation of a few nuts applied to the foundation anchor 
bolts plus a few to install the crossarms. The steel pole requires a large-capacity crane with a high reach 
which would probably not be needed for the tower. Therefore, labor needs to be balanced against the 
need for large, special equipment and the site’s accessibility for such equipment. 

Public Concerns: Probably the most difficult factors to deal with arise as a result of the concerns of the 
general public living, working, or coming in proximity to the line. It is common practice to hold public 
hearings as part of the approval process for a new line. Such public hearings offer a platform for neighbors 
to express individual concerns that generally must be satisfactorily addressed before the required permit 
will be issued. A few comments demonstrate this problem. 

The general public usually perceives transmission structures as “eyesores” and distractions in the local 
landscape. To combat this, an industry study was made in the late 1960s (Dreyfuss, 1968) sponsored by 
the Edison Electric Institute and accomplished by Henry Dreyfuss, the internationally recognized indus- 
trial designer. While the guidelines did not overcome all the objections, they did provide a means of 
satisfying certain very highly controversial installations (Pohlman and Harris, 1971). 

Parents of small children and safety engineers often raise the issue of lattice masts, towers, and guys, 
constituting an “attractive challenge” to determined climbers, particularly youngsters. 

Inspection, Assessment, and Maintenance: Depending on the owning utility, it is likely their in-house 
practices will influence the selection of the structure type for use in a specific line location. Inspections 
and assessment are usually made by human inspectors who use diagnostic technologies to augment their 
personal senses of sight and touch. The nature and location of the symptoms of critical interest are such 
that they can be most effectively examined from specific perspectives. Inspectors must work from the 
most advantageous location when making inspections. Methods can include observations from ground 
or fly-by patrol, climbing, bucket trucks, or helicopters. Likewise, there are certain maintenance activities 
that are known or believed to be required for particular structure types. The equipment necessary to 
maintain the structure should be taken into consideration during the structure type selection process to 
assure there will be no unexpected conflict between maintenance needs and r-o-w restrictions. 

Future Upgrading or Uprating: Because of the difficulty of procuring r-o-w’s and obtaining the necessary 
permits to build new lines, many utilities improve their future options by selecting structure types for 
current line projects that will permit future upgrading and/or uprating initiatives. 
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TANGENT AND LIGHT ANGLE SUSPENSION TOWER — 345 DOUBLE CIRCUIT 
OHGW: Two 7/16” diameter galvonized steel strand 

Conductors: Six twin conductor bundles of 1431 KCM 45/7 ACSR 
Weight span: 1,650 feet 


Wind span: 1,100 feet 
Line angle: 0° to 2° Wind Wind 
Pressure Pressure Load 
Load Radial Wire Structure Direc- 
Cose Lood Event Ice (") (psf) (psf) tion OCF 
1 NESC Heavy 1/2 4 5.1 T 2.54 
L 1.65 
V 1.27 
2 One broken OHGW 1/2 8 13.0 T 1.0 
combined with wind (a 1.0 
and ice V 1.0 
3 One broken conductor 1/2 8 13.0 T 1.0 
bundle combined with L 1.0 
wind ond ice V 1.0 
4 Heovy wind 0 16 42.0 T 1.0 
L 1.0 
V 1.0 
5 Wind on bore tower 0 0 46.2 T 1.0 
(no conductors or OHGW) L 1.0 
V 1.0 
6 Vertical load at any 0 0 0 v 1.0 
OHGW support of 3780 Ibs. 
(not simultaneously) 
7 Vertical load ot any 0 0 0 v 1.0 
conductor support of 
17,790 Ibs. 


(not simultaneously) 
FIGURE 4.16 Example of loading agenda. 


Current Deterministic Design Practice 


Figure 4.16 shows a loading agenda for a double-circuit, 345-kV line built in the upper Midwest region 
of the U.S. on steel lattice towers. Over and above the requirements of the NESC, the utility had specified 
these loading events: 


* a heavy wind condition (Pohlman and Harris, 1971) 

* a wind on bare tower (Carton and Peyrot, 1992) 

* two maximum vertical loads on the OHGW and conductor supports (Osterdorp, 1998; CIGRE, 1995) 
* two broken wire contingencies (Pohlman and Lummis, 1969; Dreyfuss, 1968) 


It was expected that this combination of loading events would result in a structural support design 
with the capability of sustaining 50-year recurrence loads likely to occur in the general area where the 
line was built. Figure 4.17 shows that different members of the structure, as designed, were under the 
control of different loading cases from this loading agenda. While interesting, this does not: 


* provide a way to identify weak links in the support structure 
* provide a means for predicting performance of the line system 
* provide a framework for decision-making 
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FIGURE 4.17 Results of deterministic design. 


Reliability Level 


The shortcomings of deterministic design can be demonstrated by using 3D modeling/simulation tech- 
nology which is in current use (Carton and Peyrot, 1992) in forensic investigation of line failures. The 
approach is outlined in Fig. 4.18. After the structure (as designed) is properly modeled, loading events 
of increasing magnitude are analytically applied from different directions until the actual critical capacity 
for each key member of interest is reached. The probability of occurrence for those specific loading events 
can then be predicted for the specific location of that structure within that line section by professionals 
skilled in the art of micrometerology. 
Figure 4.19 shows a few of the key members in the example for Fig. 4.17: 


+ The legs had a probability of failure in that location of once in 115 years. 


* Tension chords in the conductor arm and OHGW arm had probabilities of failure of 110 and 
35 years, respectively. 


+ A certain wind condition at an angle was found to be critical for the foundation design with a 
probability of occurrence at that location of once in 25 years. 


Some interesting observations can be drawn: 


+ The legs were conservatively designed. 
* The loss of an OHGW is a more likely event than the loss of a conductor. 
: The foundation was found to be the weak link. 
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FIGURE 4.18 Line simulation study. 
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FIGURE 4.19 Simulation study output. 


In addition to the interesting observations on relative reliability levels of different components within 
the structural support system, the output of the simulation study also provides the basis for a decision- 
making process which can be used to determine the cost effectiveness of management initiatives. Under the 
simple laws of statistics, when there are two independent outcomes to an event, the probability of the first 
outcome is equal to one minus the probability of the second. When these outcomes are survival and failure: 


Annual probability of survival = 1— Annual probability of failure tai 
4.1 


Ps =1—Pf 


If it is desired to know what the probability of survival is over an extended length of time, i-e., n years 
of service life: 


Psl X Ps2 X Ps3 X ... Psn}|={ps}n (4.2) 
| J=(P5) 


Applying this principle to the components in the deterministic structure design and considering a 
50-year service life as expected by the designers: 


* the legs had a Ps of 65% 

* the tension chord in the conductor arm had a Ps of 63% 
* the tension chord of the OHGW arm had a Ps of 23% 

* the foundation had a Ps of 13% 


Security Level 


It should be remembered, however, that the failure of every component does not necessarily progress into 
extensive damage. A comparison of the total risk that would result from the initial failure of components 
of interest can be accomplished by making a security-level check of the line design (Osterdorp, 1998). 

Since the OHTL is a contiguous mechanical system, the forces from the conductors and OHGWs on 
one side of each tangent structure are balanced and restrained by those on the other side. When a critical 
component in the conductor/OHGW system fails, energy stored within the conductor system is released 
suddenly and sets up unbalanced transients that can cause failure of critical components at the next 
structure. This can set off a cascading effect that will continue to travel downline until it encounters a 
point in the line strong enough to withstand the unbalance. Unfortunately, a security check of the total 
line cannot be accomplished from the information describing the one structure in Fig. 4.17; but perhaps 
some generalized observations can be drawn for demonstration purposes. 

Since the structure was designed for broken conductor bundle and broken OHGW contingencies, it 
appears the line would not be subjected to a cascade from a broken bare conductor, but what if the 
conductor was coated with ice at the time? Since ice increases the energy trapped within the conductor 
prior to release, it might be of interest to determine how much ice would be “enough.” Three-dimensional 
modeling would be employed to simulate ice coating of increasing thicknesses until the critical amount 
is defined. A proper micrometerological study could then identify the probability of occurrence of a 
storm system capable of delivering that amount of ice at that specific location. 

In the example, a wind condition with no ice was identified that would be capable of causing foundation 
failure once every 25 years. A security-level check would predict the amount of resulting losses and 
damages that would be expected from this initiating event compared to the broken-conductor-under- 
ice-load contingencies. 


Improved Design Approaches 


The above discussion indicates that technologies are available today for assessing the true capability of 
an OHTL that was created using the conventional practice of specifying ultimate static loads and designing 
a structure that would properly support them. Because there are many different structure types made 
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from different materials, this was not always straightforward. Accordingly, many technical societies 
prepared guidelines on how to design the specific structure needed. These are listed in the accompanying 
references. The interested reader should realize that these documents are subject to periodic review and 
revision and should, therefore, seek the most current version. 

While the technical fraternity recognizes that the mentioned technologies are useful for analyzing existing 
lines and determining management initiatives, something more direct for designing new lines is needed. 
There are many efforts under way. The most promising of these is Improved Design Criteria of OHTLs Based 
on Reliability Concepts (Ostendorp, 1998), currently under development by CIGRE Study Committee 22: 
Recommendations for Overhead Lines. Appendix A outlines the methodology involved in words and in a 
diagram. The technique is based on the premise that loads and strengths are stochastic variables and the 
combined reliability is computable if the statistical functions of loads and strength are known. The referenced 
report has been circulated internationally for trial use and comment. It is expected that the returned 
comments will be carefully considered, integrated into the report, and the final version submitted to the 
International Electrotechnical Commission (IEC) for consideration as an International Standard. 
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Appendix A — General Design Criteria — Methodology 


The recommended methodology for designing transmission line components is summarized in Fig. 4.20 
and can be described as follows: 


a) Gather preliminary line design data and available climatic data.' 
b1) Select the reliability level in terms of return period of design loads. (Note: Some national regu- 
lations and/or codes of practice sometimes impose design requirements, directly or indirectly, that 
may restrict the choice offered to designers). 
b2) Select the security requirements (failure containment). 
b3) List safety requirements imposed by mandatory regulations and construction and maintenance 
loads. 
c) Calculate climatic variables corresponding to selected return period of design loads. 


‘In some countries, design wind speed, such as the 50-year return period, is given in National Standards. 
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FIGURE 4.20 Methodology. 
d1) Calculate climatic limit loadings on components. 


Calculate loads corresponding to security requirements. 

Calculate loads related to safety requirements during construction and maintenance. 
Determine the suitable strength coordination between line components. 

Select appropriate load and strength factors applicable to load and strength equations. 
g) Calculate the characteristic strengths required for components. 

h) Design line components for the above strength requirements. 


This document deals with items b) to g). Items a) and h) are not part of the scope of this document. 
They are identified by a dotted frame in Fig. 4.20. 

Source: Improved design criteria of overhead transmission lines based on reliability concepts, CIGRE 
SC22 Report, October, 1995. 
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4.3 Insulators and Accessories 


George G. Karady and R.G. Farmer 


Electric insulation is a vital part of an electrical power system. Although the cost of insulation is only a 
small fraction of the apparatus or line cost, line performance is highly dependent on insulation integrity. 
Insulation failure may cause permanent equipment damage and long-term outages. As an example, a 
short circuit in a 500-kV system may result in a loss of power to a large area for several hours. The 
potential financial losses emphasize the importance of a reliable design of the insulation. 

The insulation of an electric system is divided into two broad categories: 


1. Internal insulation 
2. External insulation 


Apparatus or equipment has mostly internal insulation. The insulation is enclosed in a grounded 
housing which protects it from the environment. External insulation is exposed to the environment. A 
typical example of internal insulation is the insulation for a large transformer where insulation between 
turns and between coils consists of solid (paper) and liquid (oil) insulation protected by a steel tank. An 
overvoltage can produce internal insulation breakdown and a permanent fault. 

External insulation is exposed to the environment. Typical external insulation is the porcelain insulators 
supporting transmission line conductors. An overvoltage caused by flashover produces only a temporary 
fault. The insulation is self-restoring. 

This section discusses external insulation used for transmission lines and substations. 


Electrical Stresses on External Insulation 


The external insulation (transmission line or substation) is exposed to electrical, mechanical, and envi- 
ronmental stresses. The applied voltage of an operating power system produces electrical stresses. The 
weather and the surroundings (industry, rural dust, oceans, etc.) produce additional environmental 
stresses. The conductor weight, wind, and ice can generate mechanical stresses. The insulators must 
withstand these stresses for long periods of time. It is anticipated that a line or substation will operate 
for more than 20-30 years without changing the insulators. However, regular maintenance is needed to 
minimize the number of faults per year. A typical number of insulation failure-caused faults is 0.5-10 per 
year, per 100 mi of line. 


Transmission Lines and Substations 


Transmission line and substation insulation integrity is one of the most dominant factors in power system 
reliability. We will describe typical transmission lines and substations to demonstrate the basic concept 
of external insulation application. 

Figures 4.21 shows a high-voltage transmission line. The major components of the line are: 


1. Conductors 
2. Insulators 
3. Support structure tower 


The insulators are attached to the tower and support the conductors. In a suspension tower, the 
insulators are in a vertical position or in a V-arrangement. In a dead-end tower, the insulators are in a 
horizontal position. The typical transmission line is divided into sections and two dead-end towers 
terminate each section. Between 6 and 15 suspension towers are installed between the two dead-end 
towers. This sectionalizing prevents the propagation of a catastrophic mechanical fault beyond each 
section. As an example, a tornado caused collapse of one or two towers could create a domino effect, 
resulting in the collapse of many miles of towers, if there are no dead ends. 
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FIGURE 4.21 A 500-kV suspension tower with V string insulators. 


Figure 4.22 shows a lower voltage line with post-type insulators. The rigid, slanted insulator supports 
the conductor. A high-voltage substation may use both suspension and post-type insulators. 


Electrical Stresses 


The electrical stresses on insulation are created by: 


1. Continuous power frequency voltages 
2. Temporary overvoltages 

3. Switching overvoltages 

4. Lightning overvoltages 


Continuous Power Frequency Voltages 

The insulation has to withstand normal operating voltages. The operating voltage fluctuates from chang- 
ing load. The normal range of fluctuation is around +10%. The line-to-ground voltage causes the voltage 
stress on the insulators. As an example, the insulation requirement of a 220-kV line is at least: 


220 kV 


\3 


1.1x =140 kV (4.3) 
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FIGURE 4.22 69-kV transmission line with post insulators. 


This voltage is used for the selection of the number of insulators when the line is designed. The 
insulation can be laboratory tested by measuring the dry flashover voltage of the insulators. Because the 
line insulators are self-restoring, flashover tests do not cause any damage. The flashover voltage must be 
larger than the operating voltage to avoid outages. For a porcelain insulator, the required dry flashover 
voltage is about 2.5—3 times the rated voltage. A significant number of the apparatus standards recom- 
mend dry withstand testing of every kind of insulation to be two (2) times the rated voltage plus 1 kV 
for 1 min of time. This severe test eliminates most of the deficient units. 


Temporary Overvoltages 
These include ground faults, switching, load rejection, line energization and resonance, cause power 
frequency, or close-to-power frequency, and relatively long duration overvoltages. The duration is from 
5 sec to several minutes. The expected peak amplitudes and duration are listed in Table 4.1. 

The base is the crest value of the rated voltage. The dry withstand test, with two times the maximum 
operating voltage plus 1 kV for 1 minute, is well-suited to test the performance of insulation under 
temporary overvoltages. 
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TABLE 4.1 Expected Amplitude of Temporary Overvoltages 


Type of Overvoltage Expected Amplitude Duration 
Fault overvoltages 

Effectively grounded 1.3 per unit 1 sec 

Resonant grounded 1.73 per unit or greater 10 sec 
Load rejection 

System substation 1.2 per unit 1-5 sec 

Generator station 1.5 per unit 3 sec 
Resonance 3 per unit 2-5 min 
Transformer energization 1.5-2.0 per unit 1-20 sec 
100 
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FIGURE 4.23 Switching overvoltages. T,= 20-5000 psec, T;, < 20,000 psec, where T, is the time-to-crest value and 
T,, is the time-to-half value. 


Switching Overvoltages 

The opening and closing of circuit breakers causes switching overvoltages. The most frequent causes of 
switching overvoltages are fault or ground fault clearing, line energization, load interruption, interruption 
of inductive current, and switching of capacitors. 

Switching produces unidirectional or oscillatory impulses with durations of 5000—20,000 psec. The 
amplitude of the overvoltage varies between 1.8 and 2.5 per unit. Some modern circuit breakers use pre- 
insertion resistance, which reduces the overvoltage amplitude to 1.5—-1.8 per unit. The base is the crest 
value of the rated voltage. 

Switching overvoltages are calculated from computer simulations that can provide the distribution 
and standard deviation of the switching overvoltages. Figure 4.23 shows typical switching impulse volt- 
ages. Switching surge performance of the insulators is determined by flashover tests. The test is performed 
by applying a standard impulse with a time to crest of 250 psec and time to half value of 5000 pisec. The 
test is repeated 20 times at different voltage levels and the number of flashovers is counted at each voltage 
level. These represent the statistical distribution of the switching surge impulse flashover probability. The 
correlation of the flashover probability with the calculated switching impulse voltage distribution gives 
the probability, or risk, of failure. The measure of the risk of failure is the number of flashovers expected 
by switching surges per year. 
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FIGURE 4.24 Lightning overvoltages. T, = 0.1—20 sec, T,, 20-200 sec, where T, is the time-to-crest value and T,, 
is the time-to-half value. 


Lightning Overvoltages 
Lightning overvoltages are caused by lightning strikes: 


1. to the phase conductors 

2. to the shield conductor (the large current-caused voltage drop in the grounding resistance may 
cause flashover to the conductors [back flash]). 

3. to the ground close to the line (the large ground current induces voltages in the phase conductors). 


Lighting strikes cause a fast-rising, short-duration, unidirectional voltage pulse. The time-to-crest is 
between 0.1—20 psec. The time-to-half value is 20-200 j1sec. 

The peak amplitude of the overvoltage generated by a direct strike to the conductor is very high and is 
practically limited by the subsequent flashover of the insulation. Shielding failures and induced voltages cause 
somewhat less overvoltage. Shielding failure caused overvoltage is around 500 kV—2000 kV. The lightning- 
induced voltage is generally less than 400 kV. The actual stress on the insulators is equal to the impulse voltage. 

The insulator BIL is determined by using standard lightning impulses with a time-to-crest value of 
1.2 psec and time-to-half value of 50 psec. This is a measure of the insulation strength for lightning. 
Figure 4.24 shows a typical lightning pulse. 

When an insulator is tested, peak voltage of the pulse is increased until the first flashover occurs. 
Starting from this voltage, the test is repeated 20 times at different voltage levels and the number of 
flashovers are counted at each voltage level. This provides the statistical distribution of the lightning 
impulse flashover probability of the tested insulator. 


Environmental Stresses 


Most environmental stress is caused by weather and by the surrounding environment, such as industry, 
sea, or dust in rural areas. The environmental stresses affect both mechanical and electrical performance 
of the line. 


Temperature 

The temperature in an outdoor station or line may fluctuate between —50°C and +50°C, depending upon 
the climate. The temperature change has no effect on the electrical performance of outdoor insulation. 
It is believed that high temperatures may accelerate aging. Temperature fluctuation causes an increase of 
mechanical stresses, however it is negligible when well-designed insulators are used. 
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UV Radiation 

UV radiation accelerates the aging of nonceramic composite insulators, but has no effect on porcelain 
and glass insulators. Manufacturers use fillers and modified chemical structures of the insulating material 
to minimize the UV sensitivity. 


Rain 

Rain wets porcelain insulator surfaces and produces a thin conducting layer most of the time. This reduces 
the flashover voltage of the insulators. As an example, a 230-kV line may use an insulator string with 
12 standard ball-and-socket-type insulators. Dry flashover voltage of this string is 665 kV and the wet 
flashover voltage is 502 kV. The percentage reduction is about 25%. 

Nonceramic polymer insulators have a water-repellent hydrophobic surface that reduces the effects of 
rain. As an example, with a 230-kV composite insulator, dry flashover voltage is 735 kV and wet flashover 
voltage is 630 kV. The percentage reduction is about 15%. The insulator’s wet flashover voltage must be 
higher than the maximum temporary overvoltage. 


Icing 

In industrialized areas, conducting water may form ice due to water-dissolved industrial pollution. An 
example is the ice formed from acid rain water. Ice deposits form bridges across the gaps in an insulator 
string that result in a solid surface. When the sun melts the ice, a conducting water layer will bridge the 
insulator and cause flashover at low voltages. Melting ice-caused flashover has been reported in the 
Quebec and Montreal areas. 


Pollution 

Wind drives contaminant particles into insulators. Insulators produce turbulence in airflow, which results 
in the deposition of particles on their surfaces. The continuous depositing of the particles increases the 
thickness of these deposits. However, the natural cleaning effect of wind, which blows loose particles 
away, limits the growth of deposits. Occasionally, rain washes part of the pollution away. The continuous 
depositing and cleaning produces a seasonal variation of the pollution on the insulator surfaces. However, 
after a long time (months, years), the deposits are stabilized and a thin layer of solid deposit will cover 
the insulator. Because of the cleaning effects of rain, deposits are lighter on the top of the insulators and 
heavier on the bottom. The development of a continuous pollution layer is compounded by chemical 
changes. As an example, in the vicinity of a cement factory, the interaction between the cement and water 
produces a tough, very sticky layer. Around highways, the wear of car tires produces a slick, tar-like 
carbon deposit on the insulator’s surface. 

Moisture, fog, and dew wet the pollution layer, dissolve the salt, and produce a conducting layer, which 
in turn reduces the flashover voltage. The pollution can reduce the flashover voltage of a standard insulator 
string by about 20-25%. 

Near the ocean, wind drives salt water onto insulator surfaces, forming a conducting salt-water layer 
which reduces the flashover voltage. The sun dries the pollution during the day and forms a white salt 
layer. This layer is washed off even by light rain and produces a wide fluctuation in pollution levels. 

The Equivalent Salt Deposit Density (ESDD) describes the level of contamination in an area. Equivalent 
Salt Deposit Density is measured by periodically washing down the pollution from selected insulators 
using distilled water. The resistivity of the water is measured and the amount of salt that produces the 
same resistivity is calculated. The obtained mg value of salt is divided by the surface area of the insulator. This 
number is the ESDD. The pollution severity of a site is 


described by the average ESDD value, which is deter- TABLE 4.2 _ Site Severity (IEEE Definitions) 


mined by several measurements. Description ESDD (mg/cm?) 
Table 4.2 shows the criteria for defining site severity. Jey light ine 
The contamination level is light or very light in most Light 0.03-0.06 
parts of the U.S. and Canada. Only the seashores and Moderate 0.06-0.1 
heavily industrialized regions experience heavy pollution. Heavy <0.1 
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TABLE 4.3 Typical Sources of Pollution 


Pollution Type Source of Pollutant Deposit Characteristics Area 

Rural areas Soil dust High resitivity layer, effective rain washing _—_ Large areas 

Desert Sand Low resistivity Large areas 

Coastal area Sea salt Very low resistivity, easily washed by rain 10-20 km from the sea 

Industrial Steel mill, coke plants, High conductivity, extremely difficult to Localized to the plant area 
chemical plants, gene- remove, insoluble 
rating stations, quarries 

Mixed Industry, highway, desert Very adhesive, medium resistivity Localized to the plant area 


Typically, the pollution level is very high in Florida and on the southern coast of California. Heavy 
industrial pollution occurs in the industrialized areas and near large highways. Table 4.3 gives a summary 
of the different sources of pollution. 

The flashover voltage of polluted insulators has been measured in laboratories. The correlation between 
the laboratory results and field experience is weak. The test results provide guidance, but insulators are 
selected using practical experience. 


Altitude 

The insulator’s flashover voltage is reduced as altitude increases. Above 1500 feet, an increase in the 
number of insulators should be considered. A practical rule is a 3% increase of clearance or insulator 
strings’ length per 1000 ft as the elevation increases. 


Mechanical Stresses 


Suspension insulators need to carry the weight of the conductors and the weight of occasional ice and 
wind loading. 

In northern areas and in higher elevations, insulators and lines are frequently covered by ice in the 
winter. The ice produces significant mechanical loads on the conductor and on the insulators. The 
transmission line insulators need to support the conductor’s weight and the weight of the ice in the 
adjacent spans. This may increase the mechanical load by 20-50%. 

The wind produces a horizontal force on the line conductors. This horizontal force increases the 
mechanical load on the line. The wind-force-produced load has to be added vectorially to the weight- 
produced forces. The design load will be the larger of the combined wind and weight, or ice and wind load. 

The dead-end insulators must withstand the longitudinal load, which is higher than the simple weight 
of the conductor in the half span. 

A sudden drop in the ice load from the conductor produces large-amplitude mechanical oscillations, 
which cause periodic oscillatory insulator loading (stress changes from tension to compression and back). 

The insulator’s one-minute tension strength is measured and used for insulator selection. In addition, 
each cap-and-pin or ball-and-socket insulator is loaded mechanically for one minute and simultaneously 
energized. This mechanical and electrical (M&E) value indicates the quality of insulators. The maximum 
load should be around 50% of the M&E load. 

The Bonneville Power Administration uses the following practical relation to determine the required 
M8E rating of the insulators. 


1. M&E > 5* Bare conductor weight/span 

2. M&E > Bare conductor weight + Weight of 3.81 cm (1.5 in) of ice on the conductor (3 lb/sq ft) 

3. M&E > 2* (Bare conductor weight + Weight of 0.63 cm (1/4 in) of ice on the conductor and 
loading from a wind of 1.8 kg/sq ft (4 lb/sq ft) 


The required M&E value is calculated from all equations above and the largest value is used. 
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FIGURE 4.25 Cross-section of a standard ball-and-socket insulator. 


Ceramic (Porcelain and Glass) Insulators 
Materials 


Porcelain is the most frequently used material for insulators. Insulators are made of wet, processed 
porcelain. The fundamental materials used are a mixture of feldspar (35%), china clay (28%), flint (25%), 
ball clay (10%), and talc (2%). The ingredients are mixed with water. The resulting mixture has the 
consistency of putty or paste and is pressed into a mold to form a shell of the desired shape. The alternative 
method is formation by extrusion bars that are machined into the desired shape. The shells are dried 
and dipped into a glaze material. After glazing, the shells are fired in a kiln at about 1200°C. The glaze 
improves the mechanical strength and provides a smooth, shiny surface. After a cooling-down period, 
metal fittings are attached to the porcelain with Portland cement. 

Toughened glass is also frequently used for insulators. The melted glass is poured into a mold to form 
the shell. Dipping into hot and cold baths cools the shells. This thermal treatment shrinks the surface of 
the glass and produces pressure on the body, which increases the mechanical strength of the glass. Sudden 
mechanical stresses, such as a blow by a hammer or bullets, will break the glass into small pieces. The 
metal end-fitting is attached by alumina cement. 


Insulator Strings 


Most high-voltage lines use ball-and-socket-type porcelain or toughened glass insulators. These are also 
referred to as “cap and pin.” The cross section of a ball-and-socket-type insulator is shown in Fig. 4.25. 
The porcelain skirt provides insulation between the iron cap and steel pin. The upper part of the porcelain 
is smooth to promote rain washing and cleaning of the surface. The lower part is corrugated, which 
prevents wetting and provides a longer protected leakage path. Portland cement attaches the cup and pin. 
Before the application of the cement, the porcelain is sandblasted to generate a rough surface. A thin 
expansion layer (e.g., bitumen) covers the metal surfaces. The loading compresses the cement and provides 
high mechanical strength. The basic technical data of a standard ball-and-socket insulator is as follows: 


TABLE 4.4 Technical Data of a Standard Insulator 


Diameter 25.4 cm (10 in.) 
Spacing 14.6 cm (5-3/4 in.) 
Leakage distance 305 cm (12 ft) 
Typical operating voltage 10 kV 

Mechanical strength 75 kN (15 klb) 
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FIGURE 4.26 Insulator string: (a) clevis type, (b) ball-and-socket type. 


(b) 


FIGURE 4.27 Standard and fog-type insulators. (Courtesy of Sediver, Inc., Nanterre Cedex, France.) 


The metal parts are designed to fail before the porcelain fails as the mechanical load increases. This 


acts as a mechanical fuse protecting the tower structure. 


The ball-and-socket insulators are attached to each other by inserting the ball in the socket and securing 
the connection with a locking key. Several insulators are connected together to form an insulator string. 
Figure 4.26 shows a ball-and-socket insulator string and the clevis-type string, which is used less fre- 


quently for transmission lines. 

Fog-type, long leakage distance insulators are used in polluted 
areas, close to the ocean, or in industrial environments. Figure 4.27 
shows representative fog-type insulators, the mechanical strength 
of which is higher than standard insulator strength. As an example, 
a6 1/2 X 12 1/2 fog-type insulator is rated to 180 kN (40 klb) and 
has a leakage distance of 50.1 cm (20 in.). 

Insulator strings are used for high-voltage transmission lines 
and substations. They are arranged vertically on support towers 
and horizontally on dead-end towers. Table 4.5 shows the typical 
number of insulators used by utilities in the U.S. and Canada in 
lightly polluted areas. 
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TABLE 4.5 Typical Number of 
Standard (5-1/4 ft x 10 in.) 
Insulators at Different Voltage Levels 


Line Voltage Number of 
(kV) Standard Insulators 
69 4-6 
115 7-9 
138 8-10 
230 12 
287 15 
345 18 
500 24 
765 30-35 


Post-Type Insulators 


Post-type insulators are used for medium- and low-voltage transmis- 
sion lines, where insulators replace the cross-arm (Fig. 4.23). However, 
the majority of post insulators are used in substations where insulators 
support conductors, bus bars, and equipment. A typical example is 
the interruption chamber of a live tank circuit breaker. Typical post- 
type insulators are shown in Fig. 4.28. 

Older post insulators are built somewhat similar to cap-and-pin 
insulators, but with hardware that permits stacking of the insulators 
to form a high-voltage unit. These units can be found in older stations. 
Modern post insulators consist of a porcelain column, with weather 
skirts or corrugation on the outside surface to increase leakage dis- 
tance. For indoor use, the outer surface is corrugated. For outdoor 
use, a deeper weather shed is used. The end-fitting seals the inner part 
of the tube to prevent water penetration. Figure 4.28 shows a repre- 
sentative unit used at a substation. Equipment manufacturers use the 
large post-type insulators to house capacitors, fiber-optic cables and 
electronics, current transformers, and operating mechanisms. In some 
cases, the insulator itself rotates and operates disconnect switches. 

Post insulators are designed to carry large compression loads, 
smaller bending loads, and small tension stresses. 


Long Rod Insulators 


The long rod insulator is a porcelain rod with an outside weather shed 
and metal end fittings. The long rod is designed for tension load and 
is applied on transmission lines in Europe. Figure 4.29 shows a typical 
long rod insulator. These insulators are not used in the U.S. because 
vandals may shoot the insulators, which will break and cause outages. 
The main advantage of the long rod design is the elimination of metal 
parts between the units, which reduces the insulator’s length. 


Nonceramic (Composite) Insulators 


Nonceramic insulators use polymers instead of porcelain. High-volt- 
age composite insulators are built with mechanical load-bearing fiber- 
glass rods, which are covered by polymer weather sheds to assure high 
electrical strength. 

The first insulators were built with bisphenol epoxy resin in the 
mid-1940s and are still used in indoor applications. Cycloaliphatic 
epoxy resin insulators were introduced in 1957. Rods with weather 
sheds were molded and cured to form solid insulators. These insula- 
tors were tested and used in England for several years. Most of them 
were exposed to harsh environmental stresses and failed. However, 
they have been successfully used indoors. The first composite insula- 
tors, with fiberglass rods and rubber weather sheds, appeared in the 
mid-1960s. The advantages of these insulators are: 


+ Lightweight, which lowers construction and transportation 
costs. 


* More vandalism resistant. 
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FIGURE 4.28 Post insulators. 
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FIGURE 4.29 Long rod insulator. 


+ Higher strength-to-weight ratio, allowing longer design spans. 
+ Better contamination performance. 
+ Improved transmission line aesthetics, resulting in better public acceptance of a new line. 


However, early experiences were discouraging because several failures were observed during operation. 
Typical failures experienced were: 


+ Tracking and erosion of the shed material, which led to pollution and caused flashover. 

* Chalking and crazing of the insulator’s surface, which resulted in increased contaminant collection, 
arcing, and flashover. 

* Reduction of contamination flashover strength and subsequent increased contamination-induced 
flashover. 

+ Deterioration of mechanical strength, which resulted in confusion in the selection of mechanical 
line loading. 


Loosening of end fittings. 
+ Bonding failures and breakdowns along the rod-shed interface. 
+ Water penetration followed by electrical failure. 


As a consequence of reported failures, an extensive research effort led to second- and third-generation 
nonceramic transmission line insulators. These improved units have tracking free sheds, better corona 
resistance, and slip-free end fittings. A better understanding of failure mechanisms and of mechanical 
strength-time dependency has resulted in newly designed insulators that are expected to last 20-30 years. 
Increased production quality control and automated manufacturing technology has further improved 
the quality of these third-generation nonceramic transmission line insulators. 


Composite Suspension Insulators 


A cross-section of a third-generation composite insulators is shown in Fig. 4.30. The major components 
of a composite insulator are: 


End fittings 

* Corona ring(s) 

* Fiberglass-reinforced plastic rod 

* Interface between shed and sleeve 
* Weather shed 


End Fittings 

End fittings connect the insulator to a tower or conductor. It is a heavy metal tube with an oval eye, 
socket, ball, tongue, and a clevis ending. The tube is attached to a fiberglass rod. The duty of the end 
fitting is to provide a reliable, non-slip attachment without localized stress in the fiberglass rod. Different 
manufacturers use different technologies. Some methods are: 


1. The ductile galvanized iron-end fitting is wedged and glued with epoxy to the rod. 

2. The galvanized forged steel-end fitting is swaged and compressed to the rod. 

3. The malleable cast iron, galvanized forged steel, or aluminous bronze-end fitting is attached to 
the rod by controlled swaging. The material is selected according to the corrosion resistance 
requirement. The end fitting coupling zone serves as a mechanical fuse and determines the strength 
of the insulator. 

4. High-grade forged steel or ductile iron is crimped to the rod with circumferential compression. 


The interface between the end fitting and the shed material must be sealed to avoid water penetration. 
Another technique, used mostly in distribution insulators, involves the weather shed overlapping the end 
fitting. 
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FIGURE 4.30 Cross-section of a typical composite insulator. (Toughened Glass Insulators. Sediver, Inc., Nanterre 
Cedex, France. With permission.) 


Corona Ring(s) 

Electrical field distribution along a nonceramic insulator is nonlinear and produces very high electric 
fields near the end of the insulator. High fields generate corona and surface discharges, which are the 
source of insulator aging. Above 230 kV, each manufacturer recommends aluminum corona rings be 
installed at the line end of the insulator. Corona rings are used at both ends at higher voltages (>500 kV). 


Fiberglass-Reinforced Plastic Rod 

The fiberglass is bound with epoxy or polyester resin. Epoxy produces better-quality rods but polyester 
is less expensive. The rods are manufactured in a continuous process or in a batch mode, producing the 
required length. The even distribution of the glass fibers assures equal loading, and the uniform impreg- 
nation assures good bonding between the fibers and the resin. To improve quality, some manufacturers 
use E-glass to avoid brittle fractures. Brittle fracture can cause sudden shattering of the rod. 
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Interfaces Between Shed and Fiberglass Rod 

Interfaces between the fiberglass rod and weather shed should have no voids. This requires an appropriate 
interface material that assures bonding of the fiberglass rod and weather shed. The most frequently used 
techniques are: 


1. The fiberglass rod is primed by an appropriate material to assure the bonding of the sheds. 

2. Silicon rubber or ethylene propylene diene monomer (EPDM) sheets are extruded onto the 
fiberglass rod, forming a tube-like protective covering. 

3. The gap between the rod and the weather shed is filled with silicon grease, which eliminates voids. 


Weather Shed 
All high-voltage insulators use rubber weather sheds installed on fiberglass rods. The interface between 
the weather shed, fiberglass rod, and the end fittings are carefully sealed to prevent water penetration. 
The most serious insulator failure is caused by water penetration to the interface. 

The most frequently used weather shed technologies are: 


1. Ethylene propylene copolymer (EPM) and silicon rubber alloys, where hydrated-alumina fillers 
are injected into a mold and cured to form the weather sheds. The sheds are threaded to the 
fiberglass rod under vacuum. The inner surface of the weather shed is equipped with O-ring type 
grooves filled with silicon grease that seals the rod-shed interface. The gap between the end-fittings 
and the sheds is sealed by axial pressure. The continuous slow leaking of the silicon at the weather 
shed junctions prevents water penetration. 

2. High-temperature vulcanized silicon rubber (HTV) sleeves are extruded on the fiberglass surface 
to form an interface. The silicon rubber weather sheds are injection-molded under pressure and 
placed onto the sleeved rod at a predetermined distance. The complete subassembly is vulcanized 
at high temperatures in an oven. This technology permits the variation of the distance between 
the sheds. 

3. The sheds are directly injection-molded under high pressure and high temperature onto the 
primed rod assembly. This assures simultaneous bonding to both the rod and the end-fittings. 
Both EPDM and silicon rubber are used. This one-piece molding assures reliable sealing against 
moisture penetration. 

4, One piece of silicon or EPDM rubber shed is molded directly to the fiberglass rod. The rubber 
contains fillers and additive agents to prevent tracking and erosion. 


Composite Post Insulators 


The construction and manufacturing method of post insulators is similar to that of suspension insulators. 
The major difference is in the end fittings and the use of a larger diameter fiberglass rod. The latter is 
necessary because bending is the major load on these insulators. The insulators are flexible, which permits 
bending in case of sudden overload. A typical post-type insulator used for 69-kV lines is shown in 
Fig. 4.31, 

Post-type insulators are frequently used on transmission lines. Development of station-type post 
insulators has just begun. The major problem is the fabrication of high strength, large diameter fiberglass 
tubes and sealing of the weather shed. 


Insulator Failure Mechanism 


Porcelain Insulators 


Cap-and-pin porcelain insulators are occasionally destroyed by direct lightning strikes, which generate 
a very steep wave front. Steep-front waves break down the porcelain in the cap, cracking the porcelain. 
The penetration of moisture results in leakage currents and short circuits of the unit. 

Mechanical failures also crack the insulator and produce short circuits. The most common cause is 
water absorption by the Portland cement used to attach the cap to the porcelain. Water absorption 
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FIGURE 4.31 Post-type composite insulator. (Toughened Glass Insulators. Sediver, Inc., Nanterre Cedex, France. 
With permission.) 


expands the cement, which in turn cracks the porcelain. This reduces the mechanical strength, which 
may cause separation and line dropping. 

Short circuits of the units in an insulator string reduce the electrical strength of the string, which may 
cause flashover in polluted conditions. 

Glass insulators use alumina cement, which reduces water penetration and the head-cracking problem. 
A great impact, such as a bullet, can shatter the shell, but will not reduce the mechanical strength of the 
unit. 

The major problem with the porcelain insulators is pollution, which may reduce the flashover voltage 
under the rated voltages. Fortunately, most areas of the U.S. are lightly polluted. However, some areas 
with heavy pollution experience flashover regularly. 


Insulator Pollution 


Insulation pollution is a major cause of flashovers and of long-term service interruptions. Lightning- 
caused flashovers produce short circuits. The short circuit current is interrupted by the circuit breaker 
and the line is reclosed successfully. The line cannot be successfully reclosed after pollution-caused 
flashover because the contamination reduces the insulation’s strength for a long time. Actually, the 
insulator must dry before the line can be reclosed. 


Ceramic Insulators 
Pollution-caused flashover is an involved process that begins with the pollution source. Some sources of 
pollution are: salt spray from an ocean, salt deposits in the winter, dust and rubber particles during the 
summer from highways and desert sand, industrial emissions, engine exhaust, fertilizer deposits, and 
generating station emissions. Contaminated particles are carried in the wind and deposited on the 
insulator’s surface. The speed of accumulation is dependent upon wind speed, line orientation, particle 
size, material, and insulator shape. Most of the deposits lodge between the insulator’s ribs and behind 
the cap because of turbulence in the airflow in these areas (Fig. 4.32). 

The deposition is continuous, but is interrupted by occasional rain. Rain washes the pollution away 
and high winds clean the insulators. The top surface is cleaned more than the ribbed bottom. The 
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FIGURE 4.32 Deposit accumulation. (Application Guide for Composite Suspension Insulators. Sediver, Inc., York, 
SC, 1993. With permission.) 


horizontal and V strings are cleaned better by the rain than the I strings. The deposit on the insulator 
forms a well-dispersed layer and stabilizes around an average value after longer exposure times. However, 
this average value varies with the changing of the seasons. 

Fog, dew, mist, or light rain wets the pollution deposits and forms a conductive layer. Wetting is 
dependent upon the amount of dissolvable salt in the contaminant, the nature of the insoluble material, 
duration of wetting, surface conditions, and the temperature difference between the insulator and its 
surroundings. At night, the insulators cool down with the low night temperatures. In the early morning, 
the air temperature begins increasing, but the insulator’s temperature remains constant. The temperature 
difference accelerates water condensation on the insulator’s surface. Wetting of the contamination layer 
starts leakage currents. 

Leakage current density depends upon the shape of the insulator’s sur- 
face. Generally, the highest current density is around the pin. The current 
heats the conductive layer and evaporates the water at the areas with high 
current density. This leads to the development of dry bands around the pin. 
The dry bands modify the voltage distribution along the surface. Because 
of the high resistance of the dry bands, it is across them that most of the 
voltages will appear. The high voltage produces local arcing. Short arcs 
(Fig. 4.33) will bridge the dry bands. 

Leakage current flow will be determined by the voltage drop of the arcs 
and by the resistance of the wet layer in series with the dry bands. The arc 
length may increase or decrease, depending on the layer resistance. Because FIGURE 4.33. D ry-band 
of the large layer resistance, the arc first extinguishes, but further wetting arcing. (Application Guide for 
reduces the resistance, which leads to increases in arc length. In adverse Composite Suspension Insula- 
conditions, the level of contamination is high and the layer resistance _ tors. Sediver, Inc., York, SC, 
becomes low because of intensive wetting. After several arcing periods, the 1993. With permission.) 
length of the dry band will increase and the arc will extend across the 
insulator. This contamination causes flashover. 

In favorable conditions when the level of contamination is low, layer resistance is high and arcing 


continues until the sun or wind dries the layer and stops the arcing. Continuous arcing is harmless for 
ceramic insulators, but it ages nonceramic and composite insulators. 

The mechanism described above shows that heavy contamination and wetting may cause insulator 
flashover and service interruptions. Contamination in dry conditions is harmless. Light contamination 
and wetting causes surface arcing and aging of nonceramic insulators. 
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Nonceramic Insulators 
Nonceramic insulators have a dirt and water repellent (hydrophobic) surface that reduces pollution 
accumulation and wetting. The different surface properties slightly modify the flashover mechanism. 

Contamination buildup is similar to that in porcelain insulators. However, nonceramic insulators tend 
to collect less pollution than ceramic insulators. The difference is that in a composite insulator, the 
diffusion of low-molecular-weight silicone oil covers the pollution layer after a few hours. Therefore, the 
pollution layer will be a mixture of the deposit (dust, salt) and silicone oil. A thin layer of silicone oil, 
which provides a hydrophobic surface, will also cover this surface. 

Wetting produces droplets on the insulator’s hydrophobic surface. Water slowly migrates to the pol- 
lution and partially dissolves the salt in the contamination. This process generates high resistivity in the 
wet region. The connection of these regions starts leakage current. The leakage current dries the surface 
and increases surface resistance. The increase of surface resistance is particularly strong on the shaft of 
the insulator where the current density is higher. 

Electrical fields between the wet regions increase. These high electrical fields produce spot discharges 
on the insulator’s surface. The strongest discharge can be observed at the shaft of the insulator. This 
discharge reduces hydrophobicity, which results in an increase of wet regions and an intensification of 
the discharge. At this stage, dry bands are formed at the shed region. In adverse conditions, this phe- 
nomenon leads to flashover. However, most cases of continuous arcing develop as the wet and dry regions 
move on the surface. 

The presented flashover mechanism indicates that surface wetting is less intensive in nonceramic insu- 
lators. Partial wetting results in higher surface resistivity, which in turn leads to significantly higher 
flashover voltage. However, continuous arcing generates local hot spots, which cause aging of the insulators. 


Effects of Pollution 


The flashover mechanism indicates that pollution reduces flashover voltage. The severity of flashover 
voltage reduction is shown in Fig. 4.34. This figure shows the surface electrical stress (field), which causes 
flashover as a function of contamination, assuming that the insulators are wet. This means that the salt 
in the deposit is completely dissolved. The Equivalent Salt Deposit Density (ESDD) describes the level 
of contamination. 
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FIGURE 4.34 Surface electrical stress vs. ESDD of fully wetted insulators (laboratory test results). (Application 
Guide for Composite Suspension Insulators. Sediver, Inc., York, SC, 1993. With permission.) 
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TABLE4.6 Number of Standard Insulators for Contaminated Areas 


System Voltage Level of Contamination 


kV Very light Light Moderate Heavy 
138 6/6 8/7 9/7 11/8 

230 11/10 14/12 16/13 19/15 
345 16/15 21/17 24/19 29/22 
500 25/22 32/27 37/29 44/33 
765 36/32 47/39 53/42 64/48 


Note: First number is for I-string; second number is for V-string. 


These results show that the electrical stress, which causes flashover, decreases by increasing the level 
of pollution on all of the insulators. This figure also shows that nonceramic insulator performance is 
better than ceramic insulator performance. The comparison between EPDM and silicone shows that 
flashover performance is better for the latter. 

Table 4.6 shows the number of standard insulators required in contaminated areas. This table can be 
used to select the number of insulators, if the level of contamination is known. 

Pollution and wetting cause surface discharge arcing, which is harmless on ceramic insulators, but 
produces aging on composite insulators. Aging is a major problem and will be discussed in the next 
section. 


Composite Insulators 


The Electric Power Research Institute (EPRI) conducted a survey analyzing the cause of composite 
insulator failures and operating conditions. The survey was based on the statistical evaluation of failures 
reported by utilities. 

Results show that a majority of insulators (48%) are subjected to very light pollution and only 7% 
operate in heavily polluted environments. Figure 4.35 shows the typical cause of composite insulator 
failures. The majority of failures are caused by deterioration and aging. Most electrical failures are caused 
by water penetration at the interface, which produces slow tracking in the fiberglass rod surface. This 
tracking produces a conduction path along the fiberglass surface and leads to internal breakdown of the 
insulator. Water penetration starts with corona or erosion-produced cuts, holes on the weather shed, or 
mechanical load-caused separation of the end-fitting and weather shed interface. 
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Cause of Failure 


FIGURE 4.35 Cause of composite insulator failure. (Schneider et al., Nonceramic insulators for transmission lines, 
IEEE Transaction on Power Delivery, 4(4), 2214-2221, April, 1989.) 
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Most of the mechanical failures are caused by breakage of the fiberglass rods in the end fitting. This 
occurs because of local stresses caused by inappropriate crimping. Another cause of mechanical failures 
is brittle fracture. Brittle fracture is initiated by the penetration of water containing slight acid from 
pollution. The acid may be produced by electrical discharge and acts as a cathalizator, attacking the bonds 
and the glass fibers to produce a smooth fracture. The brittle fractures start at high mechanical stress 
points, many times in the end fitting. 


Aging of Composite Insulators 


Most technical work concentrates on the aging of nonceramic insulators and the development of test 
methods that simulate the aging process. Transmission lines operate in a polluted atmosphere. Inevitably, 
insulators will become polluted after several months in operation. Fog and dew cause wetting and produce 
uneven voltage distribution, which results in surface discharge. Observations of transmission lines at 
night by a light magnifier show that surface discharge occurs in nearly every line in wet conditions. UV 
radiation and surface discharge cause some level of deterioration after long-term operation. These are 
the major causes of aging in composite insulators which also lead to the uncertainty of an insulator’s 
life span. If the deterioration process is slow, the insulator can perform well for a long period of time. 
This is true of most locations in the U.S. and Canada. However, in areas closer to the ocean or areas 
polluted by industry, deterioration may be accelerated and insulator failure may occur after a few years 
of exposure. Surveys indicate that some insulators operate well for 18-20 years and others fail after a 
few months. An analysis of laboratory data and literature surveys permit the formulation of the following 
aging hypothesis: 


1. Wind drives dust and other pollutants into the composite insulator’s water-repellent surface. The 
combined effects of mechanical forces and UV radiation produces slight erosion of the surface, 
increasing surface roughness and permitting the slow buildup of contamination. 

2. Diffusion drives polymers out of the bulk skirt material and embeds the contamination. A thin 
layer of polymer will cover the contamination, assuring that the surface maintains hydrophobicity. 

3. High humidity, fog, dew, or light rain produce droplets on the hydrophobic insulator surface. 
Droplets may roll down from steeper areas. In other areas, contaminants diffuse through the thin 
polymer layer and droplets become conductive. 

4. Contamination between the droplets is wetted slowly by the migration of water into the dry 
contaminant. This generates a high resistance layer and changes the leakage current from capacitive 
to resistive. 

5. The uneven distribution and wetting of the contaminant produces an uneven voltage stress 
distribution along the surface. Corona discharge starts around the droplets at the high stress areas. 
Additional discharge may occur between the droplets. 

6. The discharge consumes the thin polymer layer around the droplets and destroys hydrophobicity. 

7. The deterioration of surface hydrophobicity results in dispersion of droplets and the formation 
of a continuous conductive layer in the high stress areas. This increases leakage current. 

8. Leakage current produces heating, which initiates local dry band formation. 

9. At this stage, the surface consists of dry regions, highly resistant conducting surfaces, and hydro- 
phobic surfaces with conducting droplets. The voltage stress distribution will be uneven on this 
surface. 

10. Uneven voltage distribution produces arcing and discharges between the different dry bands. These 
cause further surface deterioration, loss of hydrophobicity, and the extension of the dry areas. 

11. Discharge and local arcing produces surface erosion, which ages the insulator’s surface. 

12. A change in the weather, such as the sun rising, reduces the wetting. As the insulator dries, the 
discharge diminishes. 

13. The insulator will regain hydrophobicity if the discharge-free dry period is long enough. Typically, 
silicon rubber insulators require 6-8 h; EPDM insulators require 12-15 h to regain hydrophobicity. 
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14. Repetition of the described procedure produces erosion on the surface. Surface roughness increases 
and contamination accumulation accelerates aging. 

15. Erosion is due to discharge-initiated chemical reactions and a rise in local temperature. Surface 
temperature measurements, by temperature indicating point, show local hot-spot temperatures 
between 260°C and 400°C during heavy discharge. 


The presented hypothesis is supported by the observation that the insulator life spans in dry areas are 
longer than in areas with a wetter climate. Increasing contamination levels reduce an insulator’s life span. 
The hypothesis is also supported by observed beneficial effects of corona rings on insulator life. 

DeTourreil et al. (1990) reported that aging reduces the insulator’s contamination flashover voltage. 
Different types of insulators were exposed to light natural contamination for 36—42 months at two different 
sites. The flashover voltage of these insulators was measured using the “quick flashover salt fog” technique, 
before and after the natural aging. The quick flashover salt fog procedure subjects the insulators to salt 
fog (80 kg/m’ salinity). The insulators are energized and flashed over 5—10 times. Flashover was obtained 
by increasing the voltage in 3% steps every 5 min from 90% of the estimated flashover value until flashover. 
The insulators were washed, without scrubbing, before the salt fog test. The results show that flashover 
voltage on the new insulators was around 210 kV and the aged insulators flashed over around 184-188 kV. 
The few years of exposure to light contamination caused a 10-15% reduction of salt fog flashover voltage. 

Natural aging and a follow-up laboratory investigation indicated significant differences between the 
performance of insulators made by different manufacturers. Natural aging caused severe damage on some 
insulators and no damage at all on others. 


Methods for Improving Insulator Performance 


Contamination caused flashovers produce frequent outages in severely contaminated areas. Lines closer 
to the ocean are in more danger of becoming contaminated. Several countermeasures have been proposed 
to improve insulator performance. The most frequently used methods are: 


1. Increasing leakage distance by increasing the number of units or by using fog-type insulators. 
The disadvantages of the larger number of insulators are that both the polluted and the impulse 
flashover voltages increase. The latter jeopardizes the effectiveness of insulation coordination 
because of the increased strike distance, which increases the overvoltages at substations. 

2. Application insulators are covered with a semiconducting glaze. A constant leakage current flows 
through the semiconducting glaze. This current heats the insulator’s surface and reduces the 
moisture of the pollution. In addition, the resistive glaze provides an alternative path when dry 
bands are formed. The glaze shunts the dry bands and reduces or eliminates surface arcing. The 
resistive glaze is exceptionally effective near the ocean. 

3. Periodic washing of the insulators with high-pressure water. The transmission lines are washed 
by a large truck carrying water and pumping equipment. Trained personnel wash the insulators 
by aiming the water spray toward the strings. Substations are equipped with permanent washing 
systems. High-pressure nozzles are attached to the towers and water is supplied from a central 
pumping station. Safe washing requires spraying large amounts of water at the insulators in a 
short period of time. Fast washing prevents the formation of dry bands and pollution-caused 
flashover. However, major drawbacks of this method include high installation and operational 
costs. 

4. Periodic cleaning of the insulators by high pressure driven abrasive material, such as ground 
corn cobs or walnut shells. This method provides effective cleaning, but cleaning of the residual 
from the ground is expensive and environmentally undesirable. 

5. Replacement of porcelain insulators with nonceramic insulators. Nonceramic insulators have 
better pollution performance, which eliminates short-term pollution problems at most sites. 
However, insulator aging may affect the long-term performance. 


© 2001 CRC Press LLC 


6. Covering the insulators with a thin layer of room-temperature vulcanized (RTV) silicon rubber 
coating. This coating has a hydrophobic and dirt-repellent surface, with pollution performance 
similar to nonceramic insulators. Aging causes erosion damage to the thin layer after 5-10 years 
of operation. When damage occurs, it requires surface cleaning and a reapplication of the coating. 
Cleaning by hand is very labor intensive. The most advanced method is cleaning with high pressure 
driven abrasive materials like ground corn cobs or walnut shells. The coating is sprayed on the 
surface using standard painting techniques. 

7. Covering the insulators with a thin layer of petroleum or silicon grease. Grease provides a 
hydrophobic surface and absorbs the pollution particles. After one or two years of operation, the 
grease saturates the particles and it must be replaced. This requires cleaning of the insulator and 
application of the grease, both by hand. Because of the high cost and short life span of the grease, 
it is not used anymore. 
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4.4 Transmission Line Construction and Maintenance 


Wilford Caulkins and Kristine Buchholz 


The information herein was derived from personal observation and participation in the construction of 
overhead transmission lines for over 35 years. Detailed information, specific tools and equipment have 
been provided previously and are available in IEEE Standard 524-1992 and IEEE Standard 524A-1993. 

The purpose of this section is to give a general overview of the steps that are necessary in the planning 
and construction of a typical overhead transmission line, to give newcomers to the trade a general format 
to follow, and assist transmission design engineers in understanding how such lines are built. 

Stringing overhead conductors in transmission is a very specialized type of construction requiring 
years of experience, as well as equipment and tools that have been designed, tried, and proven to do the 
work. Because transmission of electrical current is normally at higher voltages (69 kV and above), 
conductors must be larger in diameter and span lengths must be longer than in normal distribution. 
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Although proximity to other energized lines may be limited on the right-of-way, extra care must be 
exercised to protect the conductor so that when energized, power loss and corona are not a problem. 
There are four methods that can be used to install overhead transmission conductors: 


Slack stringing 
Semi-tension stringing 
Full-tension stringing 
4. Helicopter stringing 


Pes 


Slack stringing can only be utilized if it is not necessary to keep the conductor off of the ground, and 
if no energized lines lie beneath the line being strung. In this method the pulling lines are pulled out on 
the ground, threaded through the stringing blocks, and the conductor is pulled in with less tension than 
is required to keep it off the ground. This is not considered to be an acceptable method when demands 
involve maximum utilization of transmission requirements. 

Semi-tension methods are merely an upgrading of slack stringing, but do not necessarily keep the 
conductor completely clear of the ground, or the lines used to pull. 

Full-tension stringing is a method of installing the conductors and overhead groundwire in which 
sufficient pulling capabilities on one end and tension capabilities on the other, keep the wires clear of 
any obstacles during the movement of the conductor from the reel to its final sag position. This ensures 
that these current-carrying cables are “clipped” into the support clamps in the best possible condition, 
which is the ultimate goal of the work itself. 

Stringing with helicopters, which is much more expensive per hour of work, can be much less expensive 
when extremely arduous terrain exists along the right-of-way and when proper pre-planning is utilized. 
Although pulling conductors themselves with a helicopter can be done, it is limited and normally not 
practical. Maximum efficiency can be achieved when structures are set and pilot lines are pulled with 
the helicopter, and then the conductor stringing is done in a conventional manner. Special tools (such 
as stringing blocks) are needed if helicopters are used. 

So that maximum protection of the conductor is realized and maximum safety of personnel is attained, 
properly designed and constructed tools and equipment are tantamount to a successful job. Because the 
initial cost of these tools and equipment represent such a small percentage of the overall cost of the 
project, the highest quality should be used, thus minimizing “down time” and possible failure during 
the course of construction. 


Tools 


Basic tools needed to construct overhead transmission lines are as follows: 


e 


Conductor blocks 
Overhead groundwire blocks 
Catch-off blocks 
Sagging blocks 

Pulling lines 

Pulling grips 

Catch-off grips 

Swivels 

Running boards 
Conductor lifting hooks 
11. Hold-down blocks 
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Conductor blocks are made in the following configurations: 


1. Single conductor 

2. Multiple conductor 

3. Multiversal type (can be converted from bundle to single, and vice versa) 
4. Helicopter 
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Conductor blocks should be large enough to properly accommodate the conductor and be lined with 
a resilient liner such as neoprene or polyurethane and constructed of lightweight, high-strength materials. 
Sheaves should be mounted on anti-friction ball bearings to reduce the tension required in stringing and 
facilitate proper sagging. Conductor blocks are available for stringing single conductors or multiple 
conductors. Some are convertible, thus enhancing their versatility. When stringing multiple conductors, 
it is desirable to pull all conductors with a single pulling line so that all conductors in the bundle have 
identical tension history. The running board makes this possible. Pulling lines are divided into two 
categories: 


1. Steel cable 
2. Synthetic rope 


Because of the extra high tension required in transmission line construction, steel pulling lines and 
pilot lines are most practical to use. Torque-resistant, stranded, and swagged cable are used so that ball 
bearing swivels can be utilized to prevent torque buildup from being transferred to the conductor. Some 
braided or woven steel cables are also used. If synthetic ropes are utilized, the most important features 
should include: 


No torque 

Very minimum elongation 
No “kinking” 

Easily spliced 

High strength/small diameter 
Excellent dielectric properties 
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Stringing overhead groundwires does not normally require the care of current-carrying conductors. 
Most overhead groundwires are stranded steel construction and the use of steel wire with a fiber-optic 
core for communications has become a common practice. Special care should be taken to ensure that 
excessive bending does not occur when erecting overhead groundwires with fiber-optic centers, such as 
OPT-GW (Optical Power Telecommunications — Ground Wire) and ADSS (All Dielectric Self-Support- 
ing Cable). Special instructions are available from the manufacturer, which specify minimum sheave and 
bullwheel diameter for construction. OPT-GW should be strung using an antirotational device to prevent 
the cable from twisting. 


Equipment 


Pullers are used to bring in the main pulling line. Multidrum pullers, called pilot line winders, are used 
to tension string the heavy pulling cable. 

Primary pullers are used to tension string the conductors. These pullers are either drum type or 
bullwheel type. The drum type is used more extensively in many areas of North America because the 
puller and pulling cable are stored on one piece of equipment, but it is not practical in other areas because 
it is too heavy. Thus, the bullwheel type is used allowing the puller and pulling cable to be separated 
onto two pieces of equipment. Also, the pulling cable can be separated into shorter lengths to allow easier 
handling, especially if manual labor is preferred. 

Tensioners should be bullwheel type using multigroove wheels for more control. Although V groove 
machines are used on some lighter, smaller conductors, they are not recommended in transmission work 
because of the crushing effect on the conductor. Tensioners are either mounted on a truck or trailer. 

Reel stands are used to carry the heavy reels of conductor and are equipped with brakes to hold “tailing 
tension” on the conductor as it is fed into the bullwheel tensioner. These stands are usually mounted on 
a trailer separated from the tensioner. 

Helicopters are normally used to fly in a light line which can be used to pull in the heavier cable. 
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Procedures 


Once the right-of-way has been cleared, the following are normal steps taken in construction: 


Framing 

Pulling 

Pulling overhead groundwire up to sag and installation 
Pulling in main line with pilot line 

Stringing conductors 

Sagging conductors 

Clipping in conductors 

Installing spacer or spacer dampers where applicable 
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Framing normally consists of erecting poles, towers, or other structures, including foundations and 
anchors on guyed structures. It is desirable for the stringing blocks to be installed, with finger lines, on 
the ground before structures are set, to eliminate an extra climb later. Helicopters are used to set structures, 
especially where rough terrain exists or right-of-way clearances are restricted. 

Once structures are secure, overhead groundwire and pilot lines are pulled in together with a piece of 
equipment such as a caterpillar or other track vehicle. A helicopter is also used to fly in these lines. Once 
the overhead groundwires are in place, they are sagged and secured, thus giving the structures more 
stability for the stringing of the conductors. This is especially important for guyed structures. 

Normally the three pilot lines (typically 3/8 in. diameter swagged steel cable) pull in the heavier pulling 
line (typically 3/4 in. diameter or 7/8 in. diameter swagged steel) under tension. The main pulling line 
is then attached to the conductor which is strung under full tension. Once the conductor is “caught off,” 
the main pulling line is returned for pulling of the next phase. 

Once the conductors are in place, they are then brought up to final sag and clipped into the conductor 
clamps provided. If the conductor is a part of a bundle per phase, the spacers or spacer dampers are 
installed, using a spacer cart which is either pulled along from the ground or self-propelled. 

Coordination between design engineers and construction personnel is very important in the planning 
and design of transmission lines. Although it is sometimes impossible to accommodate the most efficient 
capabilities of the construction department (or line contractor), much time and money can be conserved 
if predesign meetings are held to discuss items such as the clearances needed for installing overhead 
groundwire blocks, hardware equipped with “work” holes to secure lifting hooks or blocks, conductor 
reel sizes compatible with existing reel stands, length of pull most desirable, or towers equipped to 
facilitate climbing. 

For maximum safety of personnel constructing transmission lines, proper and effective grounding 
procedures should be utilized. Grounding can be accomplished by: 


1. adequate grounding of conductors being strung and pulling cables being used, or 
2. fully insulating equipment and operator, or 
3. isolating equipment and personnel. 


All equipment, conductors, anchors, and structures within a defined work area must be bonded 
together and connected to the ground source. The recommended procedures of personnel protection are 
the following: 


1. Establish equipotential work zones. 
2. Select grounding equipment for the worst-case fault. 
3. Discontinue all work when the possibility of lightning exists which may affect the work site. 


In addition to the grounding system, the best safety precaution is to treat all equipment as if it could 
become energized. 
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Helicopters 


As already mentioned, the use of helicopters is another option that is being chosen more frequently for 
transmission system construction and maintenance. There are a wide variety of projects where helicopters 
become involved, making the projects easier, safer, or more economical. When choosing any construction 
or maintenance method, identify the work to be accomplished, analyze the potential safety aspects, list 
the possible alternatives, and calculate the economics. Helicopters add a new dimension to this analytical 
process by adding to the alternatives, frequently reducing the risks of accident or injury, and potentially 
reducing costs. The most critical consideration in the use of a helicopter is the ability to safely position 
the helicopter and line worker at the work location. 


Conductor Stringing 


Helicopters are used for conductor stringing on towers through the use of pilot lines. Special stringing 
blocks are installed at each tower and a helicopter is brought in and attached to a pilot line. The helicopter 
flies along the tower line and slips the pilot line in through each stringing block until it reaches the end 
of the set of towers for conductor pulling, where it disconnects and the pilot line is transferred to a 
ground crew. The ground crew then proceeds to pull the conductor in the conventional manner (Caulkins, 
1987). The helicopter may also be used to monitor the conductor pulling and is readily available to assist 
if the conductor stalls at any tower location. 


Structure and Material Setting 


The most obvious use of helicopters is in the setting of new towers and structures. Helicopters are 
frequently used in rough terrain to fly in the actual tower to a location where a ground crew is waiting 
to spot the structure into a preconstructed foundation. In addition, heavy material can be transported 
to remote locations, as well as the construction crew. 

The use of helicopters can be especially critical if the tower line is being replaced following a catastrophe 
or failure. Frequently, roads and even construction paths are impassable or destroyed following natural 
disasters. Helicopters can carry crews and materials with temporary structures that can be erected within 
hours to restore tower lines. Again, depending on the terrain and current conditions, whether the existing 
structure is repaired or temporary tower structures are utilized, the helicopter is invaluable to carry in 
the needed supplies and personnel. 


Insulator Replacement 


A frequent maintenance requirement on a transmission system is replacing insulators. This need is 
generated for various reasons, including line upgrading, gunshots, environmental damage, or defects in 
the original insulator manufacturing. With close coordinated crews, helicopters can maximize the effi- 
ciency of the replacement project. 

Crews are located at several towers to perform the actual insulator removal and installation. The crews 
will do the required setup for a replacement, but the helicopter can be used to bring in the necessary 
tools and equipment. The crew removes the old insulator string and sets it to one side of the work 
location. When the crews are ready, the helicopter flies in the new insulator string to each tower. The 
crew on the tower detaches the new insulator string from the helicopter, positions it, and then attaches 
the old string to the helicopter, which removes the string to the staging area. With a well-coordinated 
team of helicopters and experienced line workers, it is not unusual to achieve a production rate of 
replacing all insulators on four three-phase structures per crew per day. Under ideal conditions, crews 
are able to replace the insulators on a structure in one hour (Buchholz, 1987). 


Replacing Spacers 


One of the first uses of helicopters in live-line work was the replacement of spacers in the early 1980s. 
This method was a historic step in live-line work since it circumvented the need for hot sticks or insulated 
aerial lift devices. 
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The first projects involved a particular spacer wearing into the conductor strands, causing the sepa- 
ration of the conductor. Traditionally, the transmission line would have been de-energized, grounded, 
and either a line worker would have utilized a spacer cart to move out on the line to replace the spacer, 
or the line would have been lowered and the spacer replaced and the conductor strengthened. The obvious 
safety dilemma was whether the conductor could support a line worker on a spacer cart or whether it 
was physically able to withstand the tensions of lowering it to the ground. By utilizing a helicopter and 
bare-hand work methods, the spacers were able to be replaced and the conductor strengthened where 
necessary with full-tension compression splices while providing total safety to the line workers and a 
continuous supply of energy over the transmission lines. One of the early projects achieved a replacement 
and installation of 25,000 spacers without a single accident or injury. A typical spacer replacement 
required about 45 sec, including the travel time between work locations (Buchholz, 1987). 


Insulator Washing 


Another common practice is to utilize helicopters for insulator washing. Again, this is a method that 
allows for the line to remain energized during the process. The helicopter carries a water tank that is 
refilled at a staging area near the work location. A hose and nozzle are attached to a structure on the 
helicopter and are operated by a qualified line worker who directs the water spray and adequately cleans 
the insulator string. Again, with the ease of access afforded by the helicopter, the speed of this operation 
can result in a typical three-phase tower being cleaned in a few minutes. 


Inspections 


Helicopters are invaluable for tower line and structure inspections. Due to the ease of the practice and 
the large number of inspections that can be accomplished, utilities have increased the amount of main- 
tenance inspections being done, thus promoting system reliability. 

Helicopters typically carry qualified line workers who utilize stabilizing binoculars to visually inspect 
the transmission tower for signs of rusting or weakness and the transmission hardware and conductor 
for damage and potential failure. Infrared inspections and photographic imaging can also be accom- 
plished from the helicopter, either by mounting the cameras on the helicopter or through direct use by 
the crew. During these inspections, the helicopter provides a comfortable situation for accomplishing 
the necessary recording of specific information, tower locations, etc. In addition, inspections from 
helicopters are required following a catastrophic event or system failure. It is the only logical method of 
quickly inspecting a transmission system for the exact location and extent of damage. 


Helicopter Method Considerations 


The ability to safely position a helicopter and worker at the actual work site is the most critical consid- 
eration when deciding if a helicopter method can be utilized for construction or maintenance. The terrain 
and weather conditions are obvious factors, as well as the physical spacing needed to position the 
helicopter and worker in the proximity required for the work method. If live-line work methods are to 
be utilized, the minimum approach distance required for energized line work must be calculated very 
carefully for every situation. The geometry of each work structure, the geometry of the individual 
helicopter, and the positioning of the helicopter and worker for the specific work method must be 
analyzed. There are calculations that are available to analyze the approach distances (IEEE Task Force 
15.07.05.05, 1999). 

When choosing between construction and maintenance work methods, the safety of the line workers 
is the first consideration. Depending on circumstances, a helicopter method may be the safest work 
method. Terrain has always been a primary reason for choosing helicopters to assist with projects since 
the ability to drive to each work site may not be possible. However, helicopters may still be the easiest 
and most economic alternative when the terrain is open and flat, especially when there are many 
individual tower locations that will be contacted. Although helicopters may seem to be expensive on a 
per person basis, the ability to quickly position workers and easily move material can drastically reduce 
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costs. When live-line methods can be utilized, the positioning of workers, material, and equipment 
becomes comparatively easier. 

Finally, if the safe use of the helicopter allows the transmission systems to remain energized throughout 
the project, the helicopter may be the only possible alternative. Since the transmission system is a major 
link in the competitive energy markets, transmission operation will have reliability performance measures 
which must be achieved. Purchasing replacement energy through alternate transmission paths, as was 
done in the regulated world, is no longer an option. Transmission system managers are required to keep 
systems operational and will be fined if high levels of performance are not attained. The option of de- 
energizing systems for maintenance practices may be too costly in the deregulated world. 
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4.5 Insulated Power Cables for High-Voltage Applications 


Carlos V. Nufiez-Noriega and Felimon Hernandez 


The choice of transmitting and distributing electric power through underground vs. overhead systems 
requires consideration of economical, technical, and environmental issues. Underground systems have 
traditionally been favored when distributing electric power to densely populated areas and when reliability 
or aesthetics is important. Underground distribution systems provide superior reliability because they 
are not exposed to wind, lightning, vandalism, or vehicle damage. These factors are the main contributors 
to failures of overhead electric power distribution systems. When designed and installed properly, under- 
ground distribution systems also require less preventive maintenance. The main disadvantage of under- 
ground transmission and distribution systems as compared with overhead lines is its higher cost. 

Underground transmission and distribution of electric power is done through the use of insulated 
power cables. Cable designs vary widely depending on many factors such as voltage, power rating, 
application, etc.; however, all cables have certain common components. This section presents an overview 
of insulated electric power cables, standard usage practices, and common formulas used to calculate 
electric parameters important for the design of underground electric power systems. 


Typical Cable Description 


The basic function of an insulated power cable is to transmit electric power at a predetermined current 
and voltage. A typical single-core insulated power cable consists of a copper or aluminum conductor and 
several layers of insulation. The constructional design of power cables is more complex for cables designed 
for higher voltages. A cable for voltage in the tens of kilovolts may also include a metallic shield to provide 
a moisture barrier, an extruded semiconductive screen, and a metallic mesh or sheath which provides a 
path for the return currents and a reference to ground for the voltage. 

Since insulated cables present no voltage at the external protecting jacket while in operation, they can 
be installed either directly buried (in direct contact with ground) or in a duct bank. Power insulated 
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FIGURE 4.36 Elements of typical (a) single-core and (b) three-core, steel armored, insulated power cables. 


cables are designed to endure different types of stresses such as electrical stress caused by the rated voltage 
and by transient overvoltages, mechanical stress due to tension and compression during the installation, 
thermal stress produced during normal operation, and chemical stress caused by the reaction with the 
environment that may occur when the cable is installed in aggressive soils or in the presence of some 
chemicals. An insulated power cable typically consists of the following elements: a) a central conductor 
(or conductors), through which the electric current flows, b) the insulation, which withstands the applied 
voltage to ground, c) the shielding, consisting of a semiconductor shield that uniformly distributes the 
electric field around the insulation, d) a metallic sheath that provides a reference for the voltage and a 
path for the return and short-circuit currents, and e) an external cover that provides mechanical protec- 
tion. Figure 4.36(a) illustrates a single-core insulated power cable rated at 1 kV with several layers of 
insulation and a metallic shield. Figure 4.36(b) shows a typical three-core, steel wire armored cable 
designed for voltages up to 15 kV. 


Conductor 


The conductor of a typical power cable is made of copper or aluminum. A single-core cable with a 
concentric configuration consists of a single central wire around which concentric layers of wire are built. 
An alternative configuration is the shaped compact single-core cable. The compacted cable is obtained 
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FIGURE 4.37 Cross-section view of (a) a concentric cable and (b) a single sector of a compact-shaped three-sector 
conductor. 


by passing the cable through compacting machines to obtain its form. Because of compacting ratios of 
85 to 90%, more current capacity per unit of transversal section is achieved with compact cables, and 
they are therefore sometimes preferred over regular concentric cables. Figure 4.37 illustrates (a) a cross- 
section view of a concentric cable and (b) a single section of a compact-shaped three-sector cable. For 
voltages of 1 kV or less, cables with solid conductors are sometimes used. Solid conductors have the 
disadvantage of reduced flexibility. This is partially overcome by using three or more sectors per core. 


Insulation 


Paper and natural rubbers were used for many years as insulating materials in underground power cables. 
Presently, synthetic materials are preferred for insulation of cables. The chemical composition of such 
materials can be altered to produce polymers with specific chemical, electrical, and mechanical properties. 
Although the list of materials used as cable insulation is extensive, ethylene propylene (EP or EPR) and 
cross-linked polyethylene (XLP or XLPE) are by far the most popular. EP and XLP insulation have similar 
insulating characteristics and expected long life under the same operational conditions. Some companies 
prefer the XLP to the EP because the former is transparent and phenomena like treeing, which is a 
common cause of power cable failures, can be easily analyzed under the microscope. Other insulating 


© 2001 CRC Press LLC 


10,000 


1000 


Life (day 


100 


10 


50 100 150 200 250 


Temperature (°C) 
FIGURE 4.38 Life vs. temperature for different insulating materials. 


materials used in cables include natural rubber (NR), silicone rubber (SR), ethyl vinyl acetate (EVA), 
and butyl rubber (BR). 

An important consideration in the selection of insulating material is made by comparing aging 
performance as it relates to the maximum operating temperature of the cable, typically 60°C. This relation 
is obtained by using the Arrhenius reaction rate equation. A graph of life in days vs. temperature in °C 
is obtained. A typical comparison for different materials is illustrated in Fig. 4.38. 


Semiconducting Shield 


In a typical high-voltage cable, two layers of semiconductor material surround the metallic core. The 
first layer, placed directly around the conductor, has the following purposes: 


1. To distribute the electric field uniformly around the conductor. 
2. To prevent the formation of ionized voids in the conductor. 
3. To dampen impulse currents traveling over the conductor surface. 


The second layer of semiconductor material is placed around the first insulating layer and has the 
following purposes: 


1. To reduce the surface voltage to zero. 
2. To confine the electric field to the insulation, eliminating tangential stresses. 
3. To offer a direct path to ground for short-circuit current if the shield is grounded. 


Metallic Sheath 


The metallic sheath surrounding insulated cables serves several purposes: as an electrostatic shield, as a 
ground fault current conductor, and as a neutral wire. 
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1. The metallic sheath designed for electrostatic purpose should be made of non-magnetic tape or 
non-magnetic wires. Copper is usually used for these sheaths. 

2. When properly grounded, this sheath provides a path for short-circuit current. 

3. With appropriate dimensions, the metallic sheath can be used as a system neutral, as in residential 
distribution cables where single-phase transformers are common. When single-core cables are 
used in three-phase systems, the grounded sheath provides a path for unbalanced currents. 


When high-voltage underground cables require some type of moisture insulating barrier, a metallic 
pipe surrounds the current-carrying cable. The materials most commonly used as moisture barriers are 
lead and aluminum. The electric currents carried by the high-voltage cable will induce a voltage in the 
metallic shield that surrounds the conductor, and in the shields of other surrounding cables. These 
induced voltages, in turn, will generate an induced current flow with its associated heat losses. In the 
case of steel shields, the losses will include magnetization and hysteresis losses. 


External Layer 


The purpose of the external layer in insulated power cables is to provide mechanical protection against 
the environment during the installation and operation of the power cable. Currently, materials commonly 
used as the external layer for extruded power cables include PVC and polyethylene of low and high 
density. These materials are used for their ability to withstand the cable operating temperature, their 
resistance to excessive degradation when in contact with some chemicals typical of some operating 
environments, and their excellent mechanical properties for undergoing stresses during transportation, 
or compression and tension during installation and operation. 


Overview of Electric Parameters of Underground Power Cables 


Cable Electrical Resistance 


The cable operation parameters determine the cable behavior under emergency and normal operating 
conditions. The cable impedance, (R + jX;), is useful for calculating regulation and losses under normal 
conditions and short-circuit current magnitude under short-circuit fault conditions. Alterations in 
parameters due to temperature and length variations include the change of resistance. In order to simplify 
the selection of a power cable for a given application, the maximum cable operating temperature is 
determined based on engineering calculations and laboratory tests. In the case of single wires, which are 
stranded together following a helical path to form a cable, a factor must be added to account for the 
extra length. In multi-core cables, the extra length due to the layout of the individual cores must also be 
accounted for. To simplify the calculation of electrical parameters, graphs of conductor size vs. resistance 
in ohm/kilometer can be developed and are provided by the manufacturer. Typically, manufacturers 
provide AC and DC resistance values which are temperature dependent. In general, the DC resistance is 
given by: 


R, = Rg[1+o9(, -20) (4.4) 


where 


R,. = conductor resistance at temperature t,°C (in ohms) 


R,) = conductor resistance at temperature 20°C (in ohms) 
Q,) = temperature coefficient of resistance of conductor material at 20°C 
t, = conductor temperature (in °C) 


The AC resistance of cables is important because it affects the current-carrying capacity. The AC 
resistance of cables is affected mainly by skin effect and proximity effect. The analysis of these effects is 
complicated and graphs and tables provided by the cable manufacturer should be used to simplify any 
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FIGURE 4.39 Conductor size vs. resistance. 


calculations. Figure 4.39 illustrates a typical chart of AC/DC resistance vs. cable size for two different 
types of cable cores. 


Cable Inductance 


A variable magnetic field is created when an electric alternating current passes through a conductor. This 
field interacts with the magnetic field of other adjacent current-carrying conductors. The time-varying 
magnetic field divided by the time-varying current is called inductance. The total cable inductance is 
composed of the self (or internal) inductance and the mutual (or external) inductance. The mutual 
inductance is caused by the interaction of adjacent conductors carrying an alternating current. The 
inductance L per core of either a three-core cable or three single-core cables is obtained from 


L=K+0.2 In (in mH/km) (4.5) 


where 


K =a constant that accounts for the number of wires in the core (see Table 4.7) 
S = distance between conductors in mm for trefoil spacing, or 

= 1.26 x spacing for single-core cables in flat configuration (in mm) 
d = equivalent conductor diameter (in mm) 


Cable Capacitance 


The capacitance between two conductors is defined as the charge between the conductors divided by the 
difference in voltage between them. The capacitance of power cables is affected by several factors, 
including geometry of the construction (if single-core or triplex), existence of metallic shielding, and 
type and thickness of insulating material. 
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TABLE 4.7 Approximate Values of K 
for Stranded Conductors 


Number of Wires in Conductor K 
3 0.078 
7 0.064 
19 0.055 
37 0.053 
61 0.051 


eur 6 
c= = (4.6) 
or 
E 
C= —1__ 4.7 
18 In(D/d) a 
where 


D = diameter over insulation (in meters) 
d = diameter over conductor (in meters) 
€, = relative permitivity 


r 


The relative permitivity is a function of the insulating material of the cables and can be safely neglected 
for cables operating at 60 Hz and at normal operating temperatures. 

For three-core type cables, the capacitance between one conductor and the other conductors can be 
approximated using the previous equation where D becomes the diameter of one conductor plus the 
thickness of the insulation between conductors plus the thickness of insulation between any conductor 
and the metallic shield. 


Shield Bonding Methods and Electric Parameters 
Effect of Shield Bonding Method in the Electric Parameters 


Metallic shields of cables can be grounded in several ways, depending on national or regional practices, 
safety issues, and practical considerations. The grounding method employed is important since induced 
and return currents may potentially flow through grounded shields, effectively derating the cable. A single 
current-carrying conductor inside its shield can be modeled as shown in Fig. 4.40. For simplicity it is 
assumed that the conductor and shield are of infinite length. Three shield bonding methods will be 
discussed in this section. In the first method of shield bonding, the shield is not grounded or it is grounded 
at one end only; in the second method, the shield is grounded at each end; and in the third method, the 
shields are grounded and transposed at multiple locations throughout the length of the cable. In each 
case, a three-phase system composed of three single-core cables is assumed. 


Ungrounded and Single-Point Grounded Shields 


When the shield is not grounded, the current flowing in the center conductor will induce electric and 
magnetic fields in the surrounding shield and in the conductors and shields of adjacent cables. Because 
induction is maximum in the shield wall closest to the inner conductor, and minimum in the outer wall 
of the shield, a current flow is driven by the difference in electromagnetic fields. The losses associated 
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FIGURE 4.40 Model of a current carrying conductor within a metallic shield. 
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FIGURE 4.41 Single-point grounded shield system. 


with these currents are described as eddy current losses. In single-core lead-shield conductors, eddy current 
losses are normally small when compared with conductor losses, and are therefore neglected. In the case 
of more than one conductor with aluminum shield, losses may become significant, especially when the 
shielded cables are in close proximity. 

The single-point grounded shield system is the simplest form of bonding a cable shield. The single- 
point grounded system consists of connecting and grounding the shield of each cable at a single point 
along its length, usually at one end as shown in Fig. 4.41. In this condition, the shield circuit is not closed 
and therefore no shield current will flow. If the phase currents are unbalanced, a return current will flow 
through the earth (and the ground wires, if installed) but no return current will flow through the shield. 
In the ungrounded and single-point grounded shield systems, only eddy currents flow through the shields. 


Multigrounded Shields 


When the shields of a cable are connected at both ends, the system is said to be multigrounded (or 
multipoint grounded). A multigrounded system is illustrated in Fig. 4.42. In this system a closed path 
exists for the shield currents to flow through. The shield circulating currents produce a magnetic field 
that tends to cancel the magnetic field generated by the phase current. This cancellation occurs in single- 
phase underground systems such as those feeding individual homes in some residential areas. The reason 
for the cancellation is that phase current and return current flow in opposite directions. In multicircuit 
three-phase systems, however, the magnetic field cancellation rarely occurs, mainly due to mutual induc- 
tance and unpredicted current unbalances. 
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FIGURE 4.42 Multigrounded shield system. 


It is important to note that multigrounded systems, such as the one depicted in Fig. 4.42, are rarely 
used since the shield circulating currents increases the joule losses, therefore decreasing the ampere rating 
of the cable. 


Cross-Bonded with Transposition and Sectionalized with Transposition 


A third method of bonding cable shields is known as cross-bonded with transposition and is illustrated 
in Fig. 4.43. In this method, the shields are divided into three or more sections and grounded at each 
end of the route. A route consists of three or a multiple of three sections. The conductor shields are then 
adequately transposed, minimizing the induced shield currents and consequent losses. The shields are 
isolated from ground using polyethylene or other plastic material. A variant of this method calls for 
sectionalizing the shields and grounding at both ends, each section of the shield further canceling the 
shield circulating currents. It is common practice to cross-bond cables at the splices. That is, the total 
length of cable that can normally be stored in a reel is the cross-bonding length. For long cable runs, the 
number of cross-bonding sections must be a multiple of three, making a ground connection at every 
third station. Cross-bonding with transposition and the sectionalizing with transposition techniques 
reduce the induced shield currents to zero or to values low enough to be safely neglected. 

The most prevalent practice for sheath bonding in the U.S., Canada, and Great Britain has been either 
to use single-point grounded or sectionalized cross-bonded sheath to minimize sheath losses. A secondary 
benefit of these bonding practices associated with the reduction of sheath circulating currents is a drastic 
reduction of the magnetic field generated by unbalanced currents, especially at large distances from the 
lines. 


Phase conductor Shield 


FIGURE 4.43 Multipoint grounded with transposition system. 
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Calculation of Losses 


When the sheath is grounded or bonded to earth at more than one point, current flows through the 
sheath due to the emf induced in it by the alternating current in the central conductor. The mechanism 
of induction is the same as the mechanism of induction in a transformer. The induced voltage in the 
sheath of such conductor is: 


E.=1X, (4.8) 
where I = conductor current in amperes and 


X,, =2nfM 10° (in ohms/km) (4.9) 


m 


where the mutual inductance between conductors and sheath is: 


M =0.2 log, = (in mH/km) (4.10) 


m 


The impedance of the sheath is given by: 


Z,= (R2+X?, (in ohms/ km) (4.11) 
where R, is the sheath resistance. 
The sheath current is therefore: 
E 
VR +X 
or 
IX 
\ Re +X), 


Finally, the sheath current losses per phase is given by: 


- rx f, (in watts) km) (4.14) 


PR =—" = 
R?+X* 


5S 


The calculations described above assume that voltage induction by nearby conductors and nearby 
sheaths is negligible. 


Underground Layout and Construction 


Residential Distribution Layout 


In general, the design of underground distribution systems feeding residential areas is similar to overhead 
distribution systems. As in overhead systems, a primary main is installed from which distribution 
transformers supply consumers at a lower voltage (120-240 V). There are two widely used circuit 
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FIGURE 4.44 Underground layout with area transformer. 


configurations preferred in underground systems for residential areas. The selection between these two 
is a matter of simple economics. 

In the first case, the design is such that the primary main supplies a step-down transformer from 
which several secondary mains connect to consumers. This design configuration is illustrated in Fig. 4.44. 
In the second design, the primary main supplies the consumer directly through individual transformers 
placed next to the consumer service entrance. In this design pattern, the secondary mains are eliminated. 
This design configuration is illustrated in Fig. 4.45. 
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FIGURE 4.45 Underground layout with individual transformers. 
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FIGURE 4.46 Open-loop design with NO and NC switches. 


In each case, the primary feeder radiates from a substation, and laterals are connected, usually through 
adequate protective devices. The purpose of these devices is to protect the feeder from faults occurring 
in the lateral circuits. 

Because faults in underground systems are often difficult to locate and repair, an open loop design is 
frequently used in these systems. As seen in Fig. 4.46, this design consists of a primary main, from which 
a lateral supplies a group of consumers through an open loop. In the case of a fault in the primary feeder, 
the faulted section is open at both ends and service to the lateral is re-established by closing the loop 
through the normally open switch. 


Commercial and Industrial Layout 


Commercial and industrial consumers are treated differently than residential. Commercial and industrial 
loads require three-phase supply and a more reliable service. In distribution circuits serving these loads, 
a neutral wire is installed to carry the unbalanced current. Because digging in these areas may be restricted, 
the cables and equipment are installed in ducts and manholes, improving maintenance and repair time. 

Economics and quality of service required are factors to consider during the design phase of under- 
ground distribution systems for commercial and industrial consumers. In general, two designs are favored. 
In the first design, illustrated in Fig. 4.47, the load is connected through a transformer, the primary of 
which is connected to an automatic throw-over device. In case of a fault in the main feeder, to which 
the load is connected, the device automatically switches over to an alternate main feeder. 

The second design is more complex and expensive, but provides superior reliability. In this design, 
several primary feeders connect the primary of a group of transformers. The secondaries of the trans- 
formers are connected together through fuses and protectors, forming a low-voltage network. In the 
event of failure in one of the primary feeders, the appropriate protective device opens, and power 
distribution continues through the other primaries without interruption. 


Direct Buried Cables 


Underground distribution power cables can be installed directly in a trench (direct burial) or in a duct. 
In some instances, power cables can be installed with telephone, gas, water, or other facilities. Direct 
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FIGURE 4.47 Diagram of throw-over switch and two supplies for extra reliability. 


burial of power cables is commonly used in low-density residential areas. The main advantage of direct 
burial installation is cost, since conduits and manholes are eliminated. The National Electrical Safety Code 
(NESC) provides minimum requirements for width and depth of the trench as well as the number and 
types of facilities that can be installed together with the power cable. The direct burial of cables is divided 
into several stages, which commonly include surveying the land and digging trial holes to determine soil 
characteristics. In the U.S., mechanized equipment is commonly used for the installation of directly buried 
cable. Such equipment performs the trenching, cable lying, and backfilling in a single operation. 


Cable in Ducts 


Ducts or conduits are normally used under roadways, or in locations where mechanical or other types 
of damage may be expected. Conduit installation is expensive and complex and the conduit type should 
be selected carefully. The conduit materials most commonly used for underground cables are precast 
concrete, plastic, fiber, and iron. Because iron pipes are so costly, their use is normally limited to places 
where only very shallow digging is possible and mechanical rigidity is required. Conduits used under 
roads and railways are commonly encased in concrete. 

All pipes and ducts must be installed and joined according to the manufacturer’s specifications. It is 
common practice to seal the duct to prevent foreign materials from entering the conduit. Another practice 
consists of including a noncorroding draw line in the duct prior to sealing it. This is a beneficial provision, 
especially in long lengths between manholes. Finally, it is not uncommon to install spare ducts for future 
use during the construction stage. 


Manholes 


Manholes are typically built at the splices as a way for workers to install cables or other equipment, 
provide test points, and perform routine or emergency maintenance operations. The dimensions of the 
manholes should accommodate the conduits and cables entering the manhole and any equipment 
installed, such as transformers or protective equipment. Finally, the manhole should be big enough to 
provide adequate headroom for workers. 

In less than perfect soils, manholes should be provided with adequate drainage. In extreme cases of 
wet soil, and if sewer connections are possible, appropriate connections should be made from the 
manholes to the sewer lines. If sewer connections are not possible, manholes should be constructed with 
waterproof concrete. This is a necessary requirement where the natural water table is higher than the 
bottom of the manhole. 


Testing, Troubleshooting, and Fault Location 


Testing of insulated cables is performed for a variety of reasons. When completed at the factory, tests are 
usually an integral part of the manufacturing process. These tests aim at measuring important parameters 
such as thickness of insulation, conductivity, etc. After installation, tests are performed almost exclusively 
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to detect the location of failures. This section presents an overview of some commonly performed pre- 
and post-installation tests. 
Four types of tests are performed on cables: 


1. Routine tests performed on every cable to ensure compliance with specifications and the integrity 
of every cable. 

2. Sample tests performed periodically on cable samples to ensure manufacturing consistency. 

3. Experimental tests performed to determine characteristics of newly developed materials. 

4. Site tests performed after installation in the field. 


Tests 1 through 3 provide insight into cable dimensions, insulation resistance and capacitance. In 
addition, high voltage, impulse voltage, and measurement of partial discharge trials are performed as 
part of these tests. 


Impulse Test 


The purpose of the impulse voltage test is to check the cable under conditions of transient overvoltages 
or other temporary high-voltage surges normally associated with switching operations or atmospheric 
discharges. Such conditions are often encountered during the regular operation of a cable. During a 
typical impulse voltage test, the cable is first subjected to mechanical stresses typically found in a routine 
installation procedure, such as bending. A set of negative and positive impulses at the withstand level 
are applied to the cable which has been heated at the maximum conductor temperature. After the impulses 
are applied, the cable may be subjected to a high-voltage test. 


High-Voltage Test 


High-voltage tests are performed to locate defects in insulated cables. The selection of voltage level is 
extremely important: if the voltage is too high, it may cause incipient damage of the cable, affecting 
future service life. On the other hand, the breakdown of the insulation under high voltage is also time 
dependent and therefore a number of voltage/time to breakdown tests are performed. These tests are 
important for developmental purposes but have little use as predictors of service life. 


Partial Discharge Test 


Gas-filled voids are found in the insulation and at the juncture of dielectric and conductive sheaths of cables. 
The breakdown of this gas produces a phenomenon known as partial discharge. Partial discharge occurs at 
these voids because the breakdown strength of the gas within voids is much less than that of the typical 
cable insulation material. In fact, discharges may occur at voltages lower than the operating voltage of the 
cable. The level of voltage at which partial discharge occurs first is called the discharge inception voltage. 


Incidence of Faults and Fault Location 


The major causes of faults in underground cables (listed below) are an indication of some of the hazards 
to which cables are exposed: accidental contact, aging, faulty installation, lightning, and others. Depend- 
ing on the location, accidental contact and aging account for more than 50% of all faults. Because 
accidental contacts with cables often produce only minor damage, there is a time lapse until the cable 
deteriorates enough to produce failure and operation of protective equipment. When there is accidental 
contact with cables, failures may occur as a result of prolonged exposure to moisture, loss of dielectric 
material, corrosion, etc. 

An effective location of faults in an underground cable system requires a systematic approach. Typically, 
the following steps are followed to successfully locate a fault: 


1. The existence and type of fault is first determined. This requires the determination of damage to 
the shield and or changes in continuity of the conductor. 

2. Once the existence of the fault is assured, it is necessary to diagnose the cause of the fault. This 
can be determined in several ways, including ruling out faulty operation of protective equipment. 
A Megger may be used to check continuity. 
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3. In the case of intermittent faults, preconditioning of the cable may be required to produce a 
“stable” fault. This step may or may not be required, depending on the type of equipment available 
for fault location. The most common preconditioning technique used consists of allowing current 
to pass through the fault to carbonize the insulation. 

4. Once a consistent fault is observed, procedures for fault prelocation are followed. This is known 
as pinpointing the fault location. This step assures that the location and repair of a faulted 
underground cable will be accomplished in one single excavation. Most modern instruments used 
to pinpoint faults are based on traveling waves theory. 
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4.6 ‘Transmission Line Parameters 


Manuel Reta-Herndndez 


The power transmission line is one of the major components of an electric power system. Its major 
function is to transport electric energy, with minimal losses, from the power sources to the load centers, 
usually separated by long distances. The three basic electrical parameters of a transmission line are: 


1. Series resistance 
2. Series inductance 
3. Shunt capacitance 


Once evaluated, the parameters are used to model the line and to perform design calculations. The 
arrangement of the parameters (equivalent circuit) representing the line depends upon the length of the 
line. 


Equivalent Circuit 


A transmission line is defined as a short-length line if its length is less than 80 km (50 mi). In this case, 
the capacitive effect is negligible and only the resistance and inductive reactance are considered. Assuming 
balanced conditions, the line can be represented by the equivalent circuit of a single phase with resistance R, 
and inductive reactance X, in series, as shown in Fig. 4.48. 
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Zz sinh_yl 
Leource yl load 


FIGURE 4.50 Equivalent circuit of a long-length transmission line. 


If the line is between 80 km (50 mi) and 240 km (150 mi) long, the line is considered a medium- 
length line and its single-phase equivalent circuit can be represented in a nominal 7 circuit configuration. 
The shunt capacitance of the line is divided into two equal parts, each placed at the sending and receiving 
ends of the line. Figure 4.49 shows the equivalent circuit for a medium-length line. 

Both short- and medium-length transmission lines use approximated lumped-parameter models. 
However, if the line is more than 240 km long, the model must consider parameters uniformly distributed 
along the line. The appropriate series impedance and shunt capacitance are found by solving the corre- 
sponding differential equations, where voltages and currents are described as a function of distance and 
time. Figure 4.50 shows the equivalent circuit for a long line, 


where Z = z/= equivalent total series impedance (Q) 
Y =y1/= total shunt admittance (S) 
Z = series impedance per unit length (Q/m) 
y = shunt admittance per unit length (S/m) 


Y= i Zy = propagation constant 


Detailed methods for calculating the three basic transmission line parameters are presented in the next 
sections. 
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Resistance 


The AC resistance of a conductor in a transmission line is based on the calculation of its DC resistance. 
If DC is flowing along a round cylindrical conductor, the current is uniformly distributed over its cross- 
section area and the DC resistance is evaluated by: 


Ric =e [2] (4.15) 


where p = conductor resistivity at a given temperature (Q-m) 
I = conductor length (m) 
A = conductor cross-section area (m7) 


If AC current is flowing, rather than DC current, the conductor effective resistance is higher due to 
the skin effect (presented in the next section). 


Frequency Effect 


The frequency of the AC voltage produces a second effect on the conductor resistance due to the 
nonuniform distribution of the current. This phenomenon is known as skin effect. As frequency increases, 
the current tends to go toward the surface of the conductor and the current density decreases at the 
center. Skin effect reduces the effective cross-section area used by the current and thus the effective 
resistance increases. Also, although in small amount, a further resistance increase occurs when other 
current-carrying conductors are present in the immediate vicinity. A skin correction factor k, obtained 
by differential equations and Bessel functions, is considered to reevaluate the AC resistance. For 60 Hz, 
k is estimated around 1.02: 


R=R_k (4.16) 


Other variations in resistance are caused by: 


* temperature 
* spiraling of stranded conductors 


* bundle conductors arrangement 


Temperature Effect 


The resistivity of any metal varies linearly over an operating temperature, and therefore the resistance of 
any conductor suffers the same variations. As temperature rises, the resistance increases linearly, according 
to the following equation: 


R,=R|— (4.17) 


where R, = resistance at second temperature t, (°C) 
R, 
T = temperature coefficient for the particular material (°C) 


resistance at initial temperature t, (°C) 


Resistivity (p) and temperature coefficient (T) constants depend on the particular conductor material. 
Table 4.8 lists resistivity and temperature coefficients of some typical conductor materials. 
Spiraling and Bundle Conductor Effect 


There are two types of transmission line conductors: overhead and underground. Overhead conductors, 
made of naked metal and suspended on insulators, are preferred over underground conductors because 
of the lower cost and ease of maintenance. 
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TABLE 4.8 Resistivity and Temperature Coefficient of Some Materials 


Material Resistivity at 20°C (Q-m) Temperature Coefficient (°C) 
Silver 1.59 x 10% 243.0 
Annealed copper 1.72 x 10% 234.5 
Hard-drawn copper 1.77 x 10° 241.5 
Aluminum 2.83 x 10% 228.1 


Aluminum strands 
2 layers, 
30 conductors 


Steel strands 
7 conductors 


FIGURE 4.51 Stranded aluminum conductor with stranded steel core (ACSR). 


In overhead transmission lines, aluminum is a common material because of the lower cost and lighter 
weight compared to copper, although more cross-section area is needed to conduct the same amount of 
current. The aluminum conductor, steel-reinforced (ACSR), is one of the most used conductors. It consists 
of alternate layers of stranded conductors, spiraled in opposite directions to hold the strands together, 
surrounding a core of steel strands as shown in Fig. 4.51. The purpose of introducing a steel core inside 
the stranded aluminum conductors is to obtain a high strength-to-weight ratio. A stranded conductor 
offers more flexibility and is easier to manufacture than a solid large conductor. However, the total 
resistance is increased because the outside strands are larger than the inside strands due to the spiraling. 

The resistance of each wound conductor at any layer, per unit length, is based on its total length as 
follows: 


| 2 


Rong =P 1+ x [2 | (4.18) 
A\ p 
where Roond = resistance of wound conductor (Q) 
| 2 
i+ no = length of wound conductor (m) 
\ be 
I, wee 
Peond = a = relative pitch of wound conductor 
Nayer 
io = length of one turn of the spiral (m) 
2M ayer = diameter of the layer (m) 


The parallel combination of n conductors with the same diameter per layer gives the resistance per 
layer as follows: 


River = 5 [2/ m. (4.19) 


R, 


i: 


Similarly, the total resistance of the stranded conductor is evaluated by the parallel combination of 
resistances per layer. 
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a) b) c) 
FIGURE 4.52 Stranded conductors arranged in bundles of (a) two, (b) three, and (c) four. 


In high-voltage transmission lines, there may be more than one conductor per phase. This is a bundle 
configuration used to increase the current capability and to reduce corona discharge. By increasing the 
number of conductors per phase, the current capacity is increased, and the total AC resistance is pro- 
portionally decreased with respect to the number of conductors per bundle. Corona occurs when high 
electric field strength along the conductor surface causes ionization of the surrounding air, producing 
conducting atmosphere and thus producing corona losses, audible noise, and radio interference. Although 
corona losses depend on meteorological conditions, their evaluation takes into account the conductance 
between conductors and between conductors and ground. Conductor bundles may be applied to any 
voltage but are always used at 345 kV and above to limit corona. To maintain the distance between bundle 
conductors, spacers are used which are made of steel or aluminum bars. Figure 4.52 shows some arrange- 
ments of stranded bundle configurations. 


Current-Carrying Capacity (Ampacity) 


In overhead transmission lines, the current-carrying capacity is determined mostly by the conductor 
resistance and the heat dissipated from its surface. The heat generated in a conductor (/?R) is dissipated 
from its surface area by convection and by radiation: 


PR=S(w.+w,) [W] (4.20) 


where R = conductor resistance (Q) 

I = conductor current-carrying (A) 
= conductor surface area (sq. in.) 
convection heat loss (W/sq. in.) 
= radiation heat loss (W/sq. in.) 


c 


S 
Ww. 
W, 


Dissipation by convection is defined as: 


0.0128 \ pv 
reac 420 
0.123 
air \ “cond 
where p = atmospheric pressure (atm) 
vy = wind velocity (ft/sec) 
Goong = Conductor diameter (in.) 
T,. = air temperature (Kelvin) 


At =T.-—T,j;, = temperature rise of the conductor (°C) 


a 
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Dissipation by radiation is obtained from the Stefan-Boltzmann law and is defined as: 


w, =36.8E t, ] (2) [w/sa. in,| (4.22) 


1000 1000 


where w, = radiation heat loss (W/sq. in.) 
E = emissivity constant (1 for the absolute black body and 0.5 for oxidized copper) 
T. = conductor temperature (°C) 
T,;, = ambient temperature (°C) 


air 


Substituting Eqs. (4.21) and (4.22) in (4.20) we can obtain the conductor ampacity at given temperatures. 


ae [a] (4.23) 


| At (0.0128, py J _— 
= S|) 36.8 5] Feta [a] (4.24) 
ie T0123 \d 10004 


air cond 
Some approximated current-carrying capacity values for overhead aluminum and aluminum reinforced 
conductors are presented in the section “Characteristics of Overhead Conductors.” 


Inductance and Inductive Reactance 


The magnetic flux generated by the current in transmission line conductors produces a total inductance 
whose magnitude depends on the line configuration. To determine the inductance of the line, it is 
necessary to calculate, as in any magnetic circuit with permeability p: 


1. the magnetic field intensity H, 
2. the magnetic field density B, and 
3. the flux linkage i. 


Inductance of a Solid, Round, Infinitely Long Conductor 


Consider a long, solid, cylindrical conductor with radius 1, carrying current I as shown in Fig. 4.53. If 
the conductor is a nonmagnetic material, and the current is assumed to be uniformly distributed (no 
skin effect), then the generated internal and external magnetic field lines are concentric circles around 
the conductor with direction defined by the right-hand rule. 


Internal Inductance 


To obtain the internal inductance, a magnetic field at radius x inside the conductor is chosen as shown 
in Fig. 4.54. 
The fraction of the current I, enclosed in the area of the circle is determined by: 


1-24 1 [al. (4.25) 


Ampere’s law determines the magnetic field intensity Hx constant at any point along the circle contour: 


© 2001 CRC Press LLC 


External field 


Internal field 


Conductor 


FIGURE 4.54 Internal magnetic flux. 


I 
H,=—*-=——x [A/m. (4.26) 
2ux 22M 
The magnetic flux density B, is obtained by 
pe aal te 
B. =H, = be a ] [7] (4.27) 


where [t= Hy) = 4 1 X 10-7 (H/m) for a nonmagnetic material. 
The differential flux db enclosed in a ring of thickness dx for a 1-m length of conductor, and the 
differential flux linkage di in the respective area are 


iota [W/m] (4.28) 
: 2n\ r’ 
2 3 
fia ays call [Wb-turn/m]. (4.29) 
Tr? 2n\ r! 
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The internal flux linkage is obtained by integrating the differential flux linkage from x = 0 to x=r 


Men =| da= "07 [Wb-turn/m]. (4.30) 
0 81 
The inductance due to internal flux linkage per-unit length becomes 


Ty = “et = He [H/m]. (4.31) 


External Inductance 


The external inductance is evaluated assuming that the total current I is concentrated at the conductor 
surface (maximum skin effect). At any point on an external magnetic field circle of radius y (Fig. 4.55), 
the magnetic field intensity H, and the magnetic field density B, are 


ee [A/m] and (4.32) 
B,= HH, =e [7]. (4.33) 


The differential flux do enclosed in a ring of thickness dy, from point D, to point D,, for a 1-m length 
of conductor is 


diy = B, dy = oo [wo/m]. (4.34) 


As the total current I flows in the surface conductor, then the differential flux linkage dA has the same 
magnitude as the differential flux do. 


dh=dy= dy [Wb-turn/m| (4.35) 


FIGURE 4.55 External magnetic flux. 


© 2001 CRC Press LLC 


The total external flux linkage enclosed by the ring is obtained by integrating from D, to D, 


dD; 
ho=| chats | oe aM rn( 2) [Wb-turn /m. (4.36) 


In general, the external flux linkage from the surface of the conductor to any point D is 


D 
Vext =| di= Boy In 
r 21 


(?| [w-turn/m]} (4.37) 


r 


The summation of the internal and external flux linkage at any point D permits evaluation of the total 
inductance of the conductor L,,, per-unit length as follows, 


Reng ho he7| Seta = | Port [Wo -turn/m] (4.38) 
2n | 4 r 2n edtr 
Loe = ain the = Ho nf D ] [H/m] (4.39) 
I 2n (GMR 


where GMR (geometric mean radius) = e~"4 r = 0.7788 1. 


Inductance of a Two-Wire, Single-Phase Line 


Consider a two-wire, single-phase line with conductors A and B with the same radius 1, separated by a 
distance D > r, and rz, and conducting the same current I as shown in Fig. 4.56. The current flows from 
the source to the load in conductor A and returns in conductor B (I, = —I,). 

The magnetic flux generated by one conductor links the second conductor. The total flux linking 
conductor A, for instance, has two components: (a) the flux generated by conductor A, and (b) the flux 
generated by conductor B which links conductor A. 

As shown in Fig. 4.57, the total flux linkage from conductors A and B at point P is 


Ws es Oe (4.40) 


Kgs = Magapt Mapp (4.41) 


' 
1 
fi 
1 
1 
1 


FIGURE 4.56 External magnetic flux around conductors in a two-wire, single-phase line. 
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FIGURE 4.57 Flux linkage of (a) conductor A at point P, and (b) conductor B on conductor A at point P. Single-phase. 


where A,,p = flux linkage from magnetic field of conductor A at point P 
Aapp = flux linkage from magnetic field of conductor B on conductor A at point P 
Apap = flux linkage from magnetic field of conductor A on conductor B at point P 
Aspe = flux linkage from magnetic field of conductor B at point P 


A graphical description of flux linkages 1,,,, and A,4,p is shown in Fig. 4.57. 
The equations of the different flux linkage above are found by analyzing the flux linkage in a single 
conductor. 


u D 
hie = Tin) 42 4.42 
oe Sa [ 2a | re 
a =[". gpa Me iy) Poe (4.43) 
ABP 5 BP on D . 
Dap D 
i" =| B,, dp = "07 In| —4P 4.44 
BAP 5 AP 2n D ] ( ) 
ngp = — U2 In] Zee (4.45) 
2x | GMR, 


The total flux linkage of the system at point P is the algebraic summation of A,, and App 


Np =Napt App =(Asap+Aasp)— (Paap +¥anp) (4.46) 


2 
qo Me il) ae ee PP Boe a (4.47) 
2n GMR, }\ D,» || GmR, |\D,,}| 2x | GMR,GMR, 


If the conductors have the same radius, r, = r,;= 7, and the point P is shifted to infinity, then the total 
flux leakage of the system is 


2=Her nf 2 ] [Wb-turn/m|, (4.48) 
Tt GMR 
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and the total inductance per-unit length becomes 


r D 
hase system ee 7 = _ me [H/m]. (4.49) 


It can be seen that the inductance of the single-phase system is twice the inductance of a single conductor. 

For a line with stranded conductors, the inductance is determined using a new GMR value (GMRyandea) 
evaluated according to the number of conductors. Generally, the GMR,,,anaeq for any particular cable can 
be found in conductors tables. Additionally, if the line is composed of bundle conductors, the inductance 
is reevaluated taking into account the number of bundle conductors and the separation among them. 
The GMRyundie 18 introduced to determine the final inductance value. 

Assuming the same separation among bundles, the equation for GMR,unqes Up to three conductors 
per bundle, is defined as 


V/ n 
GMR, bundle conductors — (a GMR nies) (4.50) 
where n = number of conductors per bundle 
GMRotranded = GMR of the stranded conductor 
d = distance between bundle conductors 


Inductance of a Three-Phase Line 


The derivations for the inductance in a single-phase system can be extended to obtain the inductance 
per phase in a three-phase system. Consider a three-phase, three-conductor system as shown in Fig. 4.58. 
The currents I,, I,, and I, circulate along conductors with radius r,, r,, and r,, and the separation between 
conductors are D4,, Dgc, and Dc, (where D > 1). 

The flux linkage calculation of conductor A at point P, is calculated as 


Nap Naae Appt xcs (4.51) 
mM D 

sap =—2 I, In| —” 4.52 

aie { x. ae 


FIGURE 4.58 Flux linkage of (a) conductor A at point PB (b) conductor B on conductor A at point P and 
(c) conductor C on conductor A at point P. Three-phase. 
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Dgp u 
w= | B,pdP=—* I, In| —22 (4.53) 


Dap 21 D,, 
Dep D 

hace= | BpaP= "27, In| = (4.54) 
Dac 27 Dye 


where A,p = total flux linkage of conductor A at point P 
Asap = flux linkage from magnetic field of conductor A at point P 
Aapp = flux linkage from magnetic field of conductor B on conductor A at point P 
Aacp = flux linkage from magnetic field of conductor C on conductor B at point P 


The flux linkages of conductors B and C to point P have expressions similar to those for conductor A. 
All flux linkages expressions are 


Nap= Bo i nf alo rynf Pe] 1f Be (4.55) 
20 GMR, Dap Dac 
Ng =U b, nf Po ory Be Joten{ Be } (4.56) 
Tt D D 
BA B BC 
hee — Ho T, of Pa orgie Po otf | (4.57) 
27 Dea Den GMR,, 


Rearranging the expressions, we have 


hap = ho I, In J +I,In == +11n =2 
2n GMR, Dis D. 


(4.58) 
uw 
lh, In(D,,)+I,1n(Dyp) +1. In(D.») 
Ng = Ee I,|n — +I,In ! +I.|n a 
2n Ds GMR, Dy nee 
uw 
+ male In(D,»)+I,In(Dyp) +1. In(D.»)} 
ep = HO] x, Inf ——|+z, In] —— |+ 7,10] —1— 
Pon Dex Dy GMR. 
4.60 


fsa} tne} tt) 


© 2001 CRC Press LLC 


The second part of each equation is zero for practical conditions assuming that point P is shifted to 
infinity. Therefore, the expressions of the total flux linkage for all conductors are 


Mm 1 1 1 
r,=-*1 1, In +I, In} —— ]+1.|ln} —— 4.61 
e bel, Late, | . | . tal eau 
Mm 1 1 1 
rA,=—*| I, Inf —— |+I,In +I1.1n} —— 4.62 
i bl, (| ‘ Ea 7 tal 82) 
nea Heo} 1, inf + |+7, In] 1 ]4 1,10] — (4.63) 
2n De Den GMR, 


The flux linkage of each phase conductor depends on the three currents, and therefore the inductance 
per phase is not only one as in the single-phase system. Instead, three different inductances (self and 
mutual conductor inductances) exist. Calculating the inductance values from the equations above and 
arranging the equations in a matrix form, we can obtain the set of inductances in the system 


da Lag Lap Lac Ha 
Ne l=|Le, Leg Lac | Ip (4.64) 
Ne Lean Leg Lee Ie 
where Ay, Ags Ac = total flux linkage of conductor A, B, and C 
Dyas Lge Lec = self-inductance of conductors A, B, and C field of conductor A at 


point P 
Laps Lgcs Leas L pas Logs Lac = mutual inductance among conductors 


With nine different inductances in a simple three-phase system, the analysis could be a little more 
complicated. A single inductance per phase can be obtained, however, if the three conductors are arranged 
with the same separation among them D= D,,; = Dgc = Dey (triangle configuration). In this case the 
flux linkage of conductor A per-unit length is 


mM 1 1 1 
rN, =—“*| 1,1 +I,In} — |+I, In| — |}. 4.65 
. “| ‘ (cam, , 3) ° 3] 


Assuming a balanced system (I, + Ip + Ic = 0, or I, = —Iz — Ic), then the flux linkage is 


ra =i, Hf ae | [W-turn/m]. (4.66) 
A 


If the GMR value is the same in all phase conductors, the total flux linkage expression is the same for 
all phases. Therefore, the equivalent inductance per phase is 


Lam Hei P| [/n (4.67) 
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FIGURE 4.59 Arrangement of conductors in a transposed line. 


Inductance of Transposed Three-Phase Transmission Lines 


In actual transmission lines, the phase conductors generally do not have a symmetrical (triangular) 
arrangement. However, if the phase conductors are transposed, an average distance GMD (geometrical 
mean distance) is substituted for distance D, and the calculation of the phase inductance derived for 
symmetrical arrangement is still valid. In a transposed system, each phase conductor occupies the location 
of the other two phases for one third of the total line length as shown in Fig. 4.59. 

The inductance per phase per unit length in a transmission line is 


Lese = bf OMe) [H/m| (4.68) 


where GMD = 1D apr pcDc, = geometrical mean distance for a three-phase line. 


Once the inductance per phase is obtained, the inductive reactance can be evaluated as 


phase 


X, <2 Lye =Hy jf OMe) [:2/m. (4.69) 


For bundle conductors, the GMR,,,,g1e Value is determined, as in the single-phase transmission line case, 
by the number of conductors, and by the number of conductors per bundle and the separation among 
them. The expression for the total inductive reactance per phase is 


X= hy f nf gee [:2/ m] (4.70) 
bundle 
where GMRyunde = (4! GMRgtrandea)!” = geometric mean radius of bundle conductors 
GMD = geometric mean distance 
GMRyanded = ZCometric mean radius of stranded conductor 
d = distance between bundle conductors 
n = number of conductors per bundle 
f = frequency (60 Hz) 


Capacitance and Capacitive Reactance 


To evaluate the capacitance between conductors in a surrounding medium with permitivity €, it is 
necessary to first determine the voltage between the conductors, and the electric field strength of the 
surrounding. 
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Electric field lines 


Path of integration 


FIGURE 4.60 Electric field produced from a single conductor. 


Capacitance of a Single Solid Conductor 


Consider a solid, cylindrical, long conductor with radius 1, in a free space with permitivity €), and with 
a charge of q+ C per meter uniformly distributed on the surface. There is a constant electric field strength 
on the surface of cylinder (Fig. 4.60). The resistivity of the conductor is assumed to be zero (perfect 
conductor), which results in zero internal electric field due to the charge on the conductor. 

The charge q+ produces an electric field radial to the conductor with equipotential surfaces concentric 
to the conductor. According to Gauss’s law, the total electric flux leaving a closed surface is equal to the 
total charge inside the volume enclosed by the surface. Therefore, at an outside point P separated x meters 
from the center of the conductor, the electric field flux density, and the electric field intensity are 


— 4 _ 4 
Density, = re [c] and (4.71) 
= Density, —s q [v/m] (4.72) 
E 2TE, X 


where Density » = electric flux density at point P 


E, = electric field intensity at point P 

A = surface of a concentric cylinder with one-meter length and radius x (m7) 
-9 

€ == RGR = permitivity of free space assumed for the conductor (F/m) 


The potential difference or voltage difference between two outside points P, and P, with corresponding 
distances x, and x, from the conductor center is defined by integrating the electric field intensity from x, to x, 


V =|"E =|" i. Oe, aA [Vv]. (4.73) 


x x , 2ME, x 2TE, x, 


Then, the capacitance between points P, and P, is evaluated as 
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en ae 7 [F/m]. (4.74) 
= mle 


If point P, is located at the conductor surface (x, = r), and point P, is located at ground surface below 
the conductor (x, = H), then the voltage of the conductor and the capacitance between the conductor 
and ground are 


aS 


Voond = 4 of 4] lv] and (4.75) 


Bape [F/m]. (4.76) 


C ssdueecind = V3 H 
In| — 
r 


Capacitance of a Single-Phase Line with Two Wires 


Consider a two-wire, single-phase line with conductors A and B with the same radius 1, separated by a 
distance D > r, and r,. The conductors are energized by a voltage source such that conductor A has a 
charge q* and conductor B a charge q as shown in Fig. 4.61. 

The charge on each conductor generates independent electric fields. Charge q* on conductor A gen- 
erates a voltage V,,_, between both conductors. Similarly, charge q- on conductor B generates a voltage 
V3.3 between conductors. 

Vip.a 1s calculated by integrating the electric field intensity, due to the charge on conductor A, on 
conductor B from r, to D 


D 
Vea=| E,dx=—4 In|” |. (4.77) 
Ty 2TE, Ty 


Vp-p 1s calculated by integrating the electric field intensity due to the charge on conductor B from D to rz 


*B —4 " 
Ve. =| Bodega? in| 2 |, (4.78) 


FIGURE 4.61 Electric field produced from a two-wire, single-phase system. 
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The total voltage is the sum of the generated voltages V,,,and Vj, 5 


@ /P |. alo. eal 
SV act Vie = In In = In : (4.79) 
en ats 2TE, E | 2TE, *] 2TE, ! r, | 


A’B 


If the conductors have the same radius, r, = rz;= 1, then the voltage between conductors V,;, and the 
capacitance between conductors C,,;, for a one-meter line length are 


Vg= || [v] and (4.80) 
me, |r 
Cya= ip [F/m]. (4.81) 
In| — 
; 


The voltage between each conductor and ground (Fig. 4.62) is one-half of the voltage between the two 
conductors. Therefore, the capacitance from either line to ground is twice the capacitance between lines 


Vv 
es es [v] (4.82) 
eS 2TE, 

Ce. of] [F/m]. (4.83) 

r 


Capacitance of a Three-Phase Line 


Consider a three-phase line with the same voltage magnitude between phases, and assume a balanced 
system with abc (positive) sequence such that q,+ gz + qc = 0. The conductors have radii r,, rz, and rc, 
and the spaces between conductors are Dy;, Dgc, and Dc (where D4, Dgc, and Dyc > 145 fg, and fc). 
Also, the effect of earth and neutral conductors is neglected. 


qt 
A cae’ Galea’ 
Gc Vac 
i Gace Cyc T 
A © } ‘@) B Vap 
te Ye Veg Ge V 
BG 
Vap 
re > 
B ee See 5 
7 


FIGURE 4.62 Capacitance between line-to-ground in a two-wire, single-phase line. 
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The expression for voltage between two conductors in a single-phase system can be extended to obtain 
the voltages between conductors in a three-phase system. The expressions for V,, and V,- are 


1 D r, D 
V.,.=——| q, In| “8 |+q, In| —*-|+q, In] —° and (4.84) 
AB one, a r, | dp | Ac [Pe | 


1 D D r, 
V,.=——| q, In} — }4+q, In} —2© ]4+.¢. In| —— 4.85 
AC one, a r, | Gp Pec Ac | | ( ) 


If the three-phase system has a triangular arrangement with equidistant conductors such that D4, = Dgc = 
D,c= D, with the same radii for the conductors such that r,= rz = rc= r (where D > r), the expressions 
for Vs, and V,- are 


(4.86) 


(4.87) 


Balanced line-to-line voltages with sequence abc, expressed in terms of the line-to-neutral voltage are: 


AB V3 VyZ30°, and V,.=—-Vo, = V3 VyZ — 30°; where V,,,is the line-to-neutral voltage. There- 
fore, V,y.can be expressed in terms of V,, and V,- as 


V 


Vay = vant Vac (4.88) 
2] 
and thus, substituting V,, and V,. from Eqs. (4.81) and (4.82), we have 
1 ‘4 
an ee q,1n +q,1n a +] q,1n +q_In 
4.89) 


Under balanced conditions (q,+ gz + qc = 0, or —q4= (Gp + qc) then, the final expression for the line- 
to-neutral voltage is 
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Vay =——44 mf? lv}. (4.90) 


The positive sequence capacitance per unit length between phase A and neutral can now be obtained. 
The same result is obtained for capacitance between phases B and C to neutral. 


_ dy _ 2TE, 
C,.=—4= F/m (4.91) 
Van i? [F/m| 
r 


Capacitance of Stranded Bundle Conductors 


The calculation of the capacitance in the equation above is based on: 


1. solid conductors with zero resistivity (zero internal electric field) 
2. distributed charge uniformly 
3. equilateral spacing of phase conductors 


In actual transmission lines, the resistivity of the conductors produces a small internal electric field and, 
therefore, the electric field at the conductor surface is smaller than estimated. However, the difference is 
negligible for practical purposes. Because of the presence of other charged conductors, the charge 
distribution is nonuniform, and therefore the estimated capacitance is different. However, this effect is 
negligible for most practical calculations. In a line with stranded conductors, the capacitance is evaluated 
assuming a solid conductor with the same radius as the outside radius of the stranded conductor. This 
produces a negligible difference. 

Most transmission lines do not have equilateral spacing of phase conductors. This causes differences 
between the line-to-neutral capacitances of the three phases. However, transposing the phase conductors 
balances the system, resulting in equal line-to-neutral capacitance for each phase and is developed in the 
following manner. 

Consider a transposed three-phase line with conductors having the same radius 1, and with space 
between conductors D,,, Dgc, and Dc, where D,,, Dgc, and Dc > r. Assuming abc positive sequence, 
the expressions for V,, on the first, second, and third sections of the transposed line are 


View “le of Pa eae] Pa | (4.92) 
Vaseccond = mae of Pa oa nf fs Ic sal (4.93) 
V ap third = Felt of Pe } Dp nf fs Ic Hf =} (4.94) 
Similarly, the expressions for V,. on the first, second, and third sections of the transposed line are 
Vic first = |e of Pa } Dp Ps } Ic of | (4.95) 
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1 D D r 
Vice = ——| q, In} “2 |+q, In| © |+q. In] —— 4.96 
AC second on e, [a r | QB [Pe | Ic t | ( ) 
1 D D r 
Vieng =——] g, In] = |+q, In| —2 |+.¢. In} —— (4.97) 
AC third 2ne, [a r | Ip 2a | Ac Fe | 


Taking the average value of the three sections, we have the final expressions of V,,; and Vj, in the 
transposed line 


_ Viap first a Vap second om Vap third 


V sens 3 
(4.98) 
1 D,,D,.D : D,.D,.D 
= | AB AG meas} i Joscn| AC*7 AC a 
OTE, r DypDacDac DicDac Pac 
V _ Vac first + Vac second * Vac third 
ABtransp _ 
3 
(4.99) 


Die Di dD a Di aD. 2D 5 
a_i ay vl AB Ac * [+a] AC*7AC = |eaa) i | ; 
OTE, r DypDacDoc DycPacP oc 
For a balanced system where —q,= (qg + qc), the phase-to-neutral voltage V,, (phase voltage) is 


= Vip transp + Vac transp 


Ven = 
Dig DAD) 3 
= 2q, In] “2 40 ** +(45+4c)In : (4.100) 
187€, r DypDicDae 
2, tf DypDcDrac 1 | GMD Vv 
> 4 3 = A n 
OTE, r 2TE, f 


where GMD = | Dy,DpcDe4 = geometrical mean distance for a three-phase line. 


For bundle conductors, an equivalent radius r, replaces the radius r of a single conductor and is 
determined by the number of conductors per bundle and the spacing of conductors. The expression of 
r, is similar to GMR,,,,4e used in the calculation of the inductance per phase, except that the actual outside 
radius of the conductor is used instead of the GMR,,,,;. Therefore, the expression for V4, is 


‘cond* 


1 GMD 
Van transp — one da Hl r | [v] (4.101) 
0 


e 


where r, = (d"! r)/" = equivalent radius for up to three conductors per bundle (m) 
d = distance between bundle conductors (m) 
n = number of conductors per bundle 
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Finally, the capacitance and capacitive reactance per unit length from phase to neutral can be evaluated as 


Cun transp = 4s -_ al fo [F/m] (4. 102) 
Van transp In GMD 
", 
Xan trans = : 7 In —_ [2/m] , (4. 103) 
~~ 2m i Cin transp 4n fe, t 


Characteristics of Overhead Conductors 


Tables 4.9a and 4.9b present general characteristics of aluminum cable steel reinforced conductors 
(ACSR). The size of the conductors (cross-section area) is specified in square millimeters and kcmil, 
where a cmil is the cross-section area of a circular conductor with a diameter of 1/1000 inch. Typical 
values of resistance, inductive reactance, and capacitive reactance are listed. The approximate current- 
carrying capacity of the conductors is also included assuming 60 Hz, wind speed of 1.4 mi/h, and 
conductor and air temperatures of 75°C and 25°C, respectively. Similarly, Tables 4.10a and 4.10b present 
the corresponding characteristics of aluminum conductors (AAC). 
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TABLE 4.9a_ Characteristics of Aluminum Cable Steel Reinforced Conductors (ACSR) 

60-Hz Reactances 

Cross-Section Area Diameter Approx. Current- Resistance (mQ/km) (Dm = 1m) 
Total Aluminum Stranding Conductor Core Carrying Capacity DC AC (60 Hz) GMR X, Xe 

Code (mm?) (kemil) (mm?) A1/Steel (mm) (mm) Layers (Amp.)* 25°C 25°C 50°C) 75°C) (mm) (Q/km) — (MQ/km) 
— 1521 2776 1407 84/19 50.80 3.87 4 21.0 4.5 26.2 28.1 20.33 0.294 0.175 
Joree 1344 2515 1274 76/19 47.75 0.80 4 22 26.0 28.0 30.0 8.93 0.299 0.178 
Thrasher 1235 2312 1171 76/19 45.77 0.34 4 24.7 27.7 30.0 32.2 8.14 0.302 0.180 
Kiwi 1146 2167 1098 72/7 44.07 8.81 4 26.4 29.4 31.9 34.2 7.37 0.306 0.182 
Bluebird 1181 2156 1092 84/19 44,75 12.19 4 26.5 29.0 31.4 33.8 17.92 0.303 0.181 
Chukar 9767 781 902 84/19 40.69 1.10 4 32.1 34.1 37.2 40.1 6.28 0.311 0.186 
Falcon 908 590 806 54/19 39.24 3.08 3 1380 35.9 37.4 40.8 44.3 5.91 0.312 0.187 
Lapwing 862 590 806 45/7 38.20 9.95 3 1370 36.7 38.7 42.1 45.6 5.15 0.316 0.189 
Parrot 862 510 765 54/19 38.23 2.75 3 1340 37.8 39.2 42.8 46.5 5.48 0.314 0.189 
Nuthatch 818 510 765 45/7 37.21 9.30 3 1340 38.7 40.5 44.2 47.9 4.78 0.318 0.190 
Plover 817 431 725 54/19 37.21 2.42 3 1300 39.9 41.2 45.1 48.9 5.06 0.316 0.190 
Bobolink 775 1431 725 45/7 36.25 9.07 3 1300 35.1 42.6 46.4 50.3 4.39 0.320 0.191 
Martin 772 351 685 54/19 36.17 2.07 3 1250 42.3 43.5 47.5 51.6 4.63 0.319 0.191 
Dipper 732 1351 685 45/7 35.20 8.81 3 1250 43.2 44.9 49.0 53.1 3.99 0.322 0.193 
Pheasant 726 272: 645 54/19 35.10 1.71 3 1200 44.9 46.1 50.4 54.8 4.20 0.321 0.193 
Bittern 689 272 644 45/7 34.16 8.53 3 1200 45.9 47.5 51.9 56.3 3.56 0.324 0.194 
Grackle 681 192 604 54/19 34.00 1.33 3 1160 47.9 49.0 53.6 58.3 13.75 0.323 0.194 
Bunting 646 1193 604 45/7 33.07 8.28 3 1160 48.9 50.4 55.1 59.9 3.14 0.327 0.196 
Finch 636 114 564 54/19 32.84 0.95 3 1110 51.3 52.3 57.3 62.3 3.29 0.326 0.196 
Bluejay 603 113 564 45/7 31.95 8.00 3 1110 52.4 53.8 58.9 64.0 12.68 0.329 0.197 
Curlew 591 1033 523 54/7 31.62 10.54 3 1060 56.5 57.4 63.0 68.4 2.80 0.329 0.198 
Ortolan 560 033 525 45/7 30.78 7.70 3 1060 56.5 57.8 63.3 68.7 222 0.332 0.199 
Merganser 596 954 483 30/7 31.70 13.60 2 1010 61.3 61.8 67.9 73.9 13.11 0.327 0.198 
Cardinal 546 954 483 54/7 30.38 10.13 3 1010 61.2 62.0 68.0 74.0 2.31 0.332 0.200 
Rail 517 954 483 45/7 29.59 7.39 3 1010 61.2 62.4 68.3 74.3 1.73 0.335 0.201 
Baldpate 562 900 456 30/7 30.78 13.21 2 960 65.0 65.5 71.8 78.2 2.71 0.329 0.199 
Canary 515 900 456 54/7 29.51 9.83 3 970 64.8 65.5 72.0 78.3 1.95 0.334 0.201 
Ruddy 478 900 456 45/7 28.73 7.19 3 970 64.8 66.0 72.3 78.6 1.40 0.337 0.202 
Crane 501 875 443 54/7 29.11 9.70 3 950 66.7 67.5 74.0 80.5 1.80 0.335 0.202 
Willet 474 874 443 45/7 28.32 7.09 3 950 66.7 67.9 74.3 80.9 1,25, 0.338 0.203 
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TABLE 4.9a (continued) 


Characteristics of Aluminum Cable Steel Reinforced Conductors (ACSR) 


60-Hz Reactances 


Cross-Section Area Diameter Approx. Current- Resistance (mQ/km) (Dm = 1m) 
Total Aluminum Stranding Conductor Core Carrying Capacity DC AC (60 Hz) GMR X, Xe 
Code (mm?) (kemil) (mm?) Al/Steel (mm) (mm) Layers (Amp.)* 25°C 25°C 50°C = 75°C) (mm) (Q/km) — (MQ/km) 
Skimmer 479 795 403 30/7 29.00 12.40 2 940 73.5 74.0 81.2 88.4 .95 0.334 0.202 
Mallard 495 795 403 30/19 28.96 12.42 2 910 73.5 74.0 81.2 88.4 95 0.334 0.202 
Drake 469 795 403 26/7 28.14 10.36 2 900 73.3 74.0 81.2 88.4 A3 0.337 0.203 
Condor 455 795 403 54/7 27.74 9.25 3 900 73.4 74.1 81.4 88.6 22 0.339 0.204 
Cuckoo 455 795 403 24/7 27.74 9.25 2 900 73.4 74.1 81.4 88.5 16 0.339 0.204 
Tern 431 795 403 45/7 27.00 6.76 3 900 73.4 74.4 81.6 88.8 0.73 0.342 0.205 
Coot 414 795 403 36/1 26.42 3.78 3 910 73.0 74.4 81.5 88.6 0.27 0.345 0.206 
Buteo 447 715 362 30/7 27.46 11.76 2 840 81.8 82.2 90.2 98.3 34 0.338 0.204 
Redwing 445 715 362 30/19 27.46 11.76 2 840 81.8 82.2 90.2 98.3 34 0.338 0.204 
Starling A422 716 363 26/7 26.7 9.82 2 840 81.5 82.1 90.1 98.1 0.82 0.341 0.206 
Crow 409 715 362 54/7 26.31 8.76 3 840 81.5 82.2 90.2 98.2 0.67 0.342 0.206 


Source: Transmission Line Reference Book 345 kV and Above, 2nd ed., Electronic Power Research Institute, Palo Alto, CA, 1987. With permission. 
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TABLE 4.9b Characteristics of Aluminum Cable Steel Reinforced Conductors (ACSR) 


60-Hz Reactances 


Cross-Section Area Diameter Approx. Current- Resistance (mQ/km) (Dm = 1m) 
Total Aluminum Stranding Conductor Core Carrying Capacity DC AC (60 Hz) GMR X Xe 
Code (mm?) (kcmil) (mm?)  A1/Steel (mm) (mm) Layers (Amp.)* 25°C 25°C 50°C = 75°C So (mm) (Q/km) — (MQ/km) 
Stilt 410 716 363 24/7 26.31 8.76 2 840 81.5 82.2 90.2 98.1 10.58 0.343 0.206 
Grebe 388 716 363 45/7 25.63 6.4 3 840 81.5 82.5 90.4 98.4 10.18 0.3446 0.208 
Gannet 393 666 338 26/7 25.76 9.5 2 800 87.6 88.1 96.6 105.3 10.45 0.344 0.208 
Gull 382 667 338 54/7 25.4 8.46 3 800 87.5 88.1 96.8 105.3 10.27 0.345 0.208 
Flamingo 382 667 338 24/7 25.4 8.46 2 800 87.4 88.1 96.7 105.3 10.21 0.346 0.208 
Scoter 397 636 322 30/7 25.88 1.1: 2 800 91.9 92.3 01.4 110.4 10.70 0.342 0.207 
Egret 396 636 322 30/19 25.88 11.1 2 780 91.9 92.3 01.4 110.4 10.70 0.342 0.207 
Grosbeak 375 636 322 26/7 25.15 9.27 2 780 91.7 92.2 01.2 110.3 10.21 0.346 0.209 
Goose 364 636 322 54/7 24.82 8.28 3 770 91.8 92.4 01.4 110.4 10.06 0.347 0.208 
Rook 363 636 322 24/7 24.82 8.28 2 770 91.7 92.3 01.3 110.3 10.06 0.347 0.209 
Kingbird 340 636 322 18/1 23.88 4.78 2 780 91.2 92.2 01.1 110.0 9.27 0.353 0.211 
Swirl 331 636 322 36/1 23.62 3.38 3 780 91.3 92.4 01.3 110.3 9.20 0.353 0.212 
Wood Duck 378 605 307 30/7 25.25 10.82 2 760 96.7 97.0 06.5 116.1 10.42 0.344 0.208 
Teal 376 605 307 30/19 25.25 10.82 2 770 96.7 97.0 06.5 116.1 10.42 0.344 0.208 
Squab 356 605 356 26/7 25.54 9.04 2 760 96.5 97.0 06.5 116.0 9.97 0.347 0.208 
Peacock 346 605 307 24/7 24.21 8.08 2 760 96.4 97.0 06.4 115.9 9.72 0.349 0.210 
Duck 347 606 307 54/7 24.21 8.08 3 750 96.3 97.0 06.3 115.8 9.81 0.349 0.210 
Eagle 348 557 282 30/7 24.21 10.39 2 730 105.1 105.4 15.8 126.1 10.00 0.347 0.210 
Dove 328 556 282 26/7 23.55 8.66 2 730 104.9 105.3 15.6 125.9 9.54 0.351 0.212 
Parakeet 319 557 282 24/7 23.22 Tild 2 730 104.8 105.3 15.6 125.9 9.33 0.352 0.212 
Osprey 298 556 282 18/1 22.33 4.47 2 740 104.4 105.2 15.4 125.7 8.66 0.358 0.214 
Hen 298 477 242 30/7 22.43 9.6 2 670 122.6 122.9 34.9 147.0 9.27 0.353. 0.214 
Hawk 281 477 242 26/7 21.79 8.03 2 670 122.4 122.7 34.8 146.9 8.84 0.357 0.215 
Flicker 273 477 273 24/7 21.49 7.16 2 670 122.2 122.7 34.7 146.8 8.63 0.358 0.216 
Pelican 255 477 242 18/1 20.68 4.14 2 680 121.7 122.4 34.4 146.4 8.02 0.364 0.218 
Lark 248 397 201 30/7 20.47 8.76 2 600 147.2 147.4 61.9 176.4 8.44 0.360 0.218 
Ibis 234 397 201 26/7 19.89 7.32 2 590 146.9 147.2 61.7. 176.1 8.08 0.363 0.220 
Brant 228 398 201 24/7 19.61 6.53 2 590 146.7 147.1 61.6 176.1 7.89 0.365 0.221 
Chickadee 213 397 201 18/1 18.87 3.78 2 590 146.1 146.7 61.0 175.4 F.32 0.371 0.222 
Oriole 210 336 170 30/7 18.82 8.08 2 530 173.8 174.0 91.2 208.3 LAT 0.366 0.222 
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TABLE 4.9b (continued) Characteristics of Aluminum Cable Steel Reinforced Conductors (ACSR) 


60-Hz Reactances 


Cross-Section Area Diameter Approx. Current- Resistance (mQ/km) (Dm = 1m) 
Total Aluminum Stranding Conductor Core Carrying Capacity DC AC (60 Hz) GMR X Xe 
Code (mm?) (kcemil) (mm?)  A1/Steel (mm) (mm) Layers (Amp.)* 25°C 25°C 50°C = 75°C (mm) (Q/km) — (MQ/km) 
Linnet 198 336 170 26/7 8.29 6.73 2 530 173.6 173.8 190.9 208.1 7.Al 0.370 0.224 
Widgeon 193 336 170 24/7 18.03 6.02 2 530 173.4 173.7 190.8 207.9 vies) 0.371 0.225 
Merlin 180 336 170 18/1 6.46 3.48 2 530 173.0 173.1 190.1 207.1 6.74 0.377 0.220 
Piper 187 300 152 30/7 7.78 7.62 2 500 195.0 195.1 2144 233.6 7:35 0.370 0.225 
Ostrich 177 300 152 26/7 7.27 6.38 2 490 194.5 194.8 214.0 233.1 7.01 0.374 0.227 
Gadwall 172 300 152 24/7 7.04 5.69 2 490 194.5 194.8 213.9 233.1 6.86 0.376 0.227 
Phoebe 160 300 152 18/1 16.41 3.28 2 490 193.5 194.0 213.1 232.1 6.37 0.381 0.229 
Junco 167 267 135 30/7 6.76 7.19 2 570 219.2 219.4 241.1 262.6 6.92 0.375 0.228 
Partridge 157 267 135 26/7 6.31 5.99 2 460 218.6 218.9 240.5 262.0 6.61 0.378 0.229 
Waxwing 143 267 135 18/1 5.47 3.1 2 460 217.8 218.1 239.7. 261.1 6.00 0.386 0.232 


* For conductor temperature at 75°C, air at 25°C, wind speed at 1.4 mi/hr, frequency at 60 Hz. 
Source: Transmission Line Reference Book 345 kV and Above, 2nd ed., Electronic Power Research Institute, Palo Alto, CA, 1987. With permission. 
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TABLE 4.10a Characteristics of All-Aluminum Conductors (AAC) 


Approx. Current- Resistance (mQ/km) 60-Hz Reactances (Dm = 1 m) 
Cross-Section Area Diameter Carrying Capacity DC AC (60 Hz) GMR x Xe 
Code (mm?)  kemil or AWG _ Stranding (mm) Layers (Amp.)* 25°C 25°C 50°C 75°C (mm) (Q/km) (MQ/km 
Coreopsis 806.2 1591 61 36.93 4 380 36.5 39.5 42.9 46.3 14.26 0.320 0.190 
Gladiolus 765.8 1511 61 35.99 4 340 38.4 41.3 44.9 48.5 13.90 0.322 0.192 
Caranation 725.4 1432 61 35.03 4 300 40.5 43.3 47.1 50.9 13.53 0.324 0.193 
Columbine 865.3 1352 61 34.04 4 250 42.9 45.6 49.6 53.6 13.14 0.327 0.196 
Narcissus 644.5 1272 61 33.02 4 200 45.5 48.1 52.5 46.7 12.74 0.329 0.194 
Hawthorn 604.1 1192 61 31.95 4 160 48.7 51.0 55.6 60.3 12.34 0.331 0.197 
Marigold 564.2 1113 61 30.89 4 110 52.1 54.3 59.3 64.3 11.92 0.334 0.199 
Larkspur 524 1034 61 29.77 4 060 56.1 58.2 63.6 69.0 11.49 0.337 0.201 
Bluebell 524.1 1034 37 29.71 3 060 56.1 58.2 63.5 68.9 11.40 0.337 0.201 
Goldenrod 483.7 955 61 28.6 4 010 60.8 62.7 68.6 744A 11.03 0.340 0.203 
Magnolia 483.6 954 37 28.55 3 010 60.8 62.7 68.6 74.5 10.97 0.340 0.203 
Crocus 443.6 875 61 27.38 4 950 66.3 68.1 74.5 80.9 10.58 0.343 0.205 
Anemone 443.5 875 37 27.36 3 950 66.3 68.1 745 80.9 10.49 0.344 0.205 
Lilac 403.1 796 61 26.11 4 900 73.0 74.6 81.7 88.6 10.09 0.347 0.207 
Arbutus 402.9 795 37 26.06 3 900 73.0 74.6 81.7 88.6 10.00 0.347 0.207 
Nasturtium 362.5 715 61 24.76 4 840 81.2 82.6 90.5 98.4 9.57 0.351 0.209 
Violet 362.8 716 37 24.74 3 840 81.1 82.5 90.4 98.3 9.48 0.351 0.209 
Orchid 322.2 636 37 23,32 3 780 91.3 92.6 101.5 110.4 8.96 0.356 0.212 
Mistletoe 281.8 556 37 21.79 3 730 104.4 105.5 115.8 126.0 8.38 0.361 0.215 
Dahlia 281.8 556 19 21.72 2 730 104.4 105.5 115.8 125.9 8.23 0.362 0.216 
Syringa 241.5 477 37 20.19 3 670 121.8 122.7 134.7 146.7 7.74 0.367 0.219 
Cosmos 241.9 477 19 20.14 2 670 121.6 122.6 134.5 146.5 7.62 0.368 0.219 
Canna 201.6 398 19 18.36 2 600 145.9 146.7 161.1 175.5 6.95 0.376 0.224 
Tulip 170.6 337 19 16.92 2 530 172.5 173.2 190.1 207.1 6.40 0.381 0.228 
Laurel 135.2 267 19 15.06 2 460 217.6 218.1 239.6 261.0 5.70 0.390 0.233 
Daisy 135.3 267 7 14.88 1 460 217.5 218 239.4 260.8 5.39 0.394 0.233 
Oxlip 107.3 212 or (4/0) 7 13.26 1 340 274.3 274.7 301.7 328.8 4.82 0.402 0.239 
Phlox 85 168 or (3/0) 7 11.79 1 300 346.4 346.4 380.6 414.7 4.27 0.411 0.245 
Aster 67.5 133 or (2/0) 7 10.52 1 270 436.1 439.5 479.4 522.5 3.81 0.40 0.25 
Poppy 53.5 106 or (1/0) 7 9.35 1 230 550 550.2 604.5 658.8 3.38 0.429 0.256 
Pansy 42.4 #1 AWG Z 8.33 1 200 694.2 694.2 763.2 831.6 3.02 0.438 0.261 
Iris 33.6 #2 AWG i 7.42 1 180 874.5 874.5 960.8 1047.9 2.68 0.446 0.267 
Rose 21,1 #3 AWG 7 5.89 1 160 1391.5 1391.5 1528.9 1666.3 2.13 0.464 0.278 
Peachbell 13.3 #4 AWG 7 4.67 1 140 2214.4 2214.4 2443.2 2652 1.71 0.481 0.289 


* For conductor at 75°C, air at 25°C, wind speed at 1.4 mi/hr, frequency at 60 Hz. 
Source: Transmission Line Reference Book 345 kV and Above, 2nd ed., Electronic Power Research Institute, Palo Alto, CA, 1987. With permission. 
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TABLE 4.10b Characteristics of All-Aluminum Conductors (AAC) 


Approx. Current- Resistance (mQ/km) 60-Hz Reactances (Dm = 1 m) 
Cross-Section Area Diameter Carrying Capacity DC AC (60 Hz) GMR xX, Xe 

Code (mm?)  kemil or AWG _ Stranding (mm) Layers (Amp.)* 25°C 25°C 50°C 75°C (mm) (Q/km) (MQ/km) 
EVEN SIZES 

Bluebonnet 1773.3 3500 7 54.81 6 16.9 22.2 23.6 25.0 21.24 0.290 0.172 
Trillium 1520.2 3000 127 50.75 6 19.7 24.6 26.2 27.9 19.69 0.296 0.175 
Lupine 1266.0 2499 91 46.30 5 23.5 27.8 29.8 31.9 17.92 0.303 0.180 
Cowslip 1012.7 1999 91 41.40 5 29.0 32.7 35.3 38.0 16.03 0.312 0.185 
Jessamine 887.0 1750 61 38.74 4 33.2 36.5 39.5 42.5 14.94 0.317 0.188 
Hawkweed 506.7 1000 37 29.24 3 1030 58.0 60.0 65.5 71.2 11.22 0.339 0.201 
Camelia 506.4 999 61 29.26 4 1030 58.1 60.1 65.5 71.2 11.31 0.338 0.201 
Snapdragon 456.3 900 61 27.79 4 970 64.4 66.3 72.5 78.7 10.73 0.342 0.204 
Cockscomb 456.3 900 37 27.74 3 970 64.4 66.3 72.5 78.7 10.64 0.343 0.204 
Cattail 380.1 750 61 25.35 4 870 774A 78.9 86.4 93.9 9.78 0.349 0.208 
Petunia 380.2 750 37 23.85 3 870 774A 78.9 86.4 93.9 9.72 0.349 0.208 
Flag 354.5 700 61 24.49 4 810 83.0 84.4 92.5 100.6 9.45 0.352 0.210 
Verbena 354.5 700 37 24.43 3 810 83.0 84.4 92.5 100.6 9.39 0.352 0.210 
Meadowswee 303.8 600 37 2.63 3 740 96.8 98.0 107.5 117.0 8.69 0.358 0.214 
Hyacinth 253.1 500 37 20.65 3 690 116.2 117.2 128.5 140.0 7.92 0.365 0.218 
Zinnia 253.3 500 19 20.60 2 690 116.2 117.2 128.5 139.9 7.80 0.366 0.218 
Goldentuft 228.0 450 19 19.53 2 640 129.0 129.9 142.6 155.3 7.Al 0.370 0.221 
Daffodil 177.3 350 19 17.25 2 580 165.9 166.6 183.0 199.3 6.52 0.379 0.227 
Peony 152.1 300 19 15.98 2: 490 193.4 194.0 213.1 232.1 6.04 0.385 0.230 
Valerian 126.7 250 19 14.55 2 420 232.3 232.8 255.6 278.6 5.52 0.392 0.235 
Sneezewort 126.7 250 7 14.40 1 420 232.2 232.7 255.6 278.4 5.21 0.396 0.235 


Source: Transmission Line Reference Book 345 kV and Above, 2nd ed., Electronic Power Research Institute, Palo Alto, CA, 1987. With permission. 


4.7 Sag and Tension of Conductor 


D.A. Douglass and Ridley Thrash 


The energized conductors of transmission and distribution lines must be placed to totally eliminate the 
possibility of injury to people. Overhead conductors, however, elongate with time, temperature, and 
tension, thereby changing their original positions after installation. Despite the effects of weather and 
loading on a line, the conductors must remain at safe distances from buildings, objects, and people or 
vehicles passing beneath the line at all times. To ensure this safety, the shape of the terrain along the 
right-of-way, the height and lateral position of the conductor support points, and the position of the 
conductor between support points under all wind, ice, and temperature conditions must be known. 

Bare overhead transmission or distribution conductors are typically quite flexible and uniform in 
weight along their length. Because of these characteristics, they take the form of a catenary (Ehrenberg, 
1935; Winkelmann, 1959) between support points. The shape of the catenary changes with conductor 
temperature, ice and wind loading, and time. To ensure adequate vertical and horizontal clearance under 
all weather and electrical loadings, and to ensure that the breaking strength of the conductor is not 
exceeded, the behavior of the conductor catenary under all conditions must be known before the line is 
designed. The future behavior of the conductor is determined through calculations commonly referred 
to as sag-tension calculations. 

Sag-tension calculations predict the behavior of conductors based on recommended tension limits under 
varying loading conditions. These tension limits specify certain percentages of the conductor’s rated 
breaking strength that are not to be exceeded upon installation or during the life of the line. These 
conditions, along with the elastic and permanent elongation properties of the conductor, provide the basis 
for determinating the amount of resulting sag during installation and long-term operation of the line. 

Accurately determined initial sag limits are essential in the line design process. Final sags and tensions 
depend on initial installed sags and tensions and on proper handling during installation. The final sag 
shape of conductors is used to select support point heights and span lengths so that the minimum 
clearances will be maintained over the life of the line. If the conductor is damaged or the initial sags are 
incorrect, the line clearances may be violated or the conductor may break during heavy ice or wind loadings. 


Catenary Cables 


A bare-stranded overhead conductor is normally held clear of objects, people, and other conductors by 
periodic attachment to insulators. The elevation differences between the supporting structures affect the 
shape of the conductor catenary. The catenary’s shape has a distinct effect on the sag and tension of the 
conductor, and therefore, must be determined using well-defined mathematical equations. 


Level Spans 


The shape of a catenary is a function of the conductor weight per unit length, w, the horizontal component 
of tension, H, span length, S, and the maximum sag of the conductor, D. Conductor sag and span length 
are illustrated in Fig. 4.63 for a level span. 

The exact catenary equation uses hyperbolic functions. Relative to the low point of the catenary curve 
shown in Fig. 4.63, the height of the conductor, y(x), above this low point is given by the following equation: 


y(x)= “cosh (~s] 1 "te (4.104) 
w 


Note that x is positive in either direction from the low point of the catenary. The expression to the 
right is an approximate parabolic equation based upon a MacLaurin expansion of the hyperbolic cosine. 

For a level span, the low point is in the center, and the sag, D, is found by substituting x = S/2 in the 
preceding equations. The exact and approximate parabolic equations for sag become the following: 
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FIGURE 4.63 The catenary curve for level spans. 


w(S? 
pe co “1 _s') (4.105) 
2H 


The ratio, H/w, which appears in all of the preceding equations, is commonly referred to as the catenary 
constant. An increase in the catenary constant, having the units of length, causes the catenary curve to 
become shallower and the sag to decrease. Although it varies with conductor temperature, ice and wind 
loading, and time, the catenary constant typically has a value in the range of several thousand feet for 
most transmission-line catenaries. 

The approximate or parabolic expression is sufficiently accurate as long as the sag is less than 5% of 
the span length. As an example, consider a 1000-ft span of Drake conductor (w= 1.096 lb/ft) installed 
at a tension of 4500 lb. The catenary constant equals 4106 ft. The calculated sag is 30.48 ft and 30.44 ft 
using the hyperbolic and approximate equations, respectively. Both estimates indicate a sag-to-span ratio 
of 3.4% and a sag difference of only 0.5 in. 

The horizontal component of tension, H, is equal to the conductor tension at the point in the catenary 
where the conductor slope is horizontal. For a level span, this is the midpoint of the span length. At the 
ends of the level span, the conductor tension, T, is equal to the horizontal component plus the conductor 
weight per unit length, w, multiplied by the sag, D, as shown in the following: 


T=H+wD (4.106) 


Given the conditions in the preceding example calculation for a 1000-ft level span of Drake ACSR, 
the tension at the attachment points exceeds the horizontal component of tension by 33 Ib. It is common 
to perform sag-tension calculations using the horizontal tension component, but the average of the 
horizontal and support point tension is usually listed in the output. 


Conductor Length 
Application of calculus to the catenary equation allows the calculation of the conductor length, L(x), 
measured along the conductor from the low point of the catenary in either direction. 

The resulting equation becomes: 


us) “smn{ **) =» ra) (4.107) 
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For a level span, the conductor length corresponding to x = S/2 is half of the total conductor length 
and the total length, L, is: 


2 2 
2H ote 
$=)" les 2" legis (4.108) 
2H 24H* 
The parabolic equation for conductor length can also be expressed as a function of sag, D, by substi- 
tution of the sag parabolic equation, giving: 


8D* 


Conductor Slack 


The difference between the conductor length, L, and the span length, S, is called slack. The parabolic 
equations for slack may be found by combining the preceding parabolic equations for conductor length, 


L, and sag, D: 
w 8 
L-S=S?| —— |=D?| — (4.110) 
24 H~ 3S 


While slack has units of length, it is often expressed as the percentage of slack relative to the span 
length. Note that slack is related to the cube of span length for a given H/w ratio and to the square of 
sag for a given span. For a series of spans having the same H/w ratio, the total slack is largely determined 
by the longest spans. It is for this reason that the ruling span is nearly equal to the longest span rather 
than the average span in a series of suspension spans. 

Equation (4.110) can be inverted to obtain a more interesting relationship showing the dependence 
of sag, D, upon slack, L-S: 


pD=,/—_+ 4.111 
\ ( ) 


As can be seen from the preceding equation, small changes in slack typically yield large changes in 
conductor sag. 


Inclined Spans 


Inclined spans may be analyzed using essentially the same equations that were used for level spans. The 
catenary equation for the conductor height above the low point in the span is the same. However, the 
span is considered to consist of two separate sections, one to the right of the low point and the other to 
the left as shown in Fig. 4.64 (Winkelmann, 1959). The shape of the catenary relative to the low point 
is unaffected by the difference in suspension point elevation (span inclination). 

In each direction from the low point, the conductor elevation, y(x), relative to the low point is given by: 


(x)= Hoal(s i} le (4.112) 


Note that x is considered positive in either direction from the low point. 
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FIGURE 4.64 Inclined catenary span. 


The horizontal distance, x,, from the left support point to the low point in the catenary is: 


(Pee: 
x, =—|1+— 4,113 
: | *) ae 


The horizontal distance, xz, from the right support point to the low point of the catenary is: 


w=) ne 
2 4D 


where 


= vertical distance between support points. 

traight-line distance between support points. 
= sag measured vertically from a line through the points of conductor support to a line tangent 
to the conductor. 


horizontal distance between support points. 
s 


5p RTH 
I 


The midpoint sag, D, is approximately equal to the sag in a horizontal span equal in length to the 
inclined span, S,. 

Knowing the horizonal distance from the low point to the support point in each direction, the 
preceding equations for y(x), L, D, and T can be applied to each side of the inclined span. 

The total conductor length, L, in the inclined span is equal to the sum of the lengths in the x, and x, 
sub-span sections: 


2 
_ 3 3\} WwW 
Lase(stenil 2) (4.115) 


In each sub-span, the sag is relative to the corresponding support point elevation: 


2 2 
wx WX 
D,=—& D,=—4 4.116 
8 2H 2H ( 
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or in terms of sag, D, and the vertical distance between support points: 


2 2. 
D,=D ie D,=D 14 (4.117) 
4D 4D 


and the maximum tension is: 


Tp=H+wD, T,=H+wD, (4.118) 


or in terms of upper and lower support points: 


T =T,+wh (4.119) 


u 


where 


Dp = sag in right sub-span section 

D,, = sag in left sub-span section 

Tr = tension in right sub-span section 

T;, = tension in left sub-span section 

T, = tension in conductor at upper support 
T, = tension in conductor at lower support 


The horizontal conductor tension is equal at both supports. The vertical component of conductor 
tension is greater at the upper support and the resultant tension, T,,, is also greater. 


Ice and Wind Conductor Loads 


When a conductor is covered with ice and/or is exposed to wind, the effective conductor weight per unit 
length increases. During occasions of heavy ice and/or wind load, the conductor catenary tension increases 
dramatically along with the loads on angle and deadend structures. Both the conductor and its supports 
can fail unless these high-tension conditions are considered in the line design. 

The National Electric Safety Code (NESC) suggests certain combinations of ice and wind correspond- 
ing to heavy, medium, and light loading regions of the United States. Figure 4.65 is a map of the U.S. 
indicating those areas (NESC, 1993). The combinations of ice and wind corresponding to loading region 
are listed in Table 4.11. 

The NESC also suggests that increased conductor loads due to high wind loads without ice be 
considered. Figure 4.66 shows the suggested wind pressure as a function of geographical area for the 
United States (ASCE Std 7-88). 

Certain utilities in very heavy ice areas use glaze ice thicknesses of as much as two inches to calculate 
iced conductor weight. Similarly, utilities in regions where hurricane winds occur may use wind loads 
as high as 34 lb/ft?. 

As the NESC indicates, the degree of ice and wind loads varies with the region. Some areas may have 
heavy icing, whereas some areas may have extremely high winds. The loads must be accounted for in the 
line design process so they do not have a detrimental effect on the line. Some of the effects of both the 
individual and combined components of ice and wind loads are discussed in the following. 


Ice Loading 
The formation of ice on overhead conductors may take several physical forms (glaze ice, rime ice, or wet 
snow). The impact of lower density ice formation is usually considered in the design of line sections at 
high altitudes. 

The formation of ice on overhead conductors has the following influence on line design: 
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FIGURE 4.65 Ice and wind load areas of the U.S. 


TABLE 4.11 Definitions of Ice and Wind Load for NESC Loading Areas 


Loading Districts 


Heavy Medium Light — Extreme Wind Loading 


Radial thickness of ice 


in.) 0.50 0.25 0 0 
mm) 12.5 6.5 0 0 
Horizontal wind pressure 
(Ib/ft?) 4 4 9 See Fig. 4.66 
Pa) 190 190 430 
Temperature 
(°F) 0 +15 +30 +60 
°C) —20 -10 -l +15 
Constant to be added to the resultant for all conductors 
lb/ft) 0.30 0.20 0.05 0.0 
N/m) 4.40 2.50 0.70 0.0 


* Ice loads determine the maximum vertical conductor loads that structures and foundations must 
withstand. 

* In combination with simultaneous wind loads, ice loads also determine the maximum transverse 
loads on structures. 

+ In regions of heavy ice loads, the maximum sags and the permanent increase in sag with time 
(difference between initial and final sags) may be due to ice loadings. 


Ice loads for use in designing lines are normally derived on the basis of past experience, code require- 
ments, state regulations, and analysis of historical weather data. Mean recurrence intervals for heavy ice 
loadings are a function of local conditions along various routings. The impact of varying assumptions 
concerning ice loading can be investigated with line design software. 
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FIGURE 4.66 Wind pressure design values in the United States. (Source: Overend, P.R. and Smith, S., Impulse Time 
Method of Sag Measurement, American Society of Civil Engineers. With permission.) 


TABLE 4.12 Ratio of Iced to Bare Conductor Weight 


ACSR Ds Woares Wices Woare + Wice 
Conductor in. lb/ft Ib/ft Woare 
#1/0 AWG -6/1 0.398 0.1451 0.559 A.8 
“Raven” 

477 kcmil-26/7 0.858 0.6553 0.845 2.3 
“Hawk” 

1590 kemil-54/19 1.545 2.042 1.272 1.6 
“Falcon” 


The calculation of ice loads on conductors is normally done with an assumed glaze ice density of 
57 lb/ft?. The weight of ice per unit length is calculated with the following equation: 


Wg = 1.244t(D, +1) (4.120) 
where 


t = thickness of ice, in. 
D. = conductor outside diameter, in. 
Wice = resultant weight of ice, lb/ft 


The ratio of iced weight to bare weight depends strongly upon conductor diameter. As shown in Table 4.12 
for three different conductors covered with 0.5-in radial glaze ice, this ratio ranges from 4.8 for #1/0 AWG 
to 1.6 for 1590-kcmil conductors. As a result, small diameter conductors may need to have a higher elastic 
modulus and higher tensile strength than large conductors in heavy ice and wind loading areas to limit sag. 
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Wind Loading 
Wind loadings on overhead conductors influence line design in a number of ways: 


+ The maximum span between structures may be determined by the need for horizontal clearance 
to edge of right-of-way during moderate winds. 

+ The maximum transverse loads for tangent and small angle suspension structures are often 
determined by infrequent high wind-speed loadings. 

+ Permanent increases in conductor sag may be determined by wind loading in areas of light ice load. 


Wind pressure load on conductors, P,,, is commonly specified in lb/ft’. The relationship between P,, 
and wind velocity is given by the following equation: 


w w 


P = 0.0025(V, (4.121) 


where V,, = the wind speed in miles per hour. 
The wind load per unit length of conductor is equal to the wind pressure load, P,,, multiplied by the 


conductor diameter (including radial ice of thickness t, if any), is given by the following equation: 


res (4.122) 
12 


Combined Ice and Wind Loading 

If the conductor weight is to include both ice and wind loading, the resultant magnitude of the loads 
must be determined vectorially. The weight of a conductor under both ice and wind loading is given by 
the following equation: 


= (mem) +(w (4.123) 


WwW, +1 w 


where 


w, = bare conductor weight per unit length, lb/ft 
w; = weight of ice per unit length, lb/ft 

w, = wind load per unit length, lb/ft 

Wy y+; = resultant of ice and wind loads, lb/ft 


The NESC prescribes a safety factor, K, in pounds per foot, dependent upon loading district, to be 
added to the resultant ice and wind loading when performing sag and tension calculations. Therefore, 
the total resultant conductor weight, w, is: 


+K (4.124) 


Conductor Tension Limits 


The NESC recommends limits on the tension of bare overhead conductors as a percentage of the 
conductor’s rated breaking strength. The tension limits are: 60% under maximum ice and wind load, 
33.3% initial unloaded (when installed) at 60°F, and 25% final unloaded (after maximum loading has 
occurred) at 60°F. It is common, however, for lower unloaded tension limits to be used. Except in areas 
experiencing severe ice loading, it is not unusual to find tension limits of 60% maximum, 25% unloaded 
initial, and 15% unloaded final. This set of specifications could easily result in an actual maximum tension 
on the order of only 35 to 40%, an initial tension of 20% and a final unloaded tension level of 15%. In 
this case, the 15% tension limit is said to govern. 


© 2001 CRC Press LLC 


Transmission-line conductors are normally not covered with ice, and winds on the conductor are 
usually much lower than those used in maximum load calculations. Under such everyday conditions, 
tension limits are specified to limit aeolian vibration to safe levels. Even with everyday lower tension 
levels of 15 to 20%, it is assumed that vibration control devices will be used in those sections of the line 
that are subject to severe vibration. Aeolian vibration levels, and thus appropriate unloaded tension limits, 
vary with the type of conductor, the terrain, span length, and the use of dampers. Special conductors, 
such as ACSS, SDC, and VR, exhibit high self-damping properties and may be installed to the full code 
limits, if desired. 


Approximate Sag-Tension Calculations 


Sag-tension calculations, using exacting equations, are usually performed with the aid of a computer; 
however, with certain simplifications, these calculations can be made with a handheld calculator. The 
latter approach allows greater insight into the calculation of sags and tensions than is possible with 
complex computer programs. Equations suitable for such calculations, as presented in the preceding 
section, can be applied to the following example: 

It is desired to calculate the sag and slack for a 600-ft level span of 795 kcmil-26/7 ACSR “Drake” 
conductor. The bare conductor weight per unit length, w,, is 1.094 lb/ft. The conductor is installed with 
a horizontal tension component, H, of 6300 Ib, equal to 20% of its rated breaking strength of 31,500 lb. 

By use of Eq. (4105), the sag for this level span is: 


1.094 600°] 


pe =7.81 ft (2.38 m} 


(8)6300 


The length of the conductor between the support points is determined using Eq. (4.109): 


2 
8(7.81) 
L= 600+ —\- = 600.27 ft (182.96 m) 
3(600) 
Note that the conductor length depends solely on span and sag. It is not directly dependent on 
conductor tension, weight, or temperature. The conductor slack is the conductor length minus the span 
length; in this example, it is 0.27 ft (0.0826 m). 


Sag Change with Thermal Elongation 


ACSR and AAC conductors elongate with increasing conductor temperature. The rate of linear thermal 
expansion for the composite ACSR conductor is less than that of the AAC conductor because the steel 
strands in the ACSR elongate at approximately half the rate of aluminum. The effective linear thermal 
expansion coefficient of a non-homogenous conductor, such as Drake ACSR, may be found from the 
following equations (Fink and Beatty): 


A A, 
| a ma at ] (4.125) 
Arorat AroraL 


E A E A 
ie au ( Be] Au aa( Ee A Were 
E xs \ Arorat Exs \ Arora 


where 
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E,, = Elastic modulus of aluminum, psi 
E 


sr = Elastic modulus of steel, psi 
E,; = Elastic modulus of aluminum-steel composite, psi 
A,, = Area of aluminum strands, square units 
Asr = Area of steel strands, square units 
Arora, = Total cross-sectional area, square units 
Q,, = Aluminum coefficient of linear thermal expansion, per °F 
Qs; = Steel coefficient of thermal elongation, per °F 
Oyj; = Composite aluminum-steel coefficient of thermal elongation, per °F 


The elastic moduli for solid aluminum wire is 10 million psi and for steel wire is 30 million psi. The 
elastic moduli for stranded wire is reduced. The modulus for stranded aluminum is assumed to be 
8.6 million psi for all strandings. The moduli for the steel core of ACSR conductors varies with stranding 
as follows: 


* 27.5 x 10° for single-strand core 
* 27.0 x 10° for 7-strand core 
* 26.5 x 10° for 19-strand core 


Using elastic moduli of 8.6 and 27.0 million psi for aluminum and steel, respectively, the elastic 
modulus for Drake ACSR is: 


E,s=(8.6 x 10°) a +(27.0 x 10°) Oe | =112x 1068 psi 
0.7264 0.7264 


and the coefficient of linear thermal expansion is: 


8.6 x 10° |{ 0. 27.0 x 10° }{ 0. 
 ,, =12.8 x 10° 0.6247 | 64x10 a 
11.2 x 10° )\ 0.7264 11.2 x 10° }\ 0.7264 


=10.6 x 10° /°F 


If the conductor temperature changes from a reference temperature, T,,,, to another temperature, T, 
the conductor length, L, changes in proportion to the product of the conductor’s effective thermal 
elongation coefficient, &,,, and the change in temperature, T — Tz,,, as shown below: 


Lop = Lrg, (1+ 0b45(T- Tree) (4.127) 


For example, if the temperature of the Drake conductor in the preceding example increases from 60°F 
(15°C) to 167°F (75°C), then the length at 60°F increases by 0.68 ft (0.21 m) from 600.27 ft (182.96 m) 
to 600.95 ft (183.17 m): 

Lier) = 600.27(1+ (10.6 x 10°)(167- 60)} = 600.95 ft 


167° 


Ignoring for the moment any change in length due to change in tension, the sag at 167°F (75°C) may 
be calculated for the conductor length of 600.95 ft (183.17 m) using Eq. (4.111): 


3(600)(0.95) 


D= = 14.62 ft 
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Using a rearrangement of Eq. (4.105), this increased sag is found to correspond to a decreased tension of: 


w(S°) “ 1.094(600°} 


H= = 3367 |b 


8D 8(14.62] 


If the conductor were inextensible, that is, if it had an infinite modulus of elasticity, then these values 
of sag and tension for a conductor temperature of 167°F would be correct. For any real conductor, 
however, the elastic modulus of the conductor is finite and changes in tension do change the conductor 
length. Use of the preceding calculation, therefore, will overstate the increase in sag. 


Sag Change Due to Combined Thermal and Elastic Effects 


With moduli of elasticity around the 8.6 million psi level, typical bare aluminum and ACSR conductors 
elongate about 0.01% for every 1000 psi change in tension. In the preceding example, the increase in 
temperature caused an increase in length and sag and a decrease in tension, but the effect of tension 
change on length was ignored. 

As discussed later, concentric-lay stranded conductors, particularly non-homogenous conductors such 
as ACSR, are not inextensible. Rather, they exhibit quite complex elastic and plastic behavior. Initial 
loading of conductors results in elongation behavior substantially different from that caused by loading 
many years later. Also, high tension levels caused by heavy ice and wind loads cause a permanent increase 
in conductor length, affecting subsequent elongation under various conditions. 

Accounting for such complex stress-strain behavior usually requires a sophisticated, computer-aided 
approach. For illustration purposes, however, the effect of permanent elongation of the conductor on sag 
and tension calculations will be ignored and a simplified elastic conductor assumed. This idealized conductor 
is assumed to elongate linearly with load and to undergo no permanent increase in length regardless of 
loading or temperature. For such a conductor, the relationship between tension and length is as follows: 


LHL, [+ Eta (4.128) 
c 
where 
L, | = Length of conductor under horizontal tension H 
Litgyp += Length of conductor under horizontal reference tension Hpg- 
E, = Elastic modulus of elasticity of the conductor, psi 
A = Cross-sectional area, in.” 


In calculating sag and tension for extensible conductors, it is useful to add a step to the preceding 
calculation of sag and tension for elevated temperature. This added step allows a separation of thermal 
elongation and elastic elongation effects, and involves the calculation of a zero tension length, ZTL, at 
the conductor temperature of interest, T,4,. 

This ZTL(T.,,) is the conductor length attained if the conductor is taken down from its supports and 
laid on the ground with no tension. By reducing the initial tension in the conductor to zero, the elastic 
elongation is also reduced to zero, shortening the conductor. It is possible, then, for the zero tension 
length to be less than the span length. 

Consider the preceding example for Drake ACSR in a 600-ft level span. The initial conductor temper- 
ature is 60°F, the conductor length is 600.27 ft, and E,; is calculated to be 11.2 million psi. Using 
Eq. (4.128), the reduction of the initial tension from 6300 lb to zero yields a ZTL (60°F) of: 


0—6300 
(11.2 x 10°}0.7264 


ay = 600.27] 1+ =599.81 ft 


60°F) 
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Keeping the tension at zero and increasing the conductor temperature to 167°F yields a purely thermal 
elongation. The zero tension length at 167°F can be calculated using Eq. (4.127): 


ZTL perp) = 599.81(1+(10.6 x 10°*\(167- 60)} = 600.49 ft 


167°F) 
According to Eqs. (4.105) and (4.111), this length corresponds to a sag of 10.5 ft and a horizontal 

tension of 4689 Ib. However, this length was calculated for zero tension and will elongate elastically under 

tension. The actual conductor sag-tension determination requires a process of iteration as follows: 


1. As described above, the conductor’s zero tension length, calculated at 167°F (75°C), is 600.49 ft, 
sag is 10.5 ft, and the horizontal tension is 4689 lb. 

2. Because the conductor is elastic, application of Eq. (4.128) shows the tension of 4689 lb will 
increase the conductor length from 600.49 ft to: 


4689-0 


= 600.84 ft 
0.7264(11.2 x 10°) 


L = 600.49] 1+ 


167°F) 


3. The sag, D,,,,,...» corresponding to this length is calculated using Eq. (4.111): 
3(600)(0.84) 
; = ,{/——_+— = 13.72 ft 
(167°) 8 


4. Using Eq. (4.105), this sag yields a new horizontal tension, H, — of: 


167°F) 


1.094(600°} 
H = 


1 


s(13.7) = 3588 |b 


A new trial tension is taken as the average of H and H,, and the process is repeated. The results are 
described in Table 4.13. 

Note that the balance of thermal and elastic elongation of the conductor yields an equilibrium tension 
of approximately 3700 lbs and a sag of 13.3 ft. The calculations of the previous section, which ignored 
elastic effects, results in lower tension, 3440 Ib, and a greater sag, 14.7 ft. 

Slack is equal to the excess of conductor length over span length. The preceding table can be replaced 
by a plot of the catenary and elastic curves on a graph of slack vs tension. The solution occurs at the 
intersection of the two curves. Figure 4.67 shows the tension versus slack curves intersecting at a tension 
of 3700 Ib, which agrees with the preceding calculations. 


Sag Change Due to Ice Loading 


As a final example of sag-tension calculation, calculate the sag and tension for the 600-ft Drake span 
with the addition of 0.5 inches of radial ice and a drop in conductor temperature to 0°F. Employing 
Eq. (4.120), the weight of the conductor increases by: 


Wig = 1.244t(D+1) 


1 


Wi = 1.244(0.5)(1.108 + 0.5) = 1.000 Ib/ft 


1 
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TABLE 4.13 Interative Solution for Increased Conductor Temperature 


Length,L,, Sag, D,, Tension, H,, New Trial Tension, 
Iteration # ft ft Ib Ib 
ZTL 600.550 1.1 4435 — 
1 600.836 337 3593 
4435+ 3593 
= 4014 
2 
2 600.809 3.5 3647 
3647 + 4014 
= 3831 
2 
3 600.797 3.4 3674 
3674+ 3831 
= 3753 
2 
4 600.792 3.3 3702 
3702 +3753 
= 3727 
2 
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FIGURE 4.67 Sag-tension solution for 600-ft span of Drake at 167°F. 


As in the previous example, the calculation uses the conductor’s zero tension length at 60°F, which is 
the same as that found in the previous section, 599.81 ft. The ice loading is specified for a conductor 
temperature of 0°F, so the ZTL(0°F), using Eq. (4.127), is: 


ZT Up) = 599.81[1+(10.6 x10°*)(0- 60)| = 599.43 ft 


As in the case of sag-tension at elevated temperatures, the conductor tension is a function of slack and 
elastic elongation. The conductor tension and the conductor length are found at the point of intersection 
of the catenary and elastic curves (Fig. 4.68). The intersection of the curves occurs at a horizontal tension 
component of 12,275 lb, not very far from the crude initial estimate of 12,050 lb that ignored elastic 
effects. The sag corresponding to this tension and the iced conductor weight per unit length is 9.2 ft. 

In spite of doubling the conductor weight per unit length by adding 0.5 in. of ice, the sag of the 
conductor is much less than the sag at 167°F. This condition is generally true for transmission conductors 
where minimum ground clearance is determined by the high temperature rather than the heavy loading 
condition. Small distribution conductors, such as the 1/0 AWG ACSR in Table 4.11, experience a much 
larger ice-to-conductor weight ratio (4.8), and the conductor sag under maximum wind and ice load 
may exceed the sag at moderately higher temperatures. 

The preceding approximate tension calculations could have been more accurate with the use of actual 
stress-strain curves and graphic sag-tension solutions, as described in detail in Graphic Method for Sag 
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FIGURE 4.68 Sag-tension solution for 600-ft span of Drake at 0°F and 0.5 in. ice. 


Tension Calculations for ACSR and Other Conductors (Aluminum Company of America, 1961). This 
method, although accurate, is very slow and has been replaced completely by computational methods. 


Numerical Sag-Tension Calculations 


Sag-tension calculations are normally done numerically and allow the user to enter many different loading 
and conductor temperature conditions. Both initial and final conditions are calculated and multiple 
tension constraints can be specified. The complex stress-strain behavior of ACSR-type conductors can 
be modeled numerically, including both temperature, and elastic and plastic effects. 


Stress-Strain Curves 


Stress-strain curves for bare overhead conductor include a minimum of an initial curve and a final curve 
over a range of elongations from 0 to 0.45%. For conductors consisting of two materials, an initial and 
final curve for each is included. Creep curves for various lengths of time are typically included as well. 

Overhead conductors are not purely elastic. They stretch with tension, but when the tension is reduced 
to zero, they do not return to their initial length. That is, conductors are plastic; the change in conductor 
length cannot be expressed with a simple linear equation, as for the preceding hand calculations. The 
permanent length increase that occurs in overhead conductors yields the difference in initial and final 
sag-tension data found in most computer programs. 

Figure 4.69 shows a typical stress-strain curve for a 26/7 ACSR conductor (Aluminum Association, 
1974); the curve is valid for conductor sizes ranging from 266.8 to 795 kcmil. A 795 kcmil-26/7 ACSR 
“Drake” conductor has a breaking strength of 31,500 lb (14,000 kg) and an area of 0.7264 in.” (46.9 mm?) 
so that it fails at an average stress of 43,000 psi (30 kg/mm7?). The stress-strain curve illustrates that when 
the percent of elongation at a stress is equal to 50% of the conductor’s breaking strength (21,500 psi), 
the elongation is less than 0.3% or 1.8 ft (0.55 m) in a 600-ft (180 m) span. 

Note that the component curves for the steel core and the aluminum stranded outer layers are 
separated. This separation allows for changes in the relative curve locations as the temperature of the 
conductor changes. 

For the preceding example, with the Drake conductor at a tension of 6300 lb (2860 kg), the length of 
the conductor in the 600-ft (180 m) span was found to be 0.27 ft longer than the span. This tension 
corresponds to a stress of 8600 psi (6.05 kg/mm7”). From the stress-strain curve in Fig. 4.69, this corre- 
sponds to an initial elongation of 0.105% (0.63 ft). As in the preceding hand calculation, if the conductor 
is reduced to zero tension, its unstressed length would be less than the span length. 

Figure 4.70 is a stress-strain curve (Aluminum Association, 1974) for an all-aluminum 37-strand 
conductor ranging in size from 250 kcmil to 1033.5 kcmil. Because the conductor is made entirely of 
aluminum, there is only one initial and final curve. 
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5.1 Gas Insulated Substations 
Philip Bolin 


A gas insulated substation (GIS) uses a superior dielectric gas, SF6, at moderate pressure for phase-to- 
phase and phase-to-ground insulation. The high voltage conductors, circuit breaker interrupters, 
switches, current transformers, and voltage transformers are in SF6 gas inside grounded metal enclosures. 
The atmospheric air insulation used in a conventional, air insulated substation (AIS) requires meters of 
air insulation to do what SF6 can do in centimeters. GIS can therefore be smaller than AIS by up to a 
factor of ten. A GIS is mostly used where space is expensive or not available. In a GIS the active parts 
are protected from the deterioration from exposure to atmospheric air, moisture, contamination, etc. As 
a result, GIS is more reliable and requires less maintenance than AIS. 

GIS was first developed in various countries between 1968 and 1972. After about 5 years of experience, 
the use rate increased to about 20% of new substations in countries where space is limited. In other 
countries with space easily available, the higher cost of GIS relative to AIS has limited use to special cases. 
For example, in the U.S., only about 2% of new substations are GIS. International experience with GIS 
is described in a series of CIGRE papers (CIGRE, 1992; 1994; 1982). The IEEE (IEEE Std. C37. 122-1993; 
IEEE Std C37. 122.1-1993) and the IEC (IEC, 1990) have standards covering all aspects of the design, 
testing, and use of GIS. For the new user, there is a CIGRE application guide (Katchinski et al., 1998). 
IEEE has a guide for specifications for GIS (IEEE Std. C37.123-1996). 


SF6 


Sulfur hexaflouride is an inert, non-toxic, colorless, odorless, tasteless, and non-flammable gas consisting 
of a sulfur atom surrounded by and tightly bonded to six flourine atoms. It is about five times as dense 
as air. SF6 is used in GIS at pressures from 400 to 600 kPa absolute. The pressure is chosen so that the 
SF6 will not condense into a liquid at the lowest temperatures the equipment experiences. SF6 has two 
to three times the insulating ability of air at the same pressure. SF6 is about one hundred times better 
than air for interrupting arcs. It is the universally used interrupting medium for high voltage circuit 
breakers, replacing the older mediums of oil and air. SF6 decomposes in the high temperature of an 
electric arc, but the decomposed gas recombines back into SF6 so well that it is not necessary to replenish 
the SF6 in GIS. There are some reactive decomposition byproducts formed because of the trace presence 
of moisture, air, and other contaminants. The quantities formed are very small. Molecular sieve absor- 
bants inside the GIS enclosure eliminate these reactive byproducts. SF6 is supplied in 50-kg gas cylinders 
in a liquid state at a pressure of about 6000 kPa for convenient storage and transport. Gas handling 
systems with filters, compressors, and vacuum pumps are commercially available. Best practices and the 
personnel safety aspects of SF6 gas handling are covered in international standards (IEC, 1995). 

The SF6 in the equipment must be dry enough to avoid condensation of moisture as a liquid on the 
surfaces of the solid epoxy support insulators because liquid water on the surface can cause a dielectric 
breakdown. However, if the moisture condenses as ice, the breakdown voltage is not affected. So dew 
points in the gas in the equipment need to be below about —10°C. For additional margin, levels of less 
than 1000 ppmv of moisture are usually specified and easy to obtain with careful gas handling. Absorbants 
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inside the GIS enclosure help keep the moisture level in the gas low, even though over time, moisture 
will evolve from the internal surfaces and out of the solid dielectric materials (IEEE Std. 1125-1993). 

Small conducting particles of mm size significantly reduce the dielectric strength of SF6 gas. This effect 
becomes greater as the pressure is raised past about 600 kPa absolute (Cookson and Farish, 1973). The 
particles are moved by the electric field, possibly to the higher field regions inside the equipment or deposited 
along the surface of the solid epoxy support insulators, leading to dielectric breakdown at operating voltage 
levels. Cleanliness in assembly is therefore very important for GIS. Fortunately, during the factory and field 
power frequency high voltage tests, contaminating particles can be detected as they move and cause small 
electric discharges (partial discharge) and acoustic signals, so they can be removed by opening the equip- 
ment. Some GIS equipment is provided with internal “particle traps” that capture the particles before they 
move to a location where they might cause breakdown. Most GIS assemblies are of a shape that provides 
some “natural” low electric field regions where particles can rest without causing problems. 

SF6 is a strong greenhouse gas that could contribute to global warming. At an international treaty 
conference in Kyoto in 1997, SF6 was listed as one of the six greenhouse gases whose emissions should 
be reduced. SF6 is a very minor contributor to the total amount of greenhouse gases due to human 
activity, but it has a very long life in the atmosphere (half-life is estimated at 3200 years), so the effect 
of SF6 released to the atmosphere is effectively cumulative and permanent. The major use of SF6 is in 
electrical power equipment. Fortunately, in GIS the SF6 is contained and can be recycled. By following 
the present international guidelines for use of SF6 in electrical equipment (Mauthe et al., 1997), the 
contribution of SF6 to global warming can be kept to less than 0.1% over a 100-year horizon. The emission 
rate from use in electrical equipment has been reduced over the last three years. Most of this effect has 
been due to simply adopting better handling and recycling practices. Standards now require GIS to leak 
less than 1% per year. The leakage rate is normally much lower. Field checks of GIS in service for many 
years indicate that the leak rate objective can be as low as 0.1% per year when GIS standards are revised. 


Construction and Service Life 


GIS is assembled of standard equipment modules (circuit breaker, current transformers, voltage trans- 
formers, disconnect and ground switches, interconnecting bus, surge arresters, and connections to the 
rest of the electric power system) to match the electrical one-line diagram of the substation. A cross- 
section view of a 242-kV GIS shows the construction and typical dimensions (Fig. 5.1). The modules are 
joined using bolted flanges with an “O” ring seal system for the enclosure and a sliding plug-in contact 
for the conductor. Internal parts of the GIS are supported by cast epoxy insulators. These support 
insulators provide a gas barrier between parts of the GIS, or are cast with holes in the epoxy to allow gas 
to pass from one side to the other. 

Up to about 170 kV system voltage, all three phases are often in one enclosure (Fig. 5.2). Above 170 kV, 
the size of the enclosure for “three-phase enclosure,” GIS becomes too large to be practical. So a “single- 
phase enclosure” design (Fig. 5.1) is used. There are no established performance differences between 
three-phase enclosure and single-phase enclosure GIS. Some manufacturers use the single-phase enclo- 
sure type for all voltage levels. 

Enclosures today are mostly cast or welded aluminum, but steel is also used. Steel enclosures are 
painted inside and outside to prevent rusting. Aluminum enclosures do not need to be painted, but may 
be painted for ease of cleaning and a better appearance. The pressure vessel requirements for GIS 
enclosures are set by GIS standards (IEEE Std. C37.122-1993; IEC, 1990), with the actual design, man- 
ufacture, and test following an established pressure vessel standard of the country of manufacture. Because 
of the moderate pressures involved, and the classification of GIS as electrical equipment, third-party 
inspection and code stamping of the GIS enclosures are not required. 

Conductors today are mostly aluminum. Copper is sometimes used. It is usual to silver plate surfaces 
that transfer current. Bolted joints and sliding electrical contacts are used to join conductor sections. 
There are many designs for the sliding contact element. In general, sliding contacts have many individually 
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FIGURE 5.2 Three-phase enclosure GIS. 
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sprung copper contact fingers working in parallel. Usually the contact fingers are silver plated. A contact 
lubricant is used to ensure that the sliding contact surfaces do not generate particles or wear out over 
time. The sliding conductor contacts make assembly of the modules easy and also allow for conductor 
movement to accommodate the differential thermal expansion of the conductor relative to the enclosure. 
Sliding contact assemblies are also used in circuit breakers and switches to transfer current from the 
moving contact to the stationary contacts. 

Support insulators are made of a highly filled epoxy resin cast very carefully to prevent formation of 
voids and/or cracks during curing. Each GIS manufacturer’s material formulation and insulator shape 
has been developed to optimize the support insulator in terms of electric field distribution, mechanical 
strength, resistance to surface electric discharges, and convenience of manufacture and assembly. Post, 
disc, and cone type support insulators are used. Quality assurance programs for support insulators include 
a high voltage power frequency withstand test with sensitive partial discharge monitoring. Experience 
has shown that the electric field stress inside the cast epoxy insulator should be below a certain level to 
avoid aging of the solid dielectric material. The electrical stress limit for the cast epoxy support insulator 
is not a severe design constraint because the dimensions of the GIS are mainly set by the lightning impulse 
withstand level and the need for the conductor to have a fairly large diameter to carry to load current 
of several thousand amperes. The result is space between the conductor and enclosure for support 
insulators having low electrical stress. 

Service life of GIS using the construction described above has been shown by experience to be more 
than 30 years. The condition of GIS examined after many years in service does not indicate any approach- 
ing limit in service life. Experience also shows no need for periodic internal inspection or maintenance. 
Inside the enclosure is a dry, inert gas that is itself not subject to aging. There is no exposure of any of 
the internal materials to sunlight. Even the “O” ring seals are found to be in excellent condition because 
there is almost always a “double seal” system — Fig. 5.3 shows one approach. The lack of aging has been 
found for GIS, whether installed indoors or outdoors. 


Circuit Breaker 


GIS uses essentially the same dead tank SF6 puffer circuit breakers used in AIS. Instead of SF6-to-air as 
connections into the substation as a whole, the nozzles on the circuit breaker enclosure are directly 
connected to the adjacent GIS module. 
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FIGURE 5.3 Gas seal for GIS enclosure. 
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Current Transformers 


CTs are inductive ring type installed either inside the GIS enclosure or outside the GIS enclosure (Fig. 5.4). 
The GIS conductor is the single turn primary for the CT. CTs inside the enclosure must be shielded from 
the electric field produced by the high voltage conductor or high transient voltages can appear on the 
secondary through capacitive coupling. For CTs outside the enclosure, the enclosure itself must be 
provided with an insulating joint, and enclosure currents shunted around the CT. Both types of con- 
struction are in wide use. 


Voltage Transformers 


VTs are inductive type with an iron core. The primary winding is supported on an insulating plastic film 
immersed in SF6. The VT should have an electric field shield between the primary and secondary windings 
to prevent capacitive coupling of transient voltages. The VT is usually a sealed unit with a gas barrier 
insulator. The VT is either easily removable so the GIS can be high voltage tested without damaging the 
VT, or the VT is provided with a disconnect switch or removable link (Fig. 5.5). 
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FIGURE5.5 Voltage transformers for GIS. 
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FIGURE 5.6 Disconnect switches for GIS. 


Disconnect Switches 


Disconnect switches (Fig. 5.6) have a moving contact that opens or closes a gap between stationary 
contacts when activated by a insulating operating rod that is itself moved by a sealed shaft coming through 
the enclosure wall. The stationary contacts have shields that provide the appropriate electric field distri- 
bution to avoid too high a surface stress. The moving contact velocity is relatively low (compared to a 
circuit breaker moving contact) and the disconnect switch can interrupt only low levels of capacitive 
current (for example, disconnecting a section of GIS bus) or small inductive currents (for example, 
transformer magnetizing current). Load break disconnect switches have been furnished in the past, but 
with improvements and cost reductions of circuit breakers, it is not practical to continue to furnish load 
break disconnect switches, and a circuit breaker should be used instead. 


Ground Switches 


Ground switches (Fig. 5.7) have a moving contact that opens or closes a gap between the high voltage 
conductor and the enclosure. Sliding contacts with appropriate electric field shields are provided at the 
enclosure and the conductor. A “maintenance” ground switch is operated either manually or by motor 
drive to close or open in several seconds and when fully closed to carry the rated short-circuit current 
for the specified time period (1 or 3 sec) without damage. A “fast acting” ground switch has a high speed 
drive, usually a spring, and contact materials that withstand arcing so it can be closed twice onto an 
energized conductor without significant damage to itself or adjacent parts. Fast-acting ground switches 
are frequently used at the connection point of the GIS to the rest of the electric power network, not only 
in case the connected line is energized, but also because the fast-acting ground switch is better able to 
handle discharge of trapped charge and breaking of capacitive or inductive coupled currents on the 
connected line. 

Ground switches are almost always provided with an insulating mount or an insulating bushing for 
the ground connection. In normal operation the insulating element is bypassed with a bolted shunt to 
the GIS enclosure. During installation or maintenance, with the ground switch closed, the shunt can be 
removed and the ground switch used as a connection from test equipment to the GIS conductor. Voltage 
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FIGURE 5.7. Ground switches for GIS. 


and current testing of the internal parts of the GIS can then be done without removing SF6 gas or opening 
the enclosure. A typical test is measurement of contact resistance using two ground switches (Fig. 5.8). 


Bus 


To connect GIS modules that are not directly connected to each other, an SF6 bus consisting of an inner 
conductor and outer enclosure is used. Support insulators, sliding electrical contacts, and flanged enclo- 
sure joints are usually the same as for the GIS modules. 


Air Connection 


SF6-to-air bushings (Fig. 5.9) are made by attaching a hollow insulating cylinder to a flange on the end 
of a GIS enclosure. The insulating cylinder contains pressurized SF6 on the inside and is suitable for 
exposure to atmospheric air on the outside. The conductor continues up through the center of the 
insulating cylinder to a metal end plate. The outside of the end plate has provisions for bolting to an air 
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FIGURE 5.8 Contact resistance measured using ground switch. 


insulated conductor. The insulating cylinder has a smooth interior. Sheds on the outside improve the 
performance in air under wet and/or contaminated conditions. Electric field distribution is controlled 
by internal metal shields. Higher voltage SF6-to-air bushings also use external shields. The SF6 gas inside 
the bushing is usually the same pressure as the rest of the GIS. The insulating cylinder has most often 
been porcelain in the past, but today many are a composite consisting of a fiberglass epoxy inner cylinder 
with an external weather shed of silicone rubber. The composite bushing has better contamination 
resistance and is inherently safer because it will not fracture as will porcelain. 


Cable Connections 


A cable connecting to a GIS is provided with a cable termination kit that is installed on the cable to 
provide a physical barrier between the cable dielectric and the SF6 gas in the GIS (Fig. 5.10). The cable 
termination kit also provides a suitable electric field distribution at the end of the cable. Because the 
cable termination will be in SF6 gas, the length is short and sheds are not needed. The cable conductor 
is connected with bolted or compression connectors to the end plate or cylinder of the cable termination 
kit. On the GIS side, a removable link or plug in contact transfers current from the cable to the GIS 
conductor. For high voltage testing of the GIS or the cable, the cable is disconnected from the GIS by 
removing the conductor link or plug-in contact. The GIS enclosure around the cable termination usually 
has an access port. This port can also be used for attaching a test bushing. 


Direct Transformer Connections 


To connect a GIS directly to a transformer, a special SF6-to-oil bushing that mounts on the transformer 
is used (Fig. 5.11). The bushing is connected under oil on one end to the transformer’s high voltage leads. 
The other end is SF6 and has a removable link or sliding contact for connection to the GIS conductor. 
The bushing may be an oil-paper condenser type or more commonly today, a solid insulation type. Because 
leakage of SF6 into the transformer oil must be prevented, most SF6-to-oil bushings have a center section 
that allows any SF6 leakage to go to the atmosphere rather than into the transformer. For testing, the SF6 
end of the bushing is disconnected from the GIS conductor after gaining access through an opening in 
the GIS enclosure. The GIS enclosure of the transformer can also be used for attaching a test bushing. 
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FIGURE5.9 SF6-to-air bushing. 


Surge Arrester 


Zinc oxide surge arrester elements suitable for immersion in SF6 are supported by an insulating cylinder 
inside a GIS enclosure section to make a surge arrester for overvoltage control (Fig. 5.12). Because the 
GIS conductors are inside in a grounded metal enclosure, the only way for lightning impulse voltages to 
enter is through the connections of the GIS to the rest of the electrical system. Cable and direct transformer 
connections are not subject to lightning strikes, so only at SF6-to-air bushing connections is lightning a 
concern. Air insulated surge arresters in parallel with the SF6-to-air bushings usually provide adequate 
protection of the GIS from lightning impulse voltages at a much lower cost than SF6 insulated arresters. 
Switching surges are seldom a concern in GIS because with SF6 insulation the withstand voltages for 
switching surges are not much less than the lightning impulse voltage withstand. In AIS there is a 
significant decrease in withstand voltage for switching surges than for lightning impulse because the 
longer time span of the switching surge allows time for the discharge to completely bridge the long 
insulation distances in air. In the GIS, the short insulation distances can be bridged in the short time 
span of a lightning impulse so the longer time span of a switching surge does not significantly decrease 
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FIGURE 5.10 Power cable connection. 


the breakdown voltage. Insulation coordination studies usually show there is no need for surge arresters 
in a GIS; however, many users specify surge arresters at transformers and cable connections as the most 


conservative approach. 


Control System 

For ease of operation and convenience in wiring the GIS back to the substation control room, a local 
control cabinet (LCC) is provided for each circuit breaker position (Fig. 5.13). The control and power 
wires for all the operating mechanisms, auxiliary switches, alarms, heaters, CTs, and VTs are brought 
from the GIS equipment modules to the LCC using shielded multiconductor control cables. In addition 
to providing terminals for all the GIS wiring, the LCC has a mimic diagram of the part of the GIS being 
controlled. Associated with the mimic diagram are control switches and position indicators for the circuit 
breaker and switches. Annunciation of alarms is also usually provided in the LCC. Electrical interlocking 
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FIGURE 5.11 Direct SF6 bus connection to transfromer. 
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FIGURE 5.12 Surge arrester for GIS. 


© 2001 CRC Press LLC 


x 


S 


“t 


~~ 
lip 


FIGURE 5.13 Local control cabinet for GIS. 


and some other control functions can be conveniently implemented in the LCC. Although the LCC is 
an extra expense, with no equivalent in the typical AIS, it is so well established and popular that attempts 
to eliminate it to reduce cost have not succeeded. The LCC does have the advantage of providing a very 
clear division of responsibility between the GIS manufacturer and user in terms of scope of equipment 
supply. 

Switching and circuit breaker operation in a GIS produces internal surge voltages with a very fast rise 
time on the order of nanoseconds and a peak voltage level of about 2 per unit. These “very fast transient 
overvoltages” are not a problem inside the GIS because the duration of this type of surge voltage is very 
short — much shorter than the lightning impulse voltage. However, a portion of the VFTO will emerge 
from the inside of the GIS at any place where there is a discontinuity of the metal enclosure — for 
example, at insulating enclosure joints for external CTs or at the SF6-to-air bushings. The resulting 
“transient ground rise voltage” on the outside of the enclosure may cause some small sparks across the 
insulating enclosure joint or to adjacent grounded parts. These may alarm nearby personnel but are not 
harmful to a person because the energy content is very low. However, if these VFT voltages enter the 
control wires, they could cause faulty operation of control devices. Solid-state controls can be particularly 
affected. The solution is thorough shielding and grounding of the control wires. For this reason, in a 
GIS, the control cable shield should be grounded at both the equipment and the LCC ends using either 
coaxial ground bushings or short connections to the cabinet walls at the location where the control cable 
first enters the cabinet. 
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FIGURE 5.14 SF6 density monitor for GIS. 


Gas Monitor System 


The insulating and interrupting capability of the SF6 gas depends on the density of the SF6 gas being at 
a minimum level established by design tests. The pressure of the SF6 gas varies with temperature, so a 
mechanical temperature-compensated pressure switch is used to monitor the equivalent of gas density 
(Fig. 5.14). GIS is filled with SF6 to a density far enough above the minimum density for full dielectric 
and interrupting capability so that from 10% to 20% of the SF6 gas can be lost before the performance 
of the GIS deteriorates. The density alarms provide a warning of gas being lost, and can be used to operate 
the circuit breakers and switches to put a GIS that is losing gas into a condition selected by the user. 
Because it is much easier to measure pressure than density, the gas monitor system usually has a pressure 
gage. A chart is provided to convert pressure and temperature measurements into density. Microproces- 
sor-based measurement systems are available that provide pressure, temperature, density, and even 
percentage of proper SF6 content. These can also calculate the rate at which SF6 is being lost. However, 
they are significantly more expensive than the mechanical temperature-compensated pressure switches, 
so they are supplied only when requested by the user. 


Gas Compartments and Zones 


A GIS is divided by gas barrier insulators into gas compartments for gas handling purposes. In some 
cases, the use of a higher gas pressure in the circuit breaker than is needed for the other devices, requires 
that the circuit breaker be a separate gas compartment. Gas handling systems are available to easily process 
and store about 1000 kg of SF6 at one time, but the length of time needed to do this is longer than most 
GIS users will accept. GIS is therefore divided into relatively small gas compartments of less than several 
hundred kg. These small compartments may be connected with external bypass piping to create a larger 
gas zone for density monitoring. The electrical functions of the GIS are all on a three-phase basis, so 
there is no electrical reason not to connect the parallel phases of a single-phase enclosure type of GIS 
into one gas zone for monitoring. Reasons for not connecting together many gas compartments into 
large gas zones include a concern with a fault in one gas compartment causing contamination in adjacent 
compartments and the greater amount of SF6 lost before a gas loss alarm. It is also easier to locate a leak 
if the alarms correspond to small gas zones, but a larger gas zone will, for the same size leak, give more 
time to add SF6 between the first alarm and second alarm. Each GIS manufacturer has a standard 
approach to gas compartments and gas zones, but will, of course, modify the approach to satisfy the 
concerns of individual GIS users. 
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FIGURE 5.15 One-and-one-half circuit breaker layouts. 


Electrical and Physical Arrangement 


For any electrical one-line diagram there are usually several possible physical arrangements. The shape 
of the site for the GIS and the nature of connecting lines and/or cables should be considered. Figure 5.15 
compares a “natural” physical arrangement for a breaker and a half GIS with a “linear” arrangement. 

Most GIS designs were developed initially for a double bus, single breaker arrangement (Fig. 5.2). This 
widely used approach provides good reliability, simple operation, easy protective relaying, excellent 
economy, and a small footprint. By integrating several functions into each GIS module, the cost of the 
double bus, single breaker arrangement can be significantly reduced. An example is shown in Fig. 5.16. 
Disconnect and ground switches are combined into a “three-position switch” and made a part of each 
bus module connecting adjacent circuit breaker positions. The cable connection module includes the 
cable termination, disconnect switches, ground switches, a VT, and surge arresters. 


Grounding 


The individual metal enclosure sections of the GIS modules are made electrically continuous either by 
the flanged enclosure joint being a good electrical contact in itself or with external shunts bolted to the 
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FIGURE 5.16 Integrated (combined function) GIS. 


flanges or to grounding pads on the enclosure. While some early single-phase enclosure GIS were “single 
point grounded” to prevent circulating currents from flowing in the enclosures, today the universal 
practice is to use “multipoint grounding” even though this leads to some electrical losses in the enclosures 
due to circulating currents. The three enclosures of a single-phase GIS should be bonded to each other 
at the ends of the GIS to encourage circulating currents to flow. These circulating enclosure currents act 
to cancel the magnetic field that would otherwise exist outside the enclosure due to the conductor current. 
Three-phase enclosure GIS does not have circulating currents, but does have eddy currents in the 
enclosure, and should also be multipoint grounded. With multipoint grounding and the resulting many 
parallel paths for the current from an internal fault to flow to the substation ground grid, it is easy to 
keep the touch and step voltages for a GIS to the safe levels prescribed in IEEE 80. 


Testing 


Test requirements for circuit breakers, CTs, VIs, and surge arresters are not specific for GIS and will not be 
covered in detail here. Representative GIS assemblies having all of the parts of the GIS except for the circuit 
breaker are design tested to show that the GIS can withstand the rated lightning impulse voltage, switching 
impulse voltage, power frequency overvoltage, continuous current, and short-circuit current. Standards 
specify the test levels and how the tests must be done. Production tests of the factory-assembled GIS 
(including the circuit breaker) cover power frequency withstand voltage, conductor circuit resistance, leak 
checks, operational checks, and CT polarity checks. Components such as support insulators, VTs, and CTs 
are tested in accordance with the specific requirements for these items before assembly into the GIS. Field 
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tests repeat the factory tests. The power frequency withstand voltage test is most important as a check of 
the cleanliness of the inside of the GIS in regard to contaminating conducting particles, as explained in the 
SF6 section above. Checking of interlocks is also very important. Other field tests may be done if the GIS 
is a very critical part of the electric power system, when, for example, a surge voltage test may be requested. 


Installation 


The GIS is usually installed on a monolithic concrete pad or the floor of a building. It is most often 
rigidly attached by bolting and/or welding the GIS support frames to embedded steel plates or beams. 
Chemical drill anchors can also be used. Expansion drill anchors are not recommended because dynamic 
loads may loosen expansion anchors when the circuit breaker operates. Large GIS installations may need 
bus expansion joints between various sections of the GIS to adjust to the fit-up in the field and, in some 
cases, provide for thermal expansion of the GIS. The GIS modules are shipped in the largest practical 
assemblies. At the lower voltage level, two or more circuit breaker positions can be delivered fully 
assembled. The physical assembly of the GIS modules to each other using the bolted flanged enclosure 
joints and sliding conductor contacts goes very quickly. More time is used for evacuation of air from gas 
compartments that have been opened, filling with SF6 gas, and control system wiring. The field tests are 
then done. For a high voltage GIS shipped as many separate modules, installation and testing takes about 
two weeks per circuit breaker position. Lower voltage systems shipped as complete bays, and mostly 
factory-wired, can be installed more quickly. 


Operation and Interlocks 


Operation of a GIS in terms of providing monitoring, control, and protection of the power system as a 
whole is the same as for an AIS except that internal faults are not self-clearing so reclosing should not 
be used for faults internal to the GIS. Special care should be taken for disconnect and ground switch 
operation because if these are opened with load current flowing, or closed into load or fault current, the 
arcing between the switch moving and stationary contacts will usually cause a phase-to-phase fault in 
three-phase enclosure GIS or to a phase-to-ground fault in single-phase enclosure GIS. The internal fault 
will cause severe damage inside the GIS. A GIS switch cannot be as easily or quickly replaced as an AIS 
switch. There will also be a pressure rise in the GIS gas compartment as the arc heats the gas. In extreme 
cases, the internal arc will cause a rupture disk to operate or may even cause a burn-through of the 
enclosure. The resulting release of hot, decomposed SF6 gas may cause serious injury to nearby personnel. 
For both the sake of the GIS and the safety of personnel, secure interlocks are provided so that the circuit 
breaker must be open before an associated disconnect switch can be opened or closed, and the disconnect 
switch must be open before the associated ground switch can be closed or opened. 


Maintenance 


Experience has shown that the internal parts of GIS are so well protected inside the metal enclosure that 
they do not age and as a result of proper material selection and lubricants, there is negligible wear of the 
switch contacts. Only the circuit breaker arcing contacts and the teflon nozzle of the interrupter experience 
wear proportional to the number of operations and the level of the load or fault currents being inter- 
rupted. Good contact and nozzle materials combined with the short interrupting time of modern circuit 
breakers provide, typically, for thousands of load current interruption operations and tens of full-rated 
fault current interruptions before there is any need for inspection or replacement. Except for circuit 
breakers in special use such as at a pumped storage plant, most circuit breakers will not be operated 
enough to ever require internal inspection. So most GIS will not need to be opened for maintenance. 
The external operating mechanisms and gas monitor systems should be visually inspected, with the 
frequency of inspection determined by experience. 


Economics of GIS 


The equipment cost of GIS is naturally higher than that of AIS due to the grounded metal enclosure, the 
provision of an LCC, and the high degree of factory assembly. A GIS is less expensive to install than an 
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AIS. The site development costs for a GIS will be much lower than for an AIS because of the much 
smaller area required for the GIS. The site development advantage of GIS increases as the system voltage 
increases because high voltage AIS take very large areas because of the long insulating distances in 
atmospheric air. Cost comparisons in the early days of GIS projected that, on a total installed cost basis, 
GIS costs would equal AIS costs at 345 kV. For higher voltages, GIS was expected to cost less than AIS. 
However, the cost of AIS has been reduced significantly by technical and manufacturing advances (espe- 
cially for circuit breakers) over the last 30 years, but GIS equipment has not shown any cost reduction 
until very recently. Therefore, although GIS has been a well-established technology for a long time, with 
a proven high reliability and almost no need for maintenance, it is presently perceived as costing too 
much and is only applicable in special cases where space is the most important factor. 

Currently, GIS costs are being reduced by integrating functions as described in the arrangement section 
above. As digital control systems become common in substations, the costly electromagnetic CTs and 
VTs of a GIS will be replaced by less-expensive sensors such as optical VTs and Rogowski coil CTs. These 
less-expensive sensors are also much smaller, reducing the size of the GIS and allowing more bays of GIS 
to be shipped fully assembled. Installation and site development costs are correspondingly lower. The 
GIS space advantage over AIS increases. GIS can now be considered for any new substation or the 
expansion of an existing substation without enlarging the area for the substation. 
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5.2 Air Insulated Substations — Bus/Switching Configurations 


Michael J. Bio 


Various factors affect the reliability of a substation or switchyard, one of which is the arrangement of the 


buses and switching devices. In addition to reliability, arrangement of the buses/switching devices will 
impact maintenance, protection, initial substation development, and cost. 


© 2001 CRC Press LLC 


=I 


FIGURE 5.17 Single bus. 


There are six types of substation bus/switching arrangements commonly used in air insulated substations: 


Single bus 

Double bus, double breaker 

Main and transfer (inspection) bus 
Double bus, single breaker 

Ring bus 

Breaker and a half 


Sy Pe ee 


Single Bus (Fig. 5.17) 


This arrangement involves one main bus with all circuits connected directly to the bus. The reliability 
of this type of an arrangement is very low. When properly protected by relaying, a single failure to the 
main bus or any circuit section between its circuit breaker and the main bus will cause an outage of the 
entire system. In addition, maintenance of devices on this system requires the de-energizing of the line 
connected to the device. Maintenance of the bus would require the outage of the total system, use of 
standby generation, or switching, if available. 

Since the single bus arrangement is low in reliability, it is not recommended for heavily loaded 
substations or substations having a high availability requirement. Reliability of this arrangement can be 
improved by the addition of a bus tiebreaker to minimize the effect of a main bus failure. 


Double Bus, Double Breaker (Fig. 5.18) 


This scheme provides a very high level of reliability by having two separate breakers available to each 
circuit. In addition, with two separate buses, failure of a single bus will not impact either line. Maintenance 
of a bus or a circuit breaker in this arrangement can be accomplished without interrupting either of the 
circuits. 

This arrangement allows various operating options as additional lines are added to the arrangement; 
loading on the system can be shifted by connecting lines to only one bus. 

A double bus, double breaker scheme is a high-cost arrangement, since each line has two breakers and 
requires a larger area for the substation to accommodate the additional equipment. This is especially 
true in a low profile configuration. The protection scheme is also more involved than a single bus scheme. 


Main and Transfer Bus (Fig. 5.19) 


This scheme is arranged with all circuits connected between a main (operating) bus and a transfer bus 
(also referred to as an inspection bus). Some arrangements include a bus tie breaker that is connected 
between both buses with no circuits connected to it. Since all circuits are connected to the single, main 
bus, reliability of this system is not very high. However, with the transfer bus available during mainte- 
nance, de-energizing of the circuit can be avoided. Some systems are operated with the transfer bus 
normally de-energized. 
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FIGURE 5.18 Double bus, double breaker. 
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FIGURE 5.19 Main and transfer bus. 


When maintenance work is necessary, the transfer bus is energized by either closing the tie breaker, 
or when a tie breaker is not installed, closing the switches connected to the transfer bus. With these 
switches closed, the breaker to be maintained can be opened along with its isolation switches. Then the 
breaker is taken out of service. The circuit remaining in service will now be connected to both circuits 
through the transfer bus. This way, both circuits remain energized during maintenance. Since each circuit 
may have a different circuit configuration, special relay settings may be used when operating in this 
abnormal arrangement. When a bus tie breaker is present, the bus tie breaker is the breaker used to 
replace the breaker being maintained, and the other breaker is not connected to the transfer bus. 

A shortcoming of this scheme is that if the main bus is taken out of service, even though the circuits 
can remain energized through the transfer bus and its associated switches, there would be no relay 
protection for the circuits. Depending on the system arrangement, this concern can be minimized through 
the use of circuit protection devices (reclosure or fuses) on the lines outside the substation. 
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FIGURE 5.20 Double bus, single breaker. 


This arrangement is slightly more expensive than the single bus arrangement, but does provide more 
flexibility during maintenance. Protection of this scheme is similar to that of the single bus arrangement. 
The area required for a low profile substation with a main and transfer bus scheme is also greater than 
that of the single bus, due to the additional switches and bus. 


Double Bus, Single Breaker (Fig. 5.20) 


This scheme has two main buses connected to each line circuit breaker and a bus tie breaker. Utilizing 
the bus tie breaker in the closed position allows the transfer of line circuits from bus to bus by means 
of the switches. This arrangement allows the operation of the circuits from either bus. In this arrangement, 
a failure on one bus will not affect the other bus. However, a bus tie breaker failure will cause the outage 
of the entire system. 

Operating the bus tie breaker in the normally open position defeats the advantages of the two main 
buses. It arranges the system into two single bus systems, which as described previously, has very low 
reliability. 

Relay protection for this scheme can be complex, depending on the system requirements, flexibility, 
and needs. With two buses and a bus tie available, there is some ease in doing maintenance, but 
maintenance on line breakers and switches would still require outside the substation switching to avoid 
outages. 


Ring Bus (Fig. 5.21) 


In this scheme, as indicated by the name, all breakers are arranged in a ring with circuits tapped between 
breakers. For a failure on a circuit, the two adjacent breakers will trip without affecting the rest of the 
system. Similarly, a single bus failure will only affect the adjacent breakers and allow the rest of the system 
to remain energized. However, a breaker failure or breakers that fail to trip will require adjacent breakers 
to be tripped to isolate the fault. 

Maintenance on a circuit breaker in this scheme can be accomplished without interrupting any circuit, 
including the two circuits adjacent to the breaker being maintained. The breaker to be maintained is 
taken out of service by tripping the breaker, then opening its isolation switches. Since the other breakers 
adjacent to the breaker being maintained are in service, they will continue to supply the circuits. 

In order to gain the highest reliability with a ring bus scheme, load and source circuits should be 
alternated when connecting to the scheme. Arranging the scheme in this manner will minimize the 
potential for the loss of the supply to the ring bus do to a breaker failure. 
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FIGURE 5.21 Ring bus. 


Relaying is more complex in this scheme than some previously identified. Since there is only one bus 
in this scheme, the area required to develop this scheme is less than some of the previously discussed 
schemes. However, expansion of a ring bus is limited, due to the practical arrangement of circuits. 


Breaker-and-a-Half (Fig. 5.22) 


The breaker-and-a-half scheme can be developed from a ring bus arrangement as the number of circuits 
increase. In this scheme, each circuit is between two circuit breakers, and there are two main buses. The 
failure of a circuit will trip the two adjacent breakers and not interrupt any other circuit. With the three 
breaker arrangement for each bay, a center breaker failure will cause the loss of the two adjacent circuits. 
However, a breaker failure of the breaker adjacent to the bus will only interrupt one circuit. 

Maintenance of a breaker on this scheme can be performed without an outage to any circuit. Further- 
more, either bus can be taken out of service with no interruption to the service. 

This is one of the most reliable arrangements, and it can continue to be expanded as required. Relaying 
is more involved than some schemes previously discussed. This scheme will require more area and is 
costly due to the additional components. 
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FIGURE 5.22 Breaker-and-a-half. 
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TABLE 5.1 Comparison of Configurations 


Configuration Reliability Cost Available Area 
Single bus Least reliable — single failure can cause Least cost (1.0) — fewer Least area — fewer 
complete outage components components 
Double bus Highly reliable — duplicated components; High cost (1.8) — Greater area — twice as 
single failure normally isolates single duplicated components many components 
component 
Main bus and Least reliable — same as Single bus, but Moderate cost (1.76) —— — Low area requirement — 
transfer flexibility in operating and maintenance fewer components fewer components 
with transfer bus 
Double bus, Moderately reliable — depends on Moderate cost (1.78) —— | Moderate area — more 
single breaker arrangement of components and bus more components components 
Ring bus High reliability — single failure isolates Moderate cost (1.56) — | Moderate area— increases 
single component more components with number of circuits 
Breaker-and-a- _ Highly reliable — single circuit failure Moderate cost (1.57) Greater area — more 
half isolates single circuit, bus failures do not breaker-and-a-half fo components per circuit 
affect circuits each circuit 


Note: The number shown in parenthesis is a per unit amount for comparison of configurations. 


Comparison of Configurations 


In planning an electrical substation or switchyard facility, one should consider major parameters as 
discussed above: reliability, cost, and available area. Table 5.1 has been developed to provide specific items 
for consideration. 

In order to provide a complete evaluation of the configurations described, other circuit-related factors 
should also be considered. The arrangement of circuits entering the facility should be incorporated in 
the total scheme. This is especially true with the ring bus and breaker and a half schemes, since reliability 
in these schemes can be improved by not locating source circuits or load circuits adjacent to each other. 
Arrangement of the incoming circuits can add greatly to the cost and area required. 

Second, the profile of the facility can add significant cost and area to the overall project. A high-profile 
facility can incorporate multiple components on fewer structures. Each component in a low-profile layout 
requires a single area, thus necessitating more area for an arrangement similar to a high-profile facility. 

Therefore, a four-circuit, high-profile ring bus may require less area and be less expensive than a four- 
circuit, low-profile main and transfer bus arrangement. 


5.3 High Voltage Switching Equipment 
David L. Harris 


The design of the high voltage substation must include consideration for the safe operation and main- 
tenance of the equipment. Switching equipment is used to provide isolation, no load switching, load 
switching, and/or interruption of fault currents. The magnitude and duration of the load and fault 
currents will be significant in the selection of the equipment used. 

System operations and maintenance must also be considered when equipment is selected. One signif- 
icant choice is the decision of single-phase or three-phase operation. High voltage power systems are 
generally operated as a three-phase system, and the imbalance that will occur when operating equipment 
in a single-phase mode, must be considered. 


Ambient Conditions 


Air-insulated high voltage electrical equipment is generally covered by standards based on assumed 
ambient temperatures and altitudes. Ambient temperatures are generally rated over a range from —40°C to 
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+40°C for equipment that is air-insulated and dependent on ambient cooling. Altitudes above 1000 meters 
(3300 feet) may require derating. 

At higher altitudes, air density decreases, hence the dielectric strength is also reduced and derating of 
the equipment is recommended. Operating (strike distances) clearances must be increased to compensate 
for the reduction in dielectric strength of the ambient air. Also, current ratings generally decrease at 
higher elevations due to the decreased density of the ambient air, which is the cooling medium used for 
dissipation of the heat generated by the load losses associated with load current levels. 


Disconnect Switches 


A disconnect switch is a mechanical device used to change connections within a circuit or isolate a circuit 
from its power source, and are normally used to provide isolation of the substation equipment for 
maintenance. Typically a disconnect switch would be installed on each side of a piece of equipment to 
provide a visible confirmation that the power conductors have been opened for personnel safety. Once 
the switches are placed in the open position, safety grounds can be attached to the de-energized equipment 
for worker protection. Switches can be equipped with grounding blades to perform the safety grounding 
function. 

Disconnect switches are designed to continuously carry load currents and momentarily carry higher 
capacity for short-circuit currents for a specified duration (typically specified in seconds). They are 
designed for no load switching, opening or closing circuits where negligible currents are made or 
interrupted, or when there is no significant voltage across the open terminals of the switch. They are 
relatively slow-speed operating devices and therefore are not designed for arc interruption. Disconnect 
switches are also installed to bypass breakers or other equipment for maintenance and can also be used 
for bus sectionalizing. Interlocking equipment is available to prevent inadvertent operating sequence by 
inhibiting operation of the disconnect switch operation until the fault and/or load currents have been 
interrupted by the appropriate equipment. 

Single-phase or three-phase operation is possible for some switches. Operating mechanisms are nor- 
mally installed to permit operation of the disconnect switch by an operator standing at ground level. 
The operating mechanisms provide a swing arm or gearing to permit operation with reasonable effort 
by utility personnel. Motor operating mechanisms are also available and are applied when remote 
switching is necessary. 

Disconnect switch operation can be designed for vertical or horizontal operating of the switch blades. 
Several configurations are frequently used for switch applications including: 


* Vertical break 

* Double break switches 
* V switches 

* Center-break switches 
* Hook stick switches 

* Vertical reach switches 
* Grounding switches 


Phase spacing is usually adjusted to satisfy the spacing of the bus system installed in the substation. 


Load Break Switches 


A load break switch is a disconnect switch that has been designed to provide making or breaking of 
specified currents. This is accomplished by addition of equipment that increases the operating speed of 
the disconnect switch blade and the addition of some type of equipment to alter the arcing phenomena 
and allow the safe interruption of the arc resulting when switching load currents. 

Disconnect switches can be supplied with equipment to provide a limited load switching capability. 
Arcing horns, whips, and spring actuators are typical at lower voltages. These switches are used to 
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de-energize or energize a circuit that possesses some limited amount of magnetic or capacitive current, 
such as transformer exciting current or line charging currents. 

An air switch can be modified to include a series interrupter (typically vacuum or SF6) for higher 
voltage and current interrupting levels. These interrupters increase the load break capability of the 
disconnect switch and can be applied for switching load or fault currents of the associated equipment. 


High Speed Grounding Switches 


Automatic high-speed grounding switches are applied for protection of transformer banks when the cost 
of supplying other protective equipment is too costly. The switches are generally actuated by discharging 
a spring mechanism to provide the “high-speed” operation. The grounding switch operates to provide 
a deliberate ground on the high voltage bus supplying the equipment (generally a transformer bank), 
which is detected by protective relaying equipment remotely, and operates the transmission line breakers 
at the remote end of the line supplying the transformer. This scheme also imposes a voltage interruption 
to all other loads connected between the same remote breakers. A motor-operated disconnect switch is 
frequently installed along with a relay system to sense bus voltage and allow operation of a motor-operated 
disconnect switch when there is no voltage on the transmission line to provide automatic isolation of 
the faulted bank, and allow reclosing operation of the remote breaker to restore service to the transmission 
line. 

The grounding switch scheme is dependent on the ability of the source transmission line relay pro- 
tection scheme to recognize and clear the fault by opening the remote line circuit breaker. Clearing times 
are necessarily longer since the fault levels are not normally within the levels appropriate for an instan- 
taneous trip response. The lengthening of the trip time also imposes additional stress on the equipment 
being protected and should be considered when selecting this method for bank protection. Grounding 
switches are usually considered when relative fault levels are low so that there is not the risk of significant 
damage to the equipment with the associated extended trip times. 


Power Fuses 


Power fuses are a generally accepted means of protecting power transformers in distribution substations. 
The primary purpose of a power fuse is to provide interruption of permanent faults. Fusing is an 
economical alternative to circuit switcher or circuit breaker protection. Fuse protection is generally limited 
to voltages from 34.5 kV through 69 kV, but has been applied for protection of 115-kV and 138-kV 
transformers. 

To provide the greatest protective margin, it is necessary to use the smallest fuse rating possible. The 
advantage of close fusing is the ability of the fuse unit to provide backup protection for some secondary 
faults. For the common delta-wye connected transformer, a fusing ratio of 1.0 would provide backup 
protection for a phase-to-ground fault as low as 230% of the secondary full-load rating. Fusing ratio is 
defined as the ratio of the fuse rating to the transformer full load current rating. With low fusing ratios, 
the fuse may also provide backup protection for line-to-ground faults remote to the substation on the 
distribution network. 

Fuse ratings also must consider parameters other than the full load current of the transformer being 
protected. Coordination with other overcurrent devices, accommodation of peak overloadings, and severe 
duty may require increased ratings of the fuse unit. The general purpose of the power transformer fuse 
is to accommodate, not interrupt, peak loads. Fuse ratings must consider the possibility of nuisance trips 
if the rating is selected too low for all possible operating conditions. 

The concern of unbalanced voltages in a three-phase system must be considered when selecting fusing 
for power transformer protection. The possibility of one or two fuses blowing must be reviewed. Unbal- 
anced voltages can cause tank heating in three-phase transformers and overheating and damage to three- 
phase motor loads. The potential for ferroresonance must be considered for some transformer configu- 
rations when using fusing. 
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Fuses are available in a number of tripping curves (standard, slow, and very slow) to provide coordi- 
nation with other system protective equipment. Fuses are not voltage-critical; they may be applied at any 
voltage equal to or greater than their rated voltage. Fuses may not require additional structures, and are 
generally mounted on the incoming line structure, resulting in space savings in the substation layout. 


Circuit Switchers 


Circuit switchers have been developed to overcome some of the limitations of fusing for substation trans- 
formers. They are designed to provide three-phase interruption (solving the unbalanced voltage consider- 
ations) and provide protection for transient overvoltages and overloads at a competitive cost between the 
costs of fuses and circuit breakers. Additionally, they can provide protection from transformer faults based 
on differential, sudden pressure, and overcurrent relay schemes as well as critical operating constraints such 
as low oil level, high oil or winding temperature, pressure relief device operation, and others. 

Circuit switchers are designed and supplied as a combination of a circuit breaking interrupter and an 
isolating disconnect switch. Later models have been designed with improved interrupters that have reduced 
the number of gaps and eliminated the necessity of the disconnect switch blades in series with the 
interrupter. Interrupters are now available in vertical or horizontal mounting configurations, with or 
without an integral disconnect switch. Circuit switchers have been developed for applications involving 
protection of power transformers, lines, capacitors, and line connected or tertiary connected shunt reactors. 

Circuit switchers are an alternative to the application of circuit breakers for equipment protection. 
Fault duties may be lower and interrupting times longer than a circuit breaker. Some previous designs 
employed interrupters with multiple gaps and grading resistors and the integral disconnect switch as 
standard. The disconnect switch was required to provide open-circuit isolation in some earlier models 
of circuit switchers. 

Circuit switchers originally were intended to be used for transformer primary protection. Advance- 
ments in the interrupter design have resulted in additional circuit switcher applications, including: 


+ Line and switching protection 

* Cable switching and protection 

+ Single shunt capacitor bank switching and protection 

+ Shunt reactor switching and protection (line connected or tertiary connected reactors) 


Circuit Breakers 


A circuit breaker is defined as “a mechanical switching device capable of making, carrying and breaking 
currents under normal circuit conditions and also making, carrying and breaking for a specified time, 
and breaking currents under specified abnormal circuit conditions such as a short circuit” (IEEE Std. 
C37.100-1992). 

Circuit breakers are generally classified according to the interrupting medium used to cool and elongate 
the electrical arc permitting interruption. The types are: 


+ Air magnetic 
> Oil 

* Air blast 

* Vacuum 

* SF6 gas 


Air magnetic circuit breakers are limited to older switchgear and have generally been replaced by 
vacuum or SF6 for switchgear applications. Vacuum is used for switchgear applications and some outdoor 
breakers, generally 38 kV class and below. Air blast breakers, used for high voltages (2765 kV), are no 
longer manufactured and have been replaced by breakers using SF6 technology. 

Oil circuit breakers have been widely used in the utility industry in the past but have been replaced 
by other breaker technologies for newer installations. Two designs exist — bulk oil (dead tank designs) 
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dominant in the U.S.; and oil minimum breaker technology (live tank design). Bulk oil circuit breakers 
were designed as single-tank or three-tank mechanisms; generally, at higher voltages, three-tank designs 
were dominant. Oil circuit breakers were large and required significant foundations to support the weight 
and impact loads occurring during operation. Environmental concerns forcing the necessity of oil 
retention systems, maintenance costs, and the development of the SF6 gas circuit breaker have led to the 
gradual replacement of the oil circuit breaker for new installations. 

Oil circuit breaker development has been relatively static for many years. The design of the interrupter 
employs the arc caused when the contacts are parted and the breaker starts to operate. The electrical arc 
generates hydrogen gas due to the decomposition of the insulating mineral oil. The interrupter is designed 
to use the gas as a cooling mechanism to cool the arc and to use the pressure to elongate the arc through 
a grid (arc chutes), allowing extinguishing of the arc when the current passes through zero. 

Vacuum circuit breakers use an interrupter that is a small cylinder enclosing the moving contacts 
under a high vacuum. When the contacts part, an arc is formed from contact erosion. The arc products 
are immediately forced to and deposited on a metallic shield surrounding the contacts. Without anything 
to sustain the arc, it is quickly extinguished. 

Vacuum circuit breakers are widely employed for metal-clad switchgear up to 38 kV class. The small 
size of the breaker allows vertically stacked installations of breakers in a two-high configuration within 
one vertical section of switchgear, permitting significant savings in space and material compared to earlier 
designs employing air magnetic technology. When used in outdoor circuit breaker designs, the vacuum 
cylinder is housed in a metal cabinet or oil-filled tank for dead tank construction popular in the U.S. 
market. 

Gas circuit breakers generally employ SF6 (sulfur hexaflouride) as an interrupting and sometimes as 
an insulating medium. In “single puffer” mechanisms, the interrupter is designed to compress the gas 
during the opening stroke and use the compressed gas as a transfer mechanism to cool the arc and to 
elongate the arc through a grid (arc chutes), allowing extinguishing of the arc when the current passes 
through zero. In other designs, the arc heats the SF6 gas and the resulting pressure is used for elongating 
and interrupting the arc. Some older two-pressure SF6 breakers employed a pump to provide the high- 
pressure SF6 gas for arc interruption. 

Gas circuit breakers typically operate at pressures between six and seven atmospheres. The dielectric 
strength of SF6 gas reduces significantly at lower pressures, normally as a result of lower ambient 
temperatures. Monitoring of the density of the SF6 gas is critical and some designs will block operation 
of the circuit breaker in the event of low gas density. 

Circuit breakers are available as live-tank or dead-tank designs. Dead-tank designs put the interrupter 
in a grounded metal enclosure. Interrupter maintenance is at ground level and seismic withstand is 
improved versus the live-tank designs. Bushings are used for line and load connections which permit 
installation of bushing current transformers for relaying and metering at a nominal cost. The dead-tank 
breaker does require additional insulating oil or gas to provide the insulation between the interrupter 
and the grounded tank enclosure. 

Live-tank circuit breakers consist of an interrupter chamber that is mounted on insulators and is at 
line potential. This approach allows a modular design as interrupters can be connected in series to operate 
at higher voltage levels. Operation of the contacts is usually through an insulated operating rod or rotation 
of a porcelain insulator assembly by an operator at ground level. This design minimizes the quantity of 
oil or gas used for interrupting the arc as no additional quantity is required for insulation of a dead-tank 
enclosure. The design also readily adapts to the addition of pre-insertion resistors or grading capacitors 
when they are required. Seismic capability requires special consideration due to the high center of gravity 
of the interrupting chamber assembly. 

Interrupting times are usually quoted in cycles and are defined as the maximum possible delay between 
energizing the trip circuit at rated control voltage and the interruption of the main contacts in all poles. 
This applies to all currents from 25 to 100% of the rated short-circuit current. 

Circuit breaker ratings must be examined closely. Voltage and interrupting ratings are stated at a 
maximum operating voltage rating, i.e., 38 kV voltage rating for a breaker applied on a nominal 34.5-kV 
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circuit. The breakers have an operating range designated as K factor per IEEE C37.06, (see Table 3 in the 
document’s appendix). For a 72-kV breaker, the voltage range is 1.21, indicating that the breaker is capable 
of its full interrupting rating down to a voltage of 60 kV. 

Breaker ratings need to be checked for some specific applications. Applications requiring reclosing 
operation should be reviewed to be sure that the duty cycle of the circuit breaker is not being exceeded. 
Some applications for out-of-phase switching or back-to-back switching of capacitor banks also require 
review and may require specific-duty circuit breakers to insure proper operation of the circuit breaker 
during fault interruption. 


GIS Substations 


Advancements in the use of SF6 as an insulating and interrupting medium have resulted in the develop- 
ment of gas insulated substations. Environmental and/or space limitations may require the consideration 
of GIS (gas insulated substation) equipment. This equipment utilizes SF6 as an insulating and interrupting 
medium and permits very compact installations. 

Three-phase or single-phase bus configurations are normally available up to 145 kV class, and single- 
phase bus to 500 kV and higher, and all equipment (disconnect/isolating switches, grounding switches, 
circuit breakers, metering current, and potential transformers, etc.) are enclosed within an atmosphere 
of SF6 insulating gas. The superior insulating properties of SF6 allow very compact installations. 

GIS installations are also used in contaminated environments and as a means of deterring animal 
intrusions. Although initial costs are higher than conventional substations, a smaller substation footprint 
can offset the increased initial costs by reducing the land area necessary for the substation. 


Environmental Concerns 


Environmental concerns will have an impact on the siting, design, installation, maintenance, and oper- 
ation of substation equipment. 

Sound levels, continuous as well as momentary, can cause objections. The operation of a disconnect 
switch, switching cables, or magnetizing currents of a transformer will result in an audible noise associated 
with the arc interruption in air. Interrupters can be installed to mitigate this noise. Closing and tripping 
of a circuit breaker will result in an audible momentary sound from the operating mechanism. Trans- 
formers and other magnetic equipment will emit continuous audible noise. 

Oil insulated circuit breakers and power transformers may require the installation of systems to contain 
or control an accidental discharge of the insulating oil and prevent accidental migration beyond the 
substation site. Lubricating oils and hydraulic fluids should also to be considered in the control/contain- 
ment decision. 
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5.4 High Voltage Power Electronics Substations 


Gerhard Juette 


Details on power electronics are provided in Chapter 15, whereas gas insulated and air insulated substa- 
tions in general are covered in Sections 5.1 and 5.2 of this chapter. This section focuses on the specifics 
of power electronics as applied in substations for power transmission purposes. 

The dramatic development of power electronics in the past few decades made significant progress in 
electric power transmission technology possible, resulting in special types of transmission substations. 

The most important high voltage power electronics substations are frequency converters, above all for 
High Voltage Direct Current (HVDC) transmission, and controllers for Flexible AC Transmission Systems 
(FACTS), including electric energy storage, Static VAr Compensators (SVC), Static Compensator (STAT- 
COM), Thyristor Controlled Series Compensation (TCSC), and the Unified Power Flow Controller 
(UPFC). Detailed descriptions of these circuits can be found in Chapter 15, Power Electronics. 

In addition to the conventional substation elements covered in Sections 5.1 and 5.2, high voltage power 
electronic substations typically include harmonic filtering and reactive compensation equipment, as well as 
the main power electronic equipment with its dedicated transformers, buildings, coolers, and auxiliaries. 

Most high voltage power electronics substations are air insulated, although some use combinations of 
air and gas insulation. Typically, passive filters and reactive compensation equipment are air insulated 
and outdoors, while power and control electronics, active filters, and most communication and auxiliary 
systems are air insulated, but indoors. 

Basic community considerations, grounding, lightning protection, seismic, and fire protection con- 
siderations also apply. In addition, high voltage power electronic substations may emit characteristic 
electric and acoustic noise and may require extra fire protection. 

The IEEE, CIGRE, and other international technical societies continue to develop technical standards, 
disseminate information, and facilitate the exchange of know-how in this high-tech power engineering 
field. Within the IEEE, the following group is concerned with high voltage power electronics substations: 
Power Engineering Society (PES) — Substations Committee — High Voltage Power Electronics Stations 
Subcommittee. The related Web page is: http://home.att.net/(gengmann/. 


Types 


The high voltage power electronic circuits covered here are frequency converters, with an emphasis on 
HVDC and FACTS controllers, including recent developments. 


Frequency Converters (HVDC) 


Frequency converters transmit power between systems with different constant or variable frequencies. Some 
examples are converters between variable speed machines and power grids, energy storage converters, 
converters for railroad systems, and, most importantly, HVDC (High Voltage Direct Current transmission). 
HVDC converters convert AC power to DC power and vice versa. They terminate DC transmission 
lines and cables or form back-to-back asynchronous AC system couplings. When connected to DC 
transmission lines, the converter voltages can be on the order of a million volts (+500 kV) and power 
ratings can reach thousands of megawatts. With back-to-back converters, where DC line economies are 
not a consideration, the DC voltage and current are chosen so as to minimize converter cost. This choice 
results in DC voltages up to and exceeding 100 kV at power ratings up to several hundred megawatts. 
Most HVDC converters are line commutated Graetz bridge converters that require substantial AC 
harmonic filtering and reactive compensation. Converters connected to DC lines have harmonic filters 
on the DC side as well. Traditionally, passive filters which consist of capacitors, reactors, and resistors 
have been used. Recently, self-commutated HVDC converters are being introduced (Torgerson et al., 
1997; Asplund, 1998; EPRI, 1998), as are active (electronic) AC and DC harmonic filters (Pereira, 1995; 
Andersen, 1997), using GTO thyristors, IGBTs, and other devices with gate-turn-off capability. 
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The AC system or systems to which a converter station is connected significantly impact the station’s 
design in many ways. This is true for harmonic filters, reactive compensation devices, fault duties, and 
insulation coordination. Weak AC systems (i.e., low short-circuit ratios), represent special challenges for 
the design of HVDC converters (IEEE Std. 1204-1997). Some stations include temporary overvoltage 
limiting devices, which consist of MOV arresters with forced cooling or fast switches (deLaneuville et al., 
1991). 

Many converter stations, HVDC stations in particular, require DC voltage insulation coordination. 
Internal equipment insulation, for example the insulation of transformers and bushings, must take the 
DC voltage gradient distribution in solid and mixed dielectrics into account. Substation clearances and 
creepage distances must have the proper dimensions. Standards for indoor and outdoor clearances and 
creepage distances are currently being promulgated (CIGRE Working Group 33-05, 1984). DC electric 
fields enhance the pollution of exposed surfaces. This pollution, particularly in combination with water, 
can adversely influence the conductivity, voltage distribution, and withstand capability of insulating 
surfaces. Therefore, it is especially important with converter stations to apply either grease, special 
compounds, and/or booster sheds, and to engage in adequate cleaning practices. Insulation problems 
with extra high voltage DC bushings continue to be a matter of concern and study (Schneider et al., 
1991; Porrino et al., 1995). 

A specific issue with DC transmission is the use of ground return. Used during contingencies, ground 
(and/or sea) return can increase the economy and availability of long distance HVDC transmission. The 
necessary electrodes are usually located at some distance from the station, with a neutral line that leads 
to them. The related neutral buswork, switching devices, and protection systems form part of the station. 
Electrode design depends on the local soil or water conditions (Tykeson et al., 1996; Holt et al., 1997). 
The National Electric Safety Code (NESC) does not allow the use of ground as the sole conductor. 
Monopolar HVDC operation is permitted only under emergencies and for a limited time. The IEEE-PES 
is working toward the introduction of changes to the code to better meet the needs of HVDC transmission 
while addressing potential side effects to other systems. 

Disconnect switches are the only mechanical switching devices on the DC side of a typical HVDC 
converter station. No true DC breakers exist and DC fault currents are best and fastest interrupted by 
the converters themselves. Mechanical breaker systems with limited DC current interrupting capability 
have been developed (Vithayathil et al., 1985). They include commutation circuits, ie., parallel L/C 
resonance circuits that create current zeroes across the breaker contacts. So far, only experimental “DC 
breakers” have ever been installed in actual HVDC stations. 

Figures 5.23 through 5.26 show photos of different converter stations. The station shown in Fig. 5.23 
is one of several asynchronous links between the western and eastern North American power grids. In 
the photo, one can recognize the control building (next to the communication tower), the valve hall 
attached to it, the converter transformers on both sides, the AC filter circuits (near the center line), as 
well as the AC buses (at the outer left and right) with major reactive power compensation and TOV 
suppression equipment which was used in this low-short-circuit-ratio installation. The valve groups 
shown in Fig. 5.24 are arranged back-to-back, i.e., across the aisle in the same room. Fig. 5.25 shows a 
500 kV long-distance HVDC valve hall, with the valves suspended from the ceiling to withstand major 
seismic events. The converter station shown in Fig. 5.26 is the south terminal of the Nelson River + 500 kV 
HVDC transmission sytem in Manitoba, Canada. It consists of two bipoles completed in 1973 and 1985. 
The DC yard and line connections are on the left side, while the 230 kV AC yard with harmonic filters 
and converter transformers is on the right side of the picture. In total, the station is rated 3670 MW. 


FACTS Controllers 


Different types of FACTS controllers and the theory underlying their function are covered in Chapter 15, 
Power Electronics. Typical ratings of these controllers range from about thirty to several hundred MVA. 
Normally, FACTS controllers are an integral part of AC substations. Like HVDC, they require controls, 
cooling systems, harmonic filters, fixed capacitors, transformers, and building facilities. 
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FIGURE 5.23. 200 MW HVDC back-to-back converter station, at Sidney, Nebraska. (Photo courtesy Siemens.) 


Static VAr Compensators (SVC) have been used successfully for many years, either for load (flicker) 
compensation of large industrial loads, or for transmission compensation in utility systems. Harmonic 
filter and capacitor banks, as well as (normally air core) reactors, step down transformers, a building, 
breakers and disconnect switches on the high voltage side, and heavy duty busbars on the medium voltage 
side characterize most SVC stations. The power electronic (thyristor) controllers can have air or liquid 
cooling. A new type of controlled shunt compensator, called STATCOM, uses voltage source inverters 
(Schander et al., 1995). STATCOM requires fewer harmonic filters and capacitors than an SVC, and no 
reactors at all. This fact makes the footprint of a STATCOM station significantly more compact than that 
of a conventional SVC. 

Thyristor Controlled Series Capacitors (TCSC) (Piwko et al., 1994; Montoya et al., 1990) involve 
insulated platforms at phase potential, with weatherproof valve housings, as well as communication links 
between platform and ground. Liquid cooling requires ground-to-platform pipes made of insulating 
material. Auxiliary platform power, where needed, is extracted from the line current via CTs. As most 
conventional SCs, TCSCs are typically integrated into existing substations. Upgrading an existing SC to 
TCSC is generally possible. 

While SVC and STATCOM controllers are shunt devices, and TCSC are series devices, the UPFC 
(Unified Power Flow Controller) is a combination of both (Mehraban et al., 1996). It uses a shunt 
connected transformer and a transformer with series connected line windings, both of which are inter- 
connected to a DC capacitor via related power electronic circuits in the control building. The newest 
FACTS station project (Fardanesh et al., 1998) involves similar shunt and series elements as the UPFC, 
and can be reconfigured to meet changing system requirements. 

The ease with which FACTS stations can be reconfigured or even relocated, may be important and 
can influence the substation design (Renz et al., 1994; Knight et al., 1998). Changes in generation and 
load patterns may make such flexibility desirable. 

Figures 5.27 through 5.31 are photos of FACTS substations. In Fig. 5.27, one can distinguish the 500-kV 
feeder (on the left side), the transformers (three single-phase units plus one spare), the medium voltage 
bus work and three Thyristor Switched Capacitor (TSC) banks, as well as the building which houses the 
thyristor switches and controls. The SVC shown in Fig. 5.28 is also connected to 500 kV. It uses Thyristor 
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FIGURE 5.24 600 MW HVDC back-to-back converter valves. (Photo courtesy Siemens.) 


Controlled Reactors (TCRs) and TSCs, which are visible together with the 11 kV high current buswork 
behind the building. The harmonic filters are before the building and are not visible in the photo. 
Figure 5.29 shows the three 500-kV platforms of one of the world’s first commercial TCSC installations 
in Brazil. The platform-mounted valve housings are clearly visible. Figure 5.30 shows an SVC being 
relocated. The controls and valves are in container-like e-houses, which allow for faster relocation. 
Figure 5.31 is a photo of the world’s first Unified Power Flow Controller (UPFC) connected to AEP’s 
“Inez” 138-kV substation in eastern Kentucky, U.S. The main components are identified and clearly visible. 


Control 


HVDC and FACTS controllers allow steady-state, quasi-steady-state, dynamic, and transient control 
actions and they provide important equipment and system protection functions. Fault monitoring and 
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FIGURE 5.25 Valve hall of +500 kV, 1000 MW long-distance HVDC converter station. (Photo courtesy Siemens.) 


FIGURE 5.26 Dorsey Terminal of the Nelson River HVDC transmission system. (Photo courtesy Manitoba Hydro.) 


sequence of event recording equipment are used in most power electronics stations. Typically, these 
stations are remotely controlled and offer full local controllability. Man-machine interfaces are often 
highly computerized, with extensive supervision and control being exercised via monitor and keyboard. 
All of these functions add to the basic substation secondary systems described in Section 5.4. 
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FIGURE 5.28 500 kV, 400 MVAr SVC Chinu, LS.A., Colombia. (Photo courtesy Siemens.) 


One of the most complex control algorithms applies to HVDC converters. Real power, reactive power, 
AC bus frequency and voltage, start-up and shut-down sequences, contingency and fault recovery 
sequences, remedial action schemes, modulation schemes for system oscillation and SSR damping, and 
loss of communication are some of the applicable control parameters and conditions. Special v/i control 
characteristics are used for converters in multi-terminal HVDC systems to allow their safe operation 
even under a loss of inter-station communication. Furthermore, HVDC controls provide equipment and 
system protection, such as thyristor overcurrent, thyristor temperature, and DC line fault protection. 
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6.1 Power System Loads 


Raymond R. Shoults and Larry D. Swift 


The physical structure of most power systems consists of generation facilities feeding bulk power into a 
high-voltage bulk transmission network, that in turn serves any number of distribution substations. A 
typical distribution substation will serve from one to as many as ten feeder circuits. A typical feeder 
circuit may serve numerous loads of all types. A light to medium industrial customer may take service 
from the distribution feeder circuit primary, while a large industrial load complex may take service 
directly from the bulk transmission system. All other customers, including residential and commercial, 
are typically served from the secondary of distribution transformers that are in turn connected to a 
distribution feeder circuit. Figure 6.1 illustrates a representative portion of a typical configuration. 


Load Classification 


The most common classification of electrical loads follows the billing categories used by the utility 
companies. This classification includes residential, commercial, industrial, and other. Residential cus- 
tomers are domestic users, whereas commercial and industrial customers are obviously business and 
industrial users. Other customer classifications include municipalities, state and federal government 
agencies, electric cooperatives, educational institutions, etc. 

Although these load classes are commonly used, they are often inadequately defined for certain types 
of power system studies. For example, some utilities meter apartments as individual residential customers, 
while others meter the entire apartment complex as a commercial customer. Thus, the common classi- 
fications overlap in the sense that characteristics of customers in one class are not unique to that class. 
For this reason some utilities define further subdivisions of the common classes. 

A useful approach to classification of loads is by breaking down the broader classes into individual 
load components. This process may altogether eliminate the distinction of certain of the broader classes, 
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FIGURE 6.1 Representative portion of a typical power system configuration. 


but it is a tried and proven technique for many applications. The components of a particular load, be it 
residential, commercial, or industrial, are individually defined and modeled. These load components as 
a whole constitute the composite load and can be defined as a “load window.” 


Modeling Applications 


It is helpful to understand the applications of load modeling before discussing particular load charac- 
teristics. The applications are divided into two broad categories: static (“snap-shot” with respect to time) 
and dynamic (time varying). Static models are based on the steady-state method of representation in 
power flow networks. Thus, static load models represent load as a function of voltage magnitude. Dynamic 
models, on the other hand, involve an alternating solution sequence between a time-domain solution of 
the differential equations describing electromechanical behavior and a steady-state power flow solution 
based on the method of phasors. One of the important outcomes from the solution of dynamic models 
is the time variation of frequency. Therefore, it is altogether appropriate to include a component in the 
static load model that represents variation of load with frequency. The lists below include applications 
outside of Distribution Systems but are included because load modeling at the distribution level is the 
fundamental starting point. 

Static applications: Models that incorporate only the voltage-dependent characteristic include the 
following. 


* Power flow (PF) 
+ Distribution power flow (DPF) 
+ Harmonic power flow (HPF) 
* Transmission power flow (TPF) 
+ Voltage stability (VS) 


Dynamic applications: Models that incorporate both the voltage- and frequency-dependent charac- 
teristics include the following. 


Transient stability (TS) 
* Dynamic stability (DS) 
* Operator training simulators (OTS) 
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Strictly power-flow based solutions utilize load models that include only voltage dependency charac- 
teristics. Both voltage and frequency dependency characteristics can be incorporated in load modeling for 
those hybrid methods that alternate between a time-domain solution and a power flow solution, such as 
found in Transient Stability and Dynamic Stability Analysis Programs, and Operator Training Simulators. 

Load modeling in this section is confined to static representation of voltage and frequency dependen- 
cies. The effects of rotational inertia (electromechanical dynamics) for large rotating machines are 
discussed in Chapters 11 and 12. Static models are justified on the basis that the transient time response 
of most composite loads to voltage and frequency changes is fast enough so that a steady-state response 
is reached very quickly. 


Load Modeling Concepts and Approaches 


There are essentially two approaches to load modeling: component based and measurement based. Load 
modeling research over the years has included both approaches (EPRI, 1981; 1984; 1985). Of the two, 
the component-based approach lends itself more readily to model generalization. It is generally easier to 
control test procedures and apply wide variations in test voltage and frequency on individual components. 

The component-based approach is a “bottom-up” approach in that the different load component types 
comprising load are identified. Each load component type is tested to determine the relationship between 
real and reactive power requirements versus applied voltage and frequency. A load model, typically in 
polynomial or exponential form, is then developed from the respective test data. The range of validity 
of each model is directly related to the range over which the component was tested. For convenience, 
the load model is expressed on a per-unit basis (i.e., normalized with respect to rated power, rated voltage, 
rated frequency, rated torque if applicable, and base temperature if applicable). A composite load is 
approximated by combining appropriate load model types in certain proportions based on load survey 
information. The resulting composition is referred to as a “load window.” 

The measurement approach is a “top-down” approach in that measurements are taken at either a 
substation level, feeder level, some load aggregation point along a feeder, or at some individual load 
point. Variation of frequency for this type of measurement is not usually performed unless special test 
arrangements can be made. Voltage is varied using a suitable means and the measured real and reactive 
power consumption recorded. Statistical methods are then used to determine load models. A load survey 
may be necessary to classify the models derived in this manner. The range of validity for this approach 
is directly related to the realistic range over which the tests can be conducted without damage to 
customers’ equipment. Both the component and measurement methods were used in the EPRI research 
projects EL-2036 (1981) and EL-3591 (1984-85). The component test method was used to characterize 
a number of individual load components that were in turn used in simulation studies. The measurement 
method was applied to an aggregate of actual loads along a portion of a feeder to verify and validate the 
component method. 


Load Characteristics and Models 


Static load models for a number of typical load components appear in Tables 6.1 and 6.2 (EPRI 1984-85). 
The models for each component category were derived by computing a weighted composite from test 
results of two or more units per category. These component models express per-unit real power and 
reactive power as a function of per-unit incremental voltage and/or incremental temperature and/or per- 
unit incremental torque. The incremental form used and the corresponding definition of variables are 
outlined below: 


AV =V,— 1.0 (incremental voltage in per unit) 

AT = T,4 — 95°F (incremental temperature for Air Conditioner model) 
= T,. — 47°F (incremental temperature for Heat Pump model) 

AT = Tact — Tratea (incremental motor torque, per unit) 
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If ambient temperature is known, it can be used in the applicable models. If it is not known, the 
temperature difference, AT, can be set to zero. Likewise, if motor load torque is known, it can be used 
in the applicable models. If it is not known, the torque difference, At, can be set to zero. 

Based on the test results of load components and the developed real and reactive power models as 
presented in these tables, the following comments on the reactive power models are important. 


The reactive power models vary significantly from manufacturer to manufacturer for the same 
component. For instance, four load models of single-phase central air-conditioners show a Q/P 
ratio that varies between 0 and 0.5 at 1.0 p.u. voltage. When the voltage changes, the AQ/AV of 
each unit is quite different. This situation is also true for all other components, such as refrigerators, 
freezers, fluorescent lights, etc. 

It has been observed that the reactive power characteristic of fluorescent lights not only varies 
from manufacturer to manufacturer, from old to new, from long tube to short tube, but also varies 
from capacitive to inductive depending upon applied voltage and frequency. This variation makes 
it difficult to obtain a good representation of the reactive power of a composite system and also 
makes it difficult to estimate the AQ/AV characteristic of a composite system. 

The relationship between reactive power and voltage is more non-linear than the relationship 
between real power and voltage, making Q more difficult to estimate than P. 

For some of the equipment or appliances, the amount of Q required at the nominal operating 
voltage is very small; but when the voltage changes, the change in Q with respect to the base Q 
can be very large. 

Many distribution systems have switchable capacitor banks either at the substations or along 
feeders. The composite Q characteristic of a distribution feeder is affected by the switching strategy 
used in these banks. 


Static Load Characteristics 


The component models appearing in Tables 6.1 and 6.2 can be combined and synthesized to create other 
more convenient models. These convenient models fall into two basic forms: exponential and polynomial. 


Exponential Models 


The exponential form for both real and reactive power is expressed in Eqs. (6.1) and (6.2) below as a 
function of voltage and frequency, relative to initial conditions or base values. Note that neither temper- 
ature nor torque appear in these forms. Assumptions must be made about temperature and/or torque 
values when synthesizing from component models to these exponential model forms. 
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TABLE 6.1 Static Models of Typical Load Components — AC, Heat Pump, and Appliances 


Load Component 


Static Component Model 


1-@ Central Air Conditioner 

3- Central Air Conditioner 

Room Air Conditioner (115V 
Rating) 

Room Air Conditioner 
(208/230V Rating) 

3- Heat Pump (Heating Mode) 

3- Heat Pump (Cooling Mode) 

1- Heat Pump (Heating Mode) 

1-@ Heat Pump (Cooling Mode) 

Refrigerator 

Freezer 

Washing Machine 

Clothes Dryer 

Television 

Fluorescent Lamp 

Mercury Vapor Lamp 

Sodium Vapor Lamp 

Incandescent 

Range with Oven 

Microwave Oven 


Water Heater 


Resistance Heating 


P = 1.0 + 0.4311*AV + 0.9507*AT + 


+ 2.070*AV? + 2.388*AT? — 0.900*AV*AT 


Q = 0.3152 + 0.6636*AV + 0.543*AV? + 5.422*AV? + 0.839*AT? — 1.455*AV*AT 


P=10+ 0.2 


693*AV + 0.4879*AT + 1.005*AV? — 0.188* AT? — 0.154*AV*AT 


Q = 0.6957 + 2.3717* AV + 0.0585*AT + 5.81*AV? + 0.199*AT? — 0.597*AV*AT 


P = 1.0 + 0.2876*AV + 0.6876*AT + 


+ 1.241*AV? + 0.089* AT? — 0.558*AV*AT 


Q = 0.1485 + 0.3709*AV + 1.5773*AT + 1.286*AV? + 0.266*AT? — 0.438*AV*AT 


P = 1.0 + 0.5953*AV + 0.5601*AT + 


+ 2.021*AV? + 0.145*AT? — 0.491*AV*AT 


Q = 0.4968 + 2.4456*AV + 0.0737*AT + 8.604*AV? — 0.125*AT? — 1.293*AV*AT 


P=10+04 
Q = 0.9399 4 


539*AV + 0.2860*AT + 1.314*AV? — 0.024*AV*AT 
+t 3.013*AV — 0.1501*AT + 7.460*AV? — 0.312*AT? — 0.216*AV*AT 


P = 1.0 + 0.2333*AV + 0.5915*AT + 1.362*AV? + 0.075*AT? — 0.093*AV*AT 


Q = 0.8456 4 


P = 1.0 + 0.3953*AV 4 


Q = 0.3427 4 
P=104+ 0.3 
Q = 0.3605 4 


P= 1.0 + 1.3958*AV 4 


Q = 1.2507 4 


+ 2.3404*AV — 0.1806*AT + 6.896*AV? + 0.029*AT? — 0.836*AV*AT 

+ 0.3563*AT + 1.679*AV? + 0.083*AV*AT 

+t 1.9522*AV — 0.0958*AT + 6.458*AV? — 0.225* AT? — 0.246* AV*AT 
630*AV + 0.7673*AT + 2.101*AV? + 0.122*AT? — 0.759*AV*AT 

t 1.6873*AV + 0.2175*AT + 10.055*AV? — 0.170*AT? — 1.642*AV*AT 
t 9.881*AV? + 84.72* AV? + 293*AV? 

t 4.387*AV + 23.801*AV? + 1540*AV? + 555*AV4* 


P = 1.0+ 1.3286*AV + 12.616*AV? + 133.6*AV> + 380*AV*4 
Q = 1.3810 + 4.6702*AV + 27.276* AV? + 293.0*AV? + 995*AV4 
P = 1.0+1.2786*AV+3.099*AV?+5.939* AV? 


Q = 1.6388 4 


t 4.5733*AV + 12.948*AV?+55.677* AV? 


P = 1.0 — 0.1968*AV — 3.6372*AV? — 28.32*AV? 

Q = 0.209 + 0.5180*AV + 0.363*AV? — 4.7574*AV? 
P= 1.0 + 1.2471*AV + 0.562*AV2 

Q = 0.2431 + 0.9830*AV + 1.647*AV? 
P = 1.0 + 0.6534*AV — 1.65* AV? 


Q =- 0.1535 — 0.0403 


= 1.0 + 0.1309*AV + 0.504*AV? 
Q =-— 0.2524 + 2.3329*AV + 7.81 1*AV? 
P = 1.0 + 0.3409*AV -2.389*AV? 
Q = 0.060 + 2.2173*AV + 7.620% AV? 
P= 1.0 + 1.5209*AV + 0.223*AV2 


Q=0.0 


*AV + 2.734*AV? 


P=10 + 2.1018*AV + 5.876*AV? + 1.236*AV? 


Q=0.0 


P = 1.0 + 0.0974*AV + 2.071*AV* 
Q = 0.2039 + 1.3130*AV + 8.738* AV? 


P=10+0.3 
Q=0.0 


769* AV + 2.003*AV? 


P= 1.0 + 2*AV + AV? 


Q=0.0 


Q Qi vi | f 


Q, — 


P, P, V, - 


(6.4) 


The ratio Q,/P, can be expressed as a function of power factor (pf) where + indicates a lagging/leading 


power factor, respectively. 
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TABLE 6.2 Static Models of Typical Load Components — Transformers and Induction Motors 


Load Component Static Component Model 

Transformer KVA (rating) ; ; F 
Core Loss Model =. [o.00267v" +0.73 x LO? x el? 

KVA (system base) 

a ei) [o.00167v" +0.268 x 10"? x a 

KVA (system base) 

where V is voltage magnitude in per unit 
1-¢ Motor P= 1.0 + 0.5179*AV + 0.9122*AT + 3.721*AV? + 0.350*AT? — 1.326*AV*AT 
Constant Torque Q = 0.9853 + 2.7796* AV + 0.0859*AT +7.368*AV? + 0.218*AT? — 1.799*AV*AT 
3- Motor (1-lOHP) P= 1.0 + 0.2250*AV + 0.9281*AT + 0.970*AV? + 0. 086*AT? — 0.329*AV*AT 
Const. Torque Q = 0.7810 + 2.3532*AV + 0.1023*AT — 5.951*AV? + 0.446*AT? — 1.48*AV*AT 
3- Motor (IOHP/Above) P= 1.0 + 0.0199*AV + 1.0463*AT + 0.341*AV? + 0.116*AT? — 0.457*AV*AT 
Const. Torque Q = 0.6577 + 1.2078*AV + 0.3391*AT + 4. 097*AV? + 0.289AT? — 1.477*AV* AT 
1-¢ Motor P= 1.0 + 0.7101*AV + 0.9073*AT + 2.13*AV? + 0.245*AT? — 0.310*AV*AT 
Variable Torque Q = 0.9727 + 2.7621* AV + 0.077*AT + 6.432*AV? + 0.174*AT? — 1.412*AV*AT 
3- Motor (1-lOHP) P =1.0 + 0.3122*AV + 0.9286*AT + 0.489*AV? + 0.081*At? — 0.079*AV*AT 
Variable Torque Q = 0.7785 + 2.3648*AV + 0.1025*AT + 5.706*AV? + 0.13*AT? — 1.00*AV*AT 
3- Motor (LOHP & Above) P = 1.0 + 0.1628*AV + 1.0514*AT Z 0.099*AV? + 0.107*AT? + 0.061*AV*AT 
Variable Torque Q = 0.6569 + 1.2467*AV + 0.3354*AT + 3.685*AV? + 0.258*AT? — 1.235*AV*AT 


After substituting R for Q,/P,, Eq. (6.4) becomes the following. 


By Be 
Vv f 


Eqs. (6.1) and (6.2) [or (6.3) and (6.5)] are valid over the voltage and frequency ranges associated 
with tests conducted on the individual components from which these exponential models are derived. 
These ranges are typically +10% for voltage and +2.5% for frequency. The accuracy of these models 
outside the test range is uncertain. However, one important factor to note is that in the extreme case of 
voltage approaching zero, both P and Q approach zero. 

EPRI-sponsored research resulted in model parameters such as found in Table 6.3 (EPRI, 1987; Price 
et al., 1988). Eleven model parameters appear in this table, of which the exponents @ and B and the 
power factor (pf) relate directly to Eqs. (6.3) and (6.5). The first six parameters relate to general load 
models, some of which include motors, and the remaining five parameters relate to nonmotor loads — 
typically resistive type loads. The first is load power factor (pf). Next in order (from left to right) are the 
exponents for the voltage (a,, &,) and frequency (f,, B,) dependencies associated with real and reactive 
power, respectively. N,, is the motor-load portion of the load. For example, both a refrigerator and a 
freezer are 80% motor load. Next in order are the power factor (pf,,,) and voltage (Qyjm> Qjam) and 
frequency (Bynm> Bram) Parameters for the nonmotor portion of the load. Since the refrigerator and freezer 
are 80% motor loads (i.e., N,, = 0.8), the nonmotor portion of the load must be 20%. 


Polynomial Models 


A polynomial form is often used in a Transient Stability program. The voltage dependency portion of 
the model is typically second order. If the nonlinear nature with respect to voltage is significant, the order 
can be increased. The frequency portion is assumed to be first order. This model is expressed as follows. 


pap yale [1+D, Af] (6.6) 
7 ae Gy V P 
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TABLE 6.3 Parameters for Voltage and Frequency Dependencies of Static Loads 


Combined Exponential and Polynomial Models 


Component/Parameters peo eB, BF Nix Pt = Obvmm —Ofnm By Benn 
Resistance Space Heater 1.0 2.0 0.0 0.0 0.0 0.0 
Heat Pump Space Heater 0.84 0.2 0.9 2.5 -13 0.9 1.0 2.0 0.0 0.0 0.0 
Heat Pump/Central A/C 0.81 0.2 0.9 2.5 2.7 1.0 
Room Air Conditioner 0.75 0.5 0.6 2.5 2.8 1.0 
Water Heater & Range 1.0 2.0 0.0 0.0 0.0 ~=0.0 
Refrigerator & Freezer 0.84 0.8 0.5 2.5 -14 0.8 1.0 2.0 0.0 0.0 0.0 
Dish Washer 0.99 1.8 0.0 3.5 -14 0.8 1.0 2.0 0.0 0.0 0.0 
Clothes Washer 0.65 0.08 2.9 1.6 1.8 = 1.0 
Incandescent Lighting 1.0 1.54 0.0 0.0 0.0 0.0 
Clothes Dryer 0.99 2.0 0.0 3.3 2.6 0.2 1.0 2.0 0.0 0.0 0.0 
Colored Television 0.77 2.0 0.0 5.2 -4.6 0.0 
Furnace Fan 0.73 0.08 2.9 1.6 18 1.0 
Commercial Heat Pump 0.84 0.1 10 2.5 -13 0.9 1.0 2.0 0.0 0.0 0.0 
Heat Pump Comm. A/C 0.81 0.1 10 2.5 13 ©61.0 
Commercial Central A/C 0.75 0.1 10 2.5 -1.3 1.0 
Commercial Room A/C 0.75 0.5 0.6 2.5 2.8 1.0 
Fluorescent Lighting 0.90 0.08 10 3.0 2.8 0.0 
Pump, Fan, (Motors) 0.87 0.08 2.9 1.6 1.8 1.0 
Electrolysis 0.90 1.8 0.3 2.2 0.6 0.0 
Arc Furnace 0.72 2.3 -10 161 -10 0.0 
Small Industrial Motors 0.83 0.1 2.9 0.6 -1.8 1.0 
Industrial Motors Large 0.89 0.05 19 0.5 12 1.0 
Agricultural H,O Pumps) 0.85 1.4 5.6 1.4 4.2 1.0 
Power Plant Auxiliaries 0.80 0.08 2.9 1.6 18 1.0 
Vv Vv 
O=O,1biabi| |), < [1+D, Af] (6.7) 
oO 
where a, +a, +a,=1 
b, +b) +b, = 1 
D, = real power frequency damping coefficient, per unit 
D, = reactive power frequency damping coefficient, per unit 
Af = frequency deviation from scheduled value, per unit 
The per-unit form of Eqs. (6.6) and (6.7) is the following. 
P,=—=[a, +a, —|+a,| —| |[1+D, af (6.8) 
Q_Q V 
Q, == =~! b, +b,| — |+b,| — [1+D At] (6.9) 
P P ° 4 
oO fe} oO 


The two previous kinds of models may be combined to form a synthesized static model that offers greater 
flexibility in representing various load characteristics (EPRI, 1987; Price et al., 1988). The mathematical 
expressions for these per-unit models are the following. 


© 2001 CRC Press LLC 


PtP. +P 


p —_Poly “expt T “exp? 6.10 

u P ( 

Q — Qpoty + Qeapt + Qerpa (6.11) 
u P. 

where 
Vv vy 

Proy = +a, v, ra, Vv, (6.12) 
yy 

Pau = ¥ 1+D,, Af] (6.13) 
y\* 

Papa = As [1+D,. Af] (6.14) 


The expressions for the reactive components have similar structures. Devices used for reactive power 
compensation are modeled separately. 

The flexibility of the component models given here is sufficient to cover most modeling needs. 
Whenever possible, it is prudent to compare the computer model to measured data for the load. 

Table 6.4 provides typical values for the frequency damping characteristic, D, that appears in Eqs. (6.6) 
through (6.9), (6.13), and (6.14) (EPRI, 1979). Note that nearly all of the damping coefficients for reactive 
power are negative. This means that as frequency declines, more reactive power is required which can 
cause an exacerbating effect for low-voltage conditions. 


Comparison of Exponential and Polynomial Models 


Both models provide good representation around rated or nominal voltage. The accuracy of the expo- 
nential form deteriorates when voltage significantly exceeds its nominal value, particularly with exponents 
(a) greater than 1.0. The accuracy of the polynomial form deteriorates when the voltage falls significantly 
below its nominal value when the coefficient a, is non zero. A nonzero a, coefficient represents some 
portion of the load as constant power. A scheme often used in practice is to use the polynomial form, 
but switch to the exponential form when the voltage falls below a predetermined value. 


TABLE 6.4 Static Load Frequency Damping Characteristics 


Frequency Parameters 


Component D, Dd, 
Three-Phase Central AC 1.09818 0.663828 
Single-Phase Central AC 0.994208 0.307989 
Window AC 0.702912 —1.89188 
Duct Heater w/blowers 0.528878 0.140006 
Water Heater, Electric Cooking 0.0 0.0 
Clothes Dryer 0.0 0.311885 
Refrigerator, Ice Machine 0.664158 —1.10252 
Incandescent Lights 0.0 0.0 
Florescent Lights 0.887964 —1.16844 
Induction Motor Loads 1.6 -0.6 
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Devices Contributing to Modeling Difficulties 


Some load components have time-dependent characteristics that must be considered if a sequence of 
studies using static models is performed that represents load changing over time. Examples of such a 
study include Voltage Stability and Transient Stability. The devices that affect load modeling by contrib- 
uting abrupt changes in load over periods of time are listed below. 

Protective Relays — Protective relays are notoriously difficult to model. The entire load of a substation 
can be tripped off line or the load on one of its distribution feeders can be tripped off line as a result of 
protective relay operations. At the utilization level, motors on air conditioner units and motors in many 
other residential, commercial, and industrial applications contain thermal and/or over-current relays 
whose operational behavior is difficult to predict. 

Thermostatically Controlled Loads — Air conditioning units, space heaters, water heaters, refriger- 
ators, and freezers are all controlled by thermostatic devices. The effects of such devices are especially 
troublesome to model when a distribution load is reenergized after an extended outage (cold-load 
pickup). The effect of such devices to cold-load pickup characteristics can be significant. 

Voltage Regulation Devices — Voltage regulators, voltage controlled capacitor banks, and automatic 
LTCs on transformers exhibit time-dependent effects. These devices are present at both the bulk power 
and distribution system levels. 

Discharge Lamps (Mercury Vapor, Sodium Vapor, and Fluorescent Lamps) — These devices exhibit 
time-dependent characteristics upon restart, after being extinguished by a low-voltage condition — 
usually about 70% to 80% of rated voltage. 


Load Window Modeling 


The static load models found in Tables 6.1 and 6.2 can be used to define a composite load referred to as 
the “load window” mentioned earlier. In this scheme, a distribution substation load or one of its feeder 
loads is defined in as much detail as desired for the model. Using the load window scheme, any number 
of load windows can be defined representing various composite loads, each having as many load com- 
ponents as deemed necessary for accurate representation of the load. Figure 6.2 illustrates the load 
window concept. The width of each subwindow denotes the percentage of each load component to the 
total composite load. 

Construction of a load window requires certain load data be available. For example, load saturation 
and load diversity data are needed for various classes of customers. These data allow one to (1) identify 
the appropriate load components to be included in a particular load window, (2) assign their relative 
percentage of the total load, and (3) specify the diversified total amount of load for that window. If load 
modeling is being used for Transient Stability or Operator Training Simulator programs, frequency 
dependency can be added. Let P(V) and Q(V) represent the composite load models for P and Q, 


Fluorescent Electric 
Light Heating Clothes Range 
Dryer 


Air Conditioning a TV/| Others 
Heater 


ee Total Demand es 


FIGURE 6.2 A typical load window with % composition of load components. 
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TABLE 6.5 Composition of Six Different Load Window Types 


LW 1 LW 2 LW 3 LW 4 LW 5 LW 6 


Load Window Type Res.1 Res.2  Res.3 Comil  Com2 __ Indust 
Load Component (%) (%) (%) (%) (%) (%) 
3-Phase Central AC 25 30 10 35 40 20 
Window Type AC 5 0 20 0 0 0 
Duct Heater with Blower 5 0 0 0 0 0 
Water Heater, Range Top 10 10 10 0 0 0 
Clothes Dryer 10 10 10 0 0 0 
Refrigerator, Ice Machine 15 15 10 30 0 0 
Incandescent Lights 10 5 10 0 0 0 
Fluorescent Lights 20 30 30 25 30 10 
Industrial (Induct. Motor) 0 0 0 10 30 70 


respectively, with only voltage dependency (as developed using components taken from Tables 6.1 and 
6.2). Frequency dependency is easily included as illustrated below. 


P=P(V)x(1+D, Af} 
Q=Q(v)x (1+D, Af) 


Table 6.5 shows six different composite loads for a summer season in the southwestern portion of the 
U.S. This “window” serves as an example to illustrate the modeling process. Note that each column must 
add to 100%. The entries across from each component load for a given window type represent the 
percentage of that load making up the composite load. 
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6.2 Distribution System Modeling and Analysis 


William H. Kersting 


Modeling 


Radial distribution feeders are characterized by having only one path for power to flow from the source 
(“distribution substation”) to each customer. A typical distribution system will consist of one or more 
distribution substations consisting of one or more “feeders”. Components of the feeder may consist of 
the following: 


+ Three-phase primary “main” feeder 

+ Three-phase, two-phase (“V” phase), and single-phase laterals 

+ Step-type voltage regulators or load tap changing transformer (LTC) 
* In-line transformers 

+ Shunt capacitor banks 

+ Three-phase, two-phase, and single-phase loads 


The loading of a distribution feeder is inherently unbalanced because of the large number of unequal 
single-phase loads that must be served. An additional unbalance is introduced by the nonequilateral 
conductor spacings of the three-phase overhead and underground line segments. 

Because of the nature of the distribution system, conventional power-flow and short-circuit programs 
used for transmission system studies are not adequate. Such programs display poor convergence char- 
acteristics for radial systems. The programs also assume a perfectly balanced system so that a single- 
phase equivalent system is used. 

If a distribution engineer is to be able to perform accurate power-flow and short-circuit studies, it is 
imperative that the distribution feeder be modeled as accurately as possible. This means that three-phase 
models of the major components must be utilized. Three-phase models for the major components will 
be developed in the following sections. The models will be developed in the “phase frame” rather than 
applying the method of symmetrical components. 

Figure 6.3 shows a simple one-line diagram of a three-phase feeder; it illustrates the major components 
of a distribution system. The connecting points of the components will be referred to as “nodes.” Note 
in the figure that the phasing of the line segments is shown. This is important if the most accurate models 
are to be developed. 

The following sections will present generalized three-phase models for the “series” components of a 
feeder (line segments, voltage regulators, transformer banks). Additionally, models are presented for the 
“shunt” components (loads, capacitor banks). Finally, the “ladder iterative technique” for power-flow 
studies using the models is presented along with a method for computing short-circuit currents for all 
types of faults. 


Line Impedance 


The determination of the impedances for overhead and underground lines is a critical step before analysis 
of distribution feeder can begin. Depending upon the degree of accuracy required, impedances can be 
calculated using Carson’s equations where no assumptions are made, or the impedances can be deter- 
mined from tables where a wide variety of assumptions are made. Between these two limits are other 
techniques, each with their own set of assumptions. 


Carson’s Equations 

Since a distribution feeder is inherently unbalanced, the most accurate analysis should not make any 
assumptions regarding the spacing between conductors, conductor sizes, or transposition. In a classic 
paper, John Carson developed a technique in 1926 whereby the self and mutual impedances for ncond 
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FIGURE 6.3 Distribution feeder. 


overhead conductors can be determined. The equations can also be applied to underground cables. In 
1926, this technique was not met with a lot of enthusiasm because of the tedious calculations that had 
to be done on the slide rule and by hand. With the advent of the digital computer, Carson’s equations 
have now become widely used. 

In his paper, Carson assumes the earth is an infinite, uniform solid, with a flat uniform upper surface 
and a constant resistivity. Any “end effects” introduced at the neutral grounding points are not large at 
power frequencies, and therefore are neglected. The original Carson equations are given in Eqs. (6.15) 
and (6.16). 


Self-impedance: 
; a 
at 476+ {X +20G, nSi.s40Q) Ohms/ mile (6.15) 
Mutual impedance: 
i |! Si ; 
z= 40P.G + j 20G-In—~ + 40Q,G Ohms/ mile (6.16) 
ij 
where Z,;; = self-impedance of conductor i in Ohms/mile 
zi = mutual impedance between conductors i and j in ohms/mile 
1; = resistance of conductor i in Ohms/mile 
oO = system angular frequency in radians per second 
G = 0.1609347 x 10-7 Ohm-cm/abohm-mile 
R = radius of conductor i in feet 


i 
GMR, = geometric mean radius of conductor i in feet 


© 2001 CRC Press LLC 


FIGURE 6.4 Conductors and images. 


f = system frequency in Hertz 

p = resistivity of earth in ohm-meters 

D,; = distance between conductors i and j in feet 

Si = distance between conductor i and image j in feet 

8; = angle between a pair of lines drawn from conductor i to its own image and to the image 


of conductor j 


X.=20G-In s Ohms/ mile (6.17) 
GMR, 
nr 1 k; 2 
P,=~-——~k,cos(0,,) +“ cos(26,,)-| 0.6728-+In— (6.18) 
8 3,2 16 ki 
Qj =-0.0386+ 5 In + "ky c0s(9,) (6.19) 
; 2 gj 3v2 ~ 
k, = 8.565 x 10S, iF (6.20) 
;P 


As indicated above, Carson made use of conductor images; that is, every conductor at a given distance 
above ground has an image conductor the same distance below ground. This is illustrated in Fig. 6.4. 


Modified Carson’s Equations 
Only two approximations are made in deriving the “Modified Carson Equations.” These approximations 
involve the terms associated with P;; and Q;. The approximations are shown below: 


P, =" (6.21) 
Q,= -0,03860-+ In (6.22) 


ij 
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It is also assumed: 


f = frequency = 60 Hertz 
Pp = resistivity = 100 Ohm-meter 


Using these approximations and assumptions, Carson’s equations reduce to: 


Z..=1,+0.0953+ j0.12134| In : +7.93402 Ohms/ mile (6.23) 
i 1 GMR, 
Z,, = 0.0953 + j0.12134 In + 7.93402 Ohms/ mile (6.24) 


y 


Overhead and Underground Lines 

Equations (6.23) and (6.24) can be used to compute an ncond x ncond “primitive impedance” matrix. 
For an overhead four wire, grounded wye distribution line segment, this will result in a 4 x 4 matrix. 
For an underground grounded wye line segment consisting of three concentric neutral cables, the resulting 
matrix will be 6 x 6. The primitive impedance matrix for a three-phase line consisting of m neutrals will 
be of the form: 


aa Zab Zac | Zonk ; Zanm 
2 ba Zp 2b, | Zon : ~bnm 
Z, cae Ze Zz ‘ Z. 
ca cb cc cn com 
pees = (6.25) 
nla 2 nib nlc | Zninl : Zane 
. ° ° | ° . e 
Zama 2 nmb nmc | Zamnl : nmam 
In partitioned form Eq. 6.11 becomes: 
= B [z:,] 6.26 
= primitive ~ A A ( 3 ) 
ny nn 


Phase Impedance Matrix 

For most applications, the primitive impedance matrix needs to be reduced to a 3 X 3 “phase frame” 
matrix consisting of the self and mutual equivalent impedances for the three phases. One standard method 
of reduction is the “Kron” reduction (1952) where the assumption is made that the line has a multi- 
grounded neutral. The Kron reduction results in the “phase impedances matrix” determined by using 
Eq. 6.27 below: 


[2ne)=[2s) Len} Lend [Es] (6.27) 


For two-phase (V-phase) and single-phase lines in grounded wye systems, the modified Carson equa- 
tions can be applied, which will lead to initial 3 x 3 and 2 x 2 primitive impedance matrices. Kron reduction 
will reduce the matrices to 2 x 2 and a single element. These matrices can be expanded to 3 x 3 “phase 
frame” matrices by the addition of rows and columns consisting of zero elements for the missing phases. 
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FIGURE6.5 Three-phase line segment. 


The phase frame matrix for a three-wire delta line is determined by the application of Carson’s 
equations without the Kron reduction step. 

The phase frame matrix can be used to accurately determine the voltage drops on the feeder line 
segments once the currents flowing have been determined. Since no approximations (transposition, for 
example) have been made regarding the spacing between conductors, the effect of the mutual coupling 
between phases is accurately taken into account. The application of Carson’s equations and the phase 
frame matrix leads to the most accurate model of a line segment. 

Figure 6.5 shows the equivalent circuit of a line segment. 

The voltage equation in matrix form for the line segment is given by Eq. (6.28). 


ey ly Z, Zz. 
ig ag aa a ac a 
bg = Vig + La Zu, Ly. b ( 6.28 ) 
| Lv, a B. BN 

eI, & \ in ca c cc c 


where Z;; = z; + length 
The “phase impedance matrix” is defined in Eq. (6.29). The phase impedance matrix for single-phase 
and “V”-phase lines will have a row and column of zeros for each missing phase. 


Lg La Lac 
\Zsl=l2ie - Sas Ze (6.29) 
Za Su Se 
Equation (6.28) can be written in “condensed” form as: 
[VEG ne] =[VEG ue] +] Zane | [Fane (6.30) 


This condensed notation will be used throughout the document. 


Sequence Impedances 

Many times the analysis of a feeder will use the positive and zero sequence impedances for the line 
segments. There are basically two methods for obtaining these impedances. The first method incorporates 
the application of Carson’s equations and the Kron reduction to obtain the phase frame impedance 
matrix. The 3 x 3 “sequence impedance matrix” can be obtained by: 


[zo0]=[As} [zane £4.) Ohms/ mile (6.31) 
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where 2 (6.32) 


a=1.0/120 a* =1.0/240 


The resulting sequence impedance matrix is of the form: 


00 01 02 
ale Ze. By Bs Ohms/ mile (6.33) 
250 25) 259 


where Z) = the zero sequence impedance 
Z,, = the positive sequence impedance 
Z. = the negative sequence impedance 


In the idealized state, the off diagonal terms of Eq. (6.33) would be zero. When the off diagonal terms 
of the phase impedance matrix are all equal, the off diagonal terms of the sequence impedance matrix 
will be zero. For high voltage transmission lines, this will generally be the case because these lines are 
transposed, which causes the mutual coupling between phases (off diagonal terms) to be equal. Distri- 
bution lines are rarely if ever transposed. This causes unequal mutual coupling between phases, which 
causes the off diagonal terms of the phase impedance matrix to be unequal. For the nontransposed line, 
the diagonal terms of the phase impedance matrix will also be unequal. In most cases, the off diagonal 
terms of the sequence impedance matrix are very small compared to the diagonal terms and errors made 
by ignoring the off diagonal terms are small. 

Sometimes the phase impedance matrix is modified such that the three diagonal terms are equal and 
all of the off diagonal terms are equal. The usual procedure is to set the three diagonal terms of the phase 
impedance matrix equal to the average of the diagonal terms of Eq. (6.29) and the off diagonal terms 
equal to the average of the off diagonal terms of Eq. (6.29). When this is done, the self and mutual 
impedances are defined as: 


2.= “(Zant Zu + Zee) (6.34) 


s 


Wile 


a = F(t 2 tn) (6.35) 


The phase impedance matrix is now defined as: 


Zz Zz Zz 
s m m 
[Z.se | = Zin Zz, Zn Ohms/ mile (6.36) 
Zz Zz. Zz 


When Eg. (6.31) is used with this phase impedance matrix, the resulting sequence matrix is diagonal 
(off diagonal terms are zero). The sequence impedances can be determined directly as: 


Z00 = Z, +2°Z,, 
(6.37) 


an = Zn) = z, -~ en 
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A second method that is commonly used to determine the sequence impedances directly is to employ 
the concept of Geometric Mean Distances (GMD). The GMD between phases is defined as: 


= — 3) . . 
D; > GMD; ~ \ ab D,, D (6.38) 


The GMD between phases and neutral is defined as: 


D,, = GMD,, = 91D, Dyy,*Day (6.39) 


bn 


The GMDs as defined above are used in Eqs. (6.23) and (6.24) to determine the various self and mutual 
impedances of the line resulting in: 


£,,=1,+0.0953+ j0.12134-| In] —— |+-7.93402 (6.40) 

u t GMR, 

g,, =1,+0.0953+ j0.12134-| In] —*— |+7.93402 (6.41) 

nn n GMR, 

Z,, = 0.0953 + j0.12134- ofp, Jo7ozue (6.42) 
ij 

Z,, = 0.0953 + oo vouoa} (6.43) 


Equations (6.40) through (6.43) will define a matrix of order ncond Xx ncond, where ncond is the 
number of conductors (phases plus neutrals) in the line segment. Application of the Kron reduction 
(Eq. 6.27) and the sequence impedance transformation [Eq. (6.37)] leads to the following expressions 
for the zero, positive, and negative sequence impedances: 


Zu) = 2a 2-2, - >| 7 in ] Ohms/ mile (6.44) 
Zz 
2 = 24) = Zi = Zi 
D, (6.45) 
Zy, = Zp) =1, + j0.12134-In Bun Ohms/ mile 


Eq. (6.45) is recognized as the standard equation for the calculation of the line impedances when a 
balanced three-phase system and transposition are assumed. 


Example 1 


The spacings for an overhead three-phase distribution line is constructed as shown in Fig. 6.6. The phase 
conductors are 336,400 26/7 ACSR (Linnet) and the neutral conductor is 4/0 6/1 ACSR. 


a. Determine the phase impedance matrix. 
b. Determine the positive and zero sequence impedances. 
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FIGURE 6.6 Three-phase distribution line spacings. 


From the table of standard conductor data, it is found that: 


336,400 26/7 ACSR: GMR= 0.0244 ft 
Resistance = 0.306 Ohms/mile 
GMR = 0.00814 ft 


Resistance = 0.5920 Ohms/mile 


4/0 6/1 ACSR: 


From Fig. 6.6 the following distances between conductors can be determined: 


D,=25t D,.=45f  D,=7.0f 
D,, = 5.6569 ft D,,= 4.272 ft D,,=5.0ft 


Applying Carson’s modified equations [Eqs. (6.23) and (6.24)] results in the “primitive impedance 
matrix.” 


0.4013+71.4133 0.0953+j0.8515 0.0953+j0.7266 0.0953 +j0.7524 
[:]= 0.0953+ 70.8515 0.40134 71.4133 0.0953+j0.7802  0.0953+ 70.7865 (6.46) 
0.0953+ 70.7266  0.0953+j0.7802 0.40134+71.4133 0.0953 + j0.7674 
0.0953+j0.7524  0.0953+j0.7865  0.0953+j0.7674 0.6873 +71.5465 
The “Kron” reduction of Eq. (6.27) results in the “phase impedance matrix.” 
0.4576+j1.0780  0.1560+j0.5017 = 0.1535 +70.3849 
[Zs] =| 0-1560+j0.5017  0.4666+j1.0482 0.1580+j0.4236] Ohms/mile (6.47) 


0.1535+j0.3849  0.15804+j0.4236 0.46154 1.0651 


The phase impedance matrix of Eq. (6.47) can be transformed into the “sequence impedance matrix” 
with the application of Eq. (6.31). 


0.7735 +j1.9373 
[2012] =| -0.0321+j0.0159 
0.0256 +j0.0115 


0.0256+j0.0115 
0.3061 + 0.6270 
0.0723 —j0.0059 


—0.0321+ 0.0159 
—0.0723 —j0.0060 | Ohms/mile 
0.3061+j0.6270 


(6.48) 
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In Eq. (6.48), the 1,1 term is the zero sequence impedance, the 2,2 term is the positive sequence 
impedance, and the 3,3 term is the negative sequence impedance. Note that the off-diagonal terms are 
not zero, which implies that there is mutual coupling between sequences. This is a result of the nonsym- 
metrical spacing between phases. With the off-diagonal terms nonzero, the three sequence networks 
representing the line will not be independent. However, it is noted that the off-diagonal terms are small 
relative to the diagonal terms. 

In high voltage transmission lines, it is usually assumed that the lines are transposed and that the 
phase currents represent a balanced three-phase set. The transposition can be simulated in this example 
by replacing the diagonal terms of Eq. (6.47) with the average value of the diagonal terms (0.4619 + 
j1.0638) and replacing each off-diagonal term with the average of the off-diagonal terms (0.1558 + 
j0.4368). This modified phase impedance matrix becomes: 


0.3619+j1.0638  0.1558+j0.4368 0.1558 +j0.4368 
[21 sue] =| 0-1558+70.4368 — 0.3619+j1.0638 —0.1558+j0.4368| Ohms/mile (6.49) 
0.1558+j0.4368 0.1558+j0.4368 0.3619 +1.0638 


Using this modified phase impedance matrix in the symmetrical component transformation, Eq. (6.31) 
results in the modified sequence impedance matrix. 


0.7735 +j1.9373 0 0 
[Ata |= 0 0.3061 +} 0.6270 0 Ohms/mile (6.50) 
0 0 0.3061+4j0.6270 


Note now that the off-diagonal terms are all equal to zero, meaning that there is no mutual coupling 
between sequence networks. It should also be noted that the zero, positive, and negative sequence 
impedances of Eq. (6.50) are exactly equal to the same sequence impedances of Eq. (6.48). 

The results of this example should not be interpreted to mean that a three-phase distribution line can 
be assumed to have been transposed. The original phase impedance matrix of Eq. (6.47) must be used 
if the correct effect of the mutual coupling between phases is to be modeled. 


Underground Lines 
Figure 6.7 shows the general configuration of three underground cables (concentric neutral, or tape 
shielded) with an additional neutral conductor. 

Carson’s equations can be applied to underground cables in much the same manner as for overhead 
lines. The circuit of Fig. 6.7 will result in a 7 x 7 primitive impedance matrix. For underground circuits 
that do not have the additional neutral conductor, the primitive impedance matrix will be 6 x 6. 

Two popular types of underground cables in use today are the “concentric neutral cable” and the “tape 
shield cable.” To apply Carson’s equations, the resistance and GMR of the phase conductor and the 
equivalent neutral must be known. 
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FIGURE 6.7 Three-phase underground with additional neutral. 
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FIGURE 6.8 Concentric neutral cable. 


Concentric Neutral Cable 
Figure 6.8 shows a simple detail of a concentric neutral cable. The cable consists of a central “phase 
conductor” covered by a thin layer of nonmetallic semiconducting screen to which is bonded the insu- 
lating material. The insulation is then covered by a semiconducting insulation screen. The solid strands 
of concentric neutral are spiralled around the semiconducting screen with a uniform spacing between 
strands. Some cables will also have an insulating “jacket” encircling the neutral strands. 

In order to apply Carson’s equations to this cable, the following data needs to be extracted from a 
table of underground cables. 


d. = phase conductor diameter (inches) 
doa = nominal outside diameter of the cable (inches) 
d = diameter of a concentric neutral strand (inches) 


GMR, = geometric mean radius of the phase conductor (ft) 
GMR, = geometric mean radius of a neutral strand (ft) 


r, = resistance of the phase conductor (Ohms/mile) 
tr, = resistance of a solid neutral strand (Ohms/mile) 
k = number of concentric neutral strands 


The geometric mean radii of the phase conductor and a neutral strand are obtained from a standard 
table of conductor data. The equivalent geometric mean radius of the concentric neutral is given by: 


GMR 


cn 


\GMR, +k. RX (6.51) 
where R = radius of a circle passing through the center of the concentric neutral strands 
R=-“4—_=+ ft (6.52) 
The equivalent resistance of the concentric neutral is: 


r 
 — 


ie 7 Ohms/ mile (6.53) 


The various spacings between a concentric neutral and the phase conductors and other concentric 
neutrals are as follows: 
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FIGURE 6.9 Distances between concentric neutral cables. 
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FIGURE 6.10 Three-phase concentric neutral cable spacing. 


Concentric neutral to its own phase conductor 

D;=R (Eq. (6.52) above] 
Concentric neutral to an adjacent concentric neutral 

D, = center-to-center distance of the phase conductors 
Concentric neutral to an adjacent phase conductor 


Figure 6.9 shows the relationship between the distance between centers of concentric neutral cables 
and the radius of a circle passing through the centers of the neutral strands. 

The geometric mean distance between a concentric neutral and an adjacent phase conductor is given 
by Eq. (6.54). 


D,=*[Dt,—R* (tt) (6.54) 


where D,,,, = center-to-center distance between phase conductors 

For cables buried in a trench, the distance between cables will be much greater than the radius R and 
therefore very little error is made if D, in Eq. (6.54) is set equal to D,,,,. For cables in conduit, that 
assumption is not valid. 


nm 


Example 2 


Three concentric neutral cables are buried in a trench with spacings as shown in Fig. 6.10. The cables 
are 15 kV, 250,000 CM stranded all aluminum with 13 strands of #14 annealed coated copper wires (1/3 
neutral). The data for the phase conductor and neutral strands from a conductor data table are: 


250,000 AA phase conductor: GMR, = 0.0171 ft, resistance = 0.4100 Ohms/mile 

# 14 copper neutral strands: | GMR, = 0.00208 ft, resistance = 14.87 Ohms/mile 
Diameter (d,) = 0.0641 in. 

The equivalent GMR of the concentric neutral [Eq. (6.51)] = 0.04864 ft 

The radius of the circle passing through strands [Eq. (6.52)] = 0.0511 ft 

The equivalent resistance of the concentric neutral [Eq. (6.53)] = 1.1440 Ohms/mile 
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Since R (0.0511 ft) is much less than D,, (0.5 ft) and D,, (1.0 ft), then the distances between concentric 
neutrals and adjacent phase conductors are the center-to-center distances of the cables. 


Applying Carson’s equations results in a 6 x 6 primitive impedance matrix. This matrix in partitioned 


form [Eq. (6.26)] is: 


0.5053-+j1.4564 — 0.0953+j1.0468 
[Z,,]=| 0.0953+j1.0468  0.5053-+j1.4564 
0.0953-+j0.9627  0.0953+j1.0468 


0.0953+ j1.3236  0,0953+ j1.0468 
[Z;,] =| 0.0953+ j1.0468  0.0953+ j1.3236 
0.0953+ j0.9627 0.0953 + j1.0468 


[Z| = [2] 


1.2393+j1.3296  0.0953+ 1.0468 
[Z,,,]=| 0.0953-+ j1.0468 1.23934 j1.3296 
0.0953+ j0.9627 0.0953+ j1.0468 


0.0953 +j0.9627 
0.0953 + 1.0468 
0.5053 +j1.4564 


0.0953+ j0.9627 
0.0953 + j1.0468 
0.0953 + j1.3236 


0.0953 + j0.9627 
0.0953 + j1.0468 
1.2393 + j1.3296 


Using the Kron reduction [Eq. (6.27)] results in the phase impedance matrix: 


0.7982+ j0.4463 — 0.3192+ j0.0328 
[Zane|=| 0-3192+ 0.0328  0.7891+ 0.4041 
0.28490—j0.0143  0.3192+ j0.0328 


0.2849— j0.0143 
0.3192 + j0.0328]} Ohms/mile 
0.7982 + j0.4463 


The sequence impedance matrix for the concentric neutral three-phase line is determined using 


Eq. (6.17). The resulting sequence impedance matrix is: 


1.4106 + j0.4665  —0.0028— 0.0081 
[2012] =| -0.0056+ j0.0065 0.4874+ j0.4151 
—0.0028— j0.0081 0.0523 + 70.0003 


Tape Shielded Cables 


Figure 6.11 shows a simple detail of a tape shielded cable. 
Parameters of Fig. 6.11 are: 


d. = diameter of phase conductor (in.) 

d, = inside diameter of tape shield (in.) 

d,4 = outside diameter over jacket (in.) 

T = thickness of copper tape shield in mils 
= 5 mils (standard) 


~0.0056 + j0.0065 


—0.0264+ j0.0451] Ohms/ mile 
0.4867 + j0.4151 


Once again, Carson’s equations will be applied to calculate the self-impedances of the phase conductor 
and the tape shield as well as the mutual impedance between the phase conductor and the tape shield. 
The resistance and GMR of the phase conductor are found in a standard table of conductor data. 
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FIGURE 6.11 Taped shielded cable. 


The resistance of the tape shield is given by: 


= 18.826 
shield d-T 


Ss 


Ohms/ mile (6.55) 


The resistance of the tape shield given in Eq. (6.55) assumes a resistivity of 100 Ohm-meter and a 
temperature of 50°C. The diameter of the tape shield d, is given in inches and the thickness of the tape 
shield T is in mils. 

The GMR of the tape shield is given by: 


GMR,.,,=2—2900 (6.56) 


The various spacings between a tape shield and the conductors and other tape shields are as follows: 
Tape shield to its own phase conductor 


D,, = GMR,,,, = radius to midpoint of the shield (6.57) 


Tape shield to an adjacent tape shield 


D; =center-to-center distance of the phase conductors (6.58) 


Tape shield to an adjacent phase or neutral conductor 


D.= Dim (6.59) 
where D,,,, = center to center distance between phase conductors. 
In applying Carson’s equations for both concentric neutral and tape shielded cables, the numbering 
of conductors and neutrals is important. For example, a three-phase underground circuit with an 
additional neutral conductor must be numbered as: 


1 = phase conductor #1 
2 = phase conductor #2 
3 = phase conductor #3 
4 = neutral of conductor #1 
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| 
FIGURE 6.12 Single-phase © 


tape shield with neutral. 


5 = neutral of conductor #2 
6 = neutral of conductor #3 
7 = additional neutral conductor (if present) 


Example 3 
A single-phase circuit consists of a 1/0 AA tape shielded cable and a 1/0 CU neutral conductor as shown 
in Fig. 6.12. 


Cable Data: 1/0 AA 
Inside diameter of tape shield = d, = 1.084 in. 
Resistance = 0.97 Ohms/mi 
GMR, = 0.0111 ft 
Tape shield thickness = T = 8 mils 
Neutral Data: 1/0 Copper, 7 strand 
Resistance = 0.607 Ohms/mi 
GMR, = 0.01113 ft 


Distance between cable and neutral = D,,,, = 3 in. 


The resistance of the tape shield is computed according to Eq. (6.55): 


, 18.826 18.826 
meld d.-T — 1.084-8 


2.1705 Ohms/mile 


The GMR of the tape shield is computed according to Eq. (6.56): 


d T 1.084 8 


GMR ppg = 2 2000. = —2 2000 = 9.0455 ft 
Sniel 12 12 


Using the relations defined in Eqs. (6.57) to (6.59) and Carson’s equations results in a 3 x 3 primitive 


impedance matrix: 


1.0653+ j1.5088  0.0953+ j1.3377  0.0953+ j1.1309 
Z primitive =| 0-0953-+ j1.3377 — 2.2658+ j1.3377 0.0953+ j1.1309 | Ohms/ mile 
0.0953+ j1.1309 0.09534 j1.1309 — 0.7023+ 1.5085 


Applying Kron’s reduction method will result in a single impedance which represents the equivalent 
single-phase impedance of the tape shield cable and the neutral conductor. 


Zip = 1.3368 + j0.6028 Ohms/mile 
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Shunt Admittance 


When a high-voltage transmission line is less than 50 miles in length, the shunt capacitance of the line 
is typically ignored. For lightly loaded distribution lines, particularly underground lines, the shunt 
capacitance should be modeled. 

The basic equation for the relationship between the charge on a conductor to the voltage drop between 
the conductor and ground is given by: 


Q, a (6.60) 
where Q, = charge on the conductor 
C,_ = capacitance between the conductor and ground 
Vg = voltage between the conductor and ground 


For a line consisting of ncond (number of phase plus number of neutral) conductors, Eq. (6.60) can 
be written in condensed matrix form as: 


al-felv (60 


where [Q] = column vector of order ncond 
[C] = ncond x ncond matrix 
[V] = column vector of order ncond 


Equation (6.61) can be solved for the voltages: 
V)-[]{2l-[I (2 (6.62) 


where [P| = [c| ie "Potential Coefficient Matrix" (6.63) 


Overhead Lines 
The determination of the shunt admittance of overhead lines starts with the calculation of the “potential 
coefficient matrix” (Glover and Sarma, 1994). The elements of the matrix are determined by: 


P, =11.17689-In—i (6.64) 
uW RD 


i 


y 


Si 
i Tee (6.65) 


FF 


See Fig. 6.4 for the following definitions. 


S,, = distance between a conductor and its image below ground in ft 
S; = distance between conductor i and the image of conductor j below ground in ft 
D; = overhead spacing between two conductors in ft 


RDi = radius of conductor i in ft 


The potential coefficient matrix will be an ncond x ncond matrix. If one or more of the conductors 
is a grounded neutral, then the matrix must be reduced using the “Kron” method to an nphase x nphase 
matrix [P,,,]. 
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The inverse of the potential coefficient matrix will give the nphase x nphase capacitance matrix [C,,,]. 
The shunt admittance matrix is given by: 


y., |=j-@-|C,, | micro-S/mile (6.66) 
[ae ]=5-[Cu] 


where © = 2-7 f = 376.9911 


Example 4 


Determine the shunt admittance matrix for the overhead line of Example 1. Assume that the neutral 
conductor is 25 ft above ground. 
For this configuration, the image spacing matrix is computed to be: 


58 58.0539 58.4209 54.1479 
(s] _1|58.0539 58 58.1743 54.0208 
58.4209 58.1743 58 54.0833 


54.1479 54.0208 54.0835 58 


The primitive potential coefficient matrix is computed to be: 


84.56 35.1522 23.7147 25.2469 

|- 35.4522 84.56 28.6058 28.359 
pem""T 193.7147 28.6058 84.56 26.6131 
25.2469 28.359 26.6131 85.6659 


“Kron” reduce to a 3 X 3 matrix: 


77.1194 26.7944 15.8714 
[P| =|26.7944 75.172 19.7957 
15.8714. 19.7957 76.2923 


Invert [P] to determine the shunt capacitance matrix: 


0.015 -0.0049 0.0019 
[<,,.]=[P] =]-0.0019 0.0159 -0.0031 
-0.0019 -0.0031 0.0143 


Multiply [C,,,] by the radian frequency to determine the final three-phase shunt admittance matrix. 


j5.6711  —j1.8362 —j0.7033 
]=3-376.9911-[C,,,]=|—j1-8362 5.9774 —j1.169 | wS/mile 
~j0.7033.  —j1.169 5.391 


ly, 


abe 


Underground Lines 

Because the electric fields of underground cables are confined to the space between the phase conductor 
and its concentric neutral to tape shield, the calculation of the shunt admittance matrix requires only 
the determination of the “self” admittance terms. 
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Concentric Neutral 
The self-admittance in micro-S/mile for a concentric neutral cable is given by: 


Y =j 77.582 
In R, Broke BK, 
R, k R, 


where R, = radius of a circle to center of concentric neutral strands (ft) 
R, = radius of phase conductor (ft) 


(6.67) 


R,, = radius of concentric neutral strand (ft) 
k = number of concentric neutral strands 
Example 5 


Determine the three-phase shunt admittance matrix for the concentric neutral line of Example 2. 


R, =R=0.0511 ft 


Diameter of the 250,000 AA phase conductor = 0.567 in. 


= S267, = 0.0236 ft 


R, 
Diameter of the #14 CU concentric neutral strand = 0.0641 in. 


_ 0.0641 


R, = 0.0027 ft 
Substitute into Eq. (6.67): 
5 a - =] _ = j96.8847 
R, 1 k-R 0.0511 1 13-0.0027 
In}  |-—-In 4 In ‘In 
R) k UR, 0.0236) 13 0.0511 
The three-phase shunt admittance matrix is: 
796.8847 0 0 
[%uel|=] 0 j96.8847 0 uS/mile 
0 0 596.8847 
Tape Shield Cable 
The shunt admittance in micro-S/mile for tape shielded cables is given by: 
. 77.58 : 
= 8 uS/mile (6.68) 


ts J 
if) 
R, 


where R, = inside radius of the tape shield 
R, = radius of phase conductor 
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FIGURE 6.13 Three-phase line segment model. 


Example 6 


Determine the shunt admittance of the single-phase tape shielded cable of Example 3 in the section “Line 
Impedance”. 


Substitute into Eq. (6.68): 
. 77.586 . 77.586 
ted R) ~. (0.0452 
In| — In| — 
R, 0.0153 


Line Segment Models 


= j71.8169 uS/mile 


Exact Line Segment Model 
The exact model of a three-phase line segment is shown in Fig. 6.13. 

For the line segment in Fig. 6.13, the equations relating the input (Node n) voltages and currents to 
the output (Node m) voltages and currents are: 


[vc Le} [EG], 101 fac, (6.69) 

[ta], [HG], tla, (6.70) 

ge [e}=[o]-5 2) Pad (6.71) 
(]=[2a] (6.72) 

[-]=[¥ae~-5- [Zane Bae) (6.73) 
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(a) =[O} [2] ee (6.74) 


In Eqs. (6.71) through (6.74), the impedance matrix [Z,,,] and the admittance matrix [Y,,,] are defined 
earlier in this document. 

Sometimes it is necessary to determine the voltages at node-m as a function of the voltages at node- 
n and the output currents at node-m. The necessary equation is: 


[vzG,,.| =[A][VEGu.] -[B]-[Zoe],, (6.75) 
gee [a}-(lU}+ Fad) (6.76 
(Al=((l+ ctl) ism 


1 0 0 
[u]= 0 1 0 (6.78) 
0 0 1 


In most cases the shunt admittance is so small that it can be neglected. When this is the case, the [a], 
[b], [el, [d], [A], and [B] matrices become: 


l= [0 679 
i} =[20, (680 
lt (80 
id-[ (689 
Lal-le] (689 
(5]=[2.] (686 


When the shunt admittance is neglected, Eqs. (6.69), (6.70), and (6.75) become: 


[VLG,,,| a [VLG,,.| ie Zixe| . | “ (6.85) 
Taell 5 [Zoic]. (6.86) 
[VLG,,.| rae [VIG.,,. a [Zr.| . [are| = (6.87) 
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It is usually safe to neglect the shunt capacitance of overhead line segments for segments less than 
25 miles in total length and for voltages less than 25 kV. For underground lines, the shunt admittance 
should be included. 

If an accurate determination of the voltage drops down a line segment is to be made, it is essential 
that the phase impedance matrix [Z,,,] be computed based on the actual configuration and spacings of 
the overhead or underground lines. No assumptions should be made, such as transposition. The reason 
for this is best demonstrated by an example. 


Example 7 


The phase impedance matrix for the line configuration in Example 1 was computed to be: 


0.4576+j1.0780 0.1560+j0.5017 0.15354 j0.3849 
[Zane]=|0-1560+ 70.5017 0.4664 j1.0482 _0.1580+ j0.4236 | Ohms/mile 
0.1535+ j0.3849 0.1580+ j0.4236 0.4615+ j1.0651 


Assume that a 12.47-kV substation serves a load 1.5 miles from the substation. The metered output 
at the substation is balanced 10,000 kVA at 12.47 kV and 0.9 lagging power factor. Compute the three- 
phase line-to-ground voltages at the load end of the line and the voltage unbalance at the load. 

The line-to-ground voltages and line currents at the substation are: 


7200/0 463/—25.84 
VLG,,.| = 7200/—120 ie = 463/—145.84 
7200/120 463/94.16 


Solve Eq. (6.85) for the load voltages: 


6761.10/2.32 
VLG ye], =[VEG ie], -1-5-[2,ne|:[Luse|, =] 6877-71 122.43 
6836.33/117.21 


The voltage unbalance at the load using the NEMA definition is: 


= max( Vie) 


unbalance 


-100 = 0.937% 


avg 


The point of Example 1 is to demonstrate that even though the system is perfectly balanced at the 
substation, the unequal mutual coupling between phases results in a significant voltage unbalance at the 
load. Significant because NEMA requires that induction motors be derated when the voltage unbalance 
is 1% or greater. 


Approximate Line Segment Model 
Many times the only data available for a line segment will be the positive and zero sequence impedances. 
An approximate three-phase line segment model can be developed by applying the “reverse impedance 
transformation” from symmetrical component theory. 

Using the known positive and zero sequence impedances, the “sequence impedance matrix” is given by: 


Z 0 0 
[Za)=|9 2, 9 (6.88) 
0 0 Z 
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Vag — ee Va'g 
— Gra —e 


+ + 
Vbg Z+ — > Ic Vb'g 
Sh 
Veg (Z0-Z+V/3. __>-(latIb+Icy VOB . 


= = 
FIGURE 6.14 Approximate line segment model. 


The “reverse impedance transformation” results in the following “approximate phase impedance 
matrix.” 


(2:Z,-Z,) (Z,-Z,)  (Z,-Z,) 


[Zoe] =[4.] [Zen [4.7 = 5° (Z,-Z,) (2-Z,-Z)  (Z-Z,) (6.89) 
(Z,-Z,) (Z,-Z,) (2-Z,-Z,) 


Notice that the approximate phase impedance matrix is characterized by the three diagonal terms 
being equal and all mutual terms being equal. This is the same result that is achieved if the line is assumed 
to be transposed. Substituting the approximate phase impedance matrix into Eq. (6.85) results in: 


w] [a] [@2-2) 2) (2) Jf 
mill =| Mou ES (Z,-Z,) (2:-Z,-Z,) (Z,-Z,) |-|4, (6.90) 
Von n Von m (Z, - Z,} (Z, = Z,) (2 ; Z, ~ Z,) I n 


Eq. (6.90) can be expanded and an equivalent circuit for the approximate line segment model can be 
developed. This approximate model is shown in Fig. 6.14. 
The errors made by using this approximate line segment model are demonstrated in Example 8. 


Example 8 


For the line of Example 7, the positive and zero sequence impedances were determined to be: 


Z, =0.3061+ j0.6270 Ohms/mile 
Z, =0.7735+ j1.9373 Ohms/ mile 


The sequence impedance matrix is: 


0.7735 + j1.9373 0 0 
[Zs] = 0 0.3061 + j0.6270 0 
0 0 0.3061+ {0.6270 


Performing the reverse impedance transformation results in the approximate phase impedance matrix. 


0.4619+ j1.0638 0.1558+ j0.4368 0.1558 + j0.4368 
[unpre] =[4.]-[Zuu]:[4.] =] 0-1558-+ 0.4368 0.4619+ j1.0638 0.1558 j0.4368 
0.1558+ j0.4368 0.1558+ j0.4368 — 0.4619-+ j1.0638 


© 2001 CRC Press LLC 


FIGURE 6.15 Step voltage regulator. 


Note in the approximate phase impedance matrix that the three diagonal terms are equal and all of 
the mutual terms are equal. 

Use the approximate impedance matrix to compute the load voltage and voltage unbalance as specified 
in Example 1. 


6825.01/—2.51 
=[VLG,,.], -1-5-[Zapprae|* Hane], =| 6825-01 — 122.51 
6825.01/117.49 


[VLG.,.] 


m 


Note that the voltages are computed to be balanced. In the previous example it was shown that when 
the line is modeled accurately, there is a voltage unbalance of almost 1%. 


Step-Voltage Regulators 


A step voltage regulator consists of an autotransformer and a load tap changing mechanism. The voltage 
change is obtained by changing the taps of the series winding of the autotransformer. The position of 
the tap is determined by a control circuit (line drop compensator). Standard step regulators contain a 
reversing switch enabling a +10% regulator range, usually in 32 steps. This amounts to a 5/8% change 
per step or 0.75 volt change per step on a 120-volt base. 

A typical step voltage regulator is shown in Fig. 6.15. The tap changing is controlled by a control circuit 
shown in the block diagram of Fig. 6.16. 


Current Transformer 


Line Current 


Line Drop 
Compensator 


Potential Transformer 


FIGURE 6.16 Regulator control circuit. 
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FIGURE 6.17 Voltage regulator in the raise position. 


The control circuit requires the following settings: 


1. Voltage Level — The desired voltage (on 120-volt base) to be held at the “load center.” The load 
center may be the output terminal of the regulator or a remote node on the feeder. 

2. Bandwidth — The allowed variance of the load center voltage from the set voltage level. The 
voltage held at the load center will be plus or minus one-half the bandwidth. For example, if the 
voltage level is set to 122 volts and the bandwidth set to 2 volts, the regulator will change taps 
until the load center voltage lies between 121 volts and 123 volts. 

3. Time Delay — Length of time that a raise or lower operation is called for before the actual execution 
of the command. This prevents taps changing during a transient or short time change in current. 

4, Line Drop Compensator — Set to compensate for the voltage drop (line drop) between the 
regulator and the load center. The settings consist of R and X settings in volts corresponding to 
the equivalent impedance between the regulator and the load center. This setting may be zero if 
the regulator output terminals are the “load center.” 


The rating of a regulator is based on the kVA transformed, not the kVA rating of the line. In general 
this will be 10% of the line rating since rated current flows through the series winding which represents 
the +10% voltage change. 


Voltage Regulator in the Raise Position 
Figure 6.17 shows a detailed and abbreviated drawing of a regulator in the raise position. 
The defining voltage and current equations for the regulator in the raise position are as follows: 


Voltage Equations Current Equations 

ao N,-L=N,-L (6.91) 
Vg=V-V; I,=1,-[, (6.92) 
iv; I, =I, (6.93) 
Vj=Y=-y, Shh, (6.94) 
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N 
V,=|1- ]-V, 
N, 
V; =a,'V, 


(6.95) 


(6.96) 


(6.97) 


Equations (6.96) and (6.97) are the necessary defining equations for modeling a regulator in the raise 


position. 


Voltage Regulator in the Lower Position 


Figure 6.18 shows the detailed and abbreviated drawings of a regulator in the lower position. Note in the 
figure that the only difference between the lower and raise models is that the polarity of the series winding 
and how it is connected to the shunt winding is reversed. 

The defining voltage and current equations for a regulator in the lower position are as follows: 


Voltage Equations 


Mii gage Va, 
N, N, 
Vs=V,tV, 
V,=Y, 
N. N. 
v= * =—.V, 
N,V, N, 
N 
V; [why 
1 
V,=a,'V, 


a,=l+ 


Current Equations 


N,-I,=N,:1, 
I,=1,-, 
L=-I, 


2 


1 


(6.98) 


(6.99) 


(6.100) 


(6.101) 


(6.102) 


(6.103) 


(6.104) 


Equations (6.97) and (6.104) give the value of the effective regulator ratio as a function of the ratio 
of the number of turns on the series winding (N,) to the number of turns on the shunt winding (N,). 
The actual turns ratio of the windings is not known. However, the particular position will be known. 
Equations (6.97) and (6.104) can be modified to give the effective regulator ratio as a function of the tap 
position. Each tap changes the voltage by 5/8% or 0.00625 per unit. Therefore, the effective regulator 


ratio can be given by: 


Ap =1+0.00625-Tap 


(6.105) 


In Eq. (6.105), the minus sign applies to the “raise” position and the positive sign for the “lower” 


position. 
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FIGURE 6.18 Regulator in the lower position. 


MVA rating 
kV hi- kV lo 


I line R line + jX line 


FIGURE 6.19 Line drop compensator circuit. 


The Line Drop Compensator 

The changing of taps on a regulator is controlled by the “line drop compensator.” Figure 6.19 shows a 
simplified sketch of the compensator circuit and how it is connected to the circuit through a potential 
transformer and a current transformer. 

The purpose of the line drop compensator is to model the voltage drop of the distribution line from 
the regulator to the “load center.” Typically the compensator circuit is modeled on a 120 volt base. This 
requires the potential transformer to transform rated voltage (line-to-neutral or line-to-line) down to 
120 volts. The current transformer turns ratio (CT,:CT,) where the primary rating (CT,) will typically 
be the rated current of the feeder. The setting that is most critical is that of R’ and X’. These values must 
represent the equivalent impedance from the regulator to the load center. Knowing the equivalent 
impedance in Ohms from the regulator to the load center (Ryne ohms ANG Xiine ohms)» the required value for 
the compensator settings are calibrated in volts and determined by: 


F Ct 
R’ as Ix, = (Rie + Poses) . a volts (6. 106) 


volts volts 
pt 
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FIGURE 6.20 Wye connected regulators. 


The value of the compensator settings in ohms are determined by: 


RY. + jx, 
te + Po orine = Sal vals Ohms (6. 107) 
Ct, 


It is important to understand that the value of Ryne ohms + JXtine ohms 18 NOt the impedance of the line 
between the regulator and the load center. Typically the load center is located down the primary main 
feeder after several laterals have been tapped. As a result, the current measured by the CT of the regulator 
is not the current that flows all the way from the regulator to the load center. The proper way to determine 
the line impedance values is to run a power-flow program of the feeder without the regulator operating. 
From the output of the program, the voltages at the regulator output and the load center are known. 
Now the “equivalent” line impedance can be computed as: 


V _ 
. P4 Li 7 iT d or 
Riine + iX jine = regu —- ‘oad _ center ohms (6.108) 


line 


In Eq. (6.108), the voltages must be specified in system volts and the current in system amps. 


Wye Connected Regulators 
Three single-phase regulators connected in wye are shown in Fig. 6.20. 

In Fig. 6.20 the polarities of the windings are shown in the “raise” position. When the regulator is in 
the “lower” position, a reversing switch will have reconnected the series winding so that the polarity on 
the series winding is now at the output terminal. 

Regardless of whether the regulator is raising or lowering the voltage, the following equations apply: 


Voltage Equations 
Van Ap a 0 0 an 
Ven [=| 9 ae, 0 ||Vi (6.109) 
Von 0 0 Ane cn 
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Equation (6.109) can be written in condensed form as: 


[VEN sc]=[@RVin.|-[VEN | (6.110) 
Also: [VEN |=[4RVinc|:[VEN asc] (6.111) 
where [ARV snc ]=[aRVyu.] (6.112) 
Current Equations 
= © o 
I, “Ra a 
Rie @ 22 Orble (6.113) 
a 
rf sk c 
0 0 : 
Ar 
Or: [Fane] =|4R Fre] -| Fore (6.114) 
Also: [Fete |= [RE snc |+| Zane] (6.115) 
where [ARE nc]=[4R Lone] (6.116) 


where 0.9 < ag ., < 1.1 in 32 steps of 0.625%/step (0.75 volts/step on 120 volt base). 

Note: The effective turn ratios (dg ,; dp » and ag ,) can take on different values when three single- 
phase regulators are connected in wye. It is also possible to have a three-phase regulator connected in 
wye where the voltage and current are sampled on only one phase and then all three phases are changed 
by the same value of ag (number of taps). 


Closed Delta Connected Regulators 
Three single-phase regulators can be connected in a closed delta as shown in Fig. 6.21. In the figure, the 
regulators are shown in the “raise” position. 

The closed delta connection is typically used in three-wire delta feeders. Note that the potential 
transformers for this connection are monitoring the load side line-to-line voltages and the current 
transformers are monitoring the load side line currents. 

Applying the basic voltage and current Eqs. (6.91) through (6.97) of the regulator in the raise position, 
the following voltage and current relations are derived for the closed delta connection. 


Vaz AR ab 1 aR be 0 ab 
Vac = 0 aR be 1-day ., . Vie (6.117) 
Vea I= AR ab 0 AR ca Via 
Equation (6.115) in abbreviated form can be written as: 
[VEL suc] =[aRVD,,, [VEL | (6.118) 
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FIGURE 6.21 Delta connected regulators. 


When the load side voltages are known, the source side voltages can be determined by: 


[VEL,,.|=[4@RVD asc|-[VEL anc] (6.119) 


-1 
where [aRVD 45c]=[4RVD,,,| (6.120) 


In similar manner the relationships between the load side and source side line currents are given by: 


a R_ab R_ca A 

I, |=|1-@2 a AR be 0 ‘| I, (6.121) 

c 0 l-a 4, BR ca Cc 
Or: [Tose |= [AMD anc|[Lanc| (6.122) 
Also: [Lane] = [APP ane |: [ase | (6.123) 
where [IAD,,,]=[TAD ac] (6.124) 


The closed delta connection can be difficult to apply. Note in both the voltage and current equations 
that a change of the tap position in one regulator will affect voltages and currents in two phases. As a 
result, increasing the tap in one regulator will affect the tap position of the second regulator. In most 
cases the bandwidth setting for the closed delta connection will have to be wider than that for wye 
connected regulators. 


Open Delta Connection 

Two single-phase regulators can be connected in the “open” delta connection. Shown in Fig. 6.22 is an 

open delta connection where two single-phase regulators have been connected between phases AB and CB. 
Two other open connections can also be made where the single-phase regulators are connected between 

phases BC and AC and also between phases CA and BA. 
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FIGURE 6.22 Open delta connection. 


The open delta connection is typically applied to three-wire delta feeders. Note that the potential 
transformers monitor the line-to-line voltages and the current transformers monitor the line currents. 
Once again, the basic voltage and current relations of the individual regulators are used to determine the 
relationships between the source side and load side voltages and currents. 

For all three open connections, the following general equations will apply: 


[VEL sec] =[@RV in|: [VEL | (6.125) 
[VEL |=[@RVaac|:[VELaac| (6.126) 
ize =[aRT,,.|-[Tare| (6.127) 
[Fete |=[48E snc]+| Zane] (6.128) 
The matrices for the three open connections are defined as follows: 
Phases AB & CB 
An 4 0 0 
[aRV,,.]=| 0 fee 0 (6.129) 
“Ar a Arc 
s 0 0 
Ara 
[aRVixc|=| 0 : : 0 (6.130) 
R_C 
4, «4 & 
Ara Arc 
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0 0 
Apa 
l 1 
[akr,,. |= 0 (6.131) 
Apa Arc 
1 
0 0 
Ap Cc 
Ans 0 0 
[@RIj5c]=|—4n_4 a (6.132) 
0 O ape 
Phases BC & AC 
0 an B “ara 
[aRV,,.|=|0 ans 0 (6.133) 
0 0 Ar a 
i 1 
O° = = 
Gn B Apa 
l 
[ARV nc] =| 0 : 0 (6.134) 
R_B 
1 
0 0 
Ap A 
1 
0 0 
Apa 
1 
[akr,,.|=| 0 0 (6.135) 
Ar B 
1 1 
- - 0 
apa Ap B 
An 4 0 
[aRIy,c]=| 0 i 0 (6.136) 
“apa 4p B 
Phases CA & BA 
ap pz 0 
[aRV,,.|=|-@a_s “An ¢ (6.137) 
0 Apc 
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0 0 
Ap B 
1 1 
[@RVaxc|=|-—— 0 = (6.138) 
R_B R_C 
1 
0 0 
Are 
1 1 
0 = = 
Ap B Arc 
1 
aR, |=| 0 0 (6.139) 
abe Ap P 
1 
0 0 
Ap Cc 
0 Gp B Ap Cc 
[ARI jxc]=|0 ag 0 (6.140) 
0 0 arc 


Generalized Equations 
The voltage regulator models used in power-flow studies are generalized for the various connections in 


a form similar to the ABCD parameters that are used in transmission line analysis. The general form of 


the power-flow models in matrix form are: 


[Vaacl=[2]- [Manel +[] [Ene] (6.141) 
[Eaacl=[e] [Ve +14] Lue (6.142) 
[Vanel= [4] [Vasc] [3] [re] (6.143) 


Depending upon the connection, the matrices [V,;-] and [V,,,] can be either line-to-line or 
line-to-ground. The current matrices represent the line currents regardless of the regulator 
connection. For all voltage regulator connections, the generalized constants are defined as: 


la]=[2Rrv,.] (6.144) 
L4]=[9] (6.145) 
lel=[o] (6.146) 

[a]=[-R1..] (6.147) 


© 2001 CRC Press LLC 


Transformer 


Bank 


Source Side Load Side 


FIGURE 6.23 General transformer bank. 


[A]=[4RVirc| (6.148) 
[B]=[0] (6.149) 


Transformer Bank Connections 


Unique models of three-phase transformer banks applicable to radial distribution feeders have been devel- 
oped (Kersting, 1999). Models for the following three-phase connections are included in this document: 


+ Delta-Grounded Wye 

+ Grounded Wye-Delta 

* Ungrounded Wye-Delta 

* Grounded Wye-Grounded Wye 
* Delta-Delta 


Figure 6.23 defines the various voltages and currents for the transformer bank models. 

The models can represent a step-down (source side to load side) or a step-up (source side to load 
side) transformer bank. The notation is such that the capital letters A,B,C,N will always refer to the 
source side of the bank and the lower case letters a,b,c,n will always refer to the load side of the bank. 
It is assumed that all variations of the wye-delta connections are connected in the “American Standard 
Thirty Degree” connection. The standard is such that: 


Step-down connection 
Vaz leads V,, by 30° 
I, leads I, by 30° 


Step-up connection 
V,» leads V3 by 30° 
I, leads I, by 30° 
Generalized Equations 
The models to be used in power-flow studies are generalized for the connections in a form similar to the 
ABCD parameters that are used in transmission line analysis. The general form of the power-flow models 
in matrix form are: 


[Vaac]=[2]- [Manel +[2] [Ene] (6.150) 
[ascl=[¢] [Yon] + [4] Hore (6.151) 
[Vanel= [4] [Masc]-[3]- [re] (6.152) 
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In Eqs. (6.150), (6.151), and (6.152), the matrices [V,,-] and [V,,,] can be either line-to-line voltages 
(delta connection) or line-to-ground voltages (wye connection). The current matrices represent the line 
currents regardless of the transformer winding connection. 


Common Variable and Matrices 
All transformer models will use the following common variable and matrices: 


+ Transformer turns ratio: a, = ao (6.153) 


rated_load 


where Vyated source = transformer winding rating on the source side 
Viated load = transformer winding rating on the load side 


Note that the transformer “winding” ratings may be either line-to-line or line-to-neutral, depending 
upon the connection. The winding ratings can be specified in actual volts or per-unit volts using the 
appropriate base line-to-neutral voltages. 


+ Source to load matrix voltage relations: se = [AV] . Vire| (6.154) 


The voltage matrices may be line-to-line or line-to-neutral voltages depending upon the connection. 


* Load to source matrix current relations: Lie - [AZ | . [7 iia (6.155) 


The current matrices may be line currents or delta currents depending upon the connection. 


Zt, oO 0 
* Transformer impedance matrix: [Zt,a¢|= 0 Zt, 0 (6.156) 
0 0 Zt. 


The impedance elements in the matrix will be the per-unit impedance of the transformer windings 
on the load side of the transformer whether it is connected in wye or delta. 


1 1 1 
+ Symmetrical component transformation matrix: [As]= l1 @ a (6.157) 
la @a 
where a = 1/120 
1 0O 
* Phase shift matrix: [r= 0 ft 0 (6.158) 
0 0 ¢ 
1 
where t =—-/-30 
V3 
* Matrix to convert line-to-line voltages to equivalent line-to-neutral voltages: 
2 0 
=] 1 
WI=|A,]-|T]JA. ==-]0 2 1 6.159 
W]=[4}E7}1Ad =; (6.159) 
i O02 2 


Example: [VLN] = [W] - [VLL] 
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* Matrix to convert delta currents into line currents: 


1 oO -1 
[p1]= al i @ (6.160) 
6 A 7 


Example: [J 


abe. 


] = [DI] + UD gic] 


* Matrix to convert line-to-ground or line-to-neutral voltages to line-to-line voltages: 


[D]=| 0 1 -l (6.161) 


Example: [VLL,,,] = [D] - [VLN,,,] 


The matrices [a], [b], [c], [d], [A], and [B] [see Eqs. (6.150), (6.151), and (6.152)] for each connection 
are defined at the end of this section. 


The Per-Unit System 

All transformer models were developed so that they can be applied using either “actual” or “per-unit” 
values of voltages, currents, and impedances. When the per-unit system is used, all per-unit voltages 
(line-to-line and line-to-neutral) use the line-to-neutral base as the base voltage. In other words, for a 
balanced set of three-phase voltages, the per-unit line-to-neutral voltage magnitude will be 1.0 at rated 
voltage and the per-unit line-to-line voltage magnitude will be the square root of 3 (1.732). In similar 
fashion, all currents (line currents and delta currents) are based on the base line current. Again, a square 
root of 3 relationship will exist between the line and delta currents under balanced conditions. The base 
“line” impedance will be used for all line impedances and for wye and delta connected transformer 
impedances. There will be different base values on the two sides of the transformer bank. 

Base values are computed following the steps listed below: 


* Select a base three-phase kVA,,,,. and the rated line-to-line voltage, KVLL,,.,<.. on the source side 
as the base line-to-line voltage. 

+ Based upon the voltage ratings of the transformer bank, determine the “rated” line-to-line voltage, 
KVLL,,.a on the load side. 

+ Determine the “transformer ratio”, ny, as: 


kVLL 
nN, = source (6.162) 
KVLL a4 


* The “source” side base values are computed as: 


KVLL, 


kVLN,=—— (6.163) 
\3 
kVA 
I, =e — (6.164) 
\'3-kVLL 


source 


© 2001 CRC Press LLC 


kVLL?, ,.,:100 
s= source 0 0 (6.165) 
kVA, 
+ The load side base values are computed by: 
kVLN 
kVLN, = s (6.166) 
Ny 
I,=n,-I, (6.167) 
Z 
Z,=— (6.168) 
tp 


Thevenin Equivalent Circuit 
The study of short circuit studies that occur on the load side of a transformer bank requires the three- 
phase Thevenin equivalent circuit referenced to the load-side terminals of the transformer. In order to 
determine this equivalent circuit, the Thevenin equivalent circuit up to the primary terminals of the 
“feeder” transformer must be determined. A block diagram of the total system is shown in Fig. 6.24. 

In Fig. 6.24 the system voltage source will typically be a balanced set of per-unit voltages such that: 


Hie 1.0/0 
[Ethssc]=| Ey [=] 1-0/=120] — per-unit (6.169) 
Eq | | 10/120 


The Thevenin equivalent impedance from the source to the primary terminals of the feeder transformer 
is given by: 


[2th sxc] =[ZsySanc]+]|Zseb anc] +] ZeaS anc (6.170) 
The values of the source side Thevenin equivalent circuit will be the same regardless of the type of 
connection of the feeder transformer. The three-phase Thevenin equivalent circuit referenced to the load 
side of the feeder transformer is shown in Fig. 6.25. 
For each three-phase transformer connection, unique values of the matrices [Eth,,.] and [Zth,,,] are 
defined as functions of the source side Thevenin equivalent circuit.These definitions are shown for each 
transformer connection below. 


System Equivalent Substation Total Primary Feeder 
Voltage System Transformer Line Segment Transformer 
Source Impedance Impedance 


FIGURE 6.24 Total system. 
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[Zthy.. | 


@) &.) &3 


FIGURE 6.25 Three-phase Thevenin equivalent circuit. 


Matrix Definitions 
Delta-Grounded Wye 


Power flow equations: 


Thevenin equations: 


[zth,,.]=[Av] -[D]- [Em 


| 


[zth,,.J=[AV]-[D] [Zt snc]: [PY] +[Ztarc| 


The matrices used for the step-down connection are: 


0 —— 
1 <2 4 or 
[avo]=> | 1 4 [AV] = = 0 0 
= ae : 
e = 2 
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The matrices used for the step-up connection are: 


2 «1 

[Avo]=“". i. 2 
|e 

i % 

ay 

1 1 
Claes ms 

0 _ 


Power flow equations: 


0 
1 
ee | 
i 
ay 
Zt, 0 0 
Zt, 0 
0 Zt 
| 
-1 [AV] 7 
> 
ay 
0 [>| 
cs 
ay 
Zt, 0 
Zt 
0 60 


[VEG xc] = [a] [VLL,, ]+[2] ; [Hare | 
[Fac] =[e]- [VEE +[4] [ar] 
(ol =[ev]-[4¥1 
s}=[2V] fav] fan) [4] 
ia 
I-| 
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Thevenin equations: 


[Eth,,. | = [Eth anc|l+30, +30 for step-up, — 30 for step-down 
[zth,,. = [w} {Lx} [x] i [2208 .nc]*+[Ztu] [7] 


Sub-matrices used for the step-down and the step-up connections are: 


[K]=[U]+[2Z#hanc]-[2| 
| 


—[AV].[znt.,,.|:|H2| 


a, 0 0 ay 0 0 
[AV]=]}0 a, 0 [ar]=| 0 a, 0 
0 0 a 0 0 a, 


T si 
Zt, 0 
[Ztac|=| 0 Zt, 0 
0 oO Zt, 
Zt, -Zt, 0 
[H1]= . y sey oe Zit +Zt, 0 
ay ( ly * The a7 t.,) -Zt., _ ZA —Zt,, 0 


1 
= atm, 42.) || ' 
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The matrices used for the step-up connection are: 


wl ‘ 7 ot a 7 


. Zit ee Zty, g 
[= a,:(Zt,,+ Zt,,+Zt,,) | a ies Z1..) . 
a dt a 
[H2]= a; (Zi a + Zt.) F: :, 


Ungrounded Wye-Delta 


Power flow equations: 


[VEN sac]=[a]-[VELin. |+[2]-[Zar| 
[ave] =[e] [VEE] +L} Lar] 
l4]=[4¥] 
[b]=[20%.. 
lel=[9] 
[4]=[4] 
an)=[ 
le 
l-| 
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Thevenin equations: 
[Eth | = [Eth 5 |/+30, +30 for step-up, — 30 for step-down 
[2th J=[w]-([Av] [wo] [2005 snc} +[Ztanc] LH 


The matrices used used for the step-down connection are: 


a, 0 0 a, 0 0 
[AV]=|0 a, 0 [Al]=]| 0 a, 0 
0 0 a, 0 0 a, 
ay 0 —d, 1 -l 
[py|=|-2, a, 0 [H]= ay 
3: 
0 a, ar —2 -!il 
a, Zt y, 0 0 
[ZNt,,.]=| 0 a,-Zty, 0 
0 a, Zt, 
Zt, -Zt,, 0 
[zpt,,. |= Zt, Zt, 0 
—2-Zt,, —Zt, 0 
The matrices used for the step-up connection are: 
0 3 0 
0 0 a, a9 
1 
[AV]=|-a, 0 0 [Al]=| 0 0 -— 
ay 
0 a, 0 1 
= 0 0 
a, 
ay a, 0 2 1 
[py]=| 0 a, -a,} [H]J=——-J-1 1 
3-4, 
—-d, 0 ar -l1 -2 
2:Zt., Zt. 0 
[2Dt,,,]=F- =“, 2 % 
—Zt —2-Zt 0 
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0 —a,°Zt., 0 
[ZNt,,.]=| 0 0 A Zt, 
a,-Zt,, 0 


The Grounded Wye-Grounded Wye Connection 


Power flow equations: 


Thevenin equations 


[zig ]=[AV] ([2e08 sh [AV]+[2N.5]) 


The matrices used are: 


ert ; J tavy'=[ar}*| 0 
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Delta-Delta 
Power flow equations: 


[zin,.J=[w}([AV] [2] [e08 ncl [Avy +[Ztac} [cr] 


The matrices used are: 


0 Zt 3 
Zt... Zt, 0 
[a= : | Ze. Zt,+Zt, 0 
Lt, + Zt, + Zt, 7 a Fe ‘i 
ab be be 
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FIGURE 6.26 Wye connected load. 


Load Models 


Loads can be represented as being connected phase-to-phase or phase-to-neutral in a four-wire wye 
systems or phase-to-phase in a three-wire delta system. The loads can be three-phase, two-phase, or 
single-phase with any degree of unbalance and can be modeled as: 


* Constant real and reactive power (constant PQ) 
* Constant current 

* Constant impedance 

* Any combination of the above 


The load models developed in this document are used in the iterative process of a power-flow program. 
All models are initially defined by a complex power per phase and either a line-to-neutral (wye load) or 
a line-to-line voltage (delta load). The units of the complex power can be in volt-amperes and volts or 
per-unit volt-amperes and per-unit volts. 

For both the wye and delta connected loads, the basic requirement is to determine the load component 
of the line currents coming into the loads. It is assumed that all loads are initially specified by their 
complex power (S = P + jQ) per phase and a line-to-neutral or line-to-line voltage. 


Wye Connected Loads 
Figure 6.26 shows the model of a wye connected load. 
The notation for the specified complex powers and voltages are as follows: 


Phase a: |S,/0, =P, +jQ, and \V,,|/8, (6.171) 
Phase b: |S,/0, =P, +jQ, and JV,,|/3, (6.172) 
Phase c: [8/0 =P. +jQ and \V,/8, (6.173) 


1. Constant Real and Reactive Power Loads 


ie (6.174) 
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IL, = (3 ) = SLs, a a IL, |/o, 


bn 


S, 


IL -(&]- 
‘ Ven Vv 


cn 


/8,-0, = IIL, 


/Q, 


In this model the line-to-neutral voltages will change during each iteration until convergence is 
achieved. 

2. Constant Impedance Loads 
The “constant load impedance” is first determined from the specified complex power and line-to- 
neutral voltages according to Eq. (6.175). 


Vin 1 
Z,=' =" 16, =|2,/0, (6.175) 
b 


The load currents as a function of the “constant load impedances” are given by Eq. (6.176). 


V Lan 
IL, = = "1/8, -9, =|IL,Vo., 
Zz ie 
V, Vin 
IL, = = 7/8, -9, =[I,/a, (6.176) 
Z, Va —_ 
V Von 
IL, == 8, -8, =|IL, or, 
Zz, |\zj——* | 


In this model the line-to-neutral voltages in Eq. (6.176) will change during each iteration until 
convergence is achieved. 

3. Constant Current Loads 
In this model the magnitudes of the currents are computed according to Eq. (6.174) and then 
held constant while the angle of the voltage (6) changes during each iteration. This keeps the 
power factor of the load constant. 


IL, =|I,/8,—8, 


IL, =|I,/5, —9, (6.177) 


IL, =|IL,/8, -8, 
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FIGURE 6.27 Delta connected load. 


4. Combination Loads 
Combination loads can be modeled by assigning a percentage of the total load to each of the above 
three load models. The total line current entering the load is the sum of the three components. 


Delta Connected Loads 
Figure 6.27 shows the model of a delta connected load. 
The notation for the specified complex powers and voltages are as follows: 


Phase ab: S,,/0,,=P,,+jQ,, and |V,,//6,, (6.178) 
Phase be: S, /0,,=P,,+jQ,, and V,,//5,,. (6.179) 
Phase ca: [$,,/8,,=P,+jQ, and V,,\/8,, (6.180) 
1. Constant Real and Reactive Power Loads 
S b : Sap 
IL, =e = 71095 = 8., = Dg /O,5 
Vip ab 
iL, =| 2% e Se 18, — 95. = [IL /0. (6.181) 
bc Mg V,. be be be be 
S.) Se 
IL,, = ie = 18.4 =s Oy = LIL, /O., 
- Las 


In this model the line-to-line voltages will change during each iteration until convergence is 
achieved. 

2. Constant Impedance Loads 
The “constant load impedance” is first determined from the specified complex power and line-to- 
neutral voltages according to Eq. (6.182). 


(6.182) 
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/0 


> Va 


{re 


The load currents as a function of the “constant load impedances” are given by Eq. (6.173). 


V V ab 
IL, =~t= 18. 9,1 = IL, /O, 
Zu Z ay 
Vie _ Vee 
IL, =S= 18, a 9, = iiL,. /O,. (6.183) 
Z 
be be 
V Via 
IL, = Zz = 18.4 = 6. = II., / O 4 


In this model the line-to-neutral voltages in Eq. (6.183) will change during each iteration until 
convergence is achieved. 

3. Constant Current Loads 
In this model the magnitudes of the currents are computed according to Eq. (6.181) and then 
held constant while the angle of the voltage (6) changes during each iteration. This keeps the 
power factor of the load constant. 


IL, = |Ly,/5,,-9 


‘ab 


ab 


ab 


(6.184) 


be be 


1, = IL 


/5,.—9 
Tg = |eq|!5 ca — Pe 


4. Combination Loads 
Combination loads can be modeled by assigning a percentage of the total load to each of the above 
three load models. The total delta current for each load is the sum of the three components. 


The line currents entering the delta connected load are determined by: 


(6.185) 


In both the wye and delta connected loads, single-phase and two-phase loads are modeled by setting 
the complex powers of the missing phases to zero. In other words, all loads are modeled as three-phase 
loads and by setting the complex power of the missing phases to zero, the only load currents computed 
using the above equations will be for the non-zero loads. 
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FIGURE 6.28 Wye connected capacitor bank. 


Shunt Capacitor Models 


Shunt capacitor banks are commonly used in a distribution system to help in voltage regulation and to 
provide reactive power support. The capacitor banks are modeled as constant susceptances connected in 
either wye or delta. Similar to the load model, all capacitor banks are modeled as three-phase banks with 
the kVAr of missing phases set to zero for single-phase and two-phase banks. 


Wye Connected Capacitor Bank 
A wye connected capacitor bank is shown in Fig. 6.28. 

The individual phase capacitor units are specified in kVAr and kV. The constant susceptance for each unit 
can be computed in either Siemans or per-unit. When per-unit is desired, the specified kVAr of the capacitor 
must be divided by the base single-phase kVAr and the kV must be divided by the base line-to-neutral kV. 

The susceptance of a capacitor unit is computed by: 


actual — mee Siemans (6.186) 
kV~-1000 
kVAr, 
£ -— Per-unit (6.187) 
v2 
pu 
kVA 
where kVAr,,, = actual (6.188) 
pt KVA 


single_ phase _base 


kV 
= actual (6. 1 89) 


line _to_neutral_base 


Veg 


The per-unit value of the susceptance can also be determined by first computing the actual value 
[Eq. (6.186)] and then dividing by the base admittance of the system. 
With the susceptance computed, the line currents serving the capacitor bank are given by: 


IC, a 3B, : ve 
IC, = 7B, Vp (6.190) 
IC, = pB. . Vii 
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Delta Connected Capacitor Bank 

A delta connected capacitor bank is shown in Fig. 6.29. 
Equations (6.186) through (6.189) can be used to 

determine the value of the susceptance in actual Siemans 

and/or per-unit. It should be pointed out that in this case, 

the kV will be a line-to-line value of the voltage. Also, it 


should be noted that in Eq. (6.189), the base line-to-neu- B 
tral voltage is used to compute the per-unit line-to-line 
voltage. This is a variation from the usual application of Ic 


the per-unit system where the actual line-to-line voltage 
would be divided by a base line-to-line voltage in order 
to get the per-unit line-to-line voltage. That is not done 
here so that under normal conditions, the per-unit line- 
to-line voltage will have a magnitude of ./3 rather than 1.0. This is done so that KCL at each node of the 
delta connection will apply for either the actual or per-unit delta currents. 


FIGURE 6.29 Delta connected capacitor bank. 


The currents flowing in the delta connected capacitors are given by: 


IC, = Bu, ‘ Vip 
IC, = 1B? Ving (6.191) 


IC,, = jB,,-V. 


ca ca 


The line currents feeding the delta connected capacitor bank are given by: 
IC,\=|-1 1 0|-IC, (6.192) 


Analysis 
Power Flow Analysis 


The power-flow analysis of a distribution feeder is similar to that of an interconnected transmission 
system. Typically what will be known prior to the analysis will be the three-phase voltages at the substation 
and the complex power of all of the loads and the load model (constant complex power, constant 
impedance, constant current or a combination). Sometimes, the input complex power supplied to the 
feeder from the substation is also known. 

In the areas of this section entitled “Line Segment Models”, “Step- Voltage Regulators’, and “Transformer 
Bank Connections’, phase frame models were presented for the series components of a distribution feeder. 
In the areas entitled “Load Models” and “Shunt Capacitor Models”, models were presented for the shunt 
components (loads and capacitor banks). These models are used in the “power-flow” analysis of a 
distribution feeder. 

A power-flow analysis of a feeder can determine the following by phase and total three-phase: 


* Voltage magnitudes and angles at all nodes of the feeder 

+ Line flow in each line section specified in kW and kVAr, amps and degrees or amps and power factor 
* Power loss in each line section 

+ Total feeder input kW and kVAr 

+ Total feeder power losses 

* Load kW and kVAr based upon the specified model for the load 
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FIGURE 6.30 Linear ladder network. 


Because the feeder is radial, iterative techniques commonly used in transmission network power-flow 
studies are not used because of poor convergence characteristics (Trevino, 1970). Instead, an iterative 
technique specifically designed for a radial system is used. The “ladder iterative technique” (Kersting and 
Mendive, 1976) will be presented here. 


The Ladder Iterative Technique 


Linear Network 
A modification of the “ladder” network theory of linear systems provides a robust iterative technique for 
power-flow analysis. A distribution feeder is non-linear because most loads are assumed to be constant 
kW and kVAr. However, the approach taken for the linear system can be modified to take into account 
the non-linear characteristics of the distribution feeder. 

For the ladder network in Fig. 6.30 it is assumed that all of the line impedances and load impedances 
are known along with the voltage at the source (V,). The solution for this network is to assume a voltage 
at the most remote load (V,). The load current I, is then determined as: 


es (6.193) 


For this “end node” case, the line current I,, is equal to the load current I, The voltage at node 4 (V,) 
can be determined using Kirchhoff’s Voltage Law: 


V, = Vet Zag Lys (6.194) 


The load current I, can be determined and then Kirchhoff’s Current Law applied to determine the 
line current I,,. 


Laat, (6.195) 


Kirchhoff’s Voltage Law is applied to determine the node voltage V;. This procedure is continued until 
a voltage (V,) has been computed at the source. The computed voltage V, is compared to the specified 
voltage V,. There will be a difference between these two voltages. The ratio of the specified voltage to the 
compute voltage can be determined as: 


V. 
Ratio = a (6.196) 


1 


Since the network is linear, all of the line and load currents and node voltages in the network can be 
multiplied by the Ratio for the final solution to the network. 
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FIGURE 6.31 Non-linear ladder network. 


Non-Linear Network 
The linear network of Fig. 6.30 is modified to a non-linear network by replacing all of the constant load 
impedances by constant complex power loads as shown in Fig. 6.31. 

The procedure outlined for the linear network is applied initially to the non-linear network. The only 
difference being that the load current at each node is computed by: 


S ca 
I=|— 6.197 
(8) wu 


The “forward sweep” will determine a computed source voltage V,. As in the linear case, this first 
“iteration” will produce a voltage that is not equal to the specified source voltage V,. Because the network 
is non-linear, multiplying currents and voltages by the ratio of the specified voltage to the computed 
voltage will not give the solution. The most direct modification to the ladder network theory is to perform 
a “backward sweep.” The backward sweep commences by using the specified source voltage and the line 
currents from the “forward sweep.” Kirchhoff’s Voltage Law is used to compute the voltage at node 2 by: 


V,=V,-Z,-L, (6.198) 


This procedure is repeated for each line segment until a “new” voltage is determined at node 5. Using 
the “new” voltage at node 5, a second “forward sweep” is started that will lead to a “new” computed 
voltage at the source. 

The forward and backward sweep process is continued until the difference between the computed and 
specified voltage at the source is within a given tolerance. 


General Feeder 
A typical distribution feeder will consist of the “primary main” with laterals tapped off the primary main, 
and sublaterals tapped off the laterals, etc. Figure 6.32 shows an example of a typical feeder. 

The ladder iterative technique for the feeder of Fig. 6.32 would proceed as follows: 


Assume voltages (1.0 per-unit) at the “end” nodes (6, 8, 9, 11, and 13). 

Starting at node 13, compute the node current (load current plus capacitor current if present). 

With this current, apply Kirchhoff’s Voltage Law (KVL) to calculate the node voltages at 12 and 10. 

Node 10 is referred to as a “junction” node since laterals branch in two directions from the node. 

This feeder goes to node 11 and computes the node current. Use that current to compute the 

voltage at node 10. This will be referred to as “the most recent voltage at node 10.” 

5. Using the most recent value of the voltage at node 10, the node current at node 10 (if any) is 
computed. 

6. Apply Kirchhoff’s Current Law (KCL) to determine the current flowing from node 4 towards node 
10. 

7. Compute the voltage at node 4. 

8. Node 4 is a “junction node.” An end node downstream from node 4 is selected to start the forward 

sweep toward node 4. 


a eae 
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FIGURE 6.32 Typical distribution feeder. 


9. Select node 6, compute the node current, and then compute the voltage at “junction node” 5. 
10. Go to downstream end node 8. Compute the node current and then the voltage at junction node 7. 
11. Go to downstream end node 9. Compute the node current and then the voltage at junction node 7. 
12. Compute the node current at node 7 using the most recent value of node 7 voltage. 

13. Apply KCL at node 7 to compute the current flowing on the line segment from node 5 to node 7. 

14. Compute the voltage at node 5. 

15. Compute the node current at node 5. 

16. Apply KCL at node 5 to determine the current flowing from node 4 toward node 5. 

17. Compute the voltage at node 4. 

18. Compute the node current at node 4. 

19. Apply KCL at node 4 to compute the current flowing from node 3 to node 4. 

20. Calculate the voltage at node 3. 

21. Compute the node current at node 3. 

22. Apply KCL at node 3 to compute the current flowing from node 2 to node 3. 

23. Calculate the voltage at node 2. 

24. Compute the node current at node 2. 

25. Apply KCL at node 2. 

26. Calculate the voltage at node 1. 

27. Compare the calculated voltage at node 1 to the specified source voltage. 

28. If not within tolerance, use the specified source voltage and the forward sweep current flowing 
from node 1 to node 2 and compute the new voltage at node 2. 

29. The backward sweep continues using the new upstream voltage and line segment current from 
the forward sweep to compute the new downstream voltage. 

30. The backward sweep is completed when new voltages at all end nodes have been completed. 

31. This completes the first iteration. 

32. Now repeat the forward sweep using the new end voltages rather than the assumed voltages as 
was done in the first iteration. 
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FIGURE 6.33 Unbalanced three-phase distribution feeder. 


33. Continue the forward and backward sweeps until the calculated voltage at the source is within a 
specified tolerance of the source voltage 

34. At this point the voltages are known at all nodes and the currents flowing in all line segments are 
known. An output report can be produced giving all desired results. 


The Unbalanced Three-Phase Distribution Feeder 
The previous section outlined the general procedure for performing the ladder iterative technique. This 
section will address how that procedure can be used for an unbalanced three-phase feeder. 

Figure 6.33 is the one-line diagram of an unbalanced three-phase feeder. 

The topology of the feeder in Fig. 6.33 is the same as the feeder in Fig. 6.32. Figure 6.33 shows more 
detail of the feeder however. The feeder in Fig. 6.33 can be broken into the “series” components and the 
“shunt” components. 


Series Components 
The “series” components of a distribution feeder are: 


+ Line segments 
+ Transformers 
* Voltage regulators 


Models for each of the series components have been developed in prior areas of this section. In all 
cases, models (three-phase, two-phase, and single-phase) were developed in such a manner that they can 
be generalized. Figure 6.34 shows the “general model” for each of the series components. 

Node m 


Node n 


Series Feeder 
Component 


[Vabc] , [Vabe] 


FIGURE 6.34 Series feeder component. 
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The general equations defining the “input” (Node n) and “output” (Node m) voltages and currents 
are given by: 


[Yore], = [4] [Var], +[o]-[evel, (6.199) 


Lael, 2 [<]- [Mane], +[d]- Eyl. (6.200) 


The general equation relating the “output” (Node m) and “input” (Node n) voltages is given by: 


[Mael, ~ [4]. veep = [3] [ave (6.201) 


In Eqs. (6.199), (6.200), and (6.201), the voltages are line-to-neutral for a four-wire wye feeder and 
“equivalent” line-to-neutral for a three-wire delta system. For transformers and voltage regulators, the 
voltages are line-to-neutral for terminals that are connected to a four-wire wye and line-to-line when 
connected to a three-wire delta. 


Shunt Components 
The shunt components of a distribution feeder are: 


* Spot loads 
+ Distributed loads 
* Capacitor banks 


“Spot” loads are located at a node and can be three-phase, two-phase, or single-phase and connected 
in either a wye or a delta connection. The loads can be modeled as constant complex power, constant 
current, constant impedance, or a combination of the three. 

“Distributed” loads are located at the mid-section of a line segment. A distributed load is modeled 
when the loads on a line segment are uniformly distributed along the length of the segment. As in the 
spot load, the distributed load can be three-phase, two-phase, or single-phase and connected in either a 
wye or a delta connection. The loads can be modeled as constant complex power, constant current, constant 
impedance, or a combination of the three. To model the distributed load, a “dummy” node is created in 
the center of a line segment with the distributed load of the line section modeled at this dummy node. 

Capacitor banks are located at a node and can be three-phase, two-phase, or single-phase and can be 
connected in a wye or delta. Capacitor banks are modeled as constant admittances. 

In Fig. 6.33 the solid line segments represent overhead lines while the dashed lines represent under- 
ground lines. Note that the phasing is shown for all of the line segments. In the area of this section 
entitled “Line Impedances’, the application of Carson’s equations for computing the line impedances for 
overhead and underground lines was presented. There it was pointed out that two-phase and single- 
phase lines are represented by a three-by-three matrix with zeros set in the rows and columns of the 
missing phases. 

In the area of this section entitled “Line Admittances”, the method for the computation of the shunt 
capacitive susceptance for overhead and underground lines was presented. Most of the time the shunt 
capacitance of the line segment can be ignored; however, for long underground segments, the shunt 
capacitance should be included. 

The “node” currents may be three-phase, two-phase, or single-phase and consist of the sum of the 
load current at the node plus the capacitor current (if any) at the node. 


Applying the Ladder Iterative Technique 

The previous section outlined the steps required for the application of the ladder iterative technique. For 
the general feeder of Fig. 6.33 the same outline applies. The only difference is that Eq. (6.199) and (6.200) 
are used for computing the node voltages on the “forward sweep” and Eq. (6.201) is used for computing 
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the downstream voltages on the “backward sweep.” The [a], [b], [c], [d], [A], and [B] matrices for the 
various series components are defined in the following areas of this section: 


+ Line Segments: Line Segment Models 
+ Voltage Regulators: Step-Voltage Regulators 
+ Transformer Banks: Transformer Bank Connections 


The node currents are defined in the following area: 


* Loads: Load Models 
* Capacitors: Shunt Capacitor Models 


Final Notes 


Line Segment Impedances 

It is extremely important that the impedances and admittances of the line segments be computed using 
the exact spacings and phasing. Because of the unbalanced loading and resulting unbalanced line currents, 
the voltage drops due to the mutual coupling of the lines become very important. It is not unusual to 
observe a voltage rise on a lightly loaded phase of a line segment that has an extreme current unbalance. 


Power Loss 

The real power losses of a line segment must be computed as the difference (by phase) of the input power 
to a line segment minus the output power of the line segment. It is possible to observe a negative power 
loss on a phase that is lightly loaded compared to the other two phases. Computing power loss as the 
phase current squared times the phase resistance does not give the actual real power loss in the phases. 


Load Allocation 

Many times the input complex power (kW and kVAr) to a feeder is known because of the metering at 
the substation. This information can be either total three-phase or for each individual phase. In some 
cases the metered data may be the current and power factor in each phase. 

It is desirable to have the computed input to the feeder match the metered input. This can be 
accomplished (following a converged iterative solution) by computing the ratio of the metered input to 
the computed input. The phase loads can now be modified by multiplying the loads by this ratio. Because 
the losses of the feeder will change when the loads are changed, it is necessary to go through the ladder 
iterative process to determine a new computed input to the feeder. This new computed input will be 
closer to the metered input, but most likely not within a specified tolerance. Again, a ratio can be 
determined and the loads modified. This process is repeated until the computed input is within a specified 
tolerance of the metered input. 


Short Circuit Analysis 


The computation of short-circuit currents for unbalanced faults in a normally balanced three-phase 
system has traditionally been accomplished by the application of symmetrical components. However, 
this method is not well-suited to a distribution feeder that is inherently unbalanced. The unequal mutual 
coupling between phases leads to mutual coupling between sequence networks. When this happens, there 
is no advantage to using symmetrical components. Another reason for not using symmetrical components 
is that the phases between which faults occur is limited. For example, using symmetrical components, 
line-to-ground faults are limited to phase a to ground. What happens if a single-phase lateral is connected 
to phase b or c? This section will present a method for short circuit analysis of an unbalanced three- 
phase distribution feeder using the phase frame (Kersting, 1980). 


General Theory 
Figure 6.35 shows the unbalanced feeder as modeled for short-circuit calculations. 

In Fig. 6.35, the voltage sources E,, E,, and E, represent the Thevenin Equivalent line-to-ground voltages 
at the faulted bus. The matrix [ZTOT] represents the Thevenin Equivalent impedance matrix at the 
faulted bus. The fault impedance is represented by Z, in Fig. 6.35. 
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[ZTOT] 


FIGURE 6.35 Unbalanced feeder short-circuit analysis model. 


Kirchhoff’s Voltage Law in matrix form can be applied to the circuit of Fig. 6.35. 


E, Ly Z, b Ln i Z f 0 0 iP Vy Mo 
E,|=|2Zy, Zp Zp. |°| Tf, +] 0 Z, 0 |-| Tf, |+1V,. [+ Mes 
E. 2 Za, Zo If, 0 0 Z f If. Vg Vy 
Equation (6.202) can be written in compressed form as: 
[Ean] =[2707] [fue] +[2P]-[4ine]+[Yonce]+[¥s] 
Combine terms in Eq. (6.203). 
[an] =[2Q] [Hfne]+ [Yana] +[¥] 
where: [ZEQ| ~ [zror| ee [ZF] 
Solve Eq. (6.204) for the fault currents: 
[ne] = [YQ] - [Bane |-[¥EQ] [Mine] -[¥EQ] [Ms] 
where [vEQ| = [ZEQ| ' 
Since the matrices [YEQ] and [E,,,] are known, define: 
[7?...]=[YEQ]-[E...| 
Substituting Eq. (6.208) into Eq. (6.206) results in the expanded Eq. (6.209). 
Mel et Wel ae. gg Maa) Vag Mee ae 
Tf, |=| TP I-| Yona Yaw 961° | Vw |e Mae * Mee |” a 
TFN PE We ae OM Meee, a Bed Mee 
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(6.202) 


(6.203) 


(6.204) 


(6.205) 


(6.206) 


(6.207) 


(6.208) 


(6.209) 


Performing the matrix operations in Eq. (6.209): 


If, = IP —(¥,4-Vig +¥ Vig + Yue Vag)-Y,-V. 


ax ac a xg 


If, = IP, -(Y, 


ba 


Vac t+ Yun Vie +¥ ue Vag  -¥,V, (6.210) 


If, = IP, —(Yog-Veg +¥ ‘Vig t¥ecVan)-Y,V, 


ca ax 


Y=Y +Y,+Y, 


a aa ab ac 


where Y,=YiatYin +, (6.211) 
Y. = cae +Y, +, 


Equations (6.210) become the general equations that are used to simulate all types of short circuits. 
Basically there are three equations and seven unknowns (If, If, If, Vax» Vox» Vos and V,.). The other three 
variables in the equations (IP,, IP,, and IP.) are functions of the total impedance and the Thevenin 
voltages and are therefore known. In order to solve Eq. (6.210), it will be necessary to specify four of the 
seven unknowns. These specifications are functions of the type of fault being simulated. The additional 
required four knowns for various types of faults are given below: 


Three-phase faults 


Veg Ve = Vg 0 


(6.212) 
I,+1,+1,=0 
Three-phase-to-ground faults 
Vga Vg =U (6.213) 
Line-to-line faults (assume i-j fault with phase k unfaulted) 
Ix jx 
If, =0 (6.214) 
If, + If, =0 
Line-to-line-to-ground faults (assume i-j to ground fault with k unfaulted) 
V,=V,=V,,=0 
1x jx xg 
IP, (6.215) 
Vee — 
Ye 
Line-to-ground faults (assume phase k fault with phases i and j unfaulted) 
x xg 
(6.216) 
Hf, = If, =0 
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Notice that Eqs. (6.214), (6.215), and (6.216) will allow the simulation of line-to-line, line-to-line-to- 
ground, and line-to-ground faults for all phases. There is no limitation to b-c faults for line-to-line and 
a-g for line-to-ground as is the case when the method of symmetrical components is employed. 
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6.3 Power System Operation and Control 


George L. Clark and Simon W. Bowen 


Implementation of Distribution Automation 


The implementation of “distribution automation” within the continental U.S. is as diverse and numerous 
as the utilities themselves. Particular strategies of implementation utilized by various utilities have 
depended heavily on environmental variables such as size of the utility, urbanization, and available 
communication paths. The current level of interest in distribution automation is the result of: 


+ The maturation of technologies within the past 10 years in the areas of communication and 
RTUs/PLCs. 

Increased performance in host servers for the same or lower cost; lower cost of memory. 

+ The threat of deregulation and competition as a catalyst to automate. 

Strategic benefits to be derived (e.g., potential of reduced labor costs, better planning from better 
information, optimizing of capital expenditures, reduced outage time, increased customer satisfaction). 


While not meant to be all-inclusive, this section on distribution automation attempts to provide some 
dimension to the various alternatives available to the utility engineer. The focus will be on providing 
insight on the elements of automation that should be included in an scalable and extensible system. The 
approach will be to describe the elements of a “typical” distribution automation system in a simple 
manner, offering practical observations as required. 

For the electric utility, justification for automating the distribution system, while being highly desirable, 
was not readily attainable based on a cost/benefit ratio due to the size of the distribution infrastructure 
and cost of communication circuits. Still there have been tactical applications deployed on parts of 
distribution systems that were enough to keep the dream alive. The development of the PC (based on 
the Intel architecture) and VME systems (based on the Motorola architecture) provided the first low- 
cost SCADA master systems that were sized appropriately for the small co-ops and municipality utilities. 
New SCADA vendors then entered the market targeting solutions for small to medium-sized utilities. 
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Eventually the SCADA vendors who had been providing transmission SCADA took notice of the distri- 
bution market. These vendors provided host architectures based on VAX/VMS (and later Alpha/Open- 
VMS) platforms and on UNIX platforms from IBM and Hewlett-Packard. These systems were required 
for the large distribution utility (100,000—250,000 point ranges). These systems often resided on company- 
owned LANs with communication front-end processors and user interface attached either locally on the 
same LAN or across a WAN. 


Distribution SCADA History 


Supervisory Control And Data Acquisition (SCADA) is the foundation for the distribution automation 
system. The ability to remotely monitor and control electric power system facilities found its first 
application within the power generation and transmission sectors of the electric utility industry. The 
ability to significantly influence the utility bottom line through the effective dispatch of generation and 
the marketing of excess generating capacity provided economic incentive. The interconnection of large 
power grids in the midwestern and the southern U.S. (1962) created the largest synchronized system in 
the world. The blackout of 1965 prompted the U.S. Federal Power Commission to recommend closer 
coordination between regional coordination groups (Electric Power Reliability Act of 1967), and gave 
impetus to the subsequent formation of the National Electric Reliability Council (1970). From that time 
(1970) forward, the priority of the electric utility has been to engineer and build a highly reliable and 
secure transmission infrastructure. Transmission SCADA became the base for the large Energy Manage- 
ment Systems that were required to manage the transmission grid. Distribution SCADA languished during 
this period. 

In the mid-1980s, EPRI published definitions for distribution automation and associated elements. 
The industry generally associates distribution automation with the installation of automated distribution 
line devices, such as switches, reclosers, sectionalizers, etc. The author’s definition of distribution auto- 
mation encompasses the automation of the distribution substations and the distribution line devices. 
The automated distribution substations and the automated distribution line devices are then operated 
as a system to facilitate the operation of the electric distribution system. 


SCADA System Elements 
At a high level, the elements of a distribution automation system can be divided into three main areas: 


* SCADA application and server(s) 
* DMS applications and server(s) 
+ Trouble management applications and server(s) 


Distribution SCADA 


As was stated in the introduction, the Supervisory Control And Data Acquisition (SCADA) system is the 
heart of Distribution Management System (DMS) architecture. A SCADA system should have all of the 
infrastructure elements to support the multifaceted nature of distribution automation and the higher 
level applications of a DMS. A Distribution SCADA system’s primary function is in support of distribution 
operations telemetry, alarming, event recording, and remote control of field equipment. Historically, 
SCADA systems have been notorious for their lack of support for the import, and more importantly, the 
export of power system data values. A modern SCADA system should support the engineering budgeting 
and planning functions by providing access to power system data without having to have possession of 
an operational workstation. The main elements of a SCADA system are: 


* Host equipment 

* Communication infrastructure (network and serial communications) 

+ Field devices (in sufficient quantity to support operations and telemetry requirements of a DMS 
platform) 
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FIGURE 6.36 DA system architecture. 


Host Equipment 
The authors feel that the essential elements of a distribution SCADA host are: 


+ Host servers (redundant servers with backup/failover capability). 

* Communication front-end nodes (network based). 

* Full graphics user interfaces. 

* Relational database server (for archival of historical power system values) and data server/Web 
server (for access to near real time values and events). 


The elements and components of the typical distribution automation system are illustrated in Fig. 6.36. 


Host Computer System 


SCADA Servers 

As SCADA has proven its value in operation during inclement weather conditions, service restoration, and 
daily operations, the dependency on SCADA has created a requirement for highly available and high- 
performance systems. Redundant server hardware operating in a “live” backup/failover mode is required 
to meet the high availability criteria. High-performance servers with abundant physical memory, RAID 
hard disk systems, and interconnected by 10/100 baseT switched Ethernet are typical of today’s SCADA 
servers. 


Communication Front-End (CFE) Processors 

The current state of host to field device communications still depends heavily on serial communications. 
This requirement is filled by the CFE. The CFE can come in several forms based on bus architecture (e.g., 
VME or PCI) and operating system. Location of the CFE in relation to the SCADA server can vary based 
on requirement. In some configurations the CFE is located on the LAN with the SCADA server. In other 
cases, existing communications hubs may dictate that the CFE reside at the communication hub. The 
incorporation of the WAN into the architecture requires a more robust CFE application to compensate 
for less reliable communications (in comparison to LAN). In general the CFE will include three functional 
devices: a network/CPU board, serial cards, and possibly a time code receiver. Functionality should include 
the ability to download configuration and scan tables. The CFE should also support the ability to dead 
band values (i.e., report only those analog values that have changed by a user-defined amount). CFE, 
network, and SCADA servers should be capable of supporting worst-case conditions (ie., all points 
changing outside of the dead band limits), which typically occur during severe system disturbances. 


Full Graphics User Interface 
The current trend in the user interface (UI) is toward a full graphics (FG) user interface. While character 
graphics consoles are still in use by many utilities today, SCADA vendors are aggressively moving their 
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platforms to a full graphics UI. Quite often the SCADA vendors have implemented their new full graphics 
user interface on low-cost NT workstations using third-party applications to emulate the X11 window 
system. Full graphic displays provide the ability to display power system data along with the electric 
distribution facilities in a geographical (or semigeographical) perspective. The advantage of using a full 
graphics interface becomes evident (particularly for distribution utilities) as SCADA is deployed beyond 
the substation fence where feeder diagrams become critical to distribution operations. 


Relational Databases, Data Servers, and Web Servers 

The traditional SCADA systems were poor providers of data to anyone not connected to the SCADA 
system by an operational console. This occurred due to the proprietary nature of the performance (in 
memory) database and its design optimization for putting scanned data in and pushing display values 
out. Power system quantities such as: bank and feeder loading (MW, MWH, MQH, and ampere loading), 
and bus volts provide valuable information to the distribution planning engineer. The availability of 
event (log) data is important in postmortem analysis. The use of relational databases, data servers, and 
Web servers by the corporate and engineering functions provides access to power system information 
and data while isolating the SCADA server from nonoperations personnel. 


Host to Field Communications 


Serial communications to field devices can occur over several mediums: copper wire, fiber, radio, and 
even satellite. Telephone circuits, fiber, and satellites have a relatively high cost. New radio technologies 
offer good communications value. One such technology is the Multiple Address Radio System (MAS). 
The MAS operates in the 900 MHz range and is omnidirectional, providing radio coverage in an area 
with radius up to 20-25 miles depending on terrain. A single MAS master radio can communicate with 
many remote sites. Protocol and bandwidth limit the number of remote terminal units that can be 
communicated with by a master radio. The protocol limit is simply the address range supported by the 
protocol. Bandwidth limitations can be offset by the use of efficient protocols, or slowing down the scan 
rate to include more remote units. Spread-spectrum and point-to-point radio (in combination with 
MAS) offers an opportunity to address specific communication problems. At the present time MAS radio 
is preferred (authors’ opinion) to packet radio (another new radio technology); MAS radio communi- 
cations tend to be more deterministic providing for smaller timeout values on communication no- 
responses and controls. 


Field Devices 


Distribution Automation (DA) field devices are multi-featured installations meeting a broad range of 
control, operations, planning, and system performance issues for the utility personnel. Each device 
provides specific functionality, supports system operations, includes fault detection, captures planning 
data and records power quality information. These devices are found in the distribution substation and 
at selected locations along the distribution line. The multifeatured capability of the DA device increases 
its ability to be integrated into the electric distribution system. The functionality and operations capa- 
bilities complement each other with regard to the control and operation of the electric distribution 
system. The fault detection feature is the “eyes and ears” for the operating personnel. The fault detection 
capability becomes increasingly more useful with the penetration of DA devices on the distribution line. 

The real-time data collected by the SCADA system is provided to the planning engineers for inclusion 
in the radial distribution line studies. As the distribution system continues to grow, the utility makes 
annual investments to improve the electric distribution system to maintain adequate facilities to meet 
the increasing load requirements. The use of the real-time data permits the planning engineers to optimize 
the annual capital expenditures required to meet the growing needs of the electric distribution system. 

The power quality information includes capturing harmonic content to the 15th harmonic and record- 
ing Percent Total Harmonic Distortion (%THD). This information is used to monitor the performance 
of the distribution electric system. 
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Modern RTU 

Today’s modern RTU is modular in construction with advanced capabilities to support functions that 
heretofore were not included in the RTU design. The modular design supports installation configurations 
ranging from the small point count required for the distribution line pole-mounted units to the very 
large point count required for large bulk-power substations and power plant switchyard installations. 
The modern RTU modules include analog units with 9 points, control units with 4 control pair points, 
status units with 16 points, and communication units with power supply. The RTU installation require- 
ments are met by accumulating the necessary number of modern RTU modules to support the analog, 
control, status, and communication requirements for the site to be automated. Packaging of the minimum 
point count RTUs is available for the distribution line requirement. The substation automation require- 
ment has the option of installing the traditional RTU in one cabinet with connections to the substation 
devices or distributing the RTU modules at the devices within the substation with fiberoptic communi- 
cations between the modules. The distributed RTU modules are connected to a data concentrating unit 
which in turn communicates with the host SCADA computer system. 

The modern RTU accepts direct AC inputs from a variety of measurement devices including line-post 
sensors, current transformers, potential transformers, station service transformers, and transducers. 
Direct AC inputs with the processing capability in the modern RTU supports fault current detection and 
harmonic content measurements. The modern RTU has the capability to report the magnitude, direction, 
and duration of fault current with time tagging of the fault event to 1-millisecond resolution. Monitoring 
and reporting of harmonic content in the distribution electric circuit are capabilities that are included 
in the modern RTU. The digital signal processing capability of the modern RTU supports the necessary 
calculations to report %THD for each voltage and current measurement at the automated distribution 
line or substation site. 

The modern RTU includes logic capability to support the creation of algorithms to meet specific 
operating needs. Automatic transfer schemes have been built using automated switches and modern 
RTUs with the logic capability. This capability provides another option to the distribution line engineer 
when developing the method of service and addressing critical load concerns. The logic capability in the 
modern RTU has been used to create the algorithm to control distribution line switched capacitors for 
operation on a per phase basis. The capacitors are switched on at zero voltage crossing and switched off 
at zero current crossing. The algorithm can be designed to switch the capacitors for various system 
parameters, such as voltage, reactive load, time, etc. The remote control capability of the modern RTU 
then allows the system operator to take control of the capacitors to meet system reactive load needs. 

The modern RTU has become a dynamic device with increased capabilities. The new logic and input 
capabilities are being exploited to expand the uses and applications of the modern RTU. 


PLCs and IEDs 

Programmable Logic Controllers (PLCs) and Intelligent Electronic Devices (IEDs) are components of 
the distribution automation system, which meet specific operating and data gathering requirements. 
While there is some overlap in capability with the modern RTU, the authors are familiar with the use of 
PLCs for automatic isolation of the faulted power transformer in a two-bank substation and automatic 
transfer of load to the unfaulted power transformer to maintain an increased degree of reliability. The 
PLC communicates with the modern RTU in the substation to facilitate the remote operation of the 
substation facility. The typical PLC can support serial communications to a SCADA server. The modern 
RTU has the capability to communicate via an RS-232 interface with the PLC. 

IEDs include electronic meters, electronic relays, and controls on specific substation equipment, such 
as breakers, regulators, LTC on power transformers, etc. The IEDs also have the capability to support 
serial communications to a SCADA server. However, the authors’ experience indicates that the IEDs are 
typically reporting to the modern RTU via an RS-232 interface or via status output contact points. As 
its communicating capability improves and achieves equal status with the functionality capability, the 
IED has the potential to become an equal player in the automation communication environment. 
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However, in the opinion of the authors, the limited processing capability for supporting the communi- 
cation requirement, in addition to its functional requirements (i.e., relays, meters, etc.), hampers the 
widespread use of the IEDs in the distribution automation system. 


Substation 

The installation of the SCADA technology in the DA substation provides for the full automation of the 
distribution substation functions and features. The modular RTU supports the various substation sizes 
and configuration. The load on the power transformer is monitored and reported on a per-phase basis. 
The substation low-side bus voltage is monitored on a per phase basis. The distribution feeder breaker is 
fully automated. Control of all breaker control points is provided including the ability to remotely set up 
the distribution feeder breaker to support energized distribution line work. The switched capacitor banks 
and substation regulation are controlled from the typical modular RTU installation. The load on the 
distribution feeder breaker is monitored and reported on a per-phase basis as well as on a three-phase 
basis. This capability is used to support the normal operations of the electric distribution system and to 
respond to system disturbances. The installation of the SCADA technology in the DA substation eliminates 
the need to dispatch personnel to the substation except for periodic maintenance and equipment failure. 


Line 

The DA distribution line applications include line monitoring, pole-mounted reclosers, gang-operated 
switches equipped with motor operators, switched capacitor banks, and pad-mounted automatic transfer 
switchgear. The modular RTU facilitates the automation of the distribution line applications. The use of 
the line post sensor facilitates the monitoring capability on a per-phase basis. The direct AC input from 
the sensors to the RTU supports monitoring of the normal load, voltage and power factor measurements, 
and also the detection of fault current. The multifeatured distribution line DA device can be used 
effectively to identify the faulted sections of the distribution circuit during system disturbances, isolate 
the faulted sections, and restore service to the unfaulted sections of the distribution circuit. The direct 
AC inputs to the RTU also support the detection and reporting of harmonics to the 15 harmonic and 
the %THD per phase for voltage and current. 


Tactical and Strategic Implementation Issues 


As the threat of deregulation and competition emerges, retention of industrial and large commercial 
customers will become the priority for the electric utility. Every advantage will be sought by the electric 
utility to differentiate itself from other utilities. Reliable service, customer satisfaction, fast storm restora- 
tions, and power quality will be the goals of the utility. Differing strategies will be employed based on the 
customer in question and the particular mix of goals that the utility perceives will bring customer loyalty. 

For large industrial and commercial customers, where the reliability of the electric service is important 
and outages of more than a few seconds can mean lost production runs or lost revenue, tactical auto- 
mation solutions may be required. Tactical solutions are typically transfer schemes or switching schemes 
that can respond independently of operator action, reporting the actions that were initiated in response 
to loss of preferred service and/or line faults. The requirement to transfer source power, or reconfigure 
a section of the electric distribution system to isolate and reconnect in a matter of seconds is the primary 
criteria. Tactical automation based on local processing provides the solution. 

In cases where there are particularly sensitive customer requirements, tactical solutions are appropriate. 
When the same requirements are applied to a large area and/or customer base, a strategic solution based 
on a distribution management platform is preferred. This solution requires a DMS with a system 
operational model that reflects the current configuration of the electric distribution system. Automatic 
fault isolation and restoration applications that can reconfigure the electric distribution system, require 
a “whole system” model in order to operate correctly and efficiently. 

So while tactical automation requirements exist and have significant impact and high profile, goals 
that target system issues (reduction of system losses, voltage programs, storm restoration) require a 
strategic solution. 
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FIGURE 6.37. A DMS platform with SCADA interface. 


Distribution Management Platform 
Distribution Management System 


A functional Distribution Management System (DMS) platform should be fully integrated with the 
distribution SCADA system. The SCADA-DMS interface should be fully implemented with the capability 
of passing data [discrete indication (status) and values (analog)] bidirectionally. The SCADA interface 
should also support device control. Figure 6.37 details the components of a DMS. 


Trouble Management Platform 


Trouble Management System 


In addition to the base SCADA functionality and high-level DMS applications, the complete distribution 
automation system will include a Trouble Management System (TMS). Trouble Management Systems 
collect trouble calls received by human operators and Interactive Voice Recorders (IVR). The trouble 
calls are fed to an analysis/prediction engine that has a model of the distribution system with customer 
to electrical address relationships. Outage prediction is presented on a full graphics display that overlays 
the distribution system on CAD base information. A TMS also provides for the dispatch and management 
of crews, customer callbacks, accounting, and reports. A SCADA interface to a TMS provides the means 
to provide confirmed (SCADA telemetry) outage information to the prediction engine. Figure 6.38 shows 
a typical TMS. 


Practical Considerations 


Choosing the Vendor 


Choosing a Platform Vendor 
In choosing a platform (SCADA, DMS, TMS) vendor there are several characteristics that should be kept 
in mind (these should be considered as rule of thumb based on experience of what works and what does 
not). Choosing the right vendor is as important as choosing the right software package. 

Vendor characteristics that the authors consider important are: 


- A strong “product” philosophy. Having a strong product philosophy is typically a chicken and egg 
proposition. Which came first, the product or the philosophy? Having a baseline SCADA application 
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FIGURE 6.38 A TMS platform with SCADA interface. 


can be a sign of maturity and stability. Did the platform vendor get there by design or did they 
back into it? Evidence of a product philosophy include a baseline system that is in production and 
enhancements that are integrated in a planned manner with thorough testing on the enhancement 
and regression testing on the product along with complete and comprehensive documentation. 

+ A documented development and release path projected three to five years into the future. 

+ By inference from the first two bullets, a vendor who funds planned product enhancements from 
internal funds. 

A strong and active User Group that is representative of the industry and industry drivers. 

* A platform vendor that actively encourages its User Group by incentive (e.g., dedicating part of 
its enhancement funding to User Group initiatives). 

+ A vendor that is generally conservative in moving its platform to a new technology; one that does 
not overextend its own resources. 


Other Considerations 


+ As much as possible, purchase the platform as an off-the-shelf product (i.e., resist the urge to ask 
for customs that drive your system away from the vendor’s baseline). 
+ If possible, maintain/develop your own support staff. 


All “customization” should be built around the inherent capabilities and flexibility of the system (i.e., 
do not generate excessive amounts of new code). Remember, you will have to reapply any code that you 
may have developed to every new release; or worse, you will have to pay the vendor to do it for you. 


Standards 


Internal Standards 

The authors highly recommend the use of standards (internal to your organization) as a basis for ensuring 
a successful distribution automation or SCADA program. Well-documented construction standards that 
specify installation of RTUs, switches, and line sensors with mechanical and electrical specifications will 
ensure consistent equipment installations from site to site. Standards that cover nontrivial, but often 
overlooked issues can often spell the difference between acceptance and rejection by operational users 
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and provide the additional benefit of having a system that is “maintainable” over the 10-20 year (or 
more) life of a system. Standards that fall in this category include standards that cover point-naming 
conventions, symbol standards, display standards, and the all-important Operations Manual. 


Industry Standards 

In general, standards fall into two categories: standards that are developed by organizations and com- 
missions (e.g., EPRI, IEEE, ANSI, CCITT, ISO, etc.) and de facto standards that become standards by 
virtue of widespread acceptance. As an example of what can occur, the reader is invited to consider what 
has happened in network protocols over the recent past with regard to the OSI model and TCP/IP. 

Past history of SCADA and automation has been dominated by the proprietary nature of the various 
system vendor offerings. Database schemas and RTU communication protocols are exemplary of pro- 
prietary design philosophies utilized by SCADA platform and RTU vendors. Electric utilities that operate 
as part of the interconnected power grid have been frustrated by the lack of ability to share power system 
data between dissimilar energy management systems. The same frustration exists at the device level; RTU 
vendors, PLC vendors, electronic relay vendors, and meter vendors each having their own product 
protocols have created a “Tower of Babel” problem for utilities. Recently several communications stan- 
dards organizations and vendor consortiums have proposed standards to address these deficiencies in 
intersystem data exchange, intrasystem data exchange (corporate data exchange), and device level inter- 
connectivity. Some of the more notable examples of network protocol communication standards are 
ICCP (Inter Control Center Protocol), UCA (Utility Communication Architecture), CCAPI (Control 
Center Applications Interface), and UIB (Utility Integration Bus). For database schemas, EPRI’s CIM 
(Common Information Model) is gaining supporters. In RTU, PLC, and IED communications, DNP 3.0 
has also received much industry press. 

In light of the number of standards that have appeared (and then disappeared) and the number of 
possibly competing “standards” that are available today, the authors, while acknowledging the value of 
standards, prefer to take (and recommend) a cautious approach to standards. A wait-and-see posture 
may be an effective strategy. Standards by definition must have proven themselves over time. Difficulties 
in immediately embracing new standards are due in part to vendors having been allowed to implement 
only portions of a standard, thereby nullifying the hopefully “plug-and-play” aspect for adding new 
devices. Also, the trend in communication protocols has been to add functionality in an attempt to be 
all-inclusive, which has resulted in an increased requirement on bandwidth. Practically speaking, utilities 
that have already existing infrastructure may find it economical to resist the deployment of new protocols. 
In the final analysis, as in any business decision, a “standard” should be accepted only if it adds value 
and benefit that exceeds the cost of implementation and deployment. 


Deployment Considerations 


The definition of the automation technology to be deployed should be clearly delineated. This definition 
includes the specification of the host systems, the communication infrastructure, the automated end-use 
devices, and the support infrastructure. This effort begins with the development of a detailed installation 
plan that takes into consideration the available resources. The pilot installation will never be any more 
than a pilot project until funding and manpower resources are identified and dedicated to the enterprise 
of implementing the technologies required to automate the electric distribution system. The implemen- 
tation effort is best managed on an annual basis with stated incremental goals and objectives for the 
installation of automated devices. With the annual goals and objectives identified, then the budget process 
begins to ensure that adequate funding is available to support the implementation plan. To ensure 
adequate time to complete the initial project tasks, the planning should begin 18 to 24 months prior to 
the budget year. During this period, the identification of specific automation projects is completed. The 
initial design work is commenced with the specification of field automation equipment (e.g., substation 
RTU based on specific point count requirements and distribution line RTU). The verification of the 
communication to the selected automation site is an urgent early consideration in order to minimize the 
cost of achieving effective remote communications. As the installation year approaches, the associated 
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automation equipment (e.g., switches, motor-operators, sensors, etc.) must be verified to ensure that 
adequate supplies are stocked to support the implementation plan. 

The creation of a SCADA database and display is on the critical path for new automated sites. The 
database and display are critical to the efficient completion of the installation and checkout tasks. Data 
must be provided to the database and display team with sufficient lead time to create the database and 
display for the automated site. The database and display are subsequently used to checkout the completed 
automated field device. The Point Assignment (PA) sheet is a project activity that merits serious attention. 
The PA sheet is the basis for the creation of the site-specific database in the SCADA system. The PA sheet 
should be created in a consistent and standard fashion. The importance of an accurate database and 
display cannot be overemphasized. The database and display form the basis for the remote operational 
decisions for the electric distribution system using the SCADA capability. Careful coordination of these 
project tasks is essential to the successful completion of the annual automation plans. 

Training is another important consideration during the deployment of the automation technology. 
The training topics are as varied as the multidisciplined nature of the distribution automation project. 
Initial training requirements include the system support personnel in the use and deployment of the 
automation platform, the end-user (operator) training, and installation teams. Many utilities now install 
new distribution facilities using energized line construction techniques. The automated field device adds 
a degree of complexity to the construction techniques to ensure adherence to safe practices and con- 
struction standards. These training issues should be addressed at the outset of the planning effort to 
ensure a successful distribution automation project. 


Support Organization 


The support organization must be as multidisciplined as the distribution automation system is multi- 
featured. The support to maintain a deployed distribution automation system should not be underesti- 
mated. Functional teams should be formed to address each discipline represented within the distribution 
automation system. The authors recommend forming a core team that is made up of representation from 
each area of discipline or area of responsibility within the distribution automation project. These areas 
of discipline include the following: 


* Host SCADA system 

* User interface 

* Communication infrastructure 

: Facilities design personnel for automated distribution substation and distribution line devices 
+ System software and interface developments 

+ Installation teams for automated distribution substation and distribution line devices 

+ End-users (i.e., the operating personnel) 


The remaining requirement for the core team is project leadership with responsibility for the project 
budget, scheduling, management reports, and overall direction of the distribution automation project. 
The interaction of the various disciplines within the distribution automation team will ensure that all 
project decisions are supporting the overall project goals. The close coordination of the various project 
teams through the core team is essential to minimizing decision conflict and maximizing the synergy of 
project decisions. The involvement of the end-user at the very outset of the distribution automation 
project planning cannot be overemphasized. The operating personnel are the primary users of the 
distribution automation technology. The participation of the end-user in all project decisions is essential 
to ensure that the distribution automation product meets business needs and improves the operating 
environment in the operating centers. One measure of good project decisions is found in the response 
of the end-user. When the end-user says, “I like it,” then the project decision is clearly targeting the end- 
user’s business requirements. With this goal achieved, then the distribution automation system is in 
position to begin meeting other corporate business needs for real-time data from the electric distribution 
system. 
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7.1 Metering of Electric Power and Energy 
John V. Grubbs 


Electrical metering deals with two basic quantities: energy and power. Energy is equivalent to work. Power 
is the rate of doing work. Power applied (or consumed) for any length of time is energy. In mathematical 
terms, power integrated over time is energy. The basic electrical unit of energy is the watthour. The basic 
unit of power is the watt. The watthour meter measures energy (in watthours), while the wattmeter 
measures the rate of energy, power (in watthours per hour or simply watts). For a constant power level, 
power multiplied by time is energy. For example, a watthour meter connected for two hours in a circuit 
using 500 watts (500 watthours per hour) will register 1000 watthours. 


The Electromechanical Meter 
The electromechanical watthour meter is basically a very specialized electric motor, consisting of 


: A stator and a rotor that together produce torque 
: A brake that creates a counter torque 
: A register to count and display the revolutions of the rotor 


Single Stator Electromechanical Meter 


A two-wire single stator meter is the simplest electromechanical meter. The single stator consists of two 
electromagnets. One electromagnet is the potential coil connected between the two circuit conductors. 
The other electromagnet is the current coil connected in series with the load current. Figure 7.1 shows 
the major components of a single stator meter. 
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FIGURE 7.1 Main components of electromechanical meter. 


The electromagnetic fields of the current coil and the potential coil interact to generate torque on the 
rotor of the meter. This torque is proportional to the product of the source voltage, the line current, and 
the cosine of the phase angle between the two. Thus, the torque is also proportional to the power in the 
metered circuit. 

The device described so far is incomplete. In measuring a steady power in a circuit, this meter would 
generate constant torque causing steady acceleration of the rotor. The rotor would spin faster and faster 
until the torque could no longer overcome friction and other forces acting on the rotor. This ultimate 
speed would not represent the level of power present in the metered circuit. 

To address these problems, designers add a permanent magnet whose magnetic field acts on the rotor. 
This field interacts with the rotor to cause a counter torque proportional to the speed of the rotor. Careful 
design and adjustment of the magnet strength yields a meter that rotates at a speed proportional to power. 
This speed can be kept relatively slow. The product of the rotor speed and time is revolutions of the 
rotor. The revolutions are proportional to energy consumed in the metered circuit. One revolution of 
the rotor represents a fixed number of watthours. The revolutions are easily converted via mechanical 
gearing or other methods into a display of watthours or, more commonly, kilowatthours. 


Blondel’s Theorem 


Blondel’s theorem of polyphase metering describes the measurement of power in a polyphase system 
made up of an arbitrary number of conductors. The theorem provides the basis for correctly metering 
power in polyphase circuits. In simple terms, Blondel’s theorem states that the total power in a system 
of (N) conductors can be properly measured by using (N) wattmeters or watt-measuring elements. The 
elements are placed such that one current coil is in each of the conductors and one potential coil is 
connected between each of the conductors and some common point. If this common point is chosen to 
be one of the (N) conductors, there will be zero voltage across one of the measuring element potential 
coils. This element will register zero power. Therefore, the total power is correctly measured by the remaining 
(N — 1) elements. 

In application, this means that to accurately measure the power in a four-wire three-phase circuit (N = 4), 
the meter must contain (N — 1) or three measuring elements. Likewise, for a three-wire three-phase circuit 
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(N = 3), the meter must contain two measuring elements. There are meter designs available that, for 
commercial reasons, employ less than the minimum number of elements (N — 1) for a given circuit 
configuration. These designs depend on balanced phase voltages for proper operation. Their accuracy 
suffers as voltages become unbalanced. 


The Electronic Meter 


Since the 1980s, meters available for common use have evolved from (1) electromechanical mechanisms 
driving mechanical, geared registers to (2) the same electromechanical devices driving electronic registers 
to (3) totally electronic (or solid state) designs. All three types remain in wide use, but the type that is 
growing in use is the solid state meter. 

The addition of the electronic register to an electromechanical meter provides a digital display of 
energy and demand. It supports enhanced capabilities and eliminates some of the mechanical complexity 
inherent in the geared mechanical registers. 

Electronic meters contain no moving mechanical parts — rotors, shafts, gears, bearings. They are built 
instead around large-scale integrated circuits, other solid state components, and digital logic. Such meters 
are much more closely related to computers than to electromechanical meters. 

The operation of an electronic meter is very different than that described in earlier sections for an 
electromechanical meter. Electronic circuitry samples the voltage and current waveforms during each 
electrical cycle and converts these samples to digital quantities. Other circuitry then manipulates these 
values to determine numerous electrical parameters, such as kW, kWh, kvar, kvarh, kQ, kQh, power 
factor, kVA, rms current, rms voltage. 

Various electronic meter designs also offer some or all of the following capabilities: 


+ Time of use (TOU). The meter keeps up with energy and demand in multiple daily periods. (See 
section on Time of Use Metering.) 

* Bi-directional. The meter measures (as separate quantities) energy delivered to and received from 
a customer. This feature is used for a customer that is capable of generating electricity and feeding 
it back into the utility system. 

* Loss compensation. The meter can be programmed to automatically calculate watt and var losses 
in transformers and electrical conductors based on defined or tested loss characteristics of the 
transformers and conductors. It can internally add or subtract these calculated values from its 
measured energy and demand. This feature permits metering to be installed at the most economical 
location. For instance, we can install metering on the secondary (e.g., 4 kV) side of a customer 
substation, even when the contractual service point is on the primary (e.g., 110 kV) side. The 
4kV metering installation is much less expensive than a corresponding one at 110 kV. Under this 
situation, the meter compensates its secondary-side energy and demand readings to simulate 
primary-side readings. 

* Interval data recording. The meter contains solid state memory in which it can record up to 
several months of interval-by-interval data. (See section on Interval Data Metering.) 

+ Remote communications. Built-in communications capabilities permit the meter to be interro- 
gated remotely via telephone, radio, or other communications media. 

+ Diagnostics. The meter checks for the proper voltages, currents, and phase angles on the meter 
conductors. (See section on Site Diagnostic Meter.) 

* Power quality. The meter can measure and report on momentary voltage or current variations 
and on harmonic conditions. 


Note that many of these features are available only in the more advanced (and expensive) models of 
electronic meters. 

As an example of the benefits offered by electronic meters, consider the following two methods of 
metering a large customer who is capable of generating and feeding electricity back to the utility. In this 
example, the metering package must perform these functions: 
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Measure kWh delivered to the customer 

Measure kWh received from the customer 

Measure kvarh delivered 

Measure kvarh received 

Measure kW delivered 

Measure kW received 

Compensate received quantities for transformer losses 
Record the measured quantities for each demand interval 


Method A. (2) kW/kWh electromechanical meters with pulse generators (one for delivered, one for 
received) 
(2) kWh electromechanical meters with pulse generators (to measure kvarh) 
(2) Phase shifting transformers (used along with the kWh meters to measure kvarh) 
(2) Transformer loss compensators 
(1) Pulse data recorder 
Method B. (1) Electronic meter 


Obviously, the electronic installation is much simpler. In addition, it is less expensive to purchase and 
install and is easier to maintain. 

Benefits common to most solid state designs are high accuracy and stability. Another less obvious 
advantage is in the area of error detection. When an electromechanical meter develops a serious problem, 
it may produce readings in error by any arbitrary amount. An error of 10%, 20%, or even 30% can go 
undetected for years, resulting in very large over- or under-billings. However, when an electronic meter 
develops a problem, it is more likely to produce an obviously bad reading (e.g., all zeroes; all 9s; a demand 
100 times larger than normal; or a blank display). This greatly increases the likelihood that the error will 
be noticed and reported soon after it occurs. The sooner such a problem is recognized and corrected, 
the less inconvenience and disruption it causes to the utility and to the customer. 


Multifunction Meter 


Multifunction or extended function refers to a meter that can measure reactive or apparent power (e.g., 
kvar or kVA) in addition to real power (kW). By virtue of their designs, many electronic meters inherently 
measure the quantities and relationships that define reactive and apparent power. It is a relatively simple 
step for designers to add meter intelligence to calculate and display these values. 


Voltage Ranging and Multiform Meter 


Electronic meter designs have introduced many new features to the watthour metering world. Two 
features, typically found together, offer additional flexibility, simplified application, and opportunities 
for reduced meter inventories for utilities. 


* Voltage ranging — Many electronic meters incorporate circuitry that can sense the voltage level of 
the meter input signals and adjust automatically to meter correctly over a wide range of voltages. 
For example, a meter with this capability can be installed on either a 120 volt or 277 volt service. 
Multiform — Meter form refers to the specific combination of voltage and current signals, how they 
are applied to the terminals of the meter, and how the meter uses these signals to measure power 


and energy. For example, a Form 15 meter would be used for self-contained application on a 120/240 
volt 4-wire delta service, while a Form 16 meter would be used on a self-contained 120/208 volt 
4-wire wye service. A multiform 15/16 meter can work interchangeably on either of these services. 


Site Diagnostic Meter 


Newer meter designs incorporate the ability to measure, display, and evaluate the voltage and current 
magnitudes and phase relationships of the circuits to which they are attached. This capability offers 
important advantages: 
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At the time of installation or reinstallation, the meter analyzes the voltage and current signals and 

determines if they represent a recognizable service type. 

Also at installation or reinstallation, the meter performs an initial check for wiring errors such as 

crossed connections or reversed polarities. If it finds an error, it displays an error message so that 

corrections can be made. 

+ Throughout its life, the meter continuously evaluates voltage and current conditions. It can detect 
a problem that develops weeks, months, or years after installation, such as tampering or deterio- 
rated CT or VT wiring. 

+ Field personnel can switch the meter display into diagnostic mode. It will display voltage and 

current magnitudes and phase angles for each phase. This provides a quick and very accurate way 

to obtain information on service characteristics. 


If a diagnostic meter detects any error that might affect the accuracy of its measurements, it will lock 
its display in error mode. The meter continues to make energy and demand measurements in the 
background. However, these readings cannot be retrieved from the meter until the error is cleared. This 
ensures the error will be reported the next time someone tries to read the meter. 


Special Metering 


Demand Metering 


What is Demand? 
Electrical energy is commonly measured in units of kilowatthours. Electrical power is expressed as 
kilowatthours per hour or, more commonly, kilowatts. 

Demand is defined as power averaged over some specified period. Figure 7.2 shows a sample power 
curve representing instantaneous power. In the time interval shown, the integrated area under the power 
curve represents the energy consumed during the interval. This energy, divided by the length of the 
interval (in hours) yields “demand.” In other words, the demand for the interval is that value of power 
that, if held constant over the interval, would result in an energy consumption equal to that energy the 
customer actually used. 

Demand is most frequently expressed in terms of real power (kilowatts). However, demand may also 
apply to reactive power (kilovars), apparent power (kilovolt-amperes), or other suitable units. Billing for 
demand is commonly based on a customer’s maximum demand reached during the billing period. 


Power (watts or kilowatts) 


One demand interval 


FIGURE 7.2 Instantaneous power vs. demand. 
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Why is Demand Metered? 
Electrical conductors and transformers needed to serve a customer are selected based on the expected 
maximum demand for the customer. The equipment must be capable of handling the maximum levels 
of voltages and currents needed by the customer. A customer with a higher maximum demand requires 
a greater investment by the utility in equipment. Billing based on energy usage alone does not necessarily 
relate directly to the cost of equipment needed to serve a customer. Thus, energy billing alone may not 
equitably distribute to each customer an appropriate share of the utility’s costs of doing business. 

For example, consider two commercial customers with very simple electricity needs. Customer A has 
a demand of 25 kW and operates at this level 24 hours per day. Customer B has a maximum demand of 
100 kW but operates at this level only 4 hours per day. For the remaining 20 hours of the day, “B” operates 
at a 10 kW power level. 


“A” uses 25 kW x 24 hr = 600 kWh per day 
“B” uses (100 kW x 4 hr) + (10 kW x 20 hr) = 600 kWh per day 


Assuming identical billing rates, each customer would incur the same energy costs. However, the 
utility’s equipment investment will be larger for Customer B than for Customer A. By implementing a 
charge for demand as well as energy, the utility would bill Customer A for a maximum demand of 25 kw 
and Customer B for 100 kW. “B” would incur a larger total monthly bill, and each customer’s bill would 
more closely represent the utility’s cost to serve. 


Integrating Demand Meters 

By far the most common type of demand meter is the integrating demand meter. It performs two basic 
functions. First, it measures the average power during each demand interval. (Common demand interval 
lengths are 15, 30, or 60 min.) The meter makes these measurements interval-by-interval throughout 
each day. Second, it retains the maximum of these interval measurements. 

The demand calculation function of an electronic meter is very simple. The meter measures the energy 
consumed during a demand interval, then multiplies by the number of demand intervals per hour. In 
effect, it calculates the energy that would be used if the rate of usage continued for one hour. The following 
table illustrates the correspondence between energy and demand for common demand interval lengths. 


TABLE 7.1 Energy/Demand Comparisons 


Demand Intervals Energy During Resulting 


Interval per Hour Demand Interval Demand 
60 min 1 100 kWh 100 kw 
30 min 2 50 kWh 100 kw 


15 min 4 25 kWh 100 kw 


After each measurement, the meter compares the new demand value to the stored maximum demand. 
If the new value is greater than that stored, the meter replaces the stored value with the new one. 
Otherwise, it keeps the previously stored value and discards the new value. The meter repeats this process 
for each interval. At the end of the billing period, the utility records the maximum demand, then resets 
the stored maximum demand to zero. The meter then starts over for the new billing period. 


Time of Use Metering 


A time of use (TOU) meter measures and stores energy (and perhaps demand) for multiple periods in 
a day. For example, a service rate might define one price for energy used between the hours of 12 noon 
and 6 p.m. and another rate for that used outside this period. The TOU meter will identify the hours 
from 12 noon until 6 p.m. as “Rate 1.” All other hours would be “Rate 2.” The meter will maintain separate 
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measurements of Rate 1 energy (and demand) and Rate 2 energy (and demand) for the entire billing 
period. Actual TOU service rates can be much more complex than this example, including features such as 


* more than two periods per day, 
: different periods for weekends and holidays, and 
: different periods for different seasons of the year. 


A TOU meter depends on an internal clock/calendar for proper operation. It includes battery backup 
to maintain its clock time during power outages. 


Interval Data Metering 


The standard method of gathering billing data from a meter is quite simple. The utility reads the meter 
at the beginning of the billing period and again at the end of the billing period. From these readings, it 
determines the energy and maximum demand for that period. This information is adequate to determine 
the bills for the great majority of customers. However, with the development of more complex service 
rates and the need to study customer usage patterns, the utility sometimes wants more detail about how 
a customer uses electricity. One option would be to read the meter daily. That would allow the utility to 
develop a day-by-day pattern of the customer’s usage. However, having someone visit the meter site every 
day would quickly become very expensive. What if the meter could record usage data every day? The 
utility would have more detailed usage data, but would only have to visit the meter when it needed the 
data, for instance, once per month. And if the meter is smart enough to do that, why not have it record 
data even more often, for instance every hour? 

In very simple terms, this is what interval data metering does. The interval meter includes sufficient 
circuitry and intelligence to record usage multiple times per hour. The length of the recording interval 
is programmable, often over a range from 1 to 60 minutes. The meter includes sufficient solid state 
memory to accumulate these interval readings for a minimum of 30 days at 15-minute intervals. Obvi- 
ously, more frequent recording times reduce the days of storage available. 

A simple kWh/kW recording meter typically records one set of data representing kWh. This provides 
the detailed usage patterns that allow the utility to analyze and evaluate customer “load profiles” based 
on daily, weekly, monthly, or annual bases. An extended function meter is commonly programmed to 
record two channels of data, e.g., kWh and kvarh. This provides the additional capability of analyzing 
customers’ power factor patterns over the same periods. Though the meter records information in energy 
units (kWh or kvarh), it is a simple matter to convert this data to equivalent demand (kW or kvar). Since 
demand represents energy per unit time, simply divide the energy value for one recorder interval by the 
length of the interval (in hours). If the meter records 16.4 kWh in a 30-minute period, the equivalent 
demand for that period is 16.4 kWh/(0.5 hours) = 32.8 kW. 

A sample 15-minute interval load shape for a 24-hour period is shown in the graph in Fig. 7.3. The 
minimum demand for that period was 10.5 kW, occurring during the interval ending at 04:30. The 
maximum demand was 28.7 kW, occurring during the interval ending at 15:15, or 3:15 p.m. 


Pulse Metering 


Metering pulses are signals generated in a meter for use outside the meter. Each pulse represents a discrete 
quantity of the metered value, such as kWh, kVAh, or kvarh. The device receiving the pulses determines 
the energy or demand at the meter by counting the number of pulses occurring in some time interval. 
A pulse is indicated by the transition (e.g., open to closed) of the circuit at the meter end. Pulses are 
commonly transmitted on small conductor wire circuits. Common uses of pulses include providing 
signals to 


* customer’s demand indicator 
* customer’s energy management system 
+ a totalizer (see section on Totalized Metering) 
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FIGURE 7.3 Graph of interval data. 


* a metering data recorder 
* a telemetering device that converts the pulses to other signal forms (e.g., telephone line tones or 
optical signals) for transmission over long distances 


Pulse metering is installed when customer service requirements, equipment configurations, or other 
special requirements exceed the capability of conventional metering. Pulse metering is also used to 
transmit metered data to a remote location. 


Recording Pulses 

A meter pulse represents a quantity of energy, not power. For example, a pulse is properly expressed in 
terms of watthours (or kWh) rather than watts (or kW). A pulse recorder will associate time with pulses 
as it records them. If set up for a 15-minute recording interval, the recorder counts pulses for 15 min, 
then records that number of pulses. It then counts pulses for the next 15 min, records that number, and 
so on, interval after interval, day after day. It is a simple matter to determine the number of pulses 
recorded in a chosen length of time. Since the number of pulses recorded represents a certain amount 
of energy, simply divide this energy by the corresponding length of time (in hours) to determine average 
power for that period. 


Example: For a metering installation, we are given that each pulse represents 2400 watthours or 2.4 
kWh. In a 15-minute period, we record 210 pulses. What is the corresponding energy (kWh) and 
demand (kW) during this 15-minute interval? 


Total energy in interval = 2.4 kWh per pulse x 210 pulses 
= 504 kWh 

Demand = Energy/Time = 504 kWh/0.25 hour 
= 2016 kw 


Often, a customer asks for the demand value of a pulse, rather than the energy value. The demand 
value is dependent on demand interval length. The demand pulse value is equal to the energy pulse value 
divided by the interval length in hours. 

For the previous example, the kW pulse value would be: 


2.4 kWh per pulse/0.25 hours = 9.6 kW per pulse 
and the resulting demand calculation is: 


Demand = 9.6 kW per pulse x 210 pulses 
= 2016 kw 
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Remember, however, that a pulse demand value is meaningful only for a specific demand interval. In the 
example above, counting pulses for any period other than 15 minutes and then applying the kW pulse 
value will yield incorrect results for demand. 


— 


Pulse Circuits — 
Pulse circuits commonly take two forms (Fig. 7.4): —— 


* Form A, a two-wire circuit where a switch toggles 
between closed and open. Each transition of the circuit —_—_—"> 
(to open or to closed) represents one pulse. Form C §— 
+ Form C, a three-wire circuit where the switch flip-flops. ———— 


Each transition (from closed on one side to closed on FIGURE 7.4 Pulse circuits. 
the other) represents one pulse. 


Use care in interpreting pulse values for these circuits. The value will normally be expressed per 
transition. With Form C circuits, a transition is a change from closed on the first side to closed on the 
second side. Most receiving equipment interprets this properly. However, with Form A circuits, the 
transition is defined as a change from open to closed or from closed to open. An initially open Form A 
circuit that closes, then opens has undergone two (2) transitions. If the receiving equipment counts only 
circuit closures, it will record only half of the actual transitions. This is not a problem if the applicable 
pulse value of the Form A circuit is doubled from the rated pulse weight per transition. For example, if 
the value of a Form A meter pulse is 3.2 kWh per transition, the value needed for a piece of equipment 
that only counted circuit closures would be 3.2 x 2 = 6.4 kWh per pulse. 


Totalized Metering 


Totalized metering refers to the practice of combining data to make multiple service points look as if 
they were measured by a single meter. This is done by combining two or more sets of data from separate 
meters to generate data equivalent to what would be produced by a single “virtual meter” that measured 
the total load. This combination can be accomplished by: 


+ Adding recorded interval data from multiple meters, usually on a computer 

Adding (usually on-site) meter pulses from multiple meters by a special piece of metering equip- 
ment known as a totalizer 

Paralleling the secondaries of current transformers located in multiple circuits and feeding the 
combined current into a conventional meter (this works only when the service voltages and ratios 
of the current transformers are identical) 

+ Using a multi-circuit meter, which accepts the voltage and current inputs from multiple services 


Totalized demand is the sum of the coincident demands and is usually less than the sum of the individual 
peak demands registered by the individual meters. Totalized energy equals the sum of the energies 
measured by the individual meters. 

Table 7.2 illustrates the effects of totalizing a customer served by three delivery (and metering) points. 
It presents the customer’s demands over a period of four demand intervals and illustrates the difference 
in the maximum totalized demand compared to the sum of the individual meter maximum demands. 


TABLE 7.2 Example of Totalized Meter Data 


Totalized 
Interval Meter A MeterB Meter C (A+B+C) 


1 800 600 700 2100 
2 780 650 740 2170 
2 750 700 500 1950 
4 780 680 720 2180 
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FIGURE 7.5 Instrument transformer symbols. 


The peak kW demand for each meter point is shown in bold. The sum of these demands is 2240 kW. 
However, when summed interval-by-interval, the peak of the sums is 2180 kW. This is the totalized 
demand. The difference in the two demands, 60 kW, represents a cost savings to the customer. It should 
be clear why many customers with multiple service points desire to have their demands totalized. 


Instrument Transformers 


Instrument transformers is the general name for members of the family of current transformers (CTs) 
and voltage transformers (VTs) used in metering. They are high-accuracy transformers that convert load 
currents or voltages to other (usually smaller) values by some fixed ratio. Voltage transformers are also 
often called potential transformers (PTs). The terms are used interchangeably in this section. CTs and 
VTs are most commonly used in services where the current and/or voltage levels are too large to be 
applied directly to the meter. 

A current transformer is rated in terms of its nameplate primary current as a ratio to five amps 
secondary current (e.g., 400:5). The CT is not necessarily limited to this nameplate current. Its maximum 
capacity is found by multiplying its nameplate rating by its rating factor. This yields the total current the 
CT can carry while maintaining its rated accuracy and avoiding thermal overload. For example, a 200:5 CT 
with a rating factor of 3.0 can be used and will maintain its rated accuracy up to 600 amps. Rating factors 
for most CTs are based on open-air outdoor conditions. When a CT is installed indoors or inside a 
cabinet, its rating factor is reduced. 

A voltage transformer is rated in terms of its nameplate primary voltage as a ratio to either 115 or 120 volts 
secondary voltage (e.g., 7200:120 or 115000:115). These ratios are sometimes listed as an equivalent ratio 
to 1 (e.g., 60:1 or 1000:1). 

Symbols for a CT and a PT connected in a two-wire circuit are shown in Fig. 7.5. 


Measuring kVA 


In many cases, a combination watthour demand meter will provide the billing determinants for small- 
to medium-sized customers served under rates that require only real power (kW) and energy (kWh). 
Rates for larger customers often require an extended function meter to provide the additional reactive or 
apparent power capability needed to measure or determine kVA demand. There are two common methods 
for determining kVA demand for billing. 


1. Actual kVA. This method directly measures actual kVA, a simple matter for electronic meters. 

2. Average Power Factor kVA. This method approaches the measurement of kVA in a more round- 
about fashion. It was developed when most metering was done with mechanical meters that could 
directly measure only real energy and power (kWh and kW). With a little help, they could measure 
kvarh. Those few meters that could measure actual kVA were very complex and demanded frequent 
maintenance. The Average Power Factor (APF) method of calculating kVA addressed these limi- 
tations. It requires three (3) pieces of meter information: 
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* Total real energy(kWh) 
* Maximum real demand(kW) 
* Total reactive energy(kvarh) 


These can be measured with two standard mechanical meters. The first meter measures kWh and kW. 
With the help of a special transformer to shift the voltage signals 90° in phase, the second mechanical 
meter can be made to measure kvarh. 

APF kVA is determined by calculating the customer’s “average power factor” over the billing period 
using the total kWh and kvarh for the period. This APF is then applied to the maximum kW reading to 
yield APF kVA. An example of this calculation process follows. 


Customer: XYZ Corporation 


Billing determinants obtained from the meter: 


kWh 981,600 
kvarh 528,000 
kW 1412 
KVARH 528000 
tan@)= We = = 0.5378 
KVARH @) KWH 81600 
@ =28.275° 
KWH APF =cos@)=0.881 
‘Average Power Factor Angle 
KVAdemend= KW demand _ 1412 


APF 0.88T 
= 1603KVA 


FIGURE 7.6 Calculation of kVA demand using the Average Power Factor method. 


Defining Terms 


Class: The class designation of a watthour meter represents the maximum current at which the meter 
can be operated continuously with acceptable accuracy and without excessive temperature rise. 
Examples of common watthour meter classes are: 


Self-contained — Class 200, 320, or 400 
Transformer rated — Class 10 or 20 


Test amperes (TA): The test amperes rating of a watthour meter is the current that is used as a base 
for adjusting and determining percent registration (accuracy). Typical test current ratings and their 
relations to meter class are: 


Class 10 and 20 — TA 2.5 
Class 200 — TA 30 


Self-contained meter: A self-contained meter is one designed and installed so that power flows from 
the utility system through the meter to the customer’s load. The meter sees the total load current 
and full service voltage. 
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Transformer rated meter: A transformer rated meter is one designed to accept reduced levels of current 
and/or voltage that are directly proportional to the service current and voltage. The primary 
windings of current transformers and/or voltage transformers are placed in the customer’s service 
and see the total load current and full service voltage. The transformer rated meter connects into 
the secondary windings of these transformers. 

Meter element: A meter element is the basic energy and power measurement circuit for one set of 
meter input signals. It consists of a current measurement device and a voltage measurement device 
for one phase of the meter inputs. Usually, a meter will have one less element than the number of 
wires in the circuit being metered. That is, a 4-wire wye or delta circuit will be metered by a 
3-element meter; a 3-wire delta circuit will be metered by a 2-element meter, although there are 
numerous exceptions. 

CT PT ratio: A number or factor obtained by multiplying the current transformer ratio by the potential 
transformer ratio. Example: If a meter is connected to 7200:120 volt PTs (60:1) and 600:5 CTs 
(120:1), the CT PT ratio is 60 x 120 = 7200. A metering installation may have current transformers 
but no potential transformer in which case the CT PT ratio is just the CT ratio. 

Meter multiplier: Also called the dial constant or kilowatthour constant, this is the multiplier used to 
convert meter kWh readings to actual kWh. The meter multiplier is the CT PT ratio. For a self- 
contained meter, this constant is 1. 


Further Information 


Further information and more detail on many of the topics related to metering can be found in the 
Handbook for Electricity Metering, published by Edison Electric Institute. This authoritative book provides 
extensive explanations of many aspects of metering, from fundamentals of how meters and instrument 
transformers operate, to meter testing, wiring, and installation. 


7.2 Basic Electric Power Utilization — Loads, Load 
Characterization and Load Modeling 


Andrew Hanson 


Utilization is the “end result” of the generation, transmission, and distribution of electric power. The 
energy carried by the transmission and distribution system is turned into useful work, light, heat, or a 
combination of these items at the utilization point. Understanding and characterizing the utilization of 
electric power is critical for proper planning and operation of power systems. Improper characterization 
of utilization can result of over or under building of power system facilities and stressing of system 
equipment beyond design capabilities. This section describes some of the basic concepts used to char- 
acterize and model loads in electric power systems. 

The term load refers to a device or collection of devices that draw energy from the power system. 
Individual loads (devices) range from small light bulbs to large induction motors to arc furnaces. The 
term load is often somewhat arbitrarily applied, at times being used to describe a specific device, and 
other times referring to an entire facility and even being used to describe the lumped power requirements 
of power system components and connected utilization devices downstream of a specific point in large- 
scale system studies. 


Basic Load Characterization 


A number of terms are used to characterize the magnitude and intensity of loads. Several such terms are 
defined and uses outlined below. 

Energy — Energy use (over a specified period of time) is a key identifying parameter for power system 
loads. Energy use is often recorded for various portions of the power system (e.g., homes, businesses, 
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feeders, substations, districts). Utilities report aggregate system energy use over a variety of time frames 
(daily, weekly, monthly, and annually). System energy use is tied directly to sales and thus is often used 
as a measure of the utility or system performance from one period to another. 

Demand — Loads require specific amounts of energy over short periods of time. Demand is a measure 
of this energy and is expressed in terms of power (kilowatts or Megawatts). Instantaneous demand is the 
peak instantaneous power use of a device, facility, or system. Demand, as commonly referred to in utility 
discussions, is an integrated demand value, most often integrated over 10, 15, or 30 min. Integrated 
demand values are determined by dividing the energy used by the time interval of measurement or the 
demand interval. 


Demand = Energy Use Over Demand Interval 


(7.1) 
Demand Interval 


Integrated demand values can be much lower than peak instantaneous demand values for a load or facility. 

Demand Factor — Demand factor is a ratio of the maximum demand to the total connected load of 
a system or the part of the system under consideration. Demand factor is often used to express the 
expected diversity of individual loads within a facility prior to construction. Use of demand factors allows 
facility power system equipment to be sized appropriately for the expected loads. 


Demand Factor = Nasir Demand (7.2) 


Total Connected Load 


Load Factor — Load factor is similar to demand factor and is calculated from the energy use, the 
demand, and the period of time associated with the measurement. 


Energy Use 


Load Factor = (7.3) 


Demand xX Time 


A high load factor is typically desirable, indicating that a load or group of loads operates near its peak 
most of the time, allowing the greatest benefit to be derived from any facilities installed to serve the load. 


Composite Loads and Composite Load Characterization 


It is impractical to model each individual load connected to a power system to the level of detail at which 
power is delivered to each individual utilization device. Loads are normally lumped together to represent 
all of the “downstream” power system components and individual connected loads. This grouping occurs 
as a result of metering all downstream power use from a certain point in the power system, or as a result 
of model simplification in which effects of the downstream power system and connected loads are 
represented by a single load in system analysis. 


Coincidence and Diversity 


Although individual loads vary unpredictably from hour to hour and minute to minute, an averaging 
effect occurs as many loads are examined in aggregate. This effect begins at individual facilities (home, 
commercial establishment, or industrial establishment) where all devices are seldom if ever in operation 
at the same instant. Progressing from an individual facility to the distribution and transmission systems, 
the effect is compounded, resulting in somewhat predictable load characteristics. 

Diversity is a measure of the dispersion of the individual loads of a system under observation over 
time. Diversity is generally low in individual commercial and industrial installations. However, at a feeder 
level, diversity is a significant factor, allowing more economical choices for equipment since the feeder 
needs to supply power to the aggregate peak load of the connected customers, not the sum of the customer 
individual (noncoincident) peak loads. 
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Groups of customers of the same class (ie., residential, commercial, industrial) tend to have an 
aggregate peak load per customer that decreases as the number of customers increases. This tendency is 
termed coincidence and has significant impact on the planning and construction of power systems (Willis, 
1997). For example, load diversity would allow a feeder or substation to serve a number of customers 
whose individual (noncoincident) peak demands may exceed the feeder or substation rating by a factor 
of two or more. 


Aggregate Demand for a Group of Customers 


Coincidence Factor = (7.4) 


Sum of Individual Customer Demands 


Note that there is a minor but significant difference between coincidence (and its representation as a 
coincidence factor) and the demand factor discussed above. The coincidence factor is based on the observed 
peak demand for individuals and groups, whereas the demand factor is based on the connected load. 


Load Curves and Load Duration 


Load curves and load duration curves graphically convey very detailed information about the character- 
istics of loads over time. Load curves typically display the load of a customer class, feeder, or other portion 
of a power system over a 24-hour period. Load duration curves display the cumulative amount of time 
that load levels are experienced over a period of time. 

Load curves represent the demand of a load or groups of load over a period of time, typically 24 hours. 
The curves provide “typical” load levels for a customer class on an hour-by-hour or minute-by-minute 
basis. The curves themselves represent the demand of a certain class of customers or portion of the 
system. The area under the curve represents the corresponding energy use over the time period under 
consideration. Load curves provide easily interpreted information regarding the peak load duration as 
well as the variation between minimum and maximum load levels. Load curves provide key information 
for daily load forecasts allowing planners and operators to ensure system capacity is available to meet 
customer needs. Three sample load curves (for residential, commercial, and industrial customer classes) 
are shown in Fig. 7.7 through Fig. 7.9. 

Load curves can also be developed on a feeder or substation basis, as a composite representation of 
the load profile of a portion of the system. 
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FIGURE 7.7 Residential load curve. 
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FIGURE 7.9 Industrial load curve. 


Load duration curves quickly convey the duration of the peak period for a portion of a power system 
over a given period of time. Load duration curves plot the cumulative amount of time that load levels 
are seen over a specified time period. The information conveyed graphically in a load duration curve, 
although more detailed, is analogous to the information provided by the load factor discussed above. A 
sample load duration curve is shown in Fig. 7.10. 

Load duration curves are often characterized by very sharp ascents to the peak load value. The shape 
of the remainder of the curves vary based on utilization patterns, size, and content of the system for 
which the load duration curve is plotted. 
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FIGURE 7.10 Annual load duration curve. 


Composite Load Modeling 


Load models can generally be divided into a variety of categories for modeling purposes. The appropriate 
load model depends largely on the application. For example, for switching transient analyses, simple load 
models as combinations of time-invariant circuit elements (resistors, inductors, capacitors) and/or voltage 
sources are usually sufficient. Power flow analyses are performed for a specific operating point at a specific 
frequency, allowing loads to be modeled primarily as constant impedance or constant power. However, 
midterm and extended term transient stability analyses require that load voltage and frequency depen- 
dencies be modeled, requiring more complex aggregate load models. Two load models are discussed below. 
Composite loads exhibit dependencies on frequency and voltage. Both linear (Elgerd, 1982; Gross, 
1986) and exponential models (Arrillaga and Arnold, 1990) are used for addressing these dependencies. 
Linear Voltage and Frequency Dependence Model — The linear model provides excellent represen- 
tation of load variations as frequency and voltages vary by small amounts about a nominal point. 


OP jj OP 
P= Poninal + av A\V|+ Yaa (7.5) 
- 2Q jig], 22 
Q ~ Oat av A\V|+ af Af (7.6) 


where Piominai> Qnominal ave the real and reactive power under nominal conditions, 


OP AP AQ aQ are the rates of change of real and reactive power with respect to voltage 
av| af av of magnitude and frequency, and 


A\v|, Af are the deviations in voltage magnitude and frequency from nominal values. 
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The values for the partial derivatives with respect to voltage and frequency can be determined through 
analysis of metered load data recorded during system disturbances or in the case of very simple loads, 
through calculations based on the equivalent circuit models of individual components. 

Exponential Voltage and Frequency Dependence Model — The exponential model provides load 
characteristics useful in midterm and extended term stability simulations in which the changes in system 
frequency and voltage are explicitly modeled in each time step. 


P= vl" fet (7.7) 


nominal 


Q yf (7.8) 


Q crmtnal 


where Promina Qnominal are the real and reactive power of the load under nominal conditions 
|\v| is the voltage magnitude in per unit 
fis the frequency in per unit 


PY pf qv, and gf are the exponential modeling parameters for the voltage and frequency depen- 
dence of the real and reactive power portions of the load, respectively 


Other Load-Related Issues 
Cold Load Pickup 


Following periods of extended service interruption, the advantages provided by load diversity are often 
lost. The term cold load pickup refers to the energization of the loads associated with a circuit or substation 
following an extended interruption during which much of the diversity normally encountered in power 
systems is lost. 

For example, if a feeder suffers an outage, interrupting all customers on the feeder during a particularly 
cold day, the homes and businesses will cool to levels below the individual thermostat settings. This 
situation eliminates the diversity normally experienced, where only a fraction of the heating will be 
required to operate at any given time. Once power is restored, the heating at all customer locations served 
by the feeder will attempt to operate to bring the building temperatures back to levels near the thermostat 
settings. The load experienced by the feeder following reenergization can be far in excess of the design 
loading due to lack of load diversity. 

Cold load pickup can result in a number of adverse power system reactions. Individual service trans- 
formers can become overloaded under cold load pickup conditions, resulting in loss of life and possible 
failure due to overheating. Feeder load levels can exceed protective device ratings/settings, resulting in 
customer interruptions following initial service restoration. Additionally, the heavily loaded system 
conditions can result in conductors sagging below their designed minimum clearance levels, creating 
safety concerns. 


Harmonics and Other Nonsinusoidal Loads 


Electronic loads that draw current from the power system in a nonsinusoidal manner represent a 
significant portion of the load connected to modern power systems. These loads cause distortions of the 
generally sinusoidal characteristics traditionally observed. Harmonic loads include power electronic based 
devices (rectifiers, motor drives, switched mode power supplies, etc.) and arc furnaces. More details on 
power electronics and their effects on power system operation can be found in the power electronics 
section of this handbook. 
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Further Information 


The references provide a brief treatment of loads and their characteristics. More detailed load character- 
istics for specific industries can be found in specific industry trade publications. For example, specific 
characteristics of loads encountered in the steel industry can be found in Fruehan, R. J., Ed., The Making, 
Shaping and Treating of Steel, 11th ed., AISE Steel Foundation, Pittsburgh, Pennsylvania, 1998. 

The quarterly journals IEEE Transactions on Power Systems and IEEE Transactions on Power Delivery 
contain numerous papers on load modeling, as well as short and long term load forecasting. Papers in 
these journals also track recent developments in these areas. 

Information on load modeling for long term load forecasting for power system planning can be found 
the following references respectively: 

Willis, H. L., Spatial Electric Load Forecasting, Marcel-Dekker, Inc., New York, 1996. 

Stoll, H. G., Least Cost Electric Utility Planning, John Wiley & Sons, New York, 1989. 


7.3 Electric Power Utilization: Motors 


Charles A. Gross 


A major application of electric energy is in its conversion to mechanical energy. Electromagnetic, or 
“EM” devices designed for this purpose are commonly called “motors.” Actually the machine is the central 
component of an integrated system consisting of the source, controller, motor, and load. For specialized 
applications, the system may be, and frequently is, designed as a integrated whole. Many household 
appliances (e.g., a vacuum cleaner) have in one unit, the controller, the motor, and the load. However, 
there remain a large number of important stand-alone applications that require the selection of a proper 
motor and associated control, for a particular load. It is this general issue that is the subject of this section. 

The reader is cautioned that there is no “magic bullet” to deal with all motor-load applications. Like 
many engineering problems, there is an artistic, as well as a scientific dimension to its solution. Likewise, 
each individual application has its own peculiar characteristics, and requires significant experience to 
manage. Nevertheless, a systematic formulation of the issues can be useful to a beginner in this area of 
design, and even for experienced engineers faced with a new or unusual application. 


Some General Perspectives 


Consider the general situation in Fig. 7.11a. The flow of energy through the system is from left to right, 
or from electrical source to mechanical load. Also, note the positive definitions of currents, voltages, 
speed, and torques. These definitions are collectively called the “motor convention,” and are logically 
used when motor applications are under study. Likewise, when generator applications are considered, 
the sign conventions of Fig.7.11b (called generation convention) will be adopted. This means that 
variables will be positive under “normal” conditions (motors operating in the motor mode, generators 
in the generator mode), and negative under some abnormal conditions (motors running “backwards,” 
for example). Using motor convention: 


Dig, ~ (Ty + Te.) = Dey T, = J(do,,, /dt) (7.9) 
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c. the EM translational machine; motor convention 
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d. the EM translational machine; generator convention 
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FIGURE 7.11 Motor and generator sign conventions for EM machines. 


where T,., = EM torque, produced by the motor, Nm 
T,, = torque absorbed by the mechanical load, including the load losses and that used for useful 
mechanical work, Nm 
Tr = rotational loss torque, internal to the motor, Nm 
Ty, =T,, + Ta, = equivalent load torque, Nm 
J =mass polar moment of inertia of all rotating parts, kg-m? 
,m = angular velocity of rotating parts, rad/s 


Observe that whenever T,., > T,,, the system accelerates; if T,,, < T,,, the system decelerates. The 
system will inherently seek out the equilibrium condition of T,., = T,,, which will determine the running 
speed. In general, the steady state running speed for any motor-load system occurs at the intersection of 
the motor and load torque-speed characteristics, i.e, where T,.,= Ty. If Ty, > Ty, the system is 
accelerating; for T,., < T,,, the system decelerates. Thus, torque-speed characteristics for motors and 
loads are necessary for the design of a speed (or position) control system. 
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FIGURE 7.12 Operating modes. 


The corresponding system powers are: 


Paey = Tey Orm= EM power, converted by the motor into mechanical form, W 

P,, = Tn ®m= power absorbed by the mechanical load, including the load losses and that used 
for useful mechanical work, W 

Py = Ty ©,,= rotational power loss, internal to the motor, W 


Operating Modes 


Equation (7.9) implies that torque and speed are positive. Consider positive speed as “forward,” meaning 
rotation in the “normal” direction, which should be obvious in a specific application. “Reverse” is defined 
to mean rotation in the direction opposite to “forward,” and corresponds to @,,,, < 0. Positive EM torque 
is in the positive speed direction. Using motor convention, first quadrant operation means that (1) speed 
is positive (“forward”) and (2) T,,, is positive (also forward), and transferring energy from motor to load 
(“motoring”). There are four possible operating modes specific to the four quadrants of Fig. 7.12. In any 
application, a primary consideration is to determine which of these operating modes will be required. 


Motor, Enclosure, and Controller Types 


The general types of enclosures, motors, and controllers are summarized in Tables 7.3, 7.4, and 7.5. 


System Design 


The design of a proper motor-enclosure-controller system for a particular application is a significant 
engineering problem requiring engineering expertise and experience. The following issues must be faced 
and resolved. 


Load Requirements 


1. The steady-state duty cycle with torque-speed (position) requirements at each load step. 

2. What operating modes are required. 

3. Dynamic performance requirements, including starting and stopping, and maximum and mini- 
mum accelerations. 

The relevant torque-speed (position) characteristics. 

All load inertias (J). 

Coupling options (direct drive, belt-drive, gearing). 

Reliability of service. How critical is a system failure? 

Future modifications. 


oy Si 
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Environmental Requirements 


1. 


Ambient atmospheric conditions (pressure, temperature, humidity, 
content) 


TABLE7.3 General 
Enclosure Types* 


Types 
2. Indoor, outdoor application es 
3. Wet, dry location i 

ee Drip-proof 
4. Ventilation Splash-proof 
5. Acceptable acoustical noise levels Semi-guarded 
6. Electrical/mechanical hazards to personnel Weather protected 
7. Accessibility for inspection and maintenance ao [ 
ype 
Electrical Source Options Totally enclosed 
Nonventillated 

1. DC-AC Fan-cooled 


2. If AC, single- and/or three-phase 
3. Voltage level 

4, Frequency 
5 
6 


Explosion-proof 
Dust-ignition-proof 
Water-proof 
Pipe-ventilated 
Water-cooled 
Water-air-cooled 


. Capacity (kVA) 
. Protection options 


7. Power quality specifications Air-to-air-cooled 


es : Air-over-cooled 
Preliminary System Design 


a4 See NEMA Stan- 
dard MG 1.1.25-1.1.27 
for definitions. 


Based on the information compiled in the steps above, select an appropriate 
enclosure, motor type, and controller. In general, the enclosure entries, reading 
from top to bottom in Table 7.3, are from simplest (and cheapest) to most 
complex (and expensive). Select the simplest enclosure that meets all the envi- 
ronmental constraints. Next, select a motor and controller combination from Tables 7.4 and 7.5. This 
requires personal experience and/or consulting with engineers with experience relevant to the application. 

In general, DC motors are expensive and require more maintenance, but have excellent speed and position 
control options. Single-phase AC motors are limited to about 5 kW, but may be desirable in locations where 
three-phase service is not available and control specifications are not critical. 

Three-phase AC synchronous motors are not amenable to frequent starting and stopping, but are ideal 
for medium and high power applications which run at essentially fixed speeds. Three-phase AC cage 
rotor induction motors are versatile and economical, and will be the preferred choice for most applica- 
tions, particularly in the medium power range. Three-phase AC wound rotor induction motors are 
expensive, and only appropriate for some unusual applications. 

The controller must be compatible with the motor selected; the best choice is the most economical 
that meets all load specifications. If the engineer’s experience with the application under study is lacking, 
two or more systems should be selected. 


System Ratings 


Based on the steps above, select appropriate power, voltage, and frequency ratings. For cyclic loads, the 
power rating may tenatively be selected based on the “rms horsepower” method (calculating the rms 
power requirements over the load cycle). 


System Data Acquisition 

Request data from at least two vendors on all systems selected in the steps above, including: 
* circuit diagrams 
* performance test data 
* equivalent circuit values, including inertia constants 


* cost data 
* warranties and guarantees 
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TABLE 7.4 General Motor Types* 


Type 


DC motors (commutator devices) 
Permanent magnet field 
Wound field 

Series 
Shunt 
Compound 
AC motors 
Single-phase 
Cage rotor 
Split phase 
Resistance-start 
Capacitor start 
Single capacitor (start-run) 
Capacitor start/capacitor run 
Shaded pole 
Wound rotor 
Repulsion 
Repulsion start/induction run 
Universal 
Synchronous 
Hysteresis 
Three-phase 
Synchronous 

Permanent magnet field 
Wound field 

Induction 
Cage rotor 

NEMA Design A,B,C,D,F 
Wound rotor 


4 See NEMA Standard MG 1.1.1- 
1.1.21 for definitions. 


Engineering Studies 


Perform the following studies using data from the system data acquisition step above. 


Steady state performance. Verify that each candidate system meets all steady state load requirements. 
Dynamic performance. Verify that each system meets all dynamic load requirements. 

Load cycle efficiency. Determine the energy efficiency over the load cycle. 

Provide a cost estimate for each system, including capital investment, maintenance, and annual 
operating costs. 

5. Perform a power quality assessment. 


a dns 


Based on these studies, select a final system design. 


Final System Design 


Request a competitive bid on the final design from appropriate vendors. Select a vendor based on cost, 
expectation of continuing technical support, reputation, warranties, and past customer experience. 


Field Testing 


Whenever practical, customer and vendor engineers should design and perform field tests on the installed 
system, demonstrating that it meets or exceeds all specifications. If multiple units are involved, one proto- 
unit should be installed, tested, and commissioned before delivery is made on the balance of the order. 
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TABLE 7.5 General Motor Controllers 


Type 


DC motor controllers 
Electromechanical 
Armature starting resistance; rheostat field control 
Power electronic drive 
Phase converters: 1, 2, 4 quadrant drives 
Chopper control: 1, 2, 4 quadrant drives 
AC motor controllers 
Single-phase 
Electromechanical 
Across-the-line: protection only 
Step-reduced voltage 
Power electronic drive 
Armature control: 1, 2, 4 quadrant drives 
Three-phase induction 
Cage rotor 
Electromechanical 
Across-the-line: protection only 
Step-reduced voltage 
Power electronic drive (ASDs) 
Variable voltage source inverter 
Variable current source inverter 
Chopper voltage source inverter 
PWM voltage source inverter 
Vector control 
Wound rotor 
Variable rotor resistance 
Power electronic rotor power recovery 
Three-phase synchronous 
Same as cage rotor induction 
Brushless DC control 


Further Information 


The design of a properly engineered motor-controller system for a particular application requires access 
to several technical resources, including standards, the technical literature, manufacturers’ publications, 
textbooks, and handbooks. The following section provides a list of references and resource material that 
the author recommends for work in this area. In many cases, more recent versions of publications listed 
are available and should be used. 


Organizations 

American National Standards Institute (ANSI), 1430 Broadway, New York, NY 10018. 

Institute of Electrical and Electronics Engineers (IEEE), 445 Hoes Lane, Piscataway, NJ 08855. 
International Organization for Standardization (ISO) 1, rue de Varembe, 1211 Geneva 20, Switzerland. 
American Society for Testing and Materials (ASTM), 1916 Race Street, Philadelphia, PA 19103. 
National Electrical Manufacturers Association (NEMA), 2101 L Street, NW, Washington, D.C. 20037. 
National Fire Protection Association (NFPA), Batterymarch Park Quincy, MA 02269. 

The Rubber Manufacturers Association, Inc., 1400 K Street, NW, Suite 300, Washington, D.C. 20005. 
Mechanical Power Transmission Association, 1717 Howard Street, Evanston, IL 60201. 


Standards 


NEMA MG 1-1987, Motors and Generators. 
NEMA MG 2-1983, Safety Standard for Construction and Guide for Selection, Installation and Use of Electric 
Motors and Generators. 
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NEMA MG 3-1984, Sound Level Prediction for Installed Rotating Electrical Machines. 

NEMA MG 13-1984, Frame Assignments for Alternating-Current Integral-horsepower Induction Motors. 

ANSI/NFPA 70-1998, National Electrical Code. 

IEEE Std 1-1969, General Principles for Temperature Limits in the Rating of Electric Equipment. 

IEEE Std 85-1980, Test Procedure for Airborne Sound Measurements on Rotating Electric Machinery. 

ANSI/IEEE Std 100-1984, IEEE Standard Dictionary of Electrical and Electronics Terms. 

IEEE Std 112-1984, Standard Test Procedure for Potyphase Induction Motors and Generators. 

IEEE Std 113-1985, Guide on Test Procedures for DC Machines. 

ANSI/IEEE Std 114-1984, Test Procedure for Single-Phase Induction Motors. 

ANSI/IEEE Std 115-1983, Test Procedures for Synchronous Machines. 

ANSI/IEEE Std 117-1985, Standard Test Procedure for Evaluation of Systems of Insulating Materials for 
Random-Wound AC Electric Machinery. 

ANSI/IEEE Std 304-1982, Test Procedure for Evaluation and Classification of Insulation Systems for DC 
Machines. 

ISO R-1000, SI Units and Recommendations for the Use of their Multiples and of Certain Other Units. 


Books (an abridged sample) 


Acarnley, P. P., Stepping Motors, 2nd ed., Peter Peregrinus, Ltd., London, 1984. 

Anderson, L. R., Electric Machines and Transformers, Reston Publishing, Reston, VA, 1981. 

Bergseth, F. R. and Venkata, S. S., Introduction to Electric Energy Devices, Prentice-Hall, Englewood Cliffs, 
NJ, 1987. 

Brown, D. and Hamilton 111, E. P., Electromechanical Energy Conversion, Macmillan, New York, 1984. 

Chapman, S. J., Electric Machinery Fundamentals, McGraw-Hill, New York, 1985. 

DC Motors-Speed Controls-Servo Systems — An Engineering Handbook, 5th ed., Electro-Craft Corporation, 
Hopkins, MN, 1980. 

Del Toro, V, Electric Machinery and Power Systems, Prentice-Hall, Englewood Cliffs, NJ, 1986. 

Electro-Craft Corporation, DC Motors, Speed Controls, Servo Systems, 3rd ed., Pergamon Press, Ltd., 
Oxford, 1977. 

Fitzgerald, A. E., Kingsley, Jr., C., and Umans, S. D., Electric Machinery, 5th ed., McGraw-Hill, New York, 1990. 

Gonen, T., Engineering Economy for Engineering Managers, Wiley, New York, 1990. 

Kenjo, T. and S. Nagamori, Permanent-Magnet and Brush-less DC Motors, Oxford, Claredon, 1985. 

Krause, P. C. and Wasynezk, O., Electromechanical Machines and Devices, McGraw-Hill, New York, 1989. 

Krein, P., Elements of Power Electronics; Oxford Press, 1998. 

Moha, N., Undeland, and Robbins, Power Electronics; Converters, Application, and Design, 2nd ed., John 
Wiley & Sons, New York, 1995. 

Nasar, S. A. and Boldea, I., Linear Motion Electric Machines, John Wiley & Sons, New York, 1976. 

Nasar, S. A., Ed., Handbook of Electric Machines, McGraw-Hill, New York, 1987. 

Patrick, D. R. and Fardo, S. W., Rotating Electrical Machines and Power Systems, Prentice-Hall, Englewood 
Cliffs, NJ, 1985. 

Ramshaw, R. and Van Heeswijk, R. G., Energy Conversion: Electric Motors and Generators, Saunders College 
Publishing, Orlando, FL, 1990. 

Rashid, M. H., Power Electronics: Circuits, Devices, and Applications, 2nd ed., Prentice-Hall, Englewood 
Cliffs, NJ, 1993. 

Sarma, M. S., Electric Machines: Steady-State Theory and Dynamic Performance, Brown Publishers, Dubu- 
que, IA, 1985. 

Smeatson, R. W., Ed., Motor Application and Maintenance Handbook, McGraw-Hill, New York, 1969. 

Stein, R., and Hunt, W. T., Electric Power System Components: Transformers and Rotating Machines, Van 
Nostrand, New York, 1979. 

Veinott, C. G. and Martin, J. E., Fractional- and Subfractional-Horsepower Electric Motors, 4th ed., 
McGraw-Hill, New York, 1986. 

Wenick, E. H., ed., Electric Motor Handbook, McGraw-Hill, London, 1978. 

Bose, B.K., Power Electronics and AC Drives, Prentice-Hall, Englewood Cliffs, NJ, 1985. 


© 2001 CRC Press LLC 


Grigsby, L.L. “Power System Analysis and Simulation” 
The Electric Power Engineering Handbook 

Ed. L.L. Grigsby 

Boca Raton: CRC Press LLC, 2001 


Power System Analysis 
and Simulation 


L.L. Grigsby 


Auburn University 


Andrew Hanson 
ABB Power T@®D Company 


8.1 The Per-Unit System Charles A. Gross 
8.2 Symmetrical Components for Power System Analysis Tim A. Haskew 
8.3. Power Flow Analysis L.L. Grigsby and Andrew Hanson 


8.4 Fault Analysis in Power Systems Charles A. Gross 


© 2001 CRC Press LLC 


Power System Analysis 
and Simulation 


8.1 The Per-Unit System 
Impact on Transformers + Per-Unit Scaling Extended to 
Three-Phase Systems + Per-Unit Scaling Extended to a General 
Three-Phase System 


8.2 Symmetrical Components for Power System Analysis 
Fundamental Definitions + Reduction to the Balanced 
Case + Sequence Network Representation in Per-Unit + Power 
Transformers 


Charles A. Gross 8.3 


Power Flow Analysis 
Auburn University 


The Power Flow Problem * Formulation of the Bus 
Tim A. Haskew Admittance Matrix + Formulation of the Power Flow 
Equations * Bus Classifications + Generalized Power Flow 


Menieisiee ay prapanaG Development + Solution Methods + Component Power 


L. L. Grigsby Flows 
Auburn University 8.4 Fault Analysis in Power Systems 

Simplifications in the System Model + The Four Basic Fault 
Andrew Hanson Types * An Example Fault Study + Further Considerations + 
ABB Power T#D Company Summary 


8.1 The Per-Unit System 
Charles A. Gross 


In many engineering situations, it is useful to scale or normalize quantities. This is commonly done in 
power system analysis, and the standard method used is referred to as the per-unit system. Historically, 
this was done to simplify numerical calculations that were made by hand. Although this advantage has 
been eliminated by using the computer, other advantages remain: 


* Device parameters tend to fall into a relatively narrow range, making erroneous values conspicuous. 
+ The method is defined in order to eliminate ideal transformers as circuit components. 
+ The voltage throughout the power system is normally close to unity. 


Some disadvantages are that component equivalent circuits are somewhat more abstract. Sometimes 
phase shifts that are clearly present in the unscaled circuit are eliminated in the per-unit circuit. 

It is necessary for power system engineers to become familiar with the system because of its wide 
industrial acceptance and use and also to take advantage of its analytical simplifications. This discussion 
is limited to traditional AC analysis, with voltages and currents represented as complex phasor values. 
Per-unit is sometimes extended to transient analysis and may include quantities other than voltage, power, 
current, and impedance. 
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The basic per-unit scaling equation is 


Per-unit value = acvalvalie (8.1) 
base value 


The base value always has the same units as the actual value, forcing the per-unit value to be dimensionless. 

Also, the base value is always a real number, whereas the actual value may be complex. Representing a 

complex value in polar form, the angle of the per-unit value is the same as that of the actual value. 
Consider complex power 


S=VI* (8.2) 
or 


S40=VZa1Z-B 


where V = phasor voltage, in volts; I = phasor current, in amperes. 
Suppose we arbitrarily pick a value §,,,,.. a real number with the units of volt-amperes. Dividing through 
by Spase> 


S40 VZaI1Z-B 
S S , 


base base 


We further define 


(8.3) 


base “base “’base * 


Either V,,,5¢ OF T,ase May be selected arbitrarily, but not both. Substituting Eq. (8.3) into Eq. (8.2), we obtain 


SLO _ vZa(1Z-B) 
S Vi ico 1 


base 


base base 


5 /O= VZa \{ 12-8 
Vivese Visie 


S,, = V,,20(I,,,2—B) 


pu 


Ss =V.I * (8.4) 


pu pu “pu 


The subscript pu indicates per-unit values. Note that the form of Eq. (8.4) is identical to Eq. (8.2). 
This was not inevitable, but resulted from our decision to relate Vyaco Ipase ANA Spare through Eq. (8.3). If 
we select Z,,,,. by 


V, V, 
— __ base — _* base . ( 8.5 ) 


Convert Ohm’s law: 


(8.6) 
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into per-unit by dividing by Z,,... 


z vit 


ve base 
Visi Ve 


Z = base 


= 1/ I base Ds 


Observe that 


7 Rejix_ (RB \ f x 
hau 4 Z Z Z 


base base base base 


y Ns aia 8 (8.7) 


pu 


Thus, separate bases for R and X are not necessary: 


By the same logic, 
Shae = _ = ie 


Example 1: 


(a) Solve for Z, I, and S at Port ab in Fig. 8.1a. 
(b) Repeat (a) in per-unit on bases of V,,,,. = 100 V and S,,,. = 1000 V. Draw the corresponding per- 
unit circuit. 


Solution: 
(a) Z, =8+jl2—j6=8+ j6=10 236.9° Q 


V,, _ 10020° 
Z,, 10 236.9° 


=10 Z—36.9° amperes 
ab 


S=VI* = (100 Z0°)(10 Z-36.9°)* 
=1000 236.9° = 800+ j600 VA 


P=800 W Q=600 var 


(b) On bases Vpase aNd Space = 1000 VA: 


Mie 19) 99 


er S. 1000 
= Stace _ 1000 _ 45 4 
i N 100 


base 
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_ 100 20° 


Vin =1Z0° pu 
100 
8+ j12—j6 : 
Z.,, =. = 0.8+ j0.6 pu 
=1.0 236.9° pu 
Mee 120" 


foo Re = 2460" Ba 
m7 1736,9° P 


pu 


Sou = Vou Lpu* = (120°) (12 -36.9°}* =1236.9° pu 


pu = pu pu 


=0.8+j0.6 pu 
Converting results in (b) to SI units: 
1=(I,, Tyas = (12-36.9°}(10) = 102 -36.9° A 
Z=(Z,)Zoae = (08+ j0.6)(10)=8+j6 Q 
s=(s 


The results of (a) and (b) are identical. 


)S sae = (0.8+ j0.6)(1000) = 800+ j600 W, var 


For power system applications, base values for S,,,. and V,,,.. are arbitrarily selected. Actually, in practice, 
values are selected that force results into certain ranges. Thus, for V,,,.. a value is chosen such that the 
normal system operating voltage is close to unity. Popular power bases used are 1, 10, 100, and 1000 MVA, 


depending on system size. 


Impact on Transformers 


To understand the impact of pu scaling on transformer, consider the three-winding ideal device (see Fig. 8.2). 


For sinusoidal steady-state performance: 


N 
bar V, 
N 
Va V; 

NG; 
V,=—V, 


and 


N,1,+N,L,+N,1,=0 
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(8.8a) 


(8.8b) 


(8.8c) 


(8.9) 


8Q j12Q 


| — a 
+ 
100/0° 60 
volts 1 
b 
FIGURE 8.la_ Circuit with elements in SI units. 
| 0.8 pu j1.2 pu 
-j0.6 pu 


FIGURE 8.1b Circuit with elements in per-unit. 


NENG, 


ideal 


FIGURE 8.2 The three-winding ideal transformer. 
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Consider the total input complex power S. 
S=V,I,*+V,I,*+V,I,* 


N N 
=VI,*+—V IL, *+—VI,* 
N, N, 


(8.10) 
Vv 
= STINE ANILAN,L]* 
1 


=0 


The interpretation to be made here is that the ideal transformer can neither absorb real nor reactive 
power. An example should clarify these properties. 
Arbitrarily select two base values V),,.. and S,,,5.- Require base values for windings 2 and 3 to be: 


Verges = Ny Vibase (8.11a) 
1 
N 
Vase = Ny Vibase (8. 1 1b) 
1 
and 
Sibase = Sybase = S3hase = Swase (8. 12) 
By definition, 
S 
Nowe = 37 (8.13a) 
lbase 
Shas 
Lypase = (8.13b) 
2base 
S,, 
Totaie = ail (8.13c) 
3base 
It follows that 
N 
ere = x Lipase (8.14a) 
2 
N 
Laas = Ny labae (8.14b) 


Recall that a per-unit value is the actual value divided by its appropriate base. Therefore: 


Vie (N,/N,)V, (8.15a) 
Visas V, 


lbase 
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and 


or 


indicates per-unit values. Similarly, 


or 


Summarizing: 


Divide Eq. (8.9) by N, 


Now divide through by I),,... 


V, = (N,/ N, Vy, 
Vikgge (N,/N,) Virus 
Visa = Vie 
v, (N,/N,)V, 
Vikas (N,/N5) Vopase 
Vigna = 3pu 
Visi = Vins = Vow 


I, _(2/N Jb (NSN) -0 
Tibase Tibase Tioase 
I, (N,/N,)I, (N,/N,)I, 


Tibase (N,/N, )Iopac (N5/N, )Tspac 


Simplifying to 


I 


lpu 


+I 


+I 


2pu 


3pu = 


0 


(8.15b) 


(8.15c) 


(8.16a) 


(8.16b) 


(8.17) 


(8.18) 


Equations (8.17) and (8.18) suggest the basic scaled equivalent circuit, shown in Fig. 8.3. It is cum- 
bersome to carry the pu in the subscript past this point: no confusion should result, since all quantities 


will show units, including pu. 
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FIGURE 8.3 Single-phase ideal transformer. 


Example 2: 


The 3-winding single-phase transformer of Fig. 8.1 is rated at 13.8 kV/138kV/4.157 kV and 50 MVA/40 
MVA/10 MVA. Terminations are as followings: 


13.8 kV winding: 13.8 kV Source 
138 kV winding: 35 MVA load, pf = 0.866 lagging 
4.157 kV winding: 5 MVA load, pf = 0.866 leading 


Using S,,.. = 10 MVA, and voltage ratings as bases, 


(a) Draw the pu equivalent circuit. 
(b) Solve for the primary current, power, and power, and power factor. 


Solution: 


(a) See Fig. 8.4. 


(b,c) $= 39 3.5 pu S,=3.52+30° pu 


10 
ao 205 pu $,=0.5Z—30° pu 
3 19 3 
v,= 28 -10pu V,=V,=V,=1.020° pu 
13.8 
n-{¢ prsse-a0 pu 
2 
1,=| 52 + =0.52+30° pu 
V, 


All values in Per-Unit Equivalent Circuit: 


FIGURE 8.4 Per-unit circuit. 


1, =I, +1, =3.52-30°+0.52 + 30° =3.464—jl.5=3.7752Z-23.4° pu 
S, =V,1,* =3.7752+23.4° pu 


S, =3.775(10) = 37.75 MVA; pf = 0.9177 lagging 


10 
L237 =2736 A 
0.0138 
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Per-Unit Scaling Extended to Three-Phase Systems 


The extension to three-phase systems has been complicated to some extent by the use of traditional 
terminology and jargon, and a desire to normalize phase-to-phase and phase-to-neutral voltage simul- 
taneously. The problem with this practice is that it renders Kirchhoff’s voltage and current laws invalid 
in some circuits. Consider the general three-phase situation in Fig. 8.5, with all quantities in SI units. 


General General 
Source 


FIGURE 8.5 General three-phase system. 
Define the complex operator: 
a=12Z120° 


The system is said to be balanced, with sequence abc, if: 


on =a'V,, 
cn =a an 
and 
=a 
I_=al 
-I, =I, +1,+1,=0 
Likewise: 


Z Ven bn _— Le 
e oD. I, I. 
The equivalent delta element is: 
Z,=3Z, 
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To convert to per-unit, define the following bases: 


S3pbase = The three-phase apparent base at a specific location in a three-phase system, in VA. 


Vibase = Lhe line (phase-to-phase) rms voltage base at a specific location in a three-phase system, in V. 


From the above, define: 


Sue Ssh /3 


Vige™ Views j v3 


It follows that: 
Tate = Siva) Vice 


Lise = Vc Tee 
An example will be useful. 


Example 3: 


(8.19) 


(8.20) 


(8.21) 


(8.22) 


Consider a balanced three-phase 60 MVA 0.8 pf lagging load, sequence abc operating from a 13.8 kV 


(line voltage) bus. On bases of S3y,,.¢ = 100 MVA and Vij 5. = 13.8 kV: 


(a) Determine all bases. 


(b) Determine all voltages, currents, and impedances, in SI units and per-unit. 


Solution: 
Suis. 100 
(a) S,,,.=—@* = — = 33.33 MVA 
3 3 
V, 
V,., = ba = 19:8 7.967 kV 
\3 v3 
ae 
Tyne =P = 4.184 kA 
base Voase 
V, 
base = HE = 1.904. D 
Dass 
(b) V,, =7.96720° kV (1.000.20° pu) 


V,, = 7.967 Z-120° kV (1.000.2~120° pu) 


(24 


V,,, = 7.967 Z+120° kV (1.0002 +120° pu) 


S, 
S,=5, =S . . 20MVA_ (0.60 pu) 


c 


S,=$, =S,=16+jl2MVA (0.48 + j0.36 pu) 


a 


I -| S, J-2sio-aosra (0.6000. 2—36.9° pu) 


an 


© 2001 CRC Press LLC 


I, =2.5102-156.9°kA (0.6000.2—156.9° pu) 
I, =2.510283.1°kA —(0.6000.283.1° pu) 


Vv 
Zy = =3.174L + 36.9° = 2.539+ j1.904 Q (1.33+ j1.000 pu) 


a 


Z, =3Zy =7.618+ j5.713 Q (4+ )3 pu) 
Vip = Van — Vn =13.8230° kV (1.732.230° pu) 
V,. =13.82-90° kV (1.732Z-90° pu) 


ca 


V,, =13.8.2150° KV (1.732.2150° pu) 


Converting voltages and currents to symmetrical components: 


V, 1 1 1]fv,] Jokv (0 pu) 

V, =3|1 aa’ || V,, |=] 7.967Z0°kV (120° pu) 

V, iw all Vv. OkV (0 pu) 
I,=0kA (0 pu) 


| =2.5102-36.9° kA (0.6.2—36.9° pu) 
I, =0kA (0 pu) 


Inclusion of transformers demonstrates the advantages of per-unit scaling. 


* -_ = Load 


High Voltage Low Voltage 
(HV) Bus (LV) Bus 


ry oN 


FIGURE 8.6 A three-phase transformer situation. 


Example 4: 
A 3 240 kV inf 215 an transformer supplies a 13.8 kV 60 MVA pf = 0.8 lagging load, and is connected 
to a 230 kV source on the HV side, as shown in Fig. 8.6. 


(a) Determine all base values on both sides for S55,.¢ = 100 MVA. At the LV bus, Vy)... = 13.8 kV. 
(b) Draw the positive sequence circuit in per-unit, modeling the transformer as ideal. 
(c) Determine all currents and voltages in SI and per-unit. 
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Solution: 


(a) Base values on the LV side are the same as in Example 3. 
The turns ratio may be derived from the voltage ratings ratios: 


N, _ 240/43 = 
N, 15/3 


Vege cin = ~My sau = 16-00(7.967) = 127.5 kV 
Srase 33.33 
crs side can ~ ~ 0.1275 


=261.5A 


Results are presented in the following chart. 


Ssobase Vi base Shase Tass Vooase Loase 
Bus MVA kV MVA kA kV ohm 
LV 100 13.8 33.33 4.184 7.967 1.904 
HV 100 220.8 33.33 0.2615 127.5 487.5 
|= 0.60 236.9° 
+ 
170° 
Transformer 
FIGURE 8.7 Positive sequence circuit. 
7.967 Z0° 
(b) ee 7s eal 
60 
S,,=—=20MVA 
16 3 
20 
=— =0.6 pu 
Ww 33,33 


(c) All values determined in pu are valid on both sides of the transformer! To determine SI values on 
the HV side, use HV bases. For example: 


V,, = (120°127.5 = 127.5.20° kV 
V,, = (1.7322 30°)(127.5) = 220.8 230° kV 


I, = (0.6. 2-36.9°)(261.5) = 156.9 2-36.9° A 
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Example 5: 
Repeat the previous example using a 3 240 kV:15 kV rad A 


Solution: 
All results are the same as before. The reasoning is as follows. 


The voltage ratings are interpreted as line (phase-to-phase) values independent of connection (wye or 
delta). Therefore the turns ratio remains: 


As before: 


(Vv 


) aq, = 7.967 KV 
an /TV side 


(Vv =127.5kV 


an Jay side 


However, V,, is no longer in phase on both sides. This is a consequence of the transformer model, 
and not due to the scaling procedure. Whether this is important depends on the details of the analysis. 


Per-Unit Scaling Extended to a General Three-Phase System 
The ideas presented are extended to a three-phase system using the following procedure. 


1. Select a three-phase apparent power base (S54 pase)» Which is typically 1, 10, 100, or 1000 MVA. 
This base is valid at every bus in the system. 

2. Select a line voltage base (V, ,,,.), user defined, but usually the nominal rms line-to-line voltage 
at a user-defined bus (call this the “reference bus”). 

3. Compute 


Sy =(Ssoh pace) /3 (Valid at every bus) (8.23) 


4. At the reference bus: 


Vvaie = V, sess \3 (8.24) 
aie = Sida) Vode (8.25) 
Lisase = View) tay = om Se (8.26) 


5. To determine the bases at the remaining busses in the system, start at the reference bus, which we 
will call the “from” bus, and execute the following procedure: 


Trace a path to the next nearest bus, called the “to” bus. You reach the “to” bus by either passing 
over (1) a line, or (2) a transformer. 


(1) The “line” case: V,,_,,,. is the same at the “to” bus as it was at the “from” bus. Use Eqs. (8.2), 
(8.3), and (8.4) to compute the “to” bus bases. 


(2) The “transformer” case: Apply V, pas. at the “from” bus, and treat the transformer as ideal. 
Calculate the line voltage that appears at the “to” bus. This is now the new V, p,.. at the “to” 
bus. Use Egs. (8.2), (8.3), and (8.4) to compute the “to” bus bases. 
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Rename the bus at which you are located, the “from” bus. Repeat the above procedure until you 
have processed every bus in the system. 

6. We now have a set of bases for every bus in the system, which are to be used for every element 
terminated at that corresponding bus. Values are scaled according to: 


per-unit value = actual value/base value 


where actual value = the actual complex value of S, V, Z, or I, in SI units (VA, V, Q, A); base value = 
the (user-defined) base value (real) of S, V, Z, or I, in SI units (VA, V, Q, A); per-unit value = the 
per-unit complex value of S, V, Z, or I, in per-unit (dimensionless). 


Finally, the reader is advised that there are many scaling systems used in engineering analysis, and, in 
fact, several variations of per-unit scaling have been used in electric power engineering applications. There 
is no standard system to which everyone conforms in every detail. The key to successfully using any scaling 
procedure is to understand how all base values are selected at every location within the power system. If 
one receives data in per-unit, one must be in a position to convert all quantities to SI units. If this cannot 
be done, the analyst must return to the data source for clarification on what base values were used. 


8.2 Symmetrical Components for Power System Analysis 


Tim A. Haskew 


Modern power systems are three-phase systems that can be balanced or unbalanced and will have mutual 
coupling between the phases. In many instances, the analysis of these systems is performed using what is 
known as “per-phase analysis.” In this chapter, we will introduce a more generally applicable approach to 
system analysis know as “symmetrical components.” The concept of symmetrical components was first 
proposed for power system analysis by C.L. Fortescue in a classic paper devoted to consideration of the general 
N-phase case (1918). Since that time, various similar modal transformations (Brogan, 1974) have been applied 
to a variety of power type problems including rotating machinery (Krause, 1986; Kundur, 1994). 

The case for per-phase analysis can be made by considering the simple three-phase system illustrated 
in Fig. 8.8. The steady-state circuit response can be obtained by solution of the three loop equations 
presented in Eq. (8.27a) through (8.27c). By solving these loop equations for the three line currents, 
Eq. (8.28a) through (8.28a) are obtained. Now, if we assume completely balanced source operation (the 
impedances are defined to be balanced), then the line currents will also form a balanced three-phase set. 
Hence, their sum, and the neutral current, will be zero. As a result, the line current solutions are as 
presented in Eq. (8.29a) through (8.29c). 


V,-1,(R,+iXs)—I,(R, + iX,)-1,(R, + 5X, ) =0 (8.27a) 
V,-1,(R, + iXs)—1,(R, + iX,)-1,(R, + iX,) =0 (8.27b) 
V,-1,(R,+jX,)-I,(R, +5X,)—1,(R, + jX,) =0 (8.27c) 
I,= Yaa ty(R+%) (8.28a) 
* (R,+R,)+ i(X,+X,] 
L= VL (R,+i%) (8.28b) 
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FIGURE 8.9 Decoupled phases of the three-phase system. 


Tr V.-I, (R, + iX,) 
I — 
“ (R,+R,)+ i(X,+X,) 


(8.28c) 


(8.29a) 
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FIGURE 8.10 Mutually coupled series impedances. 


i V, 
= (R+R)+i(X+X,) (8.29b) 


- V 


. (R+R,)+i(X,+X,) 


(8.29c) 


The circuit synthesis of Eq. (8.29a) through (8.29c) is illustrated in Fig. 8.9. Particular notice should 
be taken of the fact the response of each phase is independent of the other two phases. Thus, only one 
phase need be solved, and three-phase symmetry may be applied to determine the solutions for the other 
phases. This solution technique is the per-phase analysis method. 

If one considers the introduction of an unbalanced source or mutual coupling between the phases in 
Fig. 8.8, then per-phase analysis will not result in three decoupled networks as shown in Fig. 8.9. In fact, 
in the general sense, no immediate circuit reduction is available without some form of reference frame 
transformation. The symmetrical component transformation represents such a transformation, which 
will enable decoupled analysis in the general case and single-phase analysis in the balanced case. 


Fundamental Definitions 


Voltage and Current Transformation 


To develop the symmetrical components, let us first consider an arbitrary (no assumptions on balance) 
three-phase set of voltages as defined in Eq. (8.30a) through (8.30c). Note that we could just as easily be 
considering current for the purposes at hand, but voltage was selected arbitrarily. Each voltage is defined 
by a magnitude and phase angle. Hence, we have six degrees of freedom to fully define this arbitrary 
voltage set. 


V.=V28, (8.30a) 
V,=V,20, (8.30b) 
V=V.20. (8.30c) 
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We can represent each of the three given voltages as the sum of three components as illustrated in 
Eq. (8.31a) through (8.31c). For now, we consider these components to be completely arbitrary except 
for their sum. The 0, 1, and 2 subscripts are used to denote the zero, positive, and negative sequence 
components of each phase voltage, respectively. Examination of Eq. (8.31la-c) reveals that 6 degrees of 
freedom exist on the left-hand side of the equations while 18 degrees of freedom exist on the right-hand 
side. Therefore, for the relationship between the voltages in the abc frame of reference and the voltages 
in the 012 frame of reference to be unique, we must constrain the right-hand side of Eq. (8.31). 


=V, +V, +V, (8.31a) 
i ig a (8.31b) 
V.=V. +V, +V. (8.31c) 


2 


We begin by forcing the ay, by, and cy voltages to have equal magnitude and phase. This is defined in 
Eq. (8.32). The zero sequence components of each phase voltage are all defined by a single magnitude 
and a single phase angle. Hence, the zero sequence components have been reduced from 6 degrees of 
freedom to 2. 


a ae =V,=V,29, (8.32) 

Second, we force the a,, b,, and c, voltages to form a balanced three-phase set with positive phase 

sequence. This is mathematically defined in Eq. (8.33a-c). This action reduces the degrees of freedom 
provided by the positive sequence components from 6 to 2. 


V, =V,=V, 20, (8.33a) 
V,, = V, Z(0, -120°) = V, «1 /-120° (8.33b) 
V, =V, Z(0, +120°) = V, 01 /4.120° (8.33c) 


And finally, we force the a, b,, and c, voltages to form a balanced three-phase set with negative phase 
sequence. This is mathematically defined in Eq. (8.34a-c). As in the case of the positive sequence com- 
ponents, the negative sequence components have been reduced from 6 to 2 degrees of freedom. 


V,, =V,=V, 20, (8.34a) 
V,, = V, Z(0, +120°) = V, #1 /+120° (8.34b) 
V., = V, Z(8, -120°) = V, «1 120° (8.34) 


Now, the right- and left-hand sides of Eq. (8.31a) through (8.31c) each have 6 degrees of freedom. 
Thus, the relationship between the symmetrical component voltages and the original phase voltages is 
unique. The final relationship is presented in Eq. (8.35a) through (8.35c). Note that the constant “a” has 
been defined as indicated in Eq. (8.36). 
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V_=V,+V,4V, (8.35a) 


0 


V,=V,+a’V +aV, (8.35b) 
V.=V,+aV.+a-V, (8.35c) 
@=12120° (8.36) 


Equation (8.35) is more easily written in matrix form, as indicated in Eq. (8.37) in both expanded 
and compact form. In Eq. (8.37), the [T] matrix is constant, and the inverse exists. Thus, the inverse 
transformation can be defined as indicated in Eq. (8.38). The over tilde (~) indicates a vector of complex 
numbers. 


Vt oe ate 

Vill. a ally, 

Vi jlo a @ ity, (8.37) 
Ving = [T Moe 

v, 1 1 dV, 

Viet a 2ily¥, 

—| 3 5 - 

V, te ae (8.38) 
te —7-1 ~ 

Von =(T| Vike 


Equations (8.39) and (8.40) define an identical transformation and inverse transformation for current. 


re es | 
I, =|1 a° a I, 
EV it @ 2 e (8.39) 
is aie 
1, tf © DHL 
Lie 4. oa @ 1, 
oT : 
if 1 a alll (8.40) 
my aw 
Top = [T] Tite 


Impedance Transformation 


In order to assess the impact of the symmetrical component transformation on systems impedances, we 
turn to Fig. 8.10. Note that the balanced case has been assumed. Kirchhoff’s Voltage Law for the circuit 
dictates equations Eq. (8.41a-c), which are written in matrix form in Eq. (8.42) and even more simply 
in Eq. (8.43). 
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a 


FIGURE 8.11 Three-phase wye-connected source. 


V, -V/= Pg i, + jX,, a + jX I. 


ca ¢ 


> v= IX, 


ab I, a Xu, i + KX, I, 


V. i V/= Xo I, + jX,,. I, + 5X... i, 


(a c 


V, Vy aa ab Be 
V, 7 Vy =X» Xy Xp. 
LA ve Xog Ki ang 


Vise Vi |Z | ee 


abe abe 


(8.41a) 


(8.41b) 


(8.41c) 


(8.42) 


(8.43) 


Multiplying both sides of Eq. (8.43) by [T]- yields Eq. (8.44). Then, substituting Eq. (8.38) and (8.39) 
into the result leads to the sequence equation presented in Eq. (8.45). The equation is written strictly in 
the 012 frame reference in Eq. (8.46) where the sequence impedance matrix is defined in Eq. (8.47). 


[FP] Ya [E] Vibe = ET] [Zac] 


abc 


Vis - ie 7 Gaal 
i Zi Zj Zen 
Zeal = |" [Z...|[T |= Z 19 2 2, 
Zy n 222 
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(8.44) 


(8.45) 


(8.46) 


(8.47) 


(a) (b) 


FIGURE 8.12 Three-phase impedance load model. 


Power Calculations 


The impact of the symmetrical components on the computation of complex power can be easily derived 
from the basic definition. Consider the source illustrated in Fig. 8.11. The three-phase complex power 
supplied by the source is defined in Eq. (8.48). The algebraic manipulation to Eq. (8.48) is presented, 


and the result in the sequence domain is presented in Eq. (8.49) in matrix form and in Eq. (8.50) in 
scalar form. 


S53, =V,E+V, ptV, Lev. ae (8.48) 


1 0 
= =3/0 1 
0 0 1 
Sse > BV ois Liss (8.49) 
5,4 =3{V, +, +¥, 5 (8.50) 


Note that the nature of the symmetrical component transformation is not one of power invariance, as 
indicated by the multiplicative factor of 3 in Eq. (8.50). However, this will prove useful in the analysis of 
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“ 277Z0°V + | 


Source Feeder | Load 


FIGURE 8.13 Power system for Example 1. 


balanced systems, which will be seen later. Power invariant transformations do exist as minor variations 
of the one defined herein. However, they are not typically employed, although the results are just as 
mathematically sound. 


System Load Representation 


System loads may be represented in the symmetrical components in a variety of ways, depending on the 
type of load model that is preferred. Consider first a general impedance type load. Such a load is illustrated 
in Fig. 8.12a. In this case, Eq. (8.43) applies with V/,, = 0 due to the solidly grounded Y connection. 
Therefore, the sequence impedances are still correctly defined by Eq. (8.47). As illustrated in Fig. 8.12a, 
the load has zero mutual coupling. Hence, the off-diagonal terms will be zero. However, mutual terms 
may be considered, as Eq. (8.47) is general in nature. This method can be applied for any shunt-connected 
impedances in the system. 

If the load is A-connected, then it should be converted to an equivalent Y-connection prior to the 
transformation (Irwin, 1996; Gross, 1986). In this case, the possibility of unbalanced mutual coupling 
will be excluded, which is practical in most cases. Then, the off-diagonal terms in Eq. (8.47) will be zero, 
and the sequence networks for the load will be decoupled. Special care should be taken that the zero 
sequence impedance will become infinite because the A-connection does not allow a path for a neutral 
current to flow, which is equivalent to not allowing a zero sequence current path as defined by the first 
row of matrix Eq. (8.40). A similar argument can be made for a Y-connection that is either ungrounded 
or grounded through an impedance, as indicated in Fig. 8.12b. In this case, the zero sequence impedance 
will be equal to the sum of the phase impedance and three times the neutral impedance, or, Zy) = Zy + 
3Z,. Notice should be taken that the neutral impedance can vary from zero to infinity. 

The representation of complex power load models will be left for the section on the application of 
balanced circuit reductions to the symmetrical component transformation. 
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TABLE 8.1 Summary of the Symmetrical Components in the General Case 


Transformation Equations 


Quantity abc > 012 012 => abc 
Vv, 1 1 qv, VJ fa or 1y, 
= 1 a — _ 
Vijqglt 4 a |lV, VjJ=|1 @ ally, 
Voltage V, 1 @ ally. Vi il oa a iv, 
~ =] me ~ —)~ 
Von = [T] abc Vate [Tou 
wi gle he I, A aes I, 
L\=3|) 4 a’ || I, rll) @ ail 
Current I, 1 @ aqt I) {toa why, 
‘eyes epee 
Typ = [T] ab abe [T] io. 
= ee) ae 
Impedance [Z.12] = [r] alg 


Power 


Summary of the Symmetrical Components in the General Three-Phase Case 


The general symmetrical component transformation process has been defined in this section. Table 8.1 
is a short form reference for the utilization of these procedures in the general case (i.e., no assumption 
of balanced conditions). Application of these relationships defined in Table 8.1 will enable the power 
system analyst to draw the zero, positive, and negative sequence networks for the system under study. 
These networks can then be analyzed in the 012 reference frame, and the results can be easily transformed 
back into the abc reference frame. 


Example 1: 
The power system illustrated in Fig. 8.13 is to be analyzed using the sequence networks. Find the following: 


(a) three line currents 
(b) line-to-neutral voltages at the load 
(c) three-phase complex power output of the source 


Solution: 
The sequence voltages are computed in Eq. (8.51). The sequence impedances for the feeder and the load 
are computed in Eqs. (8.52) and (8.53), respectively. The sequence networks are drawn in Fig. 8.14. 


Vv 1 1 1{f 25520° 8.82-171° 
V, =|! a@ a> |}250Z-120°|=| 267.123° |V (8.51) 
V, 1 a afl 2772130° | |24.02-37° 
jl j0.5 70.5 j2 0 0 
[Z.J=[F] }i05 2 jos|T]=|0 jos 0 Ja (8.52) 
jo5 j05 jl 0 0 70.5 
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- 882-172 V+ 


Zero Sequence 
Network 


Positive Sequence 
Network 


Negative Sequence: 


Network 
FIGURE 8.15 Balanced complex power load model. 
3+ jl 0 0 3+ il 0 0 
[Z.J=[T]] 0 3+ 0 |[r]=| 0 3+ 0 Jo (8.53) 
0 0 3+ 41 0 0 3+ 41 


The sequence currents are computed in Eq. (8.54a-c). In Eq. (8.55), the sequence currents and sequence 
load impedances are used to compute the zero, positive, and negative sequence load voltages. 


pate! arias a (8.54a) 
3+ j(1+2) 

po = ee a (8.54b) 
3+ j(1+0.5) 

I _ 24.0 Z —37 =72/-64° A (8.54c) 


* 3+ j(1+0.5) 
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vA 3+jl 0 0 2.12144° 
Vil=[Znalfo=| 9 3471 0 |]79.62-24° 
V; 0 0 3+ jl}| 7.22-64° 
(8.55) 
6.62162° 
=| 251.7Z-6°|V 
22.82 —46° 


The three line currents can be computed as illustrated in Eq. (8.56), and the line-to-neutral load voltages 
are computed in Eq. (8.57). The three-phase complex power output of the source is computed in Eq. (8.58). 


I,| Jl 1 14} 2.121449 83.22—27° 
I,|=|1 a a ||79.62-24° |=| 73.6 Z-147°| A (8.56) 
I) {1 @ a |) 7.22-64° 82.7 202° 
V.| jl 1 1d} 6.621629 263.02-9° 
V,|=|1 a a |} 251.7Z-6°|=| 232.72Z-129°|V (8.57) 
V.| |l @ a }|22.82-46°| | 261.5.2120° 


Sy =3{V, 1g +V, 1 + V1; | =57.3+ 729.2 kVA (8.58) 


Reduction to the Balanced Case 


When the power system under analysis is operating under balanced conditions, the symmetrical com- 
ponents allow one to perform analysis on a single-phase network in a manner similar to per-phase 
analysis, even when mutual coupling is present. The details of the method are presented in this section. 


Balanced Voltages and Currents 


Consider a balanced three-phase source operating with positive phase sequence. The voltages are defined 
below in Eq. (8.59). Upon computation of Eq. (8.38), one discovers that the sequence voltages that result 
are those shown in Eq. (8.60). 


V 20, 
Vise =| V,2(8,-120°) (8.59) 
V, Z(8, + 120°) 
0 
(i V, 28, (8.60) 
0 


In Eq. (8.61), a source is defined with negative phase sequence. The sequence voltages for this case are 
presented in Eq. (8.62). 
V_ 20, 
Vine = V, Z(0, +120°) (8.61) 


v, (8, -120°) 
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=| (8.62) 
V, 20, 


These results are particularly interesting. For a balanced source with positive phase sequence, only the 
positive sequence voltage is non-zero, and its value is the a-phase line-to-neutral voltage. Similarly, for 
a balanced source with negative phase sequence, the negative sequence voltage is the only non-zero 
voltage, and it is also equal to the a-phase line-to-neutral voltage. Identical results can be shown for 
positive and negative phase sequence currents. 


Balanced Impedances 


In the balanced case, Eq. (8.42) is valid, but Eq. (8.63a-b) apply. Thus, evaluation of Eq. (8.47) results in 
the closed form expression of Eq. (8.64a). Equation (8.64b) extends the result of Eq. (8.64a) to impedance 
rather than just reactance. 


Pei a Xin a Xe = X, (8.63a) 
Xi» = Xi. = X., 7 Ko (8.63b) 
X,+2X,, 0) 
-1 
us| = [T| Zale) a 0 x, = As 
0 0 x, = Xin 
(8.64a) 
Zo 0 0 
= 0 11 0 
0 0 Z, 
Z,+2Z,, 0 0 Zig © 9 
[Zo2]= 0 i Z y O: =| 0 Z, 0 (8.64b) 
0 0 Z, = Lig 0 0 Zy) 


Balanced Power Calculations 


In the balanced case, Eq. (8.58) is still valid. However, in the case of positive phase sequence operation, 
the zero and negative sequence voltages and currents are zero. Hence, Eq. (8.65) results. In the case of 
negative phase sequence operation, the zero and positive sequence voltages and currents are zero. This 
results in Eq. (8.66). 


(8.65) 
=39,1'=39, 1, 
5,,=31 1 +V, 1+, 0 ae 
= 3,1) =30,7, 
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Examination of Eqs. (8.65) and (8.66) reveals that the nature of complex power calculations in the 
sequence networks is identical to that performed using per-phase analysis (i.e., the factor of 3 is present). 
This feature of the symmetrical component transformation defined herein is the primary reason that 
power invariance is not desired. 


Balanced System Loads 


When the system loads are balanced, the sequence network representation is rather straightforward. We 
shall first consider the impedance load model by referring to Fig. 8.12a, imposing balanced impedances, 
and allowing for consideration of a neutral impedance, as illustrated in Fig. 8.12b. Balanced conditions 
are enforced by Eq. (8.67a-b). In this case, the reduction is based on Eq. (8.64). The result is presented 
in Eq. (8.68). Special notice should be taken that the mutual terms may be zero, as indicated on the 
figure, but have been included for completeness in the mathematical development. 


237, S72 22 (8.67a) 
aa bb cc s 
Ag = Lic = Lg = Ly (8.67b) 
Z.+2Z,+3Z, 0 0 Zy Oo 
Zoal= 0 Z,-Z, 0 |=|0 Z, 0 (8.68) 
0 oe ZZ.) 10 & 2 


The balanced complex power load model is illustrated in Fig. 8.15. The transformation into the 
sequence networks is actually defined by the results presented in Eqs. (8.65) and (8.66). In positive phase 
sequence systems, the zero and negative sequence load representations absorb zero complex power; in 
negative phase sequence systems, the zero and positive sequence load representations absorb zero complex 
power. Hence, the zero complex power sequence loads are represented as short-circuits, thus forcing the 
sequence voltages to zero. The non-zero sequence complex power load turns out to be equal to the single- 
phase load complex power. This is defined for positive phase sequence systems in Eq. (8.69) and for 
negative phase sequence systems in Eq. (8.70). 


S=Si (8.69) 
a5; (8.70) 
Bus 1 Z. = j6Q Bus 2 Z, = j6Q Bus 3 
Zn = j2Q 
Zy = 166 + j55Q Zy = 140 + j105Q Z, = 675+ j0Q 


Z...='720Q 


FIGURE 8.16 Balanced power system for Example 2. 
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TABLE 8.2 Summary of the Symmetrical Components in the Balanced Case 


Transformation Equations 


Quantity abc > 012 012 = abc 
Voltage Positive Phase Sequence: Positive Phase Sequence: 
Vo Vv.) fo] [¥. Mt 
= —4-1) — = — = = 45 
Vi I=[F] )% |=1% Ve \=[T IY |=], 
V, V. 0 | Vi Vv, a 1 
Negative Phase Sequence: Negative Phase Sequence: 
Vo Vv.) [0] [Y. %| | % 
_ -1| — a — a 
V.\=[T] |% |=] 9 V,\=[7]]% |=] a¥. 
V, ANA v| |v lav, 
Current Positive Phase Sequence: Positive Phase Sequence: 
a) af] [° A] fa] fa 
ALT] yh eth Ke LTy A ye 
I, T.| [0 ; i al, | 
Negative Phase Sequence: Negative Phase Sequence: 
2) cafe. fe) afte} | A 
I =[T] I, |=| 0 i -[T] i, |=| a1, 
L, I, LZ, I, L, a’, 
Z,+2Z,,+3Z, 0 0 
= —y-lr— = _ _ 
Impedance Zealair | [ZesellT |= 9 Z,-Z,, 0 
0 0 = 7, 
Vea 
ae 3V, I, positive ph. se 
ne re lc en i ier 
; “* 3V, 1, negative ph. seq. 


Summary of Symmetrical Components in the Balanced Case 


The general application of symmetrical components to balanced three-phase power systems has been 
presented in this section. The results are summarized in a quick reference form in Table 8.2. At this point, 
however, power transformers have been omitted from consideration. This will be rectified in the next 
few sections. 


Example 2: 


Consider the balanced system illustrated by the one-line diagram in Fig. 8.16. Determine the line voltage 
magnitudes at buses 2 and 3 if the line voltage magnitude at bus 1 is 12.47 kV. We will assume positive 
phase sequence operation of the source. Also, draw the zero sequence network. 


Solution: 

The two feeders are identical, and the zero and positive sequence impedances are computed in Eqs. (8.71a) 
and (8.71b), respectively. The zero and positive sequence impedances for the loads at buses 1 and 2 are 
computed in Eq. (8.72a-b) through (8.73a-b), respectively. The A-connected load at bus 3 is converted 
to an equivalent Y-connection in Eq. (8.74a), and the zero and positive sequence impedances for the load 
are computed in Eq. (8.74b) and (8.74c), respectively. 


=Z,+2Z,, = j6+2(j2)= j10Q (8.71a) 


00 feeder 
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Zitea, = Zs 2m = J6-j2= j4Q 


1 feeder 


Z 


005181 


=Z,+2Z,,+3Z, 


= (166+ j55) +2(0)+3(j20) = 166+ j115Q 


=Z,-Z,, =(166+ j55)-0=166 + j55Q 


Z =Z,+2Z,,+3Z, 


Lyus2 Ss mo 


=(140+ j105) +2(0)+3(0)=140+ j105Q 


(140+ j105)—0 = 140+ j105Q 


= 225+ j0Q 


= 
Yous3 


5 24 675+ j0 
3 


Z, 


054s 


= Z,+2Z,,+3Z,, = (225+ j0)+2(0)+3(e0) 2 


Z, .=Z,-Z 


m 


(225+ j0)-0=225+ j0Q 


Mpus3 


(8.71b) 


(8.72a) 


(8.72b) 


(8.73a) 


(8.73b) 


(8.74a) 


(8.74b) 


(8.74c) 


The zero and positive sequence networks for the system are provided in Figs. 8.17a and b. Note in the 
zero sequence network, that the voltage at bus 1 has been forced to zero by imposing a short-circuit to 
reference. For analysis, since the system is balanced, we need only concern ourselves with the positive 
sequence network. The source voltage at bus 1 is assumed to be the reference with a 0° phase angle. Note 
that the source voltage magnitude is the line-to-neutral voltage magnitude at bus 1. The positive sequence 
voltage at bus 2 can be found using the voltage divider, as shown in Eq. (8.75). Note here that the subscript 
numbers on the voltages denote the bus, not the sequence network. We assume that all voltages are in 
the positive sequence network. Again using the voltage divider, the positive sequence voltage at bus 3 can 
be found, as shown in Eq. (8.76). The requested line voltage magnitudes at buses 2 and 3 can be computed 
from the positive sequence voltages as shown in Eq. (8.77a-b). 


V, =7200.20° 
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{(140+ j105) / /(225+ j4)} 
j4+{(140+ j105)//(225+ j4)} 


v= 7095.9 2—2° 2 _ =7094.82-3°V 
225 


+74 


V,, = \3|¥4|= v3 (7095.9) = 12,290.5V 


V,, = \3(V,|= V3 (7094.8) = 12,288.6V 


= 7095.9 Z—2°V 


(8.75) 


(8.76) 


(8.77a) 


(8.77b) 


a 
166 + j115Q 140 + j105Q 


(a) 
7 7 
| 
166 + j15Q 140+ j105Q 


720020°V 


(b) 


FIGURE 8.17 (a) Zero and (b) positive sequence networks for Example 2. 


Sequence Network Representation in Per-Unit 


The foregoing development has been based on the inherent assumption that all parameters and variables 
were expressed in SI units. Quite often, large-scale power system analyses and computations are performed 
in the per-unit system of measurement (Gross, 1986; Grainger and Stevenson, 1994; Glover and Sarma, 
1989). Thus, we must address the impact of per-unit scaling on the sequence networks. Such a conversion 
is rather straightforward because of the similarity between the positive or negative sequence network and 
the a-phase network used in per-phase analysis (the reader is cautioned not to confuse the concepts of 
per-phase analysis and per-unit scaling). The appropriate bases are the same for each sequence network, 
and they are defined in Table 8.3. Note that the additional subscript “pu” has been added to denote a 
variable in per-unit; variables in SI units do not carry the additional subscripts. 


Power Transformers 


For the consideration of transformers and transformer banks, we will limit ourselves to working in the 
per-unit system. Thus, the ideal transformer in the transformer equivalent circuit can be neglected in 
the nominal case. The equivalent impedance of a transformer, whether it be single-phase or three-phase, 
is typically provided on the nameplate in percent, or test data may be available to compute equivalent 
winding and shunt branch impedances. Developing the sequence networks for these devices is not terribly 
complicated, but does require attention to detail in the zero sequence case. Of primary importance is 
the type of connection on each side of the transformer or bank. 

The general forms of the per-unit sequence networks for the transformer are shown in Fig. 8.18. Notice 
should be taken that each transformer winding’s impedance and the shunt branch impedance are all 
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TABLE 8.3 Per-Unit Scaling of Sequence Network Parameters 


Scaling Relationship 


Quantity Base Value Zero Sequence _ Positive Sequence = Negative Sequence 
Voltage Line-to-Neutral Voltage Base: = => > 
ee yoo ee: 
nn low 2 ou 
LN ia IN pas IN pa 
Current Line Current Base: i I I 
T it} r 1 T 2 
S Lo, = I qh = I L, = I 
I rs — Rint Lase Lbase Lyase 
= V 3 V seu 
Impedance ia remiss — Z. z rae ae a. 
Ze “= Lise 4... = fe sc Zy,, 
Yyase 
Sec 
Complex Power —_ Single-Phase Apparent Power Base: 5 5 
S. =—* =—* 
= thas se 
1® pase 3 is ee 
1 ee ” 2 2 
oe Z winding2 o—e 


(a) 


Z winding | Z winding 2 Z winding | Z winding2 


(b) (c) 
FIGURE 8.18 (a) Zero, (b) positive, and (c) negative sequence transformer networks. 


modeled in the circuits. The sequence networks are of the presented form whether a three-phase trans- 
former or a bank of three single-phase transformers is under consideration. Note that the positive and 
negative sequence networks are identical, and the zero sequence network requires some discussion. The 
“i primed” terminals in the zero sequence network are terminated based on the type of connection that 
is employed for winding i. Details of the termination are presented in Table 8.4. 

We must turn our attention to the calculation of the various impedances in the sequence networks as 
a function of the individual transformer impedances. The zero, positive, and negative sequence imped- 
ances are all equal for any transformer winding. Furthermore, the sequence impedances for any trans- 
former winding are equal to the winding impedance expressed in per-unit on the system (not device) 
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TABLE 8.4 Power Transformer Zero Sequence Terminations. 


Terminals Schematic Representation 
i a Vi 
Leave i’ and i”’ e—e Z 
e Rest of 
unconnected. 
Network 


Winding “i” 
! Connection 


Short i’ to i’’. 


e Rest of 
-) Network 


Connect i’ to i’ 
through 3Z,,. 


n e Rest of 
i) Network 


Short i’’ to 


reference. Rest of 


Network 


ratings. This is independent of the winding connection (Y or A), because of the per-unit scaling. If the 
sequence networks are to be drawn in SI units, then the sequence impedances for a A connection would 
be 1/3 of the transformer winding impedance. In the case of a three-phase transformer, where the phases 
may share a common magnetic path, the zero sequence impedance will be different from the positive 
and negative sequence impedances (Gross, 1986; Blackburn, 1993). 

In many cases, a single equivalent impedance is provided on a transformer nameplate. Utilization of 
this value as a single impedance for the circuit model requires neglecting the shunt branch impedance, 
which is often justified. If open-circuit test data is not available, or just for the sake of simplicity, the 
shunt branch of the transformers may be neglected. This leads to the sequence networks illustrated in 
Fig. 8.19. Here again, care must be taken to place the equivalent transformer impedance in per-unit on 
the appropriate system bases. Derivation of the equivalent transformer impedance is most appropriately 
performed in a study focused on power transformers (Gross, 1986; Blackburn, 1993). 


Example 3: 


Consider the simple power system, operating with positive phase sequence, described by the one-line 
diagram presented in Fig. 8.20. Compute the line voltage at bus 1, and draw the zero sequence network. 


Solution: 

We begin by selecting system bases. For simplicity, we choose the system bases to be equal to the 
transformer ratings. In other words, the system apparent power base is chosen as 750 kVA (three times 
the single-phase transformer kVA rating), and the line voltage bases at buses 1 and 2 are chosen as 
12,470 V (delta side) and 480 V (Y side), respectively. Thus, the transformer impedance provided for the 
transformer is unaltered when converted to the system bases, as illustrated in Eq. (8.78). 
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FIGURE 8.19 Reduced (a) zero, (b) positive, and (c) Negative sequence transformer networks. 


Bus 1 Bus 2 


660 kVA 
0.88 pf lagging 
480 V 


A Yi 


3-1 Transformers ~ 
250 kVA 
12,470V/277V 


Z, = j5% 


FIGURE 8.20 Power system with a transformer for Example 3. 


77 ] 
Z, = (0.05) “Hamtomtee = (;0,08)$250% 1) in.95 (8.78) 


f oipe.. 480° 
750 x 10° 


Since balanced conditions are enforced, the load is a non-zero complex power in only the positive 
sequence network. The positive sequence load value is the single-phase load complex power. In per-unit, 
the three-phase and single-phase complex powers are equal, as indicated in Eq. (8.79). 


lou 10 54 39 pu S 750 


39 base 


= 0.88 7 28.4° (8.79) 
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FIGURE 8.21 Zero sequence network for Example 3. 


S =0.88228.4° 


FIGURE 8.22 Positive sequence network for Example 3. 


The positive sequence load voltage is the a-phase line-to-neutral voltage at bus 2. If we assume this to 
be the reference voltage with a zero degree phase angle, then we get 277 Z 0°V. In per-unit, this corre- 
sponds to unity voltage. 

The zero and positive sequence networks are provided in Figs. 8.21 and 8.22, respectively. The line 
voltage at bus 1 is found by solution of the positive sequence network. The load current is computed 
from the load voltage and complex power in Eq. (8.80). The positive sequence per-unit voltage at bus 1 
is computed in Eq. (8.81). The line voltage at bus 1 is computed from the bus 1 positive sequence voltage 
in Eq. (8.82). The positive sequence voltage magnitude at bus 1 is the per-unit line-to-neutral voltage 
magnitude at bus 1. In per-unit, the line and line-to-neutral voltages are equal. Thus, multiplying the 
per-unit positive sequence voltage magnitude at bus 1 by the line voltage base at bus 1 produces the line 
voltage at bus 1. 


pa| SEAR 08a ees (8.80) 
1Z0° 
V,_ =120°+(0.88 2-28.4°)( j0.05) = 1.02.22.2° (8.81) 
sh 
V,=VV,,, Vj, (bush) = 1.02(12,470) = 12,719V (8.82) 
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8.3. Power Flow Analysis 


L. L. Grigsby and Andrew Hanson 


The equivalent circuit parameters of many power system components are described in other sections of 
this handbook. The interconnection of the different elements allows development of an overall power 
system model. The system model provides the basis for computational simulation of the system perfor- 
mance under a wide variety of projected operating conditions. Additionally, “post mortem” studies, 
performed after system disturbances or equipment failures, often provide valuable insight into contrib- 
uting system conditions. This section discusses one such computational simulation, the power flow 
analysis. 

Power systems typically operate under slowly changing conditions which can be analyzed using steady 
state analysis. Further, transmission systems operate under balanced or near balanced conditions allowing 
per-phase analysis to be used with a high degree of confidence in the solution. Power flow analysis 
computationally models these conditions and provides the starting point for most other analyses. For 
example, the small signal and transient stability effects of a given disturbance are dramatically affected 
by the “pre-disturbance” operating conditions of the power system. (A disturbance resulting in instability 
under heavily loaded system conditions may not have any adverse effects under lightly loaded conditions.) 
Additionally, fault analysis and transient analysis can also be impacted by the “pre-disturbance” operating 
point of a power system (although, they are usually affected much less than transient stability and small 
signal stability analysis). 


The Power Flow Problem 


Power flow analysis is fundamental to the study of power systems forming the basis for other anlayses. 
Power flow analyses play a key role in the planning of additions or expansions to transmission and 
generation facilities as well as establishing the starting point for many other types of power system 
analyses. In addition, power flow analysis and many of its extensions are an essential ingredient of the 
studies performed in power system operations. In this latter case, it is at the heart of contingency analysis 
and the implementation of real-time monitoring systems. 

The power flow problem (also known as the load flow problem) can be stated as follows: 


For a given power network, with known complex power loads and some set of specifications or 
restrictions on power generations and voltages, solve for any unknown bus voltages and unspecified 
generation and finally for the complex power flow in the network components. 


Additionally, the losses in individual components and the total network as a whole are usually calculated. 
Furthermore, the system is often checked for component overloads and voltages outside allowable 
tolerances. 

This section addresses power flow computations for balanced networks (typically applicable to trans- 
mission voltage level systems). Positive sequence network components are used for the problem formu- 
lation presented here. In the solution of the power flow problem, the network element values are almost 
always taken to be in per-unit. Likewise, the calculations within the power flow analysis are typically in 
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FIGURE 8.23 The one-line diagram of a power system. 


per-unit. However, the solution is usually expressed in a mixed format. Solution voltages are usually 
expressed in per-unit; powers are most often given with kVA or MVA. 

The “given network” may be in the form of a system map and accompanying data tables for the network 
components. More often, however, the network structure is given in the form of a one-line diagram (such 
as shown in Fig. 8.23). 

Regardless of the form of the given network and how the network data is given, the steps to be followed 
in a power flow study can be summarized as follows: 


Determine element values for passive network components. 
Determine locations and values of all complex power loads. 
Determine generation specifications and constraints. 

Develop a mathematical model describing power flow in the network. 
Solve for the voltage profile of the network. 

Solve for the power flows and losses in the network. 

Check for constraint violations. 


a Oy One ob 


Formulation of the Bus Admittance Matrix 


The first step in developing the mathematical model describing the power flow in the network is the 
formulation of the bus admittance matrix. The bus admittance matrix is an nxn matrix (where n is the 
number of buses in the system) constructed from the admittances of the equivalent circuit elements of 
the segments making up the power system. Most system segments are represented by a combination of 
shunt elements (connected between a bus and the reference node) and series elements (connected between 
two system buses). Formulation of the bus admittance matrix follows two simple rules: 


1. The admittance of elements connected between node k and reference is added to the (k, k) entry 
of the admittance matrix. 

2. The admittance of elements connected between nodes j and k is added to the (j, j) and (k, k) 
entries of the admittance matrix. The negative of the admittance is added to the (j, k) and (k, j) 
entries of the admittance matrix. 
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FIGURE 8.24 Off nominal turns ratio transformer. 


Off nominal transformers (transformers with transformation ratios different from the system voltage 
bases at the terminals) present some special difficulties. Figure 8.24 shows a representation of an off 
nominal turns ratio transformer. 

The admittance matrix base mathematical model of an isolated off nominal transformer is: 


ia y ~cY, |[ Vv. 
jf=} Sy Sy (8.83) 
I.) |-<Y, ¢ YY, 


where Y, is the equivalent series admittance (refered to node j) 
c is the complex (off nominal) turns ratio 
I, is the current injected at node j 


V; is the voltage at node j (with respect to reference) 


Off nominal transformers are added to the bus admittance matrix by adding the corresponding entry of 
the isolated off nominal transformer admittance matrix to the system bus admittance matrix. 


Formulation of the Power Flow Equations 


Considerable insight into the power flow problem and its properties and characteristics can be obtained 
by consideration of a simple example before proceeding to a general formulation of the problem. This 
simple case will also serve to establish some notation. 

A conceptual representation of a one-line diagram for a four bus power system is shown in Fig. 8.25. 
For generality, we have shown a generator and a load connected to each bus. The following notation 
applies: 


Sc; = Complex complex power flow into bus 1 from the generator 


Sp: = Complex complex power flow into the load from bus 1 


Comparable quantities for the complex power generations and loads are obvious for each of the three 
other buses. 

The positive sequence network for the power system represented by the one line diagram of Fig. 8.25 
is shown in Fig. 8.26. The boxes symbolize the combination of generation and load. Network texts refer 
to this network as a five-node network. (The balanced nature of the system allows analysis using only 
the positive sequence network, reducing each three phase bus to a single node. The reference or ground 
represents the fifth node.) However, in power systems literature it is usually referred to as a four-bus 
network or power system. 
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FIGURE 8.25 Conceptual one-line diagram of a four-bus power system 
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FIGURE 8.26 Positive sequence network for the system of Fig. 8.25. 


For the network of Fig. 8.26, we define the following additional notation: 
S, = Sg, — Sp; = Net complex power injected at bus 1 
I, = Net positive sequence phasor current injected at bus 1 


V, = Positive sequence phasor voltage at bus 1 


© 2001 CRC Press LLC 


The standard node voltage equations for the network can be written in terms of the quantities at bus 1 
(defined above) and comparable quantities at the other buses. 


L=Y,V,+Y,V,+Y,,V,+¥,V, (8.84) 
L=Y,V,+Y,V,+Y¥3V;+Y,,V, (8.85) 
1, = Y,,V, + Ya, V, + Yy,V3 + Y5,V4 (8.86) 
L,=Y,,V,+Y,V,+Y3V;+YV, (8.87) 


The admittances in Eqs. (8.84)—(8.87), are the ij entries of the bus admittance matrix for the power 
system. The unknown voltages could be found using linear algebra if the four currents I,...1, were known. 
However, these currents are not known. Rather, something is known about the complex power and 
voltage at each bus. The complex power injected into bus k of the power system is defined by the 
relationship between complex power, voltage, and current given by Eq. (8.88). 


S, = Vq I (8.88) 
Therefore, 
1 - Scx Spx (8.89) 
vy CV; 


By substituting this result into the nodal equations and rearranging, the basic power flow equations for 
the four-bus system are given as Eqs. (8.90)—(8.93). 


So, - Sm = Vi 1¥.,V, + YnVo + ¥5V3 + YuVal (8.90) 
Soe —Soo= Vel Yani Yon Va 4 Yu Vat DV, | (8.91) 
$2,-S2,= VaLYnV, +Y,,V, +Y,,V,+ Yu, | (8.92) 
S24-So4= Vil%a¥, +Y,,V, +Y,,V,+ a (8.93) 


Examination of Eqs. (8.90)—(8.93) reveals that unless the generation equals the load at every bus, the 
complex power outputs of the generators cannot be arbitrarily selected. In fact, the complex power output 
of at least one of the generators must be calculated last since it must take up the unknown “slack” due 
to the, as yet uncalculated network losses. Further, losses cannot be calculated until the voltages are 
known. These observations are a result of the principle of conservation of complex power. (i.e., the sum 
of the injected complex powers at the four system buses is equal to the system complex power losses.) 

Further examination of Eqs. (8.90)—(8.93) indicates that it is not possible to solve these equations for 
the absolute phase angles of the phasor voltages. This simply means that the problem can only be solved 
to some arbitrary phase angle reference. 

In order to alleviate the dilemma outlined above, suppose S,, is arbitrarily allowed to float or swing 
(in order to take up the necessary slack caused by the losses) and that S,,, Sc), and S,; are specified 
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(other cases will be considered shortly). Now, with the loads known, Eqs. (8.89)—(8.92) are seen as four 
simultaneous nonlinear equations with complex coefficients in five unknowns V,, V,, V3, V,,and Seq. 

The problem of too many unknowns (which would result in an infinite number of solutions) is solved 
by specifying another variable. Designating bus 4 as the slack bus and specifying the voltage V, reduces 
the problem to four equations in four unknowns. The slack bus is chosen as the phase reference for all 
phasor calculations, its magnitude is constrained, and the complex power generation at this bus is free 
to take up the slack necessary in order to account for the system real and reactive power losses. 

The specification of the voltage V,, decouples Eq. (8.93) from Eqs. (8.90)—(8.92), allowing calculation 
of the slack bus complex power after solving the remaining equations. (This property carries over to 
larger systems with any number of buses.) The example problem is reduced to solving only three equations 
simultaneously for the unknowns V,, V,, and V;. Similarly, for the case of n buses, it is necessary to 
solve n — 1 simultaneous, complex coefficient, nonlinear equations. 

Systems of nonlinear equations, such as Eqs. (8.90)—(8.92), cannot (except in rare cases) be solved by 
closed-form techniques. Direct simulation was used extensively for many years; however, essentially all 
power flow analyses today are performed using iterative techniques on digital computers. 


Bus Classifications 
There are four quantities of interest associated with each bus: 


1. Real Power, P 

2. Reactive Power, Q 

3. Voltage Magnitude, V 
4. Voltage Angle, 5 


At every bus of the system, two of these four quantities will be specified and the remaining two will be 
unknowns. Each of the system buses may be classified in accordance with which of the two quantities 
are specified. The following classifications are typical: 

Slack Bus — The slack bus for the system is a single bus for which the voltage magnitude and angle 
are specified. The real and reactive power are unknowns. The bus selected as the slack bus must have a 
source of both real and reactive power, since the injected power at this bus must “swing” to take up the 
“slack” in the solution. The best choice for the slack bus (since, in most power systems, many buses have 
real and reactive power sources) requires experience with the particular system under study. The behavior 
of the solution is often influenced by the bus chosen. (In the earlier discussion, the last bus was selected 
as the slack bus for convenience.) 

Load Bus (P-Q Bus) — A load bus is defined as any bus of the system for which the real and reactive 
power are specified. Load buses may contain generators with specified real and reactive power outputs; 
however, it is often convenient to designate any bus with specified injected complex power as a load bus. 

Voltage Controlled Bus (P-V Bus) — Any bus for which the voltage magnitude and the injected real 
power are specified is classified as a voltage controlled (or P-V) bus. The injected reactive power is a 
variable (with specified upper and lower bounds) in the power flow analysis. (A P-V bus must have a 
variable source of reactive power such as a generator.) 

In all realistic cases, the voltage magnitude is specified at generator buses to take advantage of the 
generator’s reactive power capability. Specifying the voltage magnitude at a generator bus requires a 
variable specified in the simple analysis discussed earlier to become an unknown (in order to bring the 
number of unknowns back into correspondence with the number of equations). Normally, the reactive 
power injected by the generator becomes a variable, leaving the real power and voltage magnitude as the 
specified quantities at the generator bus. 

It was noted earlier that Eq. (8.93) is decoupled, and only Eqs. (8.90)—(8.92) need be solved simulta- 
neously. Although not immediately apparent, specifying the voltage magnitude at a bus and treating the 
bus reactive power injection as a variable results in retention of, effectively, the same number of complex 
unknowns. For example, if the voltage magnitude of bus 1 of the earlier four-bus system is specified and 
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the reactive power injection at bus 1 becomes a variable, Eqs. (8.90)—(8.92) again effectively have three 
complex unknowns. (The phasor voltages V, and V, at buses 2 and 3 are two complex unknowns and 
the angle 5, of the voltage at bus 1 plus the reactive power generation Q,, at bus 1 result in the equivalent 
of a third complex unknown.) 

Bus 1 is called a voltage controlled bus since it is apparent that the reactive power generation at bus 1 
is being used to control the voltage magnitude. Typically, all generator buses are treated as voltage 
controlled buses. 


Generalized Power Flow Development 


The more general (n-bus) case is developed by extending the results of the simple four-bus example. 
Consider the case of an n-bus system and the corresponding n+1 node positive sequence network. Assume 
that the buses are numbered such that the slack bus is numbered last. Direct extension of the earlier 
equations (writing the node voltage equations and making the same substitutions as in the four-bus case) 
yields the basic power flow equations in the general form. 


The Basic Power Flow Equations (PFE) 
S. =—=j0,= Ve a 
i=l (8.94) 
for k=1, 2, 3,...,n-1 
and 


n 


P=j0.=V, > Y.V, (8.95) 


n ni 


i=l 


Equation (8.95) is the equation for the slack bus. Eq. (8.94) represents n-1 simultaneous equations in 
n-1 complex unknowns if all buses (other than the slack bus) are classified as load buses. Thus, given a 
set of specified loads, the problem is to solve Eq. (8.94) for the n-1 complex phasor voltages at the 
remaining buses. Once the bus voltages are known, Eq. (8.95) can be used to calculate the slack bus power. 

Bus j is normally treated as a P-V bus if it has a directly connected generator. The unknowns at bus j 
are then the reactive generation Qg and 6; because the voltage magnitude, V;; and the real power 
generation, P,;, have been specified. 

The next step in the analysis is to solve Eq. (8.94) for the bus voltages using some iterative method. 
Once the bus voltages have been found, the complex power flows and complex power losses in all of the 
network components are calculated. 


Solution Methods 


The solution of the simultaneous nonlinear power flow equations requires the use of iterative techniques 
for even the simplest power systems. Although there are many methods for solving nonlinear equations, 
only two methods are discussed here. 


The Newton-Raphson Method 
The Newton-Raphson algorithm has been applied in the solution of nonlinear equations in many fields. 
The algorithm will be developed using a general set of two equations (for simplicity). The results are 
easily extended to an arbitrary number of equations. 

A set of two nonlinear equations are shown in Eqs. (8.96) and (8.97). 
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(8.96) 


its; | = k, 
bie Jak (8.97) 


Now, if x, and x, are inexact solution estimates and Ax, and Ax, are the corrections to the 
estimates to achieve an exact solution, Eqs. (8.96) and (8.97) can be rewritten as: 


ee + Ax), (4 ax!) =k, (8.98) 
ay + Ax), (4 ax(")) =k, (8.99) 


Expanding Eqs. (8.98) and (8.99) in a Taylor series about the estimate yields: 


0 
f & x) 4 o. Axl") + < Ax) +hot.=k, (8.100) 
1 


() 
i(s0),x0)s af dl) 4 6 


1 
Xx, Ox, 


(0) 
Ax) +ho.t.=k, (8.101) 


where the superscript (0) on the partial derivatives indicates evaluation of the partial derivatives at the 
initial estimate, and h.o.t. indicates the higher order terms. 

Neglecting the higher order terms (an acceptable approximation if Ax, and Ax, are small), 
Egs. (8.100) and (8.101) can be rearranged and written in matrix form: 


(0) 
of, of, ate 
dx} x, |} ax”) k-8(x\"x1)} (8.102) 
at ar, fla} -6(?.20) | 
Ox) Ox, 


The matrix of partial derivatives in Eq. (8.102) is known as the Jacobian matrix and is evaluated at the 
initial estimate. Multiplying each side of Eq. (8.102) by the inverse of the Jacobian yields an approximation 
of the required correction to the estimated solution. Since the higher order terms were neglected, addition 
of the correction terms to the original estimate will not yield an exact solution, but will often provide 
an improved estimate. The procedure may be repeated, obtaining sucessively better estimates until the 
estimated solution reaches a desired tolerance. Summarizing, correction terms for the /th iterate are 
given in Eq. (8.103) and the solution estimate is updated according to Eq. (8.104). 


(4 ()] 
of, of, 
ec a k,-£(x17.x4" 
(I=L 8 , (8.103) 
axy)| | ag ag k, 8 x1?.x4) 
ax,| Ox, 
Pag = me + Ax) (8.104) 
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The solution of the original set of nonlinear equations has been converted to a repeated solution of a 
system of linear equations. This solution requires evaluation of the Jacobian matrix (at the current 


solution estimate) in each iteration. 


The power flow equations can be placed into the Newton-Raphson framework by separating the power 
flow equations into their real and imaginary parts and taking the voltage magnitudes and phase angles 
as the unknowns. Writing Eq. (8.103) specifically for the power flow problem: 


Om 


ap) ap 
AB) _ 08. av P(sched)~ Pl" (8.105) 
av }a0l” aal} | afscnea)-2” 

08 ov 


The underscored variables in Eq. (8.105) indicate vectors (extending the two-equation Newton-Raph- 
son development to the general power flow case). The (sched) notation indicates the scheduled real and 
reactive powers injected into the system. P and Q represent the calculated real and reactive power 
injections based on the system model and the /th voltage phase angle and voltage magnitude estimates. 
The bus voltage phase angle and bus voltage magnitude estimates are updated, the Jacobian reevaluated, 
and the mismatch between the scheduled and calculated real and reactive powers evaluated in each 
iteration of the Newton-Raphson algorithm. Iterations are performed until the estimated solution reaches 
an acceptable tolerance or a maximum number of allowable iterations is exceeded. Once a solution 
(within an acceptble tolerance) is reached, P-V bus reactive power injections and the slack bus complex 
power injection may be evaluated. 


Fast Decoupled Power Flow Solution 


The fast decoupled power flow algorithm simplifies the procedure presented for the Newton-Raphson 
algorithm by exploiting the strong coupling between real power and bus voltage phase angles and reactive 
power and bus voltage magnitudes commonly seen in power systems. The Jacobian matrix is simplified 
by approximating the partial derivatives of the real power equations with respect to the bus voltage 
magnitudes as zero. Similarly, the partial derivatives of the reactive power equations with respect to the 
bus voltage phase angles are approximated as zero. Further, the remaining partial derivatives are often 
approximated using only the imaginary portion of the bus admittance matrix. These approximations 
yield the following correction equations: 


ad) =[B‘] | (sched) —P!”] (8.106) 


av =[Br] | A(schea)- "| (8.107) 
where B’ is an approximation of the matrix of partial derviatives of the real power flow equations with 
respect to the bus voltage phase angles and B” is an approximation of the matrix of partial derivatives 
of the reactive power flow equations with respect to the bus voltage magnitudes. B’ and B” are typically 
held constant during the iterative process, eliminating the necessity of updating the Jacobian matrix 
(required in the Newton-Raphson solution) in each iteration. 

The fast decoupled algorithm has good convergence properties despite the many approximations used 
during its development. The fast decoupled power flow algorithm has found widespread use since it is 
less computationally intensive (requires fewer computational operations) than the Newton-Raphson 
method. 
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tJ a] i dt 

, = fs 
Two Port = 
Vv, Component V, 
= _ 


FIGURE 8.27 Typical power system component. 


Component Power Flows 


The positive sequence network for components of interest (connected between buses i and j) will be of 
the form shown in Fig. 8.27. 
An admittance description is usually available from earlier construction of the nodal admittance 


matrix. Thus, 
il fy xv 
{f=} 2 Py? (8.108) 
I Y. YX, V, 


s,=V,I=V[¥, V+, Vi] (8.109) 
=; i =V,|¥.¥,+¥, 9, (8.110) 
Sross = Si +S; (8.111) 


The calculated component flows combined with the bus voltage magnitudes and phase angles provide 
extensive information about the power systems operating point. The pu voltage magnitudes may be 
checked to ensure operation within a prescribed range. The segment power flows can be examined to 
ensure no equipment ratings are exceeded. Additionally, the power flow solution may used as the starting 
point for other analyses. 

An elementary discussion of the power flow problem and its solution are presented in this section. 
The power flow problem can be complicated by the addition of further constraints such as generator 
real and reactive power limits. However, discussion of such complications is beyond the scope of this 
section. The references provide detailed development of power flow formulation and solution under 
additional constraints. 
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Further Information 


The references provide clear introductions to the analysis of power systems. An excellent review of many 
issues involving the use of computers for power system analysis is provided in July 1974, Proceedings of 
the IEEE (Special Issue on Computers in the Power Industry). The quarterly journal IEEE Transactions 
on Power Systems provides excellent documentation of more recent research in power system analysis. 


8.4 Fault Analysis in Power Systems 


Charles A. Gross 


A fault in an electrical power system is the unintentional and undesirable creation of a conducting path 
(a short circuit) or a blockage of current (an open circuit). The short-circuit fault is typically the most 
common and is usually implied when most people use the term fault. We restrict our comments to the 
short-circuit fault. 

The causes of faults include lightning, wind damage, trees falling across lines, vehicles colliding with 


towers or poles, birds shorting out lines, aircraft colliding with lines, vandalism, small animals entering 
switchgear, and line breaks due to excessive ice loading. Power system faults may be categorized as one 
of four types: single line-to-ground, line-to-line, double line-to-ground, and balanced three-phase. The 
first three types constitute severe unbalanced operating conditions. 

It is important to determine the values of system voltages and currents during faulted conditions so 
that protective devices may be set to detect and minimize their harmful effects. The time constants of 
the associated transients are such that sinusoidal steady-state methods may still be used. The method of 
symmetrical components is particularly suited to fault analysis. 

Our objective is to understand how symmetrical components may be applied specifically to the four 
general fault types mentioned and how the method can be extended to any unbalanced three-phase 
system problem. 

Note that phase values are indicated by subscripts, a, b, c;: sequence (symmetrical component) values 
are indicated by subscripts 0, 1, 2. The transformation is defined by 


V 1 1 1] V, Vy, 
V, =| 1 a’ a V, =(T] V, 
V 1 a a|\V, V, 


Simplifications in the System Model 
Certain simplifications are possible and usually employed in fault analysis. 


+ Transformer magnetizing current and core loss will be neglected. 

+ Line shunt capacitance is neglected. 

+ Sinusoidal steady-state circuit analysis techniques are used. The so-called DC offset is accounted 
for by using correction factors. 

* Prefault voltage is assumed to be 1/0° per-unit. One per-unit voltage is at its nominal value prior 
to the application of a fault, which is reasonable. The selection of zero phase is arbitrary and 
convenient. Prefault load current is neglected. 


For hand calculations, neglect series resistance is usually neglected (this approximation will not be 
necessary for a computer solution). Also, the only difference in the positive and negative sequence 
networks is introduced by the machine impedances. If we select the subtransient reactance X7 for the 
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FIGURE 8.28 Generator sequence circuit models. 


positive sequence reactance, the difference is slight (in fact, the two are identical for nonsalient machines). 
The simplification is important, since it reduces computer storage requirements by roughly one-third. 
Circuit models for generators, lines, and transformers are shown in Figs. 8.28, 8.29, and 8.30, respectively. 

Our basic approach to the problem is to consider the general situation suggested in Fig. 8.31(a). The 
general terminals brought out are for purposes of external connections that will simulate faults. Note 
carefully the positive assignments of phase quantities. Particularly note that the currents flow out of the 
system. We can construct general sequence equivalent circuits for the system, and such circuits are 
indicated in Fig. 8.31(b). The ports indicated correspond to the general three-phase entry port of 
Fig. 8.31(a). The positive sense of sequence values is compatible with that used for phase values. 


The Four Basic Fault Types 
The Balanced Three-Phase Fault 


Imagine the general three-phase access port terminated in a fault impedance (Z ,)as shown in Fig. 8.32(a). 
The terminal conditions are 


v,| |Z, o o| fi, 
V, = 0 Z; 0 b 
: 0 © 2) |i, 
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FIGURE 8.29 Line sequence circuit models. 
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FIGURE 8.30 Transformer sequence circuit models. 
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FIGURE 8.31 General fault port in an electric power system. (a) General fault port in phase (abc) coordinates; 


(b) corresponding fault ports in sequence (012) coordinates. 


FIGURE 8.32 Fault types. (a) Three-phase fault; (b) single phase-to-ground fault; (c) phase-to-phase fault; 
(d) double phase-to-ground fault. 


Transforming to [Z,,,], 


7, D0 O 
[Zo] = (T]y" 0 Z; 0 |{[T] = 
0 Z, 


The corresponding network connections are given in Fig. 8.33(a). Since the zero and negative sequence 


Negative 


0 Zy 
0 0 


networks are passive, only the positive sequence network is nontrivial. 
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Negative 
Sequence 


FIGURE 8.33 Sequence network terminations for fault types. (a) Balanced three-phase fault; (b) single phase-to- 
ground fault; (c) phase-to-phase fault; (d) double phase-to-ground fault. 


V, = Vz 20 (8.112) 
oe eA (8.113) 
V, = Zyl, (8.114) 


The Single Phase-to-Ground Fault 
Imagine the general three-phase access port terminated as shown in Fig. 8.32(b). The terminal conditions 


are 


I,=0 L=0 V,=12, 


Therefore, 


I, +a°I,+al, =1,+ al, +l, =0 
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or 


I, =1, 
Also, 
I, =1,+a°I, + al, =1,+(a’ + a), = 0 

or 

1 =i, = 1g (8.113) 
Furthermore, it is required that 

V, = Zl, 
(8.114) 


Vi +V, +V, = 32,1, 


In general then, Eqs. (8.113) and (8.114) must be simultaneously satisfied. These conditions can be met 
by interconnecting the sequence networks as shown in Fig. 8.33(b). 
The Phase-to-Phase Fault 


Imagine the general three-phase access port terminated as shown in Fig. 8.32(c). The terminal conditions 
are such that we may write 


L=0 I,=-I, V, =Z,1,+V. 
It follows that 
I, +1,+1, =0 (8.115) 
i, =0 (8.116) 
I, =-l, (8.117) 


In general then, Eqs. (8.115), (8.116), and (8.117) must be simultaneously satisfied. The proper inter- 
connection between sequence networks appears in Fig. 8.33(c). 


The Double Phase-to-Ground Fault 

Consider the general three-phase access port terminated as shown in Fig. 8.32(d). The terminal conditions 
indicate 

20 Bey, V,=G,41Z, 

It follows that 


I, +1I,+1, =0 (8.118) 


Ley, (8.119) 
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and 


Vy - V, = 3Z,1y (8.120) 


For the general double phase-to-ground fault, Eqs. (8.118), (8.119), and (8.120) must be simulta- 
neously satisfied. The sequence network interconnections appear in Fig. 8.33(d). 


An Example Fault 


Case: EXAMPLE SYSTEM 
Run: 


Study 


System has data for 2 Line(s); 2 Transformer(s); 


4 Bus(es); and 2 Generator(s) 


Transmission Line Data 


Line Bus Bus Seq R Xx B Srat 
1 2 pos 0.00000 0.16000 0.00000 1.0000 
zero 0.00000 0.50000 0.00000 
2 2 pos 0.00000 0.16000 0.00000 1.0000 
Zero 0.00000 0.50000 0.00000 
Transformer Data 
Trans- HV LV 
former Bus Bus Seq R Xx Cc Srat 
1 2 1 pos 0.00000 0.05000 1.00000 1.0000 
Y Y zero 0.00000 0.05000 
2 3 4 pos 0.00000 0.05000 1.00000 1.0000 
Y D zero 0.00000 0.05000 
Generator Data 
No. Bus _ Srated Ra Xd” Xo Rn Xn Con 
1 1.0000 0.0000 0.200 0.0500 0.0000 0.0400 Y 
2 4 1.0000 0.0000 0.200 0.0500 0.0000 0.0400 ¥ 
Zero Sequence [Z] Matrix 
0.0 + j(0.1144) 0.0 + (0.0981) 0.0 + j(0.0163) 0.0 + j(0.0000) 
0.0 + j(0.0981) 0.0 + j(0.1269) 0.0 + (0.0212) 0.0 + j(0.0000) 
0.0 + j(0.0163) 0.0 + j(0.0212) 0.0 + j(0.0452) 0.0 + j(0.0000) 
0.0 + j(0.0000) 0.0 + j(0.0000) 0.04 j(0.0000) 0.0 + j(0.1700) 
Positive Sequence [Z] Matrix 
0.0 + j(0.1310) 0.0 + (0.1138) 0.0 + j(0.0862) 0.0 + j(0.0690) 
0.0 + j(0.1138) 0.0 + j(0.1422) 0.0 + j(0.1078) 0.0 + j(0.0862) 
0.0 + j(0.0862) 0.0 + j(0.1078) 0.0 + j(0.1422) 0.0 + j(0.1138) 
0.0 + j(0.0690) 0.0 + j(0.0862) 0.0 + j(0.1138) 0.0 + j(0.1310) 


The single-line diagram and sequence networks are presented in Fig. 8.34. 
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FIGURE 8.34 Example system. (a) Single-line diagram; (b) zero sequence network; (c) positive sequence network; 
(d) negative sequence network. 


Suppose bus 3 in the example system represents the fault location and Z; = 0. The positive sequence 
circuit can be reduced to its Thévenin equivalent at bus 3: 


Ep, = 10/0? 2, = 70.1422 


Similarly, the negative and zero sequence Thévenin elements are: 


0 Zr = j0.1422 
ro = 0 Zro = j0.0452 


4] 
S 
i 

II 


The network interconnections for the four fault types are shown in Fig. 8.35. For each of the fault types, 
compute the currents and voltages at the faulted bus. 


Balanced Three-Phase Fault 
The sequence networks are shown in Fig. 8.35(a). Obviously, 


V, =i, =V, =i, =0 


0 


i, = 2 = -j7.032; also V, = 0 
j0.1422 


To compute the phase values, 


1 1 1 0 7.032 /— 90° 


a 0 

I,|=(T]]l,|=| 1 a a ||-j7.032] = | 7.032 / 150° 
I. I, laa 0 7.032 / 30° 
V, 0 

V,/=()/0|\=\0 

V. 0 0 
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(a) 
FIGURE 8.35 Example system faults at bus 3. (a) Balanced three-phase; (b) single phase-to-ground; (c) phase-to- 
phase; (d) double phase-to-ground. 


Single Phase-to-Ground Fault 


The sequence networks are interconnected as shown in Fig. 8.35(b). 


I, =I, =I, = ton 
* 50.0452 + j0.1422 + j0.1422 


= —j3.034 


1 1. 1 |[-j3.034] |-j9.102 
I,|=| 1 a? a ||-j3.034}=| 0 
Ee 1 a a’ ||-j3.034 0 
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The sequence voltages are 


—j0.0452(—j3.034) = —1371 


0 
V, = 1.0 — j0.1422(—j3.034) = 0.5685 
V, = —j0.1422(—j3.034) = —-0.4314 
The phase voltages are 
V, 1 1. 1 |} -0.1371 0 
V,|=|1 a a || 0.5685 | = | 0.8901 /— 103.4° 
V. 1 a a*||-0.4314 0.8901 /— 103.4° 


Phase-to-phase and double phase-to-ground fault values are calculated from the appropriate networks 
[Figs. 8.35(c) and (d)]. Complete results are provided. 


Faulted Bus Phasea Phaseb  Phasec 
3 G G G 
Sequence Voltages 
Bus vo Vil V2 
1 0.0000/_ 0.0 0.3939/ 0.0 0.0000/ 0.0 
2 0.0000/ 0.0 0.2424/ 0.0 —0.0000/ 0.0 
3 0.0000/ 0.0  0.0000/ 0.0  0.0000/ 0.0 
4 0.0000/_ 0.0 0.2000/  -30.0 0.0000/ 30.0 
Phase Voltages 
Bus Va Vb Ve 
1 0.3939/ 0.0 0.3939/  -120.0  0.3939/ 120.0 
2 0.2424/ 0.0 0.2424/ -120.0 0.2424/ 120.0 
3 0.0000/ 6.5  0.0000/  -151.2 0.0000/ 133.8 
4 0.2000/ -30.0 0.2000/  -150.0  0.2000/ 90.0 
Sequence Currents 
Bus to Bus Il 12 
1 2 0.0000/ 167.8 — 3.0303/ -90.0  0.0000/ 90.0 
1 0 0.0000/ -12.2  3.0303/ 90.0 0.0000/  -90.0 
2 3 0.0000/ 167.8 1.5152/ -90.0 — 0.0000/ 90.0 
2 3 0.0000/ 167.8 1.5152/ -90.0 — 0.0000/ 90.0 
2 1 0.0000/ -12.2 3.0303/ 90.0 0.0000/  -90.0 
3 2 0.0000/ -12.2 = 1.5152/ 90.0 0.0000/  -90.0 
3 2 0.0000/- -12.2 = 1.5152/ 90.0 0.0000/  -90.0 
3 4 0.0000/ -12.2  4.0000/ 90.0 0.0000/  -90.0 
4 3 0.0000/ 0.0 4.0000/  -120.0  0.0000/ 120.0 
4 0 0.0000/ 0.0 4.0000/ 60.0 0.0000/  -60.0 
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Faulted Bus Phasea Phaseb  Phasec 
3 G G 
Phase Currents 
Bus to Bus Ta Ic 
1 2 3.0303/ —90.0 3.0303/ 150.0 3.0303/ 30.0 
1 0 3.0303/ 90.0 3.0303/ -30.0 3.0303/ -150.0 
2 3 1.5151/ —90.0 1.5151/ 150.0 1.5151/ 30.0 
2 3 1.5151/ —90.0 L5151f 150.0 1.5151/ 30.0 
2 1 3.0303/ 90.0 3.0303/ —30.0 3.0303/ -150.0 
3 2 1.5151/ 90.0 1.3151/ —30.0 1.5151/ -150.0 
3 2 1.5151/ 90.0 1.5151/ -30.0 1.5151/ -150.0 
3 4 4.0000/ 90.0 4.0000/ —30.0 4.0000/ -150.0 
4 3 4.0000/ —120.0 4.0000/ 120.0 4.0000/ -0.0 
4 0 4.0000/ 60.0 4.0000/ -60.0 4.0000/ -180.0 
Faulted Bus Phasea Phaseb  Phasec 
3 G 0 
Sequence Voltages 

Bus vo Vi V2 

1 0.0496/ 180.0 0.7385/ 0.0 0.2615/ 180.0 

2 0.0642/ 180.0 0.6731/ 0.0 0.3269/ 180.0 

3 0.1371/ 180.0 0.5685/ 0.0 0.4315/ 180.0 

4 0.0000/ 0.0 0.6548/ -30.0 0.3452/ 210.0 

Phase Voltages 

Bus Va Vb Ve 

1 0.4274/ 0.0 0.9127/ —108.4 0.9127/ 108.4 

2 0.2821/ 0.0 0.8979/ —105.3 0.8979/ 105.3 

3 0.0000/ 89.2 0.8901/ -103.4 0.8901/ 103.4 

4 0.5674/ -61.8 0.5674/ —118.2 1.0000/ 90.0 

Sequence Currents 

Bus to Bus 10 12 
1 2 0.2917/ —90.0 1.3075/ -90.0 1.3075/ —90.0 
1 0 0.2917/ 90.0 1.3075/ 90.0 1.3075/ 90.0 
2 3 0.1458/ -90.0 0.6537/ -90.0 0.6537/ —90.0 
2 3 0.1458/ —90.0 0.6537/ -90.0 0.6537/ —90.0 
2 1 0.2917/ 90.0 1.3075/ 90.0 1.3075/ 90.0 
3 2 0.1458/ 90.0 0.6537/ 90.0 0.6537/ 90.0 
3 2 0.1458/ 90.0 0.6537/ 90.0 0.6537/ 90.0 
3 4 2.7416/ 90.0 1.7258/ 90.0 1.7258/ 90.0 
4 3 0.0000/ 0.0 1.7258/ —120.0 1.7258/ —60.0 
4 0.0000/ 90.0 1.7258/ 60.0 1.7258/ 120.0 
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Faulted Bus Phasea Phaseb  Phasec 
3 G 0 0 
Phase Currents 
Bus to Bus Ta Ib Ic 
1 2 2.9066/ —90.0 1.0158/ 90.0 1.0158/ 90.0 
1 0 2.9066/ 90.0 1.0158/ —90.0 1.0158/ —90.0 
2 3 1.4533/ —90.0 0.5079/ 90.0 0.5079/ 90.0 
2 3 1.4533/ —90.0 0.5079/ 90.0 0.5079/ 90.0 
2 2.9066/ 90.0 1.0158/ —90.0 1.0158/ —90.0 
3 2 1.4533/ 90.0 0.5079/ —90.0 0.5079/ —90 0 
2 1.4533/ 90.0 0.5079/ —90.0 0.5079/ —90 0 
3 4 6.1933/ 90.0 1.0158/ 90.0 1.0158/ 90.0 
4 3 2.9892/ —90.0 2.9892/ 90.0 0.0000/ —90.0 
4 2.9892/ 90.0 2.9892/ —90.0 0.0000/ 90.0 
Faulted Bus Phasea Phaseb  Phasec 
3 0 G B 
Sequence Voltages 
Bus VO Vi V2 
1 0.0000/ 0.0 0.6970/ 0.0 0.3030/ 0.0 
2 0.0000/ 0.0 0.6212/ 0.0 0.3788/ 0.0 
3 0.0000/ 0.0 0.5000/ 0.0 0.5000/ 0.0 
4 0.0000/ 0.0 0.6000/ -30.0 0.4000/ 30.0 
Phase Voltages 
Bus Va Vb Ve 
1 1.0000/ 0.0 0.6053/ —145.7 0.6053/ 145.7 
2 1.0000/ 0.0 0.5423/ -157.2 0.5423/ 157.2 
3 1.0000/ 0.0 0.5000/ —180.0 0.5000/ -180.0 
4 0.8718/ -6.6 0.8718/ -173.4 0.2000/ 90.0 
Sequence Currents 
Bus to Bus 10 Il 12 
1 2 0.0000/ -61.0 1.5152/ -90.0 1.5152/ 90.0 
1 0 0.0000/ 119.0 1.5152/ 90.0 1.5152} -90.0 
2 3 0.0000/ -61.0 0.7576/ -90.0 0.7576/ 90.0 
2 3 0.0000/ -61.0 0.7576/ -90.0 0.7576/ 90.0 
2 1 0.0000/ 119.0 1.5152/ 90.0 1.5152/ -90.0 
3 2 0.0000/ 119.0 0.7576/ 90.0 0.7576/ -90.0 
3 2 0.0000/ 119.0 0.7576/ 90.0 0.7576/ -90.0 
3 4 0.0000/ 119.0 2.0000/ 90.0 2.0000/ -90.0 
4 3 0.0000/ 0.0 2.0000/ —120.0 2.0000/ 120.0 
4 0.0000/ 90.0 2.0000/ 60.0 2.0000/ -60.0 


Faulted Bus Phasea Phaseb  Phasec 
3 0 Cc B 
Phase Currents 
Bus to Bus Ta Ib Ic 
1 2 0.0000/ 180.0 2.6243/ 180.0 2.6243/ 0.0 
1 0 0.0000/ 180.0 2.6243/ 0.0 2.6243/ 180.0 
2 3 0.0000/ —180.0 1.3122/ 180.0 1.3122/ 0.0 
2 3 0.0000/ -180.0 1.3122/ 180.0 1.3122/ 0.0 
2 1 0.0000/ 180.0 2.6243/ 0.0 2.6243/ 80.0 
3 2 0.0000/ —180.0 1.3122/ 0.0 1.3122/ 80.0 
3 2 0.0000/ —180.0 1.3122/ 0.0 13122) 80.0 
3 4 0.0000/ —180.0 3.4641/ 0.0 3.4641/ 80.0 
4 3 2.0000/ —180.0 2.0000/ 180.0 4.0000/ 0.0 
4 0 2.0000/ 0.0 2.0000/ 0.0 4.0000/ — 180.0 
Faulted Bus Phasea Phaseb  Phasec 
3 0 G G 
Sequence Voltages 
Bus VO Vil V2 
1 0.0703/ 0.0 0.5117/ 0.0 0.1177/ 0.0 
2 0.0909/ 0.0 0.3896/ 0.0 0.1472/ 0.0 
3 0.1943/ 0.0 0.1943/ 0.0 0.1943/ 0.0 
4 0.0000/ 0.0 0.3554/ -30.0 0.1554/ 30.0 
Phase Voltages 
Bus Va Vb Ve 
1 0.6997/ 0.0 0.4197/ -125.6 0.4197/ 125.6 
2 0.6277/ 0.0 0.2749/ —130.2 0.2749/ 130.2 
3 0.5828/ 0.0 0.0000/ —30.7 0.0000/ -139.6 
4 0.4536/ -12.7 0.4536/ -167.3 0.2000/ 90.0 
Sequence Currents 
Bus to Bus 10 Il 2 
1 2 0.4133/ 90.0 2.4416/ — 90.0 0.5887/ 90.0 
1 0 0.4133/ —90.0 2.4416/ 90.0 0.5887/ —90.0 
2 3 0.2067/ 90.0 1.2208/ — 90.0 0.2943/ 90.0 
2 3 0.2067/ 90.0 1.2208/ — 90.0 0.2943/ 90.0 
2 1 0.4133/ —90.0 2.4416/ 90.0 0.5887/ -90.0 
3 2 0.2067/ — 90.0 1.2208/ 90.0 0.2943/ — 90.0 
3 2 0.2067/ — 90.0 1.2208/ 90.0 0.2943/ — 90.0 
3 4 3.8854/ — 90.0 3.2229/ 90.0 0.7771/ — 90.0 
4 3 0.0000/ 0.0 3.2225/ — 120.0 0.7771/ 120.0 
4 0 0.0000/ —90.0 3.2229/ 60.0 0.7771/ -60.0 
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Faulted Bus Phasea Phaseb  Phasec 
3 0 G G 
Phase Currents 

Bus to Bus la Ib Ic 

1 2 1.4396/ —90.0 2.9465/ 153.0 2.9465/ 27.0 
1 0 1.4396/ 90.0 2.9465/ —27.0 2.9465/ —153.0 
2 3 0.7198/ —90.0 1.4733/ 153.0 1.4733/ 27.0 
2 3 0.7198/ —90.0 1.4733/ 153.0 1.4733/ 27.0 
2 1.4396/ 90.0 2.9465/ —27.0 2.9465/ —153.0 
3 2 0.7198/ 90.0 1.4733/ —27.0 1.4733/ —153.0 
3 2 0.7198/ 90.0 1.4733/ -27.0 1.4733/ — 153.0 
3 4 1.4396/ —90.0 6.1721/ —55.9 6.1721/ -124.1 
4 3 2.9132/ —133.4 2.9132/ 133.4 4.0000/ —0.0 
4 0 2.9132/ 46.6 2.9132/ 46.6 4.0000/ —180.0 


Further Considerations 


Generators are not the only sources in the system. All rotating 


machines are capable of contributing to fault current, at least 
momentarily. Synchronous and induction motors will continue to 
rotate due to inertia and function as sources of fault current. The 


mi 


impedance used for such machines is usually the transient reac- = 


tance X’, or the subtransient 


nin equivalents. 


”,, depending on protective equip- 
ment and speed of response. Frequently, motors smaller than 50 hp 
are neglected. Connecting systems are modeled with their Théve- 


Although we have used AC circuit techniques to calculate faults, 


FIGURE 8.36 Positive sequence 
circuit looking back into faulted bus. 


the problem is fundamentally transient since it involves sudden switching actions. Consider the so-called 
DC offset current. We model the system by determining its positive sequence Thévenin equivalent circuit, 
looking back into the positive sequence network at the fault, as shown in Fig. 8.36. The transient fault 


current is 


i(t) = I,./2 cos(wt — B) + 1,7" 


This is a first-order approximation and strictly applies only to the three-phase or phase-to-phase fault. 
Ground faults would involve the zero sequence network also. 


a 


ac 


=rms AC current 


R24X? 


I, (t)=1,.e""* = DC offset current 


The maximum initial DC offset possible would be 
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Max Ine = lx = lac 


The DC offset will exponentially decay with time constant T, where 


TL x 
[_=— = —£— 
R_ OR 


The maximum DC offset current would be Ip-(t) 


ist 6  =42l,e 


The transient rms current I(t), accounting for both the AC and DC terms, would be 


I(t)= hoe +I3-(t) = LeV1+2e2"" 


Define a multiplying factor k, such that I,, is to be multiplied by k;to estimate the interrupting capacity 
of a breaker which operates in time T,,. Therefore, 


—2Typ/T 


T. | 
k= ee V1+2e 
AC 
Observe that the maximum possible value for k; is V3. 
Example 


In the circuit of Fig. 8.36, E = 2400 V, X = 2 Q, R = 0.1Q, and f = 60 Hz. Compute k; and determine 
the interrupting capacity for the circuit breaker if it is designed to operate in two cycles. The fault is 
applied at t = 0. 


Solution: 
2400 
I, = — =1200A 
2 
2 
ie = — = 0.0333 s 
60 
xX 2 
OR 37.7 
k, _ 1 a De ete I 7 ait +. Je 70.0067 10.053 1.252 
Therefore, 


I = kj, = 1.252(1200) = 1503 A 


The Thévenin equivalent at the fault point is determined by normal sinusoidal steady-state methods, 
resulting in a first-order circuit as shown in Fig. 8.36. While this provides satisfactory results for the 
steady-state component I,,, the X/R value so obtained can be in serious error when compared with the 
rate of decay of I(t) as measured by oscillographs on an actual faulted system. The major reasons for the 
discrepancy are, first of all, that the system, for transient analysis purposes, is actually high-order, and 
second, the generators do not hold constant impedance as the transient decays. 
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Summary 


Computation of fault currents in power systems is best done by computer. The major steps are summa- 
rized below: 


* Collect, read in, and store machine, transformer, and line data in per-unit on common bases. 
+ Formulate the sequence impedance matrices. 

* Define the faulted bus and Z, Specify type of fault to be analyzed. 

* Compute the sequence voltages. 

* Compute the sequence currents. 

* Correct for wye-delta connections. 


+ Transform to phase currents and voltages. 


For large systems, computer formulation of the sequence impedance matrices is required. Refer to 
Further Information for more detail. Zero sequence networks for lines in close proximity to each other 
(on a common right-of-way) will be mutually coupled. If we are willing to use the same values for positive 
and negative sequence machine impedances, 


Therefore, it is unnecessary to store these values in separate arrays, simplifying the program and reducing 
the computer storage requirements significantly. The error introduced by this approximation is usually 
not important. The methods previously discussed neglect the prefault, or load, component of current; 
that is, the usual assumption is that currents throughout the system were zero prior to the fault. This is 
almost never strictly true; however, the error produced is small since the fault currents are generally 
much larger than the load currents. Also, the load currents and fault currents are out of phase with each 
other, making their sum more nearly equal to the larger components than would have been the case if 
the currents were in phase. In addition, selection of precise values for prefault currents is somewhat 
speculative, since there is no way of predicting what the loaded state of the system is when a fault occurs. 
When it is important to consider load currents, a power flow study is made to calculate currents 
throughout the system, and these values are superimposed on (added to) results from the fault study. 

A term which has wide industrial use and acceptance is the fault level or fault MVA at a bus. It relates 
to the amount of current that can be expected to flow out of a bus into a three-phase fault. As such, it 
is an alternate way of providing positive sequence impedance information. Define 


Fault level in MVA at bus i 


Tpunominal Pu fault 39 base 


Fault study results may be further refined by approximating the effect of DC offset. 

The basic reason for making fault studies is to provide data that can be used to size and set protective 
devices. The role of such protective devices is to detect and remove faults to prevent or minimize damage 
to the power system. 


Defining Terms 


DC offset: The natural response component of the transient fault current, usually approximated with 
a first-order exponential expression. 
Fault: An unintentional and undesirable conducting path in an electrical power system. 
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Fault MVA: At a specific location in a system, the initial symmetrical fault current multiplied by the 
prefault nominal line-to-neutral voltage (x3 for a three-phase system). 

Sequence (012) quantities: Symmetrical components computed from phase (abc) quantities. Can be 
voltages, currents, and/or impedances. 
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9.1 Transformer Protection 


Alex Apostolov, John Appleyard, Ahmed Elneweihi, Robert Haas, 


and Glenn W. Swift 


Types of Transformer Faults 


Any number of conditions have been the reason for an electrical transformer failure. Statistics show that 
winding failures most frequently cause transformer faults (ANSI/IEEE, 1985). Insulation deterioration, 
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often the result of moisture, overheating, vibration, voltage surges, and mechanical stress created during 
transformer through faults, is the major reason for winding failure. 

Voltage regulating load tap changers, when supplied, rank as the second most likely cause of a 
transformer fault. Tap changer failures can be caused by a malfunction of the mechanical switching 
mechanism, high resistance load contacts, insulation tracking, overheating, or contamination of the 
insulating oil. 

Transformer bushings are the third most likely cause of failure. General aging, contamination, cracking, 
internal moisture, and loss of oil can all cause a bushing to fail. Two other possible reasons are vandalism 
and animals that externally flash over the bushing. 

Transformer core problems have been attributed to core insulation failure, an open ground strap, or 
shorted laminations. 

Other miscellaneous failures have been caused by current transformers, oil leakage due to inadequate 
tank welds, oil contamination from metal particles, overloads, and overvoltage. 


Types of Transformer Protection 


Electrical 


Fuse: Power fuses have been used for many years to provide transformer fault protection. Generally it 
is recommended that transformers sized larger than 10 MVA be protected with more sensitive devices 
such as the differential relay discussed later in this section. Fuses provide a low maintenance, economical 
solution for protection. Protection and control devices, circuit breakers, and station batteries are not 
required. 

There are some drawbacks. Fuses provide limited protection for some internal transformer faults. A 
fuse is also a single phase device. Certain system faults may only operate one fuse. This will result in 
single phase service to connected three phase customers. 

Fuse selection criteria include: adequate interrupting capability, calculating load currents during peak 
and emergency conditions, performing coordination studies that include source and low side protection 
equipment, and expected transformer size and winding configuration (ANSI/IEEE, 1985). 

Overcurrent Protection: Overcurrent relays generally provide the same level of protection as power 
fuses. Higher sensitivity and fault clearing times can be achieved in some instances by using an overcurrent 
relay connected to measure residual current. This application allows pick up settings to be lower than 
expected maximum load current. It is also possible to apply an instantaneous overcurrent relay set to 
respond only to faults within the first 75% of the transformer. This solution, for which careful fault 
current calculations are needed, does not require coordination with low side protective devices. 

Overcurrent relays do not have the same maintenance and cost advantages found with power fuses. 
Protection and control devices, circuit breakers, and station batteries are required. The overcurrent relays 
are a small part of the total cost and when this alternative is chosen, differential relays are generally added 
to enhance transformer protection. In this instance, the overcurrent relays will provide backup protection 
for the differentials. 

Differential: The most widely accepted device for transformer protection is called a restrained dif- 
ferential relay. This relay compares current values flowing into and out of the transformer windings. To 
assure protection under varying conditions, the main protection element has a multislope restrained 
characteristic. The initial slope ensures sensitivity for internal faults while allowing for up to 15% 
mismatch when the power transformer is at the limit of its tap range (if supplied with a load tap changer). 
At currents above rated transformer capacity, extra errors may be gradually introduced as a result of CT 
saturation. 

However, misoperation of the differential element is possible during transformer energization. High 
inrush currents may occur, depending on the point on wave of switching as well as the magnetic state 
of the transformer core. Since the inrush current flows only in the energized winding, differential current 
results. The use of traditional second harmonic restraint to block the relay during inrush conditions may 


© 2001 CRC Press LLC 


Y, Cycle minimum 


FIGURE9.1 Transformer inrush current waveforms. 


result in a significant slowing of the relay during heavy internal faults due to the possible presence of 
second harmonics as a result of saturation of the line current transformers. To overcome this, some relays 
use a waveform recognition technique to detect the inrush condition. The differential current waveform 
associated with magnetizing inrush is characterized by a period of each cycle where its magnitude is very 
small, as shown in Fig. 9.1. By measuring the time of this period of low current, an inrush condition can 
be identified. The detection of inrush current in the differential current is used to inhibit that phase of 
the low set restrained differential algorithm. Another high-speed method commonly used to detect high- 
magnitude faults in the unrestrained instantaneous unit is described later in this section. 

When a load is suddenly disconnected from a power transformer, the voltage at the input terminals 
of the transformer may rise by 10-20% of the rated value causing an appreciable increase in transformer 
steady state excitation current. The resulting excitation current flows in one winding only and hence 
appears as differential current that may rise to a value high enough to operate the differential protection. 
A waveform of this type is characterized by the presence of fifth harmonic. A Fourier technique is used 
to measure the level of fifth harmonic in the differential current. The ratio of fifth harmonic to funda- 
mental is used to detect excitation and inhibits the restrained differential protection function. Detection 
of overflux conditions in any phase blocks that particular phase of the low set differential function. 

Transformer faults of a different nature may result in fault currents within a very wide range of 
magnitudes. Internal faults with very high fault currents require fast fault clearing to reduce the effect 
of current transformer saturation and the damage to the protected transformer. An unrestrained instan- 
taneous high set differential element ensures rapid clearance of such faults. Such an element essentially 
measures the peak value of the input current to ensure fast operation for internal faults with saturated 
CTs. Restrained units generally calculate an rms current value using more waveform samples. The high 
set differential function is not blocked under magnetizing inrush or over excitation conditions, hence 
the setting must be set such that it will not operate for the largest inrush currents expected. 

At the other end of the fault spectrum are low current winding faults. Such faults are not cleared by 
the conventional differential function. Restricted ground fault protection gives greater sensitivity for 
ground faults and hence protects more of the winding. A separate element based on the high impedance 
circulating current principle is provided for each winding. 

Transformers have many possible winding configurations that may create a voltage and current phase 
shift between the different windings. To compensate for any phase shift between two windings of a 
transformer, it is necessary to provide phase correction for the differential relay (see section on Special 
Considerations). 

In addition to compensating for the phase shift of the protected transformer, it is also necessary to 
consider the distribution of primary zero sequence current in the protection scheme. The necessary filtering 
of zero sequence current has also been traditionally provided by appropriate connection of auxiliary current 
transformers or by delta connection of primary CT secondary windings. In microprocessor transformer 
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protection relays, zero sequence current filtering is implemented in software when a delta CT connection 
would otherwise be required. In situations where a transformer winding can produce zero sequence 
current caused by an external ground fault, it is essential that some form of zero sequence current filtering 
is employed. This ensures that ground faults out of the zone of protection will not cause the differential 
relay to operate in error. As an example, an external ground fault on the wye side of a delta/wye connected 
power transformer will result in zero sequence current flowing in the current transformers associated 
with the wye winding but, due to the effect of the delta winding, there will be no corresponding zero 
sequence current in the current transformers associated with the delta winding, i.e., differential current 
flow will cause the relay to operate. When the virtual zero sequence current filter is applied within the 
relay, this undesired trip will not occur. 

Some of the most typical substation configurations, especially at the transmission level, are breaker- 
and-a-half or ring-bus. Not that common, but still used are two-breaker schemes. When a power 
transformer is connected to a substation using one of these breaker configurations, the transformer 
protection is connected to three or more sets of current transformers. If it is a three winding transformer 
or an auto transformer with a tertiary connected to a lower voltage sub transmission system, four or 
more sets of CTs may be available. 

It is highly recommended that separate relay input connections be used for each set used to protect 
the transformer. Failure to follow this practice may result in incorrect differential relay response. Appro- 
priate testing of a protective relay for such configuration is another challenging task for the relay engineer. 

Overexcitation: Overexcitation can also be caused by an increase in system voltage or a reduction in 
frequency. It follows, therefore, that transformers can withstand an increase in voltage with a correspond- 
ing increase in frequency but not an increase in voltage with a decrease in frequency. Operation cannot 
be sustained when the ratio of voltage to frequency exceeds more than a small amount. 

Protection against overflux conditions does not require high-speed tripping. In fact, instantaneous 
tripping is undesirable, as it would cause tripping for transient system disturbances, which are not 
damaging to the transformer. 

An alarm is triggered at a lower level than the trip setting and is used to initiate corrective action. The 
alarm has a definite time delay, while the trip characteristic generally has a choice of definite time delay 
or inverse time characteristic. 


Mechanical 


There are two generally accepted methods used to detect transformer faults using mechanical methods. 
These detection methods provide sensitive fault detection and compliment protection provided by 
differential or overcurrent relays. 

Accumulated Gases: The first method accumulates gases created as a by product of insulating oil 
decomposition created from excessive heating within the transformer. The source of heat comes from 
either the electrical arcing or a hot area in the core steel. This relay is designed for conservator tank 
transformers and will capture gas as it rises in the oil. The relay, sometimes referred to as a Buchholz 
relay, is sensitive enough to detect very small faults. 

Pressure Relays: The second method relies on the transformer internal pressure rise that results from 
a fault. One design is applicable to gas-cushioned transformers and is located in the gas space above the 
oil. The other design is mounted well below minimum liquid level and responds to changes in oil pressure. 
Both designs employ an equalizing system that compensates for pressure changes due to temperature 
(ANSI/TEEE, 1985). 


Thermal 


Hot Spot-Temperature: In any transformer design, there is a location in the winding that the designer 
believes to be the hottest spot within that transformer (ANSI/IEEE, 1995). The significance of the “hot- 
spot temperature” measured at this location is an assumed relationship between the temperature level 
and the rate-of-degradation of the cellulose insulation. An instantaneous alarm or trip setting is often 
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used, set at a judicious level above the full load rated hot-spot temperature (110°C for 65°C rise trans- 
formers). [Note that “65°C rise” refers to the full load rated average winding temperature rise.] Also, a 
relay or monitoring system can mathematically integrate the rate-of-degradation, i.e., rate-of-loss-of-life 
of the insulation for overload assessment purposes. 

Heating Due to Overexcitation: Transformer core flux density (B), induced voltage (V), and frequency 
(f) are related by the following formula. 


B=k -— (9.1) 


where K, is a constant for a particular transformer design. As B rises above about 110% of normal, that 
is, when saturation starts, significant heating occurs due to stray flux eddy-currents in the nonlaminated 
structural metal parts, including the tank. Since it is the voltage/hertz quotient in Eq. (9.1) that defines 
the level of B, a relay sensing this quotient is sometimes called a “volts-per-hertz” relay. The expressions 
“overexcitation” and “overfluxing” refer to this same condition. Since temperature rise is proportional 
to the integral of power with respect to time (neglecting cooling processes) it follows that an inverse- 
time characteristic is useful, that is, volts-per-hertz versus time. Another approach is to use definite-time- 
delayed alarm or trip at specific per unit flux levels. 

Heating Due to Current Harmonic Content (ANSI/IEEE, 1993): One effect of nonsinusoidal currents 
is to cause current rms magnitude (Igy) to be incorrect if the method of measurement is not “true-rms.” 


N 
ne (9.2) 


n=l 


where 71 is the harmonic order, N is the highest harmonic of significant magnitude, and I, is the harmonic 
current rms magnitude. If an overload relay determines the I’?R heating effect using the fundamental 
component of the current only [J,], then it will underestimate the heating effect. Bear in mind that “true- 
rms” is only as good as the pass-band of the antialiasing filters and sampling rate, for numerical relays. 

A second effect is heating due to high-frequency eddy-current loss in the copper or aluminum of the 
windings. The winding eddy-current loss due to each harmonic is proportional to the square of the 
harmonic amplitude and the square of its frequency as well. Mathematically, 


N 
a er gia (9.3) 


n=1 


where P,, is the winding eddy-current loss and Pro pargp is the rated winding eddy-current loss (pure 60 
Hz), and I, is the n” harmonic current in per-unit based on the fundamental. Notice the fundamental 
difference between the effect of harmonics in Eq. (9.2) and their effect in Eq. (9.3). In the latter, higher 
harmonics have a proportionately greater effect because of the n’ factor. IEEE Standard C57.110-1986 
(R1992), Recommended Practice for Establishing Transformer Capability When Supplying Nonsinusoidal 
Load Currents gives two empirically-based methods for calculating the derating factor for a transformer 
under these conditions. 

Heating Due to Solar Induced Currents: Solar magnetic disturbances cause geomagnetically induced 
currents (GIC) in the earth’s surface (EPRI, 1993). These DC currents can be of the order of tens of 
amperes for tens of minutes, and flow into the neutrals of grounded transformers, biasing the core 
magnetization. The effect is worst in single-phase units and negligible in three-phase core-type units. 
The core saturation causes second-harmonic content in the current, resulting in increased security in 
second-harmonic-restrained transformer differential relays, but decreased sensitivity. Sudden gas pressure 
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relays could provide the necessary alternative internal fault tripping. Another effect is increased stray 
heating in the transformer, protection for which can be accomplished using gas accumulation relays for 
transformers with conservator oil systems. Hot-spot tripping is not sufficient because the commonly 
used hot-spot simulation model does not account for GIC. 

Load Tap-changer Overheating: Damaged current carrying contacts within an underload tap-changer 
enclosure can create excessive heating. Using this heating symptom, a way of detecting excessive wear is 
to install magnetically mounted temperature sensors on the tap-changer enclosure and on the main tank. 
Even though the method does not accurately measure the internal temperature at each location, the 
difference is relatively accurate, since the error is the same for each. Thus, excessive wear is indicated if a 
relay/monitor detects that the temperature difference has changed significantly over time. 


Special Considerations 


Current Transformers 


Current transformer ratio selection and performance require special attention when applying transformer 
protection. Unique factors associated with transformers, including its winding ratios, magnetizing inrush 
current, and the presence of winding taps or load tap changers, are sources of difficulties in engineering 
a dependable and secure protection scheme for the transformer. Errors resulting from CT saturation and 
load-tap-changers are particularly critical for differential protection schemes where the currents from 
more than one set of CTs are compared. To compensate for the saturation/mismatch errors, overcurrent 
relays must be set to operate above these errors. 

CT Current Mismatch: Under normal, non-fault conditions, a transformer differential relay should 
ideally have identical currents in the secondaries of all current transformers connected to the relay so 
that no current would flow in its operating coil. It is difficult, however, to match current transformer 
ratios exactly to the transformer winding ratios. This task becomes impossible with the presence of 
transformer off-load and on-load taps or load tap changers that change the voltage ratios of the trans- 
former windings depending on system voltage and transformer loading. 

The highest secondary current mismatch between all current transformers connected in the differential 
scheme must be calculated when selecting the relay operating setting. If time delayed overcurrent pro- 
tection is used, the time delay setting must also be based on the same consideration. The mismatch 
calculation should be performed for maximum load and through-fault conditions. 

CT Saturation: CT saturation could have a negative impact on the ability of the transformer protection 
to operate for internal faults (dependability) and not to operate for external faults (security). 

For internal faults, dependability of the harmonic restraint type relays could be negatively affected if 
current harmonics generated in the CT secondary circuit due to CT saturation are high enough to restrain 
the relay. With a saturated CT, 2™4 and 3" harmonics predominate initially, but the even harmonics 
gradually disappear with the decay of the DC component of the fault current. The relay may then operate 
eventually when the restraining harmonic component is reduced. These relays usually include an instan- 
taneous overcurrent element that is not restrained by harmonics, but is set very high (typically 20 times 
transformer rating). This element may operate on severe internal faults. 

For external faults, security of the differentially connected transformer protection may be jeopardized 
if the current transformers’ unequal saturation is severe enough to produce error current above the relay 
setting. Relays equipped with restraint windings in each current transformer circuit would be more 
secure. The security problem is particularly critical when the current transformers are connected to bus 
breakers rather than the transformer itself. External faults in this case could be of very high magnitude 
as they are not limited by the transformer impedance. 


Magnetizing Inrush (Initial, Recovery, Sympathetic) 


Initial: When a transformer is energized after being de-energized, a transient magnetizing or exciting 
current that may reach instantaneous peaks of up to 30 times full load current may flow. This can cause 
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operation of overcurrent or differential relays protecting the transformer. The magnetizing current flows 
in only one winding, thus it will appear to a differentially connected relay as an internal fault. 

Techniques used to prevent differential relays from operating on inrush include detection of current 
harmonics and zero current periods, both being characteristics of the magnetizing inrush current. The former 
takes advantage of the presence of harmonics, especially the second harmonic, in the magnetizing inrush 
current to restrain the relay from operation. The latter differentiates between the fault and inrush currents 
by measuring the zero current periods, which will be much longer for the inrush than for the fault current. 

Recovery Inrush: A magnetizing inrush current can also flow if a voltage dip is followed by recovery 
to normal voltage. Typically, this occurs upon removal of an external fault. The magnetizing inrush is 
usually less severe in this case than in initial energization as the transformer was not totally de-energized 
prior to voltage recovery. 

Sympathetic Inrush: A magnetizing inrush current can flow in an energized transformer when a 
nearby transformer is energized. The offset inrush current of the bank being energized will find a parallel 
path in the energized bank. Again, the magnitude is usually less than the case of initial inrush. 

Both the recovery and sympathetic inrush phenomena suggest that restraining the transformer pro- 
tection on magnetizing inrush current is required at all times, not only when switching the transformer 
in service after a period of de-energization. 


Primary-Secondary Phase-Shift 


For transformers with standard delta-wye connections, the currents on the delta and wye sides will have 
a 30° phase shift relative to each other. Current transformers used for traditional differential relays must 
be connected in wye-delta (opposite of the transformer winding connections) to compensate for the 
transformer phase shift. 

Phase correction is often internally provided in microprocessor transformer protection relays via 
software virtual interposing CTs for each transformer winding and, as with the ratio correction, will 
depend upon the selected configuration for the restrained inputs. This allows the primary current 
transformers to all be connected in wye. 


Turn-to-Turn Faults 


Fault currents resulting from a turn-to-turn fault have low magnitudes and are hard to detect. Typically, 
the fault will have to evolve and affect a good portion of the winding or arc over to other parts of the 
transformer before being detected by overcurrent or differential protection relays. 

For early detection, reliance is usually made on devices that can measure the resulting accumulation 
of gas or changes in pressure inside the transformer tank. 


Through Faults 


Through faults could have an impact on both the transformer and its protection scheme. Depending on 
their severity, frequency, and duration, through fault currents can cause mechanical transformer damage, 
even though the fault is somewhat limited by the transformer impedance. 

For transformer differential protection, current transformer mismatch and saturation could produce 
operating currents on through faults. This must be taken into consideration when selecting the scheme, 
current transformer ratio, relay sensitivity, and operating time. Differential protection schemes equipped 
with restraining windings offer better security for these through faults. 


Backup Protection 


Backup protection, typically overcurrent or impedance relays applied to one or both sides of the trans- 
former, perform two functions. One function is to backup the primary protection, most likely a differ- 
ential relay, and operate in event of its failure to trip. 

The second function is protection for thermal or mechanical damage to the transformer. Protection 
that can detect these external faults and operate in time to prevent transformer damage should be 
considered. The protection must be set to operate before the through-fault withstand capability of the 
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transformer is reached. If, because of its large size or importance, only differential protection is applied 
to a transformer, clearing of external faults before transformer damage can occur by other protective 
devices must be ensured. 


Special Applications 
Shunt Reactors 


Shunt reactor protection will vary depending on the type of reactor, size, and system application. 
Protective relay application will be similar to that used for transformers. 

Differential relays are perhaps the most common protection method (Blackburn, 1987). Relays with 
separate phase inputs will provide protection for three single phase reactors connected together or for a 
single three phase unit. Current transformers must be available on the phase and neutral end of each 
winding in the three phase unit. 

Phase and ground overcurrent relays can be used to back up the differential relays. In some instances, 
where the reactor is small and cost is a factor, it may be appropriate to use overcurrent relays as the only 
protection. The ground overcurrent relay would not be applied on systems where zero sequence current 
is negligible. 

As with transformers, turn-to-turn faults are most difficult to detect since there is little change in 
current at the reactor terminals. If the reactor is oil filled, a sudden pressure relay will provide good 
protection. If the reactor is an ungrounded dry type, an overvoltage relay (device 59) applied between 
the reactor neutral and a set of broken delta connected voltage transformers can be used (ABB, 1994). 

Negative sequence and impedance relays have also been used for reactor protection but their application 
should be carefully researched (ABB, 1994). 


Zig-Zag Transformers 


The most common protection for zig-zag (or grounding) transformers is three overcurrent relays that 
are connected to current transformers located on the primary phase bushings. These current transformers 
must be connected in delta to filter out unwanted zero sequence currents (ANSI/IEEE, 1985). 

It is also possible to apply a conventional differential relay for fault protection. Current transformers 
in the primary phase bushings are paralleled and connected to one input. A neutral CT is used for the 
other input (Blackburn, 1987). 

An overcurrent relay located in the neutral will provide backup ground protection for either of these 
schemes. It must be coordinated with other ground relays on the system. 

Sudden pressure relays provide good protection for turn-to-turn faults. 


Phase Angle Regulators and Voltage Regulators 


Protection of phase angle and voltage regulators varies with the construction of the unit. Protection 
should be worked out with the manufacturer at the time of order to insure that current transformers are 
installed inside the unit in the appropriate locations to support planned protection schemes. Differential, 
overcurrent, and sudden pressure relays can be used in conjunction to provide adequate protection for 
faults (Blackburn, 1987; ABB, 1994). 


Unit Systems 


A unit system consists of a generator and associated step-up transformer. The generator winding is 
connected in wye with the neutral connected to ground through a high impedance grounding system. 
The step-up transformer low side winding on the generator side is connected delta to isolate the generator 
from system contributions to faults involving ground. The transformer high side winding is connected 
in wye and solidly grounded. Generally there is no breaker installed between the generator and trans- 
former. 

It is common practice to protect the transformer and generator with an overall transformer differential 
that includes both pieces of equipment. It may be appropriate to install an additional differential to 
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protect only the transformer. In this case, the overall differential acts as secondary or backup protection 
for the transformer differential. There will most likely be another differential relay applied specifically to 
protect the generator. 

A volts-per-hertz relay, whose pickup is a function of the ratio of voltage to frequency, is often 
recommended for overexcitation protection. The unit transformer may be subjected to overexcitation 
during generator startup and shutdown when it is operating at reduced frequencies or when there is 
major loss of load that may cause both overvoltage and overspeed (ANSI/IEEE, 1985). 

As with other applications, sudden pressure relays provide sensitive protection for turn-to-turn faults 
that are typically not initially detected by differential relays. 

Backup protection for phase faults can be provided by applying either impedance or voltage controlled 
overcurrent relays to the generator side of the unit transformer. The impedance relays must be connected 
to respond to faults located in the transformer (Blackburn, 1987). 


Single Phase Transformers 


Single phase transformers are sometimes used to make up three phase banks. Standard protection 
methods described earlier in this section are appropriate for single phase transformer banks as well. If 
one or both sides of the bank is connected in delta and current transformers located on the transformer 
bushings are to be used for protection, the standard differential connection cannot be used. To provide 
proper ground fault protection, current transformers from each of the bushings must be utilized (Black- 
burn, 1987). 


Sustained Voltage Unbalance 


During sustained unbalanced voltage conditions, wye-connected core type transformers without a delta- 
connected tertiary winding may produce damaging heat. In this situation, the transformer case may 
produce damaging heat from sustained circulating current. It is possible to detect this situation by using 
either a thermal relay designed to monitor tank temperature or applying an overcurrent relay connected 
to sense “effective” tertiary current (ANSI/IEEE, 1985). 


Restoration 


Power transformers have varying degrees of importance to an electrical system depending on their size, 
cost, and application, which could range from generator step-up to a position in the transmission/dis- 
tribution system, or perhaps as an auxiliary unit. 

When protective relays trip and isolate a transformer from the electric system, there is often an 
immediate urgency to restore it to service. There should be a procedure in place to gather system data 
at the time of trip as well as historical information on the individual transformer, so an informed decision 
can be made concerning the transformer’s status. No one should re-energize a transformer when there 
is evidence of electrical failure. 

It is always possible that a transformer could be incorrectly tripped by a defective protective relay or 
protection scheme, system backup relays, or by an abnormal system condition that had not been con- 
sidered. Often system operators may try to restore a transformer without gathering sufficient evidence 
to determine the exact cause of the trip. An operation should always be considered as legitimate until 
proven otherwise. 

The more vital a transformer is to the system, the more sophisticated the protection and monitoring 
equipment should be. This will facilitate the accumulation of evidence concerning the outage. 

History — Daily operation records of individual transformer maintenance, service problems, and 
relayed outages should be kept to establish a comprehensive history. Information on relayed operations 
should include information on system conditions prior to the trip out. When no explanation for a trip 
is found, it is important to note all areas that were investigated. When there is no damage determined, 
there should still be a conclusion as to whether the operation was correct or incorrect. Periodic gas 
analysis provides a record of the normal combustible gas value. 
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Oscillographs, Event Recorder, Gas Monitors — System monitoring equipment that initiates and 
produces records at the time of the transformer trip usually provide information necessary to determine 
if there was an electrical short-circuit involving the transformer or if it was a “through-fault” condition. 

Date of Manufacture — Transformers manufactured before 1980 were likely not designed or con- 
structed to meet the severe through-fault conditions outlined in ANSI/IEEE C57.109, IEEE Guide for 
Transformer Through-Fault Current Duration (1985). Maximum through-fault values should be calcu- 
lated and compared to short-circuit values determined for the trip out. Manufacturers should be con- 
tacted to obtain documentation for individual transformers in conformance with ANSI/IEEE C57.109. 

Magnetizing Inrush — Differential relays with harmonic restraint units are typically used to prevent 
trip operations upon transformer energizing. However, there are nonharmonic restraint differential relays 
in service that use time delay and/or percentage restraint to prevent trip on magnetizing inrush. Trans- 
formers so protected may have a history of falsely tripping on energizing inrush which may lead system 
operators to attempt restoration without analysis, inspection, or testing. There is always the possibility 
that an electrical fault can occur upon energizing which is masked by historical data. 

Relay harmonic restraint circuits are either factory set at a threshold percentage of harmonic inrush or 
the manufacturer provides predetermined settings that should prevent an unwanted operation upon trans- 
former energization. Some transformers have been manufactured in recent years using a grain-oriented 
steel and a design that results in very low percentages of the restraint harmonics in the inrush current. These 
values are, in some cases, less than the minimum manufacture recommended threshold settings. 

Relay Operations — Transformer protective devices not only trip but prevent reclosing of all sources 
energizing the transformer. This is generally accomplished using an auxiliary “lockout” relay. The lockout 
relay requires manual resetting before the transformer can be energized. This circuit encourages manual 
inspection and testing of the transformer before reenergization decisions are made. 

Incorrect trip operations can occur due to relay failure, incorrect settings, or coordination failure. New 
installations that are in the process of testing and wire-checking are most vulnerable. Backup relays, by 
design, can cause tripping for upstream or downstream system faults that do not otherwise clear properly. 
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9.2 The Protection of Synchronous Generators 


Gabriel Benmouyal 


In an apparatus protection perspective, generators constitute a special class of power network equipment 
because faults are very rare but can be highly destructive and therefore very costly when they occur. If 
for most utilities, generation integrity must be preserved by avoiding erroneous tripping, removing a 
generator in case of a serious fault is also a primary if not an absolute requirement. Furthermore, 
protection has to be provided for out-of-range operation normally not found in other types of equipment 
such as overvoltage, overexcitation, limited frequency or speed range, etc. 

It should be borne in mind that, similar to all protective schmes, there is to a certain extent a 
“philosophical approach” to generator protection and all utilities and all protective engineers do not have 
the same approach. For instance, some functions like overexcitation, backup impedance elements, loss- 
of-synchronism, and even protection against inadvertant energization may not be applied by some 
organizations and engineers. It should be said, however, that with the digital multifunction generator 
protective packages presently available, a complete and extensive range of functions exists within the 
same “relay”: and economic reasons for not installing an additional protective element is a tendancy 
which must disappear. 

The nature of the prime mover will have some definite impact on the protective functions implemented 
into the system. For instance, little or no concern at all will emerge when dealing with the abnormal 
frequency operation of hydaulic generators. On the contrary, protection against underfrequency opera- 
tion of steam turbines is a primary concern. 

The sensitivity of the motoring protection (the capacity to measure very low levels of negative real 
power) becomes an issue when dealing with both hydro and steam turbines. Finally, the nature of the 
prime mover will have an impact on the generator tripping scheme. When delayed tripping has no 
detrimental effect on the generator, it is common practice to implement sequential tripping with steam 
turbines as described later. 

The purpose of this article is to provide an overview of the basic principles and schemes involved in 
generator protection. For further information, the reader is invited to refer to additional resources dealing 
with generator protection. The ANSI/IEEE guides (ANSI/IEEE, C37.106, C37.102, C37.101) are partic- 
ularly recommended. The IEEE Tutorial on the Protection of Synchronous Generators (IEEE, 1995) is a 
detailed presentation of North American practices for generator protection. All these references have 
been a source of inspiration in this writing. 


Review of Functions 


Table 9.1 provides a list of protective relays and their functions most commonly found in generator 
protection schemes. These relays are implemented as shown on the single-line diagram of Fig. 9.2. 

As shown in the Relay Type column, most protective relays found in generator protection schemes are 
not specific to this type of equipment but are more generic types. 


Differential Protection for Stator Faults (87G) 


Protection against stator phase faults are normally covered by a high-speed differential relay covering the 
three phases separately. All types of phase faults (phase-phase) will be covered normally by this type of 
protection, but the phase-ground fault in a high-impedance grounded generator will not be covered. In 
this case, the phase current will be very low and therefore below the relay pickup. 

Contrary to transformer differential applications, no inrush exists on stator currents and no provision 
is implemented to take care of overexcitation. Therefore, stator differential relays do not include harmonic 
restraint (2nd and 5th harmonic). Current transformer saturation is still an issue, however, particularly 
in generating stations because of the high X/R ratio found near generators. 


© 2001 CRC Press LLC 


TABLE 9.1 Most Commonly Found Relays for Generator Protection 


Identification 
Number Function Description Relay Type 

87G Generator phase phase windings protection Differential protection 

87T Step-up transformer differential protection Differential protection 

87U Combined differential transformer and generator protection _ Differential protection 

40 Protection against the loss of field voltage or current supply Offset mho relay 

46 Protection against current imbalance. Measurement of phase = Time-overcurrent relay 

negative sequence current 

32 Anti-motoring protection Reverse-power relay 

24 Overexcitation protection Volt/Hertz relay 

59 Phase overvoltage protection Overvoltage relay 

60 Detection of blown voltage transformer fuses Voltage balance relay 

81 Under- and overfrequency protection Frequency relays 

51V Backup protection against system faults Voltage controlled or voltage-restrained 
time overcurrent relay 

21 Backup protection against system faults Distance relay 

78 Protection against loss of synchronization Combination of offset mho and blinders 


The most common type of stator differential is the percentage differential, the main characteristics of 
which are represented in Fig. 9.3. 

For a stator winding, as shown in Fig. 9.4, the restraint quantity will very often be the absolute sum 
of the two incoming and outgoing currents as in: 


rA_inl + A_ out| 


Trestraint = ; (9.4) 
whereas the operate quantity will be the absolute value of the difference: 
Ioperate =|IA_in — IA_out (9.5) 
The relay will output a fault condition when the following inequality is verified: 
Irestraint => K e Ioperate (9.6) 


where K is the differential percentage. The dual and variable slope characteristics will intrinsically allow 
CT saturation for an external fault without the relay picking up. 

An alternative to the percentage differential relay is the high-impedance differential relay, which will 
also naturally surmount any CT saturation. For an internal fault, both currents will be forced into a 
high-impedance voltage relay. The differential relay will pickup when the tension across the voltage 
element gets above a high-set threshold. For an external fault with CT saturation, the saturated CT will 
constitute a low-impedance path in which the current from the other CT will flow, bypassing the high- 
impedance voltage element which will not pick up. 

Backup protection for the stator windings will be provided most of the time by a transformer differ- 
ential relay with harmonic restraint, the zone of which (as shown in Fig. 9.2) will cover both the generator 
and the step-up transformer. 

An impedance element partially or totally covering the generator zone will also provide backup 
protection for the stator differential. 
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FIGURE 9.2 Typical generator-transformer protection scheme. 
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FIGURE 9.3 Single, dual, and variable-slope percentage differential characteristics. 
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FIGURE 9.4 Stator winding current configuration. 


Protection Against Stator Winding Ground Fault 


Protection against stator-to-ground fault will depend to a great extent upon the type of generator 
grounding. Generator grounding is necessary through some impedance in order to reduce the current 
level of a phase-to-ground fault. With solid generator grounding, this current will reach destructive levels. 
In order to avoid this, at least low impedance grounding through a resistance or a reactance is required. 
High-impedance through a distribution transformer with a resistor connected across the secondary 
winding will limit the current level of a phase-to-ground fault to a few primary amperes. 

The most common and minimum protection against a stator-to-ground fault with a high-impedance 
grounding scheme is an overvoltage element connected across the grounding transformer secondary, as 
shown in Fig. 9.5. 

For faults very close to the generator neutral, the overvoltage element will not pick up because the 
voltage level will be below the voltage element pick-up level. In order to cover 100% of the stator windings, 
two techniques are readily available: 


1. use of the third harmonic generated at the neutral and generator terminals, and 
2. voltage injection technique. 


Looking at Fig. 9.6, a small amount of third harmonic voltage will be produced by most generators 
at their neutral and terminals. The level of these third harmonic voltages depends upon the generator 
operating point as shown in Fig. 9.6a. Normally they would be higher at full load. If a fault develops 
near the neutral, the third harmonic neutral voltage will approach zero and the terminal voltage will 
increase. However, if a fault develops near the terminals, the terminal third harmonic voltage will reach 
zero and the neutral voltage will increase. Based on this, three possible schemes have been devised. The 
relays available to cover the three possible choices are: 


1. Use of a third harmonic undervoltage at the neutral. It will pick up for a fault at the neutral. 

2. Use of a third harmonic overvoltage at the terminals. It will pick up for a fault near the neutral. 

3. The most sensitive schemes are based on third harmonic differential relays that monitor the ratio 
of third harmonic at the neutral and the terminals (Yin et al., 1990). 
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FIGURE 9.5 Stator-to-ground neutral overvoltage scheme. 
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FIGURE 9.6 Third harmonic on neutral and terminals. 
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FIGURE 9.7 Various techniques for field-ground protection. 


Field Ground Protection 


A generator field circuit (field winding, exciter, and field breaker) is a DC circuit that does not need to 
be grounded. If a first earth fault occurs, no current will flow and the generator operation will not be 
affected. If a second ground fault at a different location occurs, a current will flow that is high enough 
to cause damage to the rotor and the exciter. Furthermore, if a large section of the field winding is short- 
circuited, a strong imbalance due to the abnormal air-gap fluxes could result on the forces acting on the 
rotor with a possibility of serious mechanical failure. In order to prevent this situation, a number of 
protecting devices exist. Three principles are depicted in Fig. 9.7. 

The first technique (Fig. 9.7a) involves connecting a resistor in parallel with the field winding. The 
resistor centerpoint is connected the ground through a current sensitive relay. If a field circuit point gets 
grounded, the relay will pick up by virtue of the current flowing through it. The main shortcoming of 
this technique is that no fault will be detected if the field winding centerpoint gets grounded. 

The second technique (Fig. 9.7b) involves applying an AC voltage across one point of the field winding. 
If the field winding gets grounded at some location, an AC current will flow into the relay and causes it 
to pick up. 

The third technique (Fig. 9.7c) involves injecting a DC voltage rather than an AC voltage. The conse- 
quence remains the same if the field circuit gets grounded at some point. 

The best protection against field-ground faults is to move the generator out of service as soon as the 
first ground fault is detected. 


Loss-of-Excitation Protection (40) 


A loss-of-excitation on a generator occurs when the field current is no longer supplied. This situation 
can be triggered by a variety of circumstances and the following situation will then develop: 
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FIGURE 9.8 _ Loss-of-excitation offset-mho characteristic. 
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FIGURE 9.9 Loss-of-field positive sequence impedance trajectory. 


1. When the field supply is removed, the generator real power will remain almost constant during 
the next seconds. Because of the drop in the excitation voltage, the generator output voltage drops 
gradually. To compensate for the drop in voltage, the current increases at about the same rate. 

2. The generator then becomes underexcited and it will absorb increasingly negative reactive power. 

3. Because the ratio of the generator voltage over the current becomes smaller and smaller with the 
phase current leading the phase voltage, the generator positive sequence impedance as measured 
at its terminals will enter the impedance plane in the second quadrant. Experience has shown that 
the positive sequence impedance will settle to a value between Xd and Xq. 


The most popular protection against a loss-of-excitation situation uses an offset-mho relay as shown 
in Fig. 9.8 (IEEE, 1989). The relay is supplied with generator terminals voltages and currents and is 
normally associated with a definite time delay. Many modern digital relays will use the positive sequence 
voltage and current to evaluate the positive sequence impedance as seen at the generator terminal. 

Figure 9.9 shows the digitally emulated positive sequence impedance trajectory of a 200 MVA generator 
connected to an infinite bus through an 8% impedance transformer when the field voltage was removed 
at 0 second time. 


Current Imbalance (46) 


Current imbalance in the stator with its subsequent production of negative sequence current will be the 
cause of double-frequency currents on the surface of the rotor. This, in turn, may cause excessive 


© 2001 CRC Press LLC 


overheating of the rotor and trigger substantial thermal and mechanical damages (due to temperature 
effects). 
The reasons for temporary or permanent current imbalance are numerous: 


* system asymmetries 

+ unbalanced loads 

+ unbalanced system faults or open circuits 

+ single-pole tripping with subsequent reclosing 


The energy supplied to the rotor follows a purely thermal law and is proportional to the square of the 
negative sequence current. Consequently, a thermal limit K is reached when the following integral 
equation is solved: 


t 
K=| I; dt (9.7) 
0 


In this equation, we have: 


K = constant depending upon the generator design and size 
I, = RMS value of negative sequence current 
t = time 


The integral equation can be expressed as an inverse time-current characteristic where the maximum 
time is given as the negative sequence current variable: 


t=— (9.8) 


In this expression the negative sequence current magnitude will be entered most of the time as a 
percentage of the nominal phase current and integration will take place when the measured negative 
sequence current becomes greater than a percentage threshold. 

Thermal capability constant, K, is determined by experiment by the generator manufacturer. Negative 
sequence currents are supplied to the machine on which strategically located thermocouples have been 
installed. The temperature rises are recorded and the thermal capability is inferred. 

Forty-six (46) relays can be supplied in all three technologies (electromechanical, static, or digital). 
Ideally the negative sequence current should be measured in rms magnitude. Various measurement 
principles can be found. Digital relays could measure the fundamental component of the negative 
sequence current because this could be the basic principle for phasor measurement. Figure 9.10 represents 
a typical relay characteristic. 


Anti-Motoring Protection (32) 


A number of situations exist where a generator could be driven as a motor. Anti-motoring protection 
will more specifically apply in situations where the prime-mover supply is removed for a generator 
supplying a network at synchronous speed with the field normally excited. The power system will then 
drive the generator as a motor. 

A motoring condition may develop if a generator is connected improperly to the power system. This will 
happen if the generator circuit breaker is closed inadvertently at some speed less than synchronous speed. 
Typical situations are when the generator is on turning gear, slowing down to a standstill, or has reached 
standstill. This motoring condition occurs during what is called “generator inadvertent energization.” The 
protection schemes that respond to this situation are different and will be addressed later in this article. 

Motoring will cause adverse effects, particularly in the case of steam turbines. The basic phenomenon 
is that the rotation of the turbine rotor and the blades in a steam environment will cause windage losses. 
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FIGURE 9.10 Typical static or digital time-inverse 46 curve. 


Windage losses are a function of rotor diameter, blade length, and are directly proportional to the density 
of the enclosed steam. Therefore, in any situation where the steam density is high, harmful windage 
losses could occur. From the preceding discussion, one may conclude that the anti-motoring protection 
is more of a prime-mover protection than a generator protection. 

The most obvious means of detecting motoring is to monitor the flow of real power into the generator. 
If that flow becomes negative below a preset level, then a motoring condition is detected. Sensitivity and 
setting of the power relay depends upon the energy drawn by the prime mover considered now as a motor. 

With a gas turbine, the large compressor represents a substantial load that could reach as high as 50% 
of the unit nameplate rating. Sensitivity of the power relay is not an issue and is definitely not critical. 
With a diesel type engine (with no firing in the cylinders), load could reach as high as 25% of the unit 
rating and sensitivity, once again, is not critical. With hydroturbines, if the blades are below the tail-race 
level, the motoring energy is high. If above, the reverse power gets as low as 0.2 to 2% of the rated power 
and a sensitive reverse power relay is then needed. With steam turbines operating at full vacuum and 
zero steam input, motoring will draw 0.5 to 3% of unit rating. A sensitive power relay is then required. 


Overexcitation Protection (24) 


When generator or step-up transformer magnetic core iron becomes saturated beyond rating, stray fluxes 
will be induced into nonlaminated components. These components are not designed to carry flux and 
therefore thermal or dielectric damage can occur rapidly. 

In dynamic magnetic circuits, voltages are generated by the Lenz Law: 


x 
VeKo (9.9) 
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FIGURE 9.11 Dual definite-time characteristic. 


Measured voltage can be integrated in order to get an estimate of the flux. Assuming a sinusoidal 
voltage of magnitude Vp and frequency f, and integrating over a positive or negative half-cycle interval: 


T/2 


(9.10) 


T/2 ; v 
d= ral Vs sin(wt +6)dt a anfK (—cos wr) 


0 


one derives an estimate of the flux that is proportional to the value of peak voltage over the frequency. 
This type of protection is then called volts per hertz. 


p=-2 (9.11) 
j . 


The estimated value of the flux can then be compared to a maximum value threshold. With static 
technology, volts per hertz relays would practically integrate the monitored voltage over a positive or 
negative (or both) half-cycle period of time and develop a value that would be proportional to the flux. 
With digital relays, since measurement of the frequency together with the magnitudes of phase voltages 
are continuously available, a direct ratio computation as shown in Eq. (9.11) would be performed. 

ANSI/IEEE standard limits are 1.05 pu for generators and 1.05 for transformers (on transformer 
secondary base, at rated load, 0.8 power factor or greater; 1.1 pu at no-load). It has been traditional to 
supply either definite time or inverse-time characteristics as recommended by the ANSI/IEEE guides and 
standards. Fig. 9.11 represents a typical dual definite-time characteristic whereas Fig. 9.12 represents a 
combined definite and inverse-time characteristic. 

One of the primary requirements of a volt/hertz relay is that it should measure both voltage magnitude 
and frequency over a broad range of frequency. 


Overvoltage (59) 


An overvoltage condition could be encountered without exceeding the volt/hertz limits. For that reason, 
an overvoltage relay is recommended. Particularly for hydro-units, C37-102 recommends both an instan- 
taneous and an inverse element. The instantaneous should be set to 130 to 150% of rated voltage and 
the inverse element should have a pick-up voltage of 110% of the rated voltage. Coordination with the 
voltage regulator should be verified. 
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FIGURE 9.12 Combined definite and inverse-time characteristics. 


Voltage Imbalance Protection (60) 


The loss of a voltage phase signal can be due to a number of causes. The primary cause for this nuisance 
is a blown-out fuse in the voltage transformer circuit. Other causes can be a wiring error, a voltage 
transformer failure, a contact opening, a misoperation during maintenance, etc. 

Since the purpose of these VTs is to provide voltage signals to the protective relays and the voltage 
regulator, the immediate effect of a loss of VT signal will be the possible misoperation of some protective 
relays and the cause for generator overexcitation by the voltage regulator. Among the protective relays to 
be impacted by the loss of VT signal are: 


* Function 21: Distance relay. Backup for system and generator zone phase faults. 

+ Function 32: Reverse power relay. Anti-motoring function, sequential tripping and inadvertent 
energization functions. 

+ Function 40: Loss-of-field protection. 

* Function 51V: Voltage-restrained time overcurrent relay. 


Normally these functions should be blocked if a condition of fuse failure is detected. 

It is common practice for large generators to use two sets of voltage transformers for protection, voltage 
regulation, and measurement. Therefore, the most common practice for loss of VT signals detection is 
to use a voltage balance relay as shown in Fig. 9.13 on each pair of secondary phase voltage. When a fuse 
blows, the voltage relationship becomes imbalanced and the relay operates. Typically, the voltage imbal- 
ance will be set at around 15%. 


Voltage 
balance relay 


FIGURE 9.13 Example of voltage balance relay. 
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FIGURE 9.14 Symmetrical component implementation of fuse failure detection. 


The advent of digital relays has allowed the use of sophisticated algorithms based on symmetrical 
components to detect the loss of VT signal. When a situation of loss of one or more of the VT signals 
occurs, the following conditions develop: 


+ there will be a drop in the positive sequence voltage accompanied by an increase in the negative 
sequence voltage magnitude. The magnitude of this drop will depend upon the number of phases 
impacted by a fuse failure. 

* in case of a loss of VT signal and contrary to a fault condition, there should not be any change in 
the current’s magnitudes and phases. Therefore, the negative and zero sequence currents should 
remain below a small tolerance value. A fault condition can be distinguished from a loss of VT 
signal by monitoring the changes in the positive and negative current levels. In case of a loss of 
VT signals, these changes should remain below a small tolerance level. 


All the above conditions can be incorporated into a complex logic scheme to determine if indeed a 
there has been a condition of loss of VT signal or a fault. Figure 9.14 represents the logic implementation 
of a voltage transformer single and double fuse failure based on symmetrical components. 

If the following conditions are met in the same time (and condition) during a time delay longer than T1: 


+ the positive sequence voltage is below a voltage set-value SET_1, 

* the negative sequence voltage is above a voltage set-value SET_2, 

+ there exists a small value of current such that the positive sequence current I1 is above a small 
set-value SET_4 and the negative and zero sequence currents I2 and I2 do not exceed a small set- 
value SET_3, 


then a fuse failure condition will pick up to one and remain in that state thanks to the latch effect. Fuse 
failure of a specific phase can be detected by monitoring the level voltage of each phase and comparing 
it to a set-value SET_5. As soon as the positive sequence voltage returns to a value greater than the set- 
value SET_1 and the negative sequence voltage disappears, the fuse failure condition returns to a zero state. 


System Backup Protection (51V and 21) 


Generator backup protection is not applied to generator faults but rather to system faults that have not 
been cleared in time by the system primary protection, but which require generator removal in order for 
the fault to be eliminated. By definition, these are time-delayed protective functions that must coordinate 
with the primary protective system. 
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FIGURE 9.15 Backup protection basic scheme. 


System backup protection (Fig. 9.15) must provide protection for both phase faults and ground faults. 
For the purpose of protecting against phase faults, two solutions are most commonly applied: the use of 
overcurrent relays with either voltage restraint or voltage control, or impedance-type relays. 

The basic principle behind the concept of supervising the overcurrent relay by voltage is that a fault 
external to the generator and on the system will have the effect of reducing the voltage at the generator 
terminal. This effect is being used in both types of overcurrent applications: the voltage controlled 
overcurrent relay will block the overcurrent element unless the voltage gets below a pre-set value, and 
the voltage restraint overcurrent element will have its pick-up current reduced by an amount proportional 
to the voltage reduction (see Fig. 9.16). 

The impedance type backup protection could be applied to the low or high side of the step-up 
transformer. Normally, three 21 elements will cover all types of phase faults on the system as in a line relay. 

As shown in Fig. 9.17, a reverse offset is allowed in the mho element in order for the backup to partially 
or totally cover the generator windings. 
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FIGURE 9.16 Voltage restraint overcurrent relay principle. 
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FIGURE 9.17 Typical 21 elements application. 


Out-of-Step Protection 


When there is an equilibrium between generation and load on an electrical network, the network 
frequency will be stable and the internal angle of the generators will remain constant with respect to 
each other. If an imbalance (loss of generation, sudden addition of load, network fault, etc.) occurs, 
however, the internal angle of a generator will undergo some changes and two situations might develop: 
a new stable state will be reached after the disturbance has faded away, or the generator internal angle 
will not stabilize and the generator will run synchronously with respect to the rest of the network (moving 
internal angle and different frequency). In the latter case, an out-of-step protection is implemented to 
detect the situation. 

That principle can be visualized by considering the two-source network of Fig. 9.18. 

If the angle between the two sources is 8 and the ratio between the voltage magnitudes is n = E,/E,, 
then the positive sequence impedance seen from location will be: 


Gx n(Z,+Z,+Z,)(n-cos 0-—jsin 0) 


z : ae (9.12) 
(n—cos 0) +sin’ 0 
If n is equal to one, Eq. (9.12) simplifies to: 
; 0 
n(Z, +Z,, +Z,) 1-j es 
Z_= 5 Ze (9.13) 


FIGURE 9.18 Elementary two-source network. 
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FIGURE 9.19 Impedance locus for different source angles. 


The impedance locus represented by this equation is a straight line, perpendicular to and crossing the 
vector Z, + Z, + Z, at its middle point. If n is different from 1, the loci become circles as shown in 
Fig. 9.19. The angle 6 between the two sources is the angle between the two segments joining Z, to the 
base of Z, and the summit of Z,. Normally, that angle will take a small value. In an out-of-step condition, 
it will assume a bigger value and when it reaches 180°, it crosses Z, + Z,; + Z, at its middle point. 

Normally, because of the machine’s inertia, the impedance Z, moves slowly. The phenomenon can be 
taken advantage of and an out-of-step condition will very often be detected by the combination a mho 
relay and two blinders as shown in Fig. 9.20. In this application, an out-of-step condition will be assumed 
to be detected when the impedance locus enters the mho circle and remains between the two blinders 
for an interval of time longer than a preset definite time delay. Implicit in this scheme is the fact that the 
angle between the two sources is assumed to take a large value when Zr crosses the blinders. Implemen- 
tation of an out-of-step protection will normally require some careful studies and eventually will require 
some stability simulations in order to determine the nature and the locus of the stable and the unstable 
swings. One of the paramount requirement of an out-of-step protection is not to trip the generator in 
case of a stable wing. 


Abnormal Frequency Operation of Turbine-Generator 


Although it is not a concern for hydraulic generators, the protection against abnormal frequency oper- 
ation becomes an issue with steam turbine-graters. If the turbine is rotated at a frequency other than 
synchronous, the blades in the low pressure turbine element could resonate at their natural frequency. 
Blading mechanical fatigue could result with subsequent damage and failure. 

Figure 9.21 (ANSI C37.106) represents a typical steam turbine operating limitation curve. Continuous 
operation is allowed around 60 Hz. Time-limited zones exist above and below the continuous operation 
regions. Prohibited operation regions lie beyond. 

With the advent of modern generator microprocessor-based relays (IEEE, 1989), there does not seem 
to be a consensus emerging among the relay and turbine manufacturers, regarding the digital implemen- 
tation of underfrequency turbine protection. The following points should, however, be taken into account: 
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FIGURE 9.20 Out-of-step mho detector with blinders. 


PROHIBITED 
OPERATION 


OPERATING FRQUENCY LIMITS 


ee ee 
T T 


FREQUENCY (HZ) 


FIGURE 9.21 Typical steam turbine operating characteristic. (Modified from ANSI/IEEE C37.106-1987, Figure 6.) 


+ Measurement of frequency is normally available on a continuous basis and over a broad frequency 
range. Precision better than 0.01 Hz in the frequency measurement has been achieved. 

+ In practically all products, a number of independent over- or under-frequency definite time 
functions can be combined to form a composite curve. 


Therefore, with digital technology, a typical over/underfrequency scheme, as shown in Fig. 9.22, 
comprising one definite-time over-frequency and two definite-time under-frequency elements is readily 
implementable. 
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FIGURE 9.22 Typical abnormal frequency protection characteristic. 
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FIGURE 9.23 Frequency supervised overcurrent inadvertent energizing protection. 


Protection Against Accidental Energization 


A number of catastrophic failures have occurred in the past when synchronous generators have been 
accidentally energized while at standstill. Among the causes for such incidents were human errors, breaker 
flashover, or control circuitry malfunction. 

A number of protection schemes have been devised to protect the generator against inadvertent 
energization. The basic principle is to monitor the out-of-service condition and to detect an accidental 
energizing immediately following that state. As an example, Fig. 9.23 shows an application using an over- 
frequency relay supervising three single phase instantaneous overcurrent elements. When the generator 
is put out of service or the over-frequency element drops out, the timer will pick up. If inadvertent 
energizing occurs, the over-frequency element will pick up, but because of the timer drop-out delay, the 
instantaneous overcurrent elements will have the time to initiate the generator breakers opening. The 
supervision could also be implemented using a voltage relay. 

Accidental energizing caused by a single or three-phase breaker flashover occurring during the gener- 
ator synchronizing process will not be detected by the logic of Fig. 9.23. In such an instance, by the time 
the generator has been closed to the synchronous speed, the overcurrent element outputs would have 
been blocked. 


Generator Breaker Failure 


Generator breaker failure follows the general pattern of the same function found in other applications: 
once a fault has been detected by a protective device, a timer will monitor the removal of the fault. If, 
after a time delay, the fault is still detected, conclusion is reached that the breaker(s) have not opened 
and a signal to open the backup breakers will be sent. 

Figure 9.24 shows a conventional breaker failure diagram where provision has been added to detect a 
flashover occurring before the synchronizing of the generator: in addition to the protective relays detecting 
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FIGURE 9.24 Breaker failure logic with flashover protection. 


a fault, a flashover condition is detected by using an instantaneous overcurrent relay installed on the 
neutral of the step-up transformer. If this relay picks up and the breaker position contact (52b) is closed 
(breaker open), then a flashover condition is asserted and breaker failure is initiated. 


Generator Tripping Principles 


A number of methods for isolating a generator once a fault has been detected are commonly being 
implemented. They fall into four groups: 


+ Simultaneous tripping involves simultaneously shutting the prime mover down by closing its valves 
and opening the field and generator breakers. This technique is highly recommended for severe 
internal generator faults. 

* Generator tripping involves simultaneously opening both the field and generator breakers. 

* Unit separation involves opening the generator breaker only. 

+ Sequential tripping is applicable to steam turbines and involves first tripping the turbine valves 
in order to prevent any overspeeding of the unit. Then, the field and generator breakers are opened. 
Figure 9.25 represents a possible logical scheme for the implementation of a sequential tripping 
function. If the following three conditions are met, (1) the real power is below a negative pre-set 
threshold SET_1, (2) the steam valve or a differential pressure switch is closed (either condition 
indicating the removal of the prime-mover), (3) the sequential tripping function is enabled, then 
a trip signal will be sent to the generator and field breakers. 
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FIGURE 9.25 Implementation of a sequential tripping function. 
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Impact of Generator Digital Multifunction Relays! 


The latest technological leap in generator protection has been the release of digital multifunction relays 
by various manufacturers (Benmouyal, 1988; Yalla, 1992; Benmouyal, 1994; Yip, 1994). With more 
sophisticated characteristics being available through software algorithms, generator protective function 
characteristics can be improved. Therefore, multifunction relays have many advantages, most of which 
stem from the technology on which they are based. 


Improvements in Signal Processing 


Most multifunction relays use a full-cycle Discrete Fourier Transform (DFT) algorithm for acquisition 
of the fundamental component of the current and voltage phasors. Consequently, they will benefit from 
the inherent filtering properties provided by the algorithms, such as: 


* immunity from DC component and good suppression of exponentially decaying offset due to the 
large value of X/R time constants in generators; 

* immunity to harmonics; 

* nominal response time of one cycle for the protective functions requiring fast response. 


Since sequence quantities are computed mathematically from the voltage and current phasors, they 
will also benefit from the above advantages. 

However, it should be kept in mind that fundamental phasors of waveforms are not the only parameters 
used in digital multifunction relays. Other parameters like peak or rms values of waveforms can be equally 
acquired through simple algorithms, depending upon the characteristics of a particular algorithm. 

A number of techniques have been used to make the measurement of phasor magnitudes independent of 
frequency, and therefore achieve stable sensitivities over large frequency excursions. One technique is known 
as frequency tracking and consists of having a number of samples in one cycle that is constant, regardless of 
the value of the frequency or the generator’s speed. A software digital phase-locked loop allows implemen- 
tation of such a scheme and will inherently provide a direct measurement of the frequency or the speed of 
the generator (Benmouyal, 1989). A second technique keeps the sampling period fixed, but varies the time 
length of the data window to follow the period of the generator frequency. This results in a variable number 
of samples in the cycles (Hart et al., 1997). A third technique consists of measuring the root-mean square 
value of a current or voltage waveform. The variation of this quantity with frequency is very limited, and 
therefore, this technique allows measurement of the magnitude of a waveform over a broad frequency range. 

A further improvement consists of measuring the generator frequency digitally. Precision, in most 
cases, will be one hundredth of a hertz or better, and good immunity to harmonics and noise is achievable 
with modern algorithms. 


Improvements in Protective Functions 


The following functions will benefit from some inherent advantages of the digital processing capability: 


+ A number of improvements can be attributed to stator differential protection. The first is the 
detection of CT saturation in case of external faults that would cause the protection relay to trip. 
When CT ratios do not match perfectly, the difference can be either automatically or manually 
introduced into the algorithm in order to suppress the difference. 

+ It is no longer necessary to provide a A-Y conversion for the backup 21 elements in order to cover 
the phase fault on the high side of the voltage transformer. That conversion can be accomplished 
mathematically inside the relay. 

+ In the area of detection of voltage transformer blown fuses, the use of symmetrical components 
allows identification of the faulted phase. Therefore, complex logic schemes can be implemented 
where only the protection function impacted by the phase will be blocked. As an example, if a 51V 
is implemented on all three phases independently, it will be sufficient to block the function only 


'This section was published previously in a modified form in Working Group J-11 of PSRC, Application of 
multifunction generator protection systems, IEEE Trans. on PD, 14(4), Oct. 1999. 
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on the phase on which a fuse has been detected as blown. Furthermore, contrary to the conventional 
voltage balance relay scheme, a single VT will suffice when using this modern algorithm. 


Because of the different functions recording their characteristics over a large frequency interval, it is 
no longer necessary to monitor the frequency in order to implement start-up or shut-down protection. 


The 100% stator-ground protection can be improved by using third-harmonic voltage measure- 
ments both at the phase and neutral. 

The characteristic of an offset mho impedance relay in the R-X plane can be made to be indepen- 
dent of frequency by using one of the following two techniques: the frequency-tracking algorithm 


previously mentioned, or the use of the positive sequence voltage and current because their ratio 
is frequency-independent. 
Functions which are inherently three-phase phenomena can be implemented by using the positive 


sequence voltage and current quantities. The loss-of-field or loss-of-synchronism are examples. 


In the reverse power protection, improved accuracy and sensitivity can be obtained with digital 
technology. 
Digital technology allows the possibility of tailoring inverse volt/hertz curves to the user’s needs. 


Full programmability of these same curves is readily achievable. From that perspective, volt/hertz 
protection is improved by a closer match between the implemented curve and the generator or 
step-up transformer damage curve. 


Multifunction generator protection packages have other functions that make use of the inherent 
capabilities of microprocessor devices. These include: oscillography and event recording, time synchro- 
nization, multiple settings, metering, communications, self-monitoring, and diagnostics. 
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9.3. Transmission Line Protection 


Stanley H. Horowitz 


The study of transmission line protection presents many fundamental relaying considerations that apply, 
in one degree or another, to the protection of other types of power system protection. Each electrical 
element, of course, will have problems unique to itself, but the concepts of reliability, selectivity, local 
and remote backup, zones of protection, coordination and speed which may be present in the protection 
of one or more other electrical apparatus are all present in the considerations surrounding transmission 
line protection. 

Since transmission lines are also the links to adjacent lines or connected equipment, transmission line 
protection must be compatible with the protection of all of these other elements. This requires coordi- 
nation of settings, operating times and characteristics. 

The purpose of power system protection is to detect faults or abnormal operating conditions and to 
initiate corrective action. Relays must be able to evaluate a wide variety of parameters to establish that 
corrective action is required. Obviously, a relay cannot prevent the fault. Its primary purpose is to detect 
the fault and take the necessary action to minimize the damage to the equipment or to the system. The 
most common parameters which reflect the presence of a fault are the voltages and currents at the 
terminals of the protected apparatus or at the appropriate zone boundaries. The fundamental problem 
in power system protection is to define the quantities that can differentiate between normal and abnormal 
conditions. This problem is compounded by the fact that “normal” in the present sense means outside 
the zone of protection. This aspect, which is of the greatest significance in designing a secure relaying 
system, dominates the design of all protection systems. 


The Nature of Relaying 
Reliability 
Reliability, in system protection parlance, has special definitions which differ from the usual planning or 
operating usage. A relay can misoperate in two ways: it can fail to operate when it is required to do so, 
or it can operate when it is not required or desirable for it to do so. To cover both situations, there are 
two components in defining reliability: 

Dependability — which refers to the certainty that a relay will respond correctly for all faults for 
which it is designed and applied to operate; and 

Security — which is the measure that a relay will not operate incorrectly for any fault. 

Most relays and relay schemes are designed to be dependable since the system itself is robust enough 
to withstand an incorrect tripout (loss of security), whereas a failure to trip (loss of dependability) may 
be catastrophic in terms of system performance. 


Zones of Protection 


The property of security is defined in terms of regions of a power system — called zones of protection — 
for which a given relay or protective system is responsible. The relay will be considered secure if it responds 
only to faults within its zone of protection. Figure 9.26 shows typical zones of protection with transmis- 
sion lines, buses, and transformers, each residing in its own zone. Also shown are “closed zones” in which 
all power apparatus entering the zone is monitored, and “open” zones, the limit of which varies with the 
fault current. Closed zones are also known as “differential,” “unit,” or absolutely selective,” and open 
zones are “non-unit,” “unrestricted,” or “relatively selective.” 

The zone of protection is bounded by the current transformers (CT) which provide the input to the 
relays. While a CT provides the ability to detect a fault within its zone, the circuit breaker (CB) provides 
the ability to isolate the fault by disconnecting all of the power equipment inside its zone. When a CT 
is part of the CB, it becomes a natural zone boundary. When the CT is not an integral part of the CB, 
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FIGURE 9.26 Closed and open zones of protection. (Source: Horowitz, S. H. and Phadke, A. G., Power System 
Relaying, 2nd ed., 1995. Research Studies Press, U.K. With permission.) 


special attention must be paid to the fault detection and fault interruption logic. The CTs still define the 
zone of protection, but a communication channel must be used to implement the tripping function. 


Relay Speed 


It is, of course, desirable to remove a fault from the power system as quickly as possible. However, the 
relay must make its decision based upon voltage and current waveforms, which are severely distorted 
due to transient phenomena that follow the occurrence of a fault. The relay must separate the meaningful 
and significant information contained in these waveforms upon which a secure relaying decision must 
be based. These considerations demand that the relay take a certain amount of time to arrive at a decision 
with the necessary degree of certainty. The relationship between the relay response time and its degree 
of certainty is an inverse one and is one of the most basic properties of all protection systems. 

Although the operating time of relays often varies between wide limits, relays are generally classified 
by their speed of operation as follows: 


1. Instantaneous — These relays operate as soon as a secure decision is made. No intentional time 
delay is introduced to slow down the relay response. 

2. Time-delay — An intentional time delay is inserted between the relay decision time and the 
initiation of the trip action. 

3. High-speed — A relay that operates in less than a specified time. The specified time in present 
practice is 50 milliseconds (3 cycles on a 60 Hz system). 

4. Ultra high-speed — This term is not included in the Relay Standards but is commonly considered 
to be operation in 4 milliseconds or less. 


Primary and Backup Protection 


The main protection system for a given zone of protection is called the primary protection system. It 
operates in the fastest time possible and removes the least amount of equipment from service. On Extra 
High Voltage (EHV) systems, i.e., 345kV and above, it is common to use duplicate primary protection 
systems in case a component in one primary protection chain fails to operate. This duplication is therefore 
intended to cover the failure of the relays themselves. One may use relays from a different manufacturer, 
or relays based on a different principle of operation to avoid common-mode failures. The operating time 
and the tripping logic of both the primary and its duplicate system are the same. 
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It is not always practical to duplicate every element of the protection chain. On High Voltage (HV) 
and EHV systems, the costs of transducers and circuit breakers are very expensive and the cost of duplicate 
equipment may not be justified. On lower voltage systems, even the relays themselves may not be 
duplicated. In such situations, a backup set of relays will be used. Backup relays are slower than the 
primary relays and may remove more of the system elements than is necessary to clear the fault. 

Remote Backup — These relays are located in a separate location and are completely independent of 
the relays, transducers, batteries, and circuit breakers that they are backing up. There are no common 
failures that can affect both sets of relays. However, complex system configurations may significantly 
affect the ability of a remote relay to “see” all faults for which backup is desired. In addition, remote 
backup may remove more sources of the system than can be allowed. 

Local Backup — These relays do not suffer from the same difficulties as remote backup, but they are 
installed in the same substation and use some of the same elements as the primary protection. They may 
then fail to operate for the same reasons as the primary protection. 


Reclosing 


Automatic reclosing infers no manual intervention but probably requires specific interlocking such as a 
full or check synchronizing, voltage or switching device checks, or other safety or operating constraints. 
Automatic reclosing can be high speed or delayed. High Speed Reclosing (HSR) allows only enough time 
for the arc products of a fault to dissipate, generally 15-40 cycles on a 60 Hz base, whereas time delayed 
reclosings have a specific coordinating time, usually 1 or more seconds. HSR has the possibility of 
generator shaft torque damage and should be closely examined before applying it. 

It is common practice in the U.S. to trip all three phases for all faults and then reclose the three phases 
simultaneously. In Europe, however, for single line-to-ground faults, it is not uncommon to trip only 
the faulted phase and then reclose that phase. This practice has some applications in the U.S., but only 
in rare situations. When one phase of a three-phase system is opened in response to a single phase-to- 
ground fault, the voltage and current in the two healthy phases tend to maintain the fault arc after the 
faulted phase is de-energized. Depending on the length of the line, load current, and operating voltage, 
compensating reactors may be required to extinguish this “secondary arc.” 


System Configuration 


Although the fundamentals of transmission line protection apply in almost all system configurations, 
there are different applications that are more or less dependent upon specific situations. 

Operating Voltages — Transmission lines will be those lines operating at 138 kV and above, subtrans- 
mission lines are 34.5 kV to 138 kV, and distribution lines are below 34.5 kV. These are not rigid definitions 
and are only used to generically identify a transmission system and connote the type of protection usually 
provided. The higher voltage systems would normally be expected to have more complex, hence more 
expensive, relay systems. This is so because higher voltages have more expensive equipment associated 
with them and one would expect that this voltage class is more important to the security of the power 
system. The higher relay costs, therefore, are more easily justified. 

Line Length — The length of a line has a direct effect on the type of protection, the relays applied, 


» « 


and the settings. It is helpful to categorize the line length as “short,” “medium,” or “long” as this helps 
establish the general relaying applications although the definition of “short,” “medium,” and “long” is 
not precise. A short line is one in which the ratio of the source to the line impedance (SIR) is large (>4 
e.g.), the SIR of a long line is 0.5 or less and a medium line’s SIR is between 4 and 0.5. It must be noted, 
however, that the per-unit impedance of a line varies more with the nominal voltage of the line than 
with its physical length or impedance. So a “short” line at one voltage level may be a “medium” or “long” 
line at another. 

Multiterminal Lines — Occasionally, transmission lines may be tapped to provide intermediate 
connections to additional sources without the expense of a circuit breaker or other switching device. 
Such a configuration is known as a multiterminal line and, although it is an inexpensive measure for 
strengthening the power system, it presents special problems for the protection engineer. The difficulty 
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FIGURE 9.27 Effect of infeed on local relays. (Source: Horowitz, S. H. and Phadke, A. G., Power System Relaying, 
2nd ed., 1995. Research Studies Press, U.K. With permission.) 


arises from the fact that a relay receives its input from the local transducers, i.e., the current and voltage 
at the relay location. Referring to Fig. 9.27, the current contribution to a fault from the intermediate 
source is not monitored. The total fault current is the sum of the local current plus the contribution 
from the intermediate source, and the voltage at the relay location is the sum of the two voltage drops, 
one of which is the product of the unmonitored current and the associated line impedance. 


Current Actuated Relays 


Fuses 


The most commonly used protective device in a distribution circuit is the fuse. Fuse characteristics vary 
considerably from one manufacturer to another and the specifics must be obtained from their appropriate 
literature. Figure 9.28 shows the time-current characteristics which consist of the minimum melt and 
total clearing curves. 

Minimum melt is the time between initiation of a current large enough to cause the current responsive 
element to melt and the instant when arcing occurs. Total Clearing Time (TCT) is the total time elapsing 
from the beginning of an overcurrent to the final circuit interruption; i.e, TCT = minimum melt plus 
arcing time. 

In addition to the different melting curves, fuses have different load-carrying capabilities. Manufac- 
turer’s application tables show three load-current values: continuous, hot-load pickup, and cold-load 
pickup. Continuous load is the maximum current that is expected for three hours or more for which 
the fuse will not be damaged. Hot-load is the amount that can be carried continuously, interrupted, and 
immediately reenergized without melting. Cold-load follows a 30-min outage and is the high current 
that is the result in the loss of diversity when service is restored. Since the fuse will also cool down during 
this period, the cold-load pickup and the hot-load pickup may approach similar values. 


Inverse-Time Delay Overcurrent Relays 


The principal application of time-delay overcurrent relays (TDOC) is on a radial system where they 
provide both phase and ground protection. A basic complement of relays would be two phase and one 
ground relay. This arrangement will protect the line for all combinations of phase and ground faults 
using the minimum number of relays. Adding a third phase relay, however, provides complete backup 
protection, that is two relays for every type of fault, and is the preferred practice. TDOC relays are usually 
used in industrial systems and on subtransmission lines that cannot justify more expensive protection 
such as distance or pilot relays. 
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FIGURE 9.28 Fuse time-current characteristic. (Source: Horowitz, S. H. and Phadke, A. G., Power System Relaying, 
2nd ed., 1995. Research Studies Press, U.K. With permission.) 


There are two settings that must be applied to all TDOC relays: the pickup and the time delay. The 
pickup setting is selected so that the relay will operate for all short circuits in the line section for which 
it is to provide protection. This will require margins above the maximum load current, usually twice the 
expected value, and below the minimum fault current, usually 1/3 the calculated phase-to-phase or phase- 
to-ground fault current. If possible, this setting should also provide backup for an adjacent line section 
or adjoining equipment. The time-delay function is an independent parameter that is obtained in a 
variety of ways, either the setting of an induction disk lever or an external timer. The purpose of the 
time-delay is to enable relays to coordinate with each other. Figure 9.29 shows the family of curves of a 
single TDOC model. The ordinate is time in milliseconds or seconds depending on the relay type; the 
abscissa is in multiples of pickup to normalize the curve for all fault current values. Figure 9.30 shows 
how TDOC relays on a radial line coordinate with each other. 


Instantaneous Overcurrent Relays 


Figure 9.30 also shows why the TDOC relay cannot be used without additional help. The closer the fault 
is to the source, the greater the fault current magnitude, yet the longer the tripping time. The addition 
of an instantaneous overcurrent relay makes this system of protection viable. If an instantaneous relay 
can be set to “see” almost up to, but not including, the next bus, all of the fault clearing times can be 
lowered as shown in Fig. 9.31. In order to properly apply the instantaneous overcurrent relay, there must 
be a substantial reduction in short-circuit current as the fault moves from the relay toward the far end 
of the line. However, there still must be enough of a difference in the fault current between the near and 
far end faults to allow a setting for the near end faults. This will prevent the relay from operating for 
faults beyond the end of the line and still provide high-speed protection for an appreciable portion of 
the line. 

Since the instantaneous relay must not see beyond its own line section, the values for which it must 
be set are very much higher than even emergency loads. It is common to set an instantaneous relay about 
125-130% above the maximum value that the relay will see under normal operating situations and about 
90% of the minimum value for which the relay should operate. 
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FIGURE 9.29 Family of TDOC time-current characteristics. (Source: Horowitz, S. H. and Phadke, A. G., Power 
System Relaying, 2nd ed., 1995. Research Studies Press, U.K. With permission.) 


Directional Overcurrent Relays 


Directional overcurrent relaying is necessary for multiple source circuits when it is essential to limit 
tripping for faults in only one direction. If the same magnitude of fault current could flow in either 
direction at the relay location, coordination cannot be achieved with the relays in front of, and, for the 
same fault, the relays behind the nondirectional relay, except in very unusual system configurations. 
Polarizing Quantities — To achieve directionality, relays require two inputs; the operating current 
and a reference, or polarizing, quantity that does not change with fault location. For phase relays, the 
polarizing quantity is almost always the system voltage at the relay location. For ground directional 
indication, the zero-sequence voltage (3E,) can be used. The magnitude of 3E, varies with the fault 
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FIGURE 9.30 Coordination of TDOC relays. (Source: Horowitz, S. H. and Phadke, A. G., Power System Relaying, 
2nd ed., 1995. Research Studies Press, U.K. With permission.) 
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FIGURE 9.31 Effect of instantaneous relays. (Source: Horowitz, S. H. and Phadke, A. G., Power System Relaying, 
2nd ed., 1995. Research Studies Press, U.K. With permission.) 


location and may not be adequate in some instances. An alternative and generally preferred method of 
obtaining a directional reference is to use the current in the neutral of a wye-grounded/delta power 
transformer. 
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FIGURE 9.32 Distance relay characteristics. (Source: Horowitz, S$. H. and Phadke, A. G., Power System Relaying, 
2nd ed., 1995. Research Studies Press, U.K. With permission.) 


Distance Relays 


Distance relays respond to the voltage and current, i.e., the impedance, at the relay location. The 
impedance per mile is fairly constant so these relays respond to the distance between the relay location 
and the fault location. As the power systems become more complex and the fault current varies with 
changes in generation and system configuration, directional overcurrent relays become difficult to apply 
and to set for all contingencies, whereas the distance relay setting is constant for a wide variety of changes 
external to the protected line. 

There are three general distance relay types as shown in Fig. 9.32. Each is distinguished by its appli- 
cation and its operating characteristic. 


Impedance Relay 


The impedance relay has a circular characteristic centered at the origin of the R-X diagram. It is nondi- 
rectional and is used primarily as a fault detector. 


Admittance Relay 


The admittance relay is the most commonly used distance relay. It is the tripping relay in pilot schemes 
and as the backup relay in step distance schemes. Its characteristic passes through the origin of the R-X 
diagram and is therefore directional. In the electromechanical design it is circular, and in the solid state 
design, it can be shaped to correspond to the transmission line impedance. 


Reactance Relay 


The reactance relay is a straight-line characteristic that responds only to the reactance of the protected 
line. It is nondirectional and is used to supplement the admittance relay as a tripping relay to make the 
overall protection independent of resistance. It is particularly useful on short lines where the fault arc 
resistance is the same order of magnitude as the line length. 

Figure 9.33 shows a three-zone step distance relaying scheme that provides instantaneous protection 
over 80-90% of the protected line section (Zone 1) and time-delayed protection over the remainder of 
the line (Zone 2) plus backup protection over the adjacent line section. Zone 3 also provides backup 
protection for adjacent lines sections. 

In a three-phase power system, 10 types of faults are possible: three single phase-to-ground, three 
phase-to-phase, three double phase-to-ground, and one three-phase fault. It is essential that the relays 
provided have the same setting regardless of the type of fault. This is possible if the relays are connected 
to respond to delta voltages and currents. The delta quantities are defined as the difference between any 
two phase quantities, for example, E, — E, is the delta quantity between phases a and b. In general, for 
a multiphase fault between phases x and y, 
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FIGURE 9.33 Three-zone step distance relaying to protect 100% of a line and backup the neighboring line. 
(Source: Horowitz, S. H. and Phadke, A. G., Power System Relaying, 2nd ed., 1995. Research Studies Press, U.K. With 
permission.) 


Ee) = G5 (9.14) 
Ix—Iy 


where x and y can be a, b, or c and Z, is the positive sequence impedance between the relay location and 
the fault. For ground distance relays, the faulted phase voltage, and a compensated faulted phase current 
must be used. 


yA (9.15) 
Ix+mI, 


where m is a constant depending on the line impedances, and I, is the zero sequence current in the 
transmission line. A full complement of relays consists of three phase distance relays and three ground 
distance relays. This is the preferred protective scheme for high voltage and extra high voltage systems. 


Pilot Protection 


As can be seen from Fig. 9.33, step distance protection does not offer instantaneous clearing of faults 
over 100% of the line segment. In most cases this is unacceptable due to system stability considerations. 
To cover the 10-20% of the line not covered by Zone 1, the information regarding the location of the 
fault is transmitted from each terminal to the other terminal(s). A communication channel is used for 
this transmission. These pilot channels can be over power line carrier, microwave, fiberoptic, or wire 
pilot. Although the underlying principles are the same regardless of the pilot channel, there are specific 
design details that are imposed by this choice. 

Power line carrier uses the protected line itself as the channel, superimposing a high frequency signal 
on top of the 60 Hz power frequency. Since the line being protected is also the medium used to actuate 
the protective devices, a blocking signal is used. This means that a trip will occur at both ends of the line 
unless a signal is received from the remote end. 

Microwave or fiberoptic channels are independent of the transmission line being protected so a tripping 
signal can be used. 

Wire pilot channels are limited by the impedance of the copper wire and are used at lower voltages 
where the distance between the terminals is not great, usually less than 10 miles. 
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Directional Comparison 


The most common pilot relaying scheme in the U.S. is the directional comparison blocking scheme, 
using power line carrier. The fundamental principle upon which this scheme is based utilizes the fact 
that, at a given terminal, the direction of a fault either forward or backward is easily determined by a 
directional relay. By transmitting this information to the remote end, and by applying appropriate logic, 
both ends can determine whether a fault is within the protected line or external to it. Since the power 
line itself is used as the communication medium, a blocking signal is used. 


Transfer Tripping 


If the communication channel is independent of the power line, a tripping scheme is a viable protection 
scheme. Using the same directional relay logic to determine the location of a fault, a tripping signal is 
sent to the remote end. To increase security, there are several variations possible. A direct tripping signal 
can be sent, or additional underreaching or overreaching directional relays can be used to supervise the 
tripping function and increase security. An underreaching relay sees less than 100% of the protected line, 
ie. Zone 1. An overreaching relay sees beyond the protected line such as Zone 2 or 3. 


Phase Comparison 


Phase comparison is a differential scheme that compares the phase angle between the currents at the 
ends of the line. If the currents are essentially in phase, there is no fault in the protected section. If these 
currents are essentially 180° out of phase, there is a fault within the line section. Any communication 
link can be used. 


Pilot Wire 


Pilot wire relaying is a form of differential line protection similar to phase comparison, except that the 
phase currents are compared over a pair of metallic wires. The pilot channel is often a rented circuit 
from the local telephone company. However, as the telephone companies are replacing their wired facilities 
with microwave or fiberoptics, this protection must be closely monitored. 


9.4 System Protection 


Miroslav Begovic 


While most of the protective system designs are centered around individual components, system-wide 
disturbances in power systems are becoming a frequent and challenging problem for electric utilities. 
The occurrence of major disturbances in power systems requires coordinated protection and control 
actions to stop the system degradation, restore the normal state, and minimize the impact of the distur- 
bance. Local protection systems are often not capable of protecting the overall system, which may be 
affected by the disturbance. Among the phenomena that create the power system disturbances are various 
types of system instability, overloads, and power system cascading (Horowitz and Phadke, 1992; Elmore, 
1994; Blackburn, 1987; Phadke and Thorp, 1988; Anderson, 1999). 

Power system planning has to account for tight operating margins with less redundancy, because of 
new constraints placed by restructuring of the entire industry. The advanced measurement and commu- 
nication technology in wide area monitoring and control are expected to provide new, faster, and better 
ways to detect and control an emergency (Begovic et al., 1999). 


Transient Stability and Out-of-Step Protection 


Every time a fault or a topological change affects the power balance in the system, the instantaneous 
power imbalance creates oscillations between the machines. Stable oscillations lead to transition from 
one (pre-fault) to another (post-fault) equilibrium point, whereas unstable ones allow machines to 
oscillate beyond the acceptable range. If the oscillations are large, the stations’ auxiliary supplies may 
undergo severe voltage fluctuations, and eventually trip (Horowitz and Phadke, 1992). Should that 
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FIGURE 9.34 Trajectories of stable and unstable swings in the impedance plane. 


happen, the subsequent resynchronization of the machines might take a long time. It is, therefore, 
desirable to trip the machine(s) exposed to transient unstable oscillations while the plant auxiliaries 
remain energized. 

The frequency of the transient oscillations is usually between 0.5 and 2 Hz. Since the fault imposes 
almost instantaneous changes on the system, the slow speed of the transient disturbances can be used 
to distinguish between the two. For the sake of illustration, let us assume that a power system consists 
of two machines, A and B, connected by a transmission line. Figure 9.34 represents the trajectories of 
the stable and unstable swings between the machines, as well as a characteristic of the mho relay covering 
the line between them, shown in the impedance plane. The stable swing moves from the distant stable 
operating point towards the trip zone of the relay, and may even encroach on it, then leave again. The 
unstable trajectory may pass through the entire trip zone of the relay. The relaying tasks are to detect, 
and then trip (or block) the relay, depending on the situation. Detection is accomplished by out-of-step 
relays, which have multiple characteristics. When the trajectory of the impedance seen by the relays enters 
the outer zone (a circle with a larger radius), the timer is activated, and depending on the speed at which 
the impedance trajectory moves into the inner zone (a circle with a smaller radius), or leaves the outer 
zone, a tripping (or blocking) decision can be made. The relay characteristic may be chosen to be straight 
lines, known as “blinders,” which prevent the heavy load from being misrepresented as a fault or instability. 
Another piece of information that can be used in detection of transient swings is that they are symmetrical, 
and do not create any zero or negative sequence currents. 

In the case when power system separation is imminent, out-of-step protection should take place along 
boundaries that will form islands with matching load and generation. Distance relays are often used to 
provide an out-of-step protection function, whereby they are called upon to provide blocking or tripping 
signals upon detecting an out-of-step condition. The most common predictive scheme to combat loss 
of synchronism is the Equal-Area Criterion and its variations. This method assumes that the power 
system behaves like a two-machine model where one area oscillates against the rest of the system. 
Whenever the underlying assumption holds true, the method has potential for fast detection. 
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Overload and Underfrequency Load Shedding 


Outage of one or more power system components due to the overload may result in overload of other 
elements in the system. If the overload is not alleviated in time, the process of power system cascading 
may start, leading to power system separation. When a power system separates, islands with an imbalance 
between generation and load are formed. One consequence of the imbalance is deviation of frequency 
from the nominal value. If the generators cannot handle the imbalance, load or generation shedding is 
necessary. A special protection system or out-of-step relaying can also start the separation. 

A quick, simple, and reliable way to reestablish active power balance is to shed load by underfrequency 
relays. The load shedding is often designed as a multistep action, and the frequency settings and blocks 
of load to be shed are carefully selected to maximize the reliability and dependability of the action. There 
are a large variety of practices in designing load shedding schemes based on the characteristics of a 
particular system and the utility practices. While the system frequency is a final result of the power 
deficiency, the rate of change of frequency is an instantaneous indicator of power deficiency and can 
enable incipient recognition of the power imbalance. However, change of the machine speed is oscillatory 
by nature due to the interaction among generators. These oscillations depend on location of the sensors 
in the island and the response of the generators. The problems regarding the rate-of-change of frequency 
function are: 


* Systems having small inertia may cause larger oscillations. Thus, enough time must be allowed 
for the relay to calculate the actual rate-of-change of frequency reliably. Measurements at load 
buses close to the electrical center of the system are less susceptible to oscillations (smaller peak- 
to-peak values) and can be used in practical applications. Smaller system inertia causes a higher 
frequency of oscillations, which enables faster calculation of the actual rate-of-change of frequency. 
However, it causes faster rate-of-change of frequency, and, consequently, a larger frequency drop. 
Even if rate-of-change of frequency relays measure the average value throughout the network, it 
is difficult to set them properly unless typical system boundaries and imbalance can be predicted. 
If this is the case (e.g., industrial and urban systems), the rate of change of frequency relays may 
improve a load shedding scheme (scheme can be more selective and/or faster). 


Voltage Stability and Undervoltage Load Shedding 


Voltage stability is defined by the System Dynamic Performance Subcommittee of the IEEE Power System 
Engineering Committee as being the ability of a system to maintain voltage such that when load admit- 
tance is increased, load power will increase, and so that both power and voltage are controllable. Also, 
voltage collapse is defined as being the process by which voltage instability leads to a very low voltage 
profile in a significant part of the system. It is accepted that this instability is caused by the load 
characteristics, as opposed to the angular instability that is caused by the rotor dynamics of generators. 

The risk of voltage instability increases as the transmission system becomes more heavily loaded. The 
typical scenario of these instabilities starts with a high system loading, followed by a relay action due to 
either a fault, a line overload, or hitting an excitation limit. 

Voltage instability can be alleviated by a combination of the following remedial measures: adding 
reactive compensation near load centers, strengthening the transmission lines, varying the operating 
conditions such as voltage profile and generation dispatch, coordinating relays and controls, and load 
shedding. Most utilities rely on planning and operation studies to guard against voltage instability. Many 
utilities utilize localized voltage measurements in order to achieve load shedding as a measure against 
incipient voltage instability. The efficiency of the load shedding depends on the selected voltage thresholds, 
locations of pilot points in which the voltages are monitored, locations and sizes of the blocks of load 
to be shed, as well as the operating conditions that may activate the shedding. The wide variety of 
conditions that may lead to voltage instability suggests that the most accurate decisions should imply the 
adaptive relay settings, but such applications are still in the stage of early development. 
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Special Protection Schemes (SPS) 


Increasingly popular over the past several years are the so-called special protection systems, sometimes 
also referred to as remedial action schemes (Anderson and LeReverend, 1996; McCalley and Fu, 1998). 
Depending on the power system in question, it is sometimes possible to identify the contingencies or 
combinations of operating conditions that may lead to transients with extremely disastrous consequences 
(Tamronglak et al., 1996). Such problems include, but are not limited to, transmission line faults, the 
outages of lines and possible cascading that such an initial contingency may cause, outages of the 
generators, rapid changes of the load level, problems with HVDC or FACTS equipment, or any combi- 
nation of those events. 

Among the many varieties of special protection schemes, several names have been used to describe 
the general category (Elmore, 1994): special stability controls, dynamic security controls, contingency 
arming schemes, remedial action schemes, adaptive protection schemes, corrective action schemes, secu- 
rity enhancement schemes, etc. In the strict sense of protective relaying, we do not consider any control 
schemes to be SPS, but only those protective relaying systems that possess the following properties 
(McCalley and Fu, 1998): 


+ SPS can be operational (“armed”), or out of service (“disarmed”), in conjunction with the system 
conditions. 

+ SPS are responding to very low probability events; hence they are active rarely more than once a 
year. 

+ SPS operate on simple, predetermined control laws, often calculated based on extensive offline 
studies. 

* Oftentimes, SPS involve communication of remotely acquired measurement data (SCADA) from 
more than one location in order to make a decision and invoke a control law. 


The SPS design procedure is based on the following (Elmore, 1994): 


* Identification of critical conditions: On the grounds of extensive offline steady state studies on 
the system under consideration, a variety of operating conditions and contingencies are identified 
as potentially dangerous, and those among them that are deemed the most harmful are recognized 
as the critical conditions. The issue of their continuous monitoring, detection, and mitigation is 
resolved through offline studies. 

* Recognition triggers: These are the measurable signals that can be used for detection of critical 
conditions. Oftentimes, such detection is accomplished through a complicated heuristic logical 
reasoning, using the logic circuits to accomplish the task: “If event A and event B occur together, 
or event C occurs, then...” Inputs for the decision making logic are called recognition triggers, 
and can be the status of various relays in the system, sometimes combined with a number of 
(SCADA) measurements. 

* Operator control: In spite of extensive simulations and studies done in the process of SPS design, 
it is often necessary to include human intervention, i.e., to include human interaction in the 
feedback loop. This is necessary because SPS are not needed all the time, and the decision to arm, 
or disarm them remains in the hands of an operator. 


Among the SPS schemes reported in the literature (Anderson and LeReverend, 1996; McCalley and 
Fu, 1998), the following are represented: 


* Generator Rejection 

+ Load Rejection 

* Underfrequency Load Shedding 
+ System Separation 

* Turbine Valve Control 

+ Stabilizers 

* HVDC Controls 
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* Out-of-step Relaying 

+ Dynamic Braking 

* Generator Runback 

* VAR Compensation 

* Combination of schemes 


Some of them have already been described in the above text. A general trend continues toward more 
complex schemes, capable of outperforming the present solutions and taking advantage of the most 
recent technological developments and advances in systems analysis. Some of the trends are described 
in the following text (Begovic et al., 1999). 


Future Improvements in Control and Protection 


Existing protection/control systems may be improved and new protection/control systems may be devel- 
oped to better adapt to prevailing system conditions during system-wide disturbance. While improve- 
ments in the existing systems are mostly achieved through advancement in local measurements and 
development of better algorithms, improvements in new systems are based on remote communications. 
However, even if communication links exist, conventional systems that utilize only local information 
may still need improvement since they are supposed to serve as fallback positions. The increased functions 
and communication ability in today’s SCADA systems provide the opportunity for an intelligent and 
adaptive control and protection system for system-wide disturbance. This, in turn, can make possible 
full utilization of the network, which will be less vulnerable to a major disturbance. 

Out-of-step relays have to be fast and reliable. The present technology of out-of-step tripping or 
blocking distance relays is not capable of fully dealing with the control and protection requirements of 
power systems. Central to the development effort of an out-of-step protection system is the investigation 
of the multiarea out-of-step situation. The new generation of out-of-step relays has to utilize more 
measurements, both local and remote, and has to produce more outputs. The structure of the overall 
relaying system has to be distributed and coordinated through a central control. In order for the relaying 
system to manage complexity, most of the decisions have to be made locally. Preferably, the relay system 
is adaptive, in order to cope with system changes. To deal with out-of-step prediction, it is necessary to 
start with a system-wide approach, find out what sets of information are crucial and how to the process 
information with acceptable speed and accuracy. 

Protection against voltage instability should also be addressed as a part of hierarchical structure. The 
sound approach for designing the new generation of voltage instability protection is to first design a voltage 
instability relay with only local signals. The limitations of local signals should be identified in order to be 
in a position to select appropriate communicated signals. However, a minimum set of communicated 
signals should always be known in order to design reliable protection, which requires the following: (a) 
determining the algorithm for gradual reduction of the number of necessary measurement sites with 
minimum loss of information necessary for voltage stability monitoring, analysis, and control; (b) devel- 
opment of methods (ie., sensitivity analysis), which should operate concurrent with any existing local 
protection techniques, and possessing superior performance, both in terms of security and dependability. 
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9.5 Digital Relaying 


James S. Thorp 


Digital relaying had its origins in the late 1960s and early 1970s with pioneering papers by Rockefeller 
(1969), Mann and Morrison (1971), and Poncelet (1972) and an early field experiment (Gilcrest et al., 
1972; Rockefeller and Udren, 1972). Because of the cost of the computers in those times, a single high- 
cost minicomputer was proposed by Rockefeller (1969) to perform multiple relaying calculations in the 
substation. In addition to having high cost and high power requirements, early minicomputer systems 
were slow in comparison with modern systems and could only perform simple calculations. The well- 
founded belief that computers would get smaller, faster, and cheaper combined with expectations of 
benefits of computer relaying kept the field moving. The third IEEE tutorial on microprocessor protection 
(Sachdev, 1997) lists more then 1100 publications in the area since 1970. Nearly two thirds of the papers 
are devoted to developing and comparing algorithms. It is not clear this trend should continue. Issues 
beyond algorithms should receive more attention in the future. 

The expected benefits of microprocessor protection have largely been realized. The ability of a digital 
relay to perform self-monitoring and checking is a clear advantage over the previous technology. Many 
relays are called upon to function only a few cycles in a year. A large percentage of major disturbances 
can be traced to “hidden failures” in relays that were undetected until the relay was exposed to certain 
system conditions (Tamronglak et al., 1996). The ability of a digital relay to detect a failure within itself 
and remove itself from service before an incorrect operation occurs is one of the most important 
advantages of digital protection. 

The microprocessor revolution has created a situation in which digital relays are the relays of choice 
because of economic reasons. The cost of conventional (analog) relays has increased while the hardware 
cost of the most sophisticated digital relays has decreased dramatically. Even including substantial software 
costs, digital relays are the economic choice and have the additional advantage of having lower wiring 
costs. Prior to the introduction of microprocessor-based systems, several panels of space and considerable 
wiring was required to provide all the functions needed for each zone of transmission line protection. 
For example, an installation requiring phase distance protection for phase-to-phase and three-phase 
faults, ground distance, ground-overcurrent, a pilot scheme, breaker failure, and reclosing logic demanded 
redundant wiring, several hundred watts of power, and a lot of panel space. A single microprocessor 
system is a single box, with a ten-watt power requirement and with only direct wiring, has replaced the 
old system. 

Modern digital relays can provide SCADA, metering, and oscillographic records. Line relays can also 
provide fault location information. All of this data can be available by modem or on a WAN. A LAN in 
the substation connecting the protection modules to a local host is also a possibility. Complex multi- 
function relays can have an almost bewildering number of settings. Techniques for dealing with setting 
management are being developed. With improved communication technology, the possibility of involving 
microprocessor protection in wide-area protection and control is being considered. 


Sampling 


The sampling process is essential for microprocessor protection to produce the numbers required by the 
processing unit to perform calculations and reach relaying decisions. Both 12 and 16 bit A/D converters 
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FIGURE 9.35 The Fourier Transform of a band-limited function. 
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FIGURE 9.36 The Fourier Transform of a sampled version of the signal x(t). 


are in use. The large difference between load and fault current is a driving force behind the need for 
more precision in the A/D conversion. It is difficult to measure load current accurately while not 
saturating for fault current with only 12 bits. It should be noted that most protection functions do not 
require such precise load current measurement. Although there are applications, such as hydro generator 
protection, where the sampling rate is derived from the actual power system frequency, most relay 
applications involve sampling at a fixed rate that is a multiple of the nominal power system frequency. 


Antialiasing Filters 


ANSI/IEEE Standard C37.90, provides the standard for the Surge Withstand Capability (SWC) to be built 
into protective relay equipment. The standard consists of both an oscillatory and transient test. Typically 
the surge filter is followed by an antialiasing filter before the A/D converter. Ideally the signal x(t) presented 
to the A/D converter x(t) is band-limited to some frequency @,, i.e., the Fourier transform of x(t) is 
confined to a low-pass band less that «, such as shown in Fig. 9.35. Sampling the low-pass signal at a 
frequency of @, produces a signal with a transform made up of shifted replicas of the low-pass transform 
as shown in Fig. 9.36. If @, — @, > @, Le., @, > 2@, as shown, then an ideal low-pass filter applied to z(t) 
can recover the original signal x(t). The frequency of twice the highest frequency present in the signal 
to be sampled is the Nyquist sampling rate. If @, < 2m, the sampled signal is said to be “aliased” and the 
output of the low-pass filter is not the original signal. In some applications the frequency content of the 
signal is known and the sampling frequency is chosen to avoid aliasing (music CDs), while in digital 
relaying applications the sampling frequency is specified and the frequency content of the signal is 
controlled by filtering the signal before sampling to insure its highest frequency is less than half the 
sampling frequency. The filter used is referred to as an antialising filter. 

Aliasing also occurs when discrete sequences are sampled or decimated. For example, if a high sampling 
rate such as 7200 Hz is used to provide data for oscillography, then taking every tenth sample provides 
data at 720 Hz to be used for relaying. The process of taking every tenth sample (decimation) will produce 
aliasing unless a digital antialiasing filter with a cut-off frequency of 360 Hz is provided. 
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FIGURE 9.37 Delta modulator and error. 


Sigma-Delta A/D Converters 


There is an advantage in sampling at rates many times the Nyquist rate. It is possible to exchange speed 
of sampling for bits of resolution. So called Sigma-Delta A/D converters are based on one bit sampling 
at very high rates. Consider a signal x(t) sampled at a high rate T= 1/fs, i-e., x[n] = x(nT) with the 
difference between the current sample and © times the last sample given by 


d[n]=-x{n]-o x{n-1] (9.16) 
If d[n] is quantized through a one-bit quantizer with a step size of A, then 


x,[n]=ox,[n—1]+¢,[n] (9.17) 


The quantization is called delta modulation and is represented in Fig. 9.37. The z! boxes are unit delays 
while the one bit quantizer is shown as the box with d[n] as input and d,[n] as output. The output x,[n] 
is a staircase approximation to the signal x(t) with stairs that are spaced at T sec and have height A. The 
delta modulator output has two types of errors: one when the maximum slope A/T is too small for rapid 
changes in the input (shown on Fig. 9.37) and the second, a sort of chattering when the signal x(t) is 
slowly varying. The feedback loop below the quantizer is a discrete approximation to an integrator with 
o = 1. Values of a less than one correspond to an imperfect integrator. A continuous form of the delta 
modulator is also shown in Fig. 9.38. The low pass filter (LPF) is needed because of the high frequency 
content of the staircase. Shifting the integrator from in front of the LPF to before the delta modulator 
improves both types of error. In addition, the two integrators can be combined. 

The modulator can be thought of as a form of voltage follower circuit. Resolution is increased by 
oversampling to spread the quantization noise over a large bandwidth. It is possible to shape the quantization 
noise so it is larger at high frequencies and lower near DC. Combining the shaped noise with a very steep 
cut-off in the digital low pass filter, it is possible to produce a 16-bit result from the one bit comparator. 
For example, a 16-bit answer at 20 kHz can be obtained with an original sampling frequency of 400 kHz. 


Phasors from Samples 


A phasor is a complex number used to represent sinusoidal functions of time such as AC voltages and 
currents. For convenience in calculating the power in AC circuits from phasors, the phasor magnitude 
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FIGURE 9.38 Signa-Delta modulator. 
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FIGURE 9.39 Phasor representation. 


is set equal to the rms value of the sinusoidal waveform. A sinusoidal quantity and its phasor represen- 
tation are shown in Fig. 9.39, and are defined as follows: 


Sinusoidal quantity Phasor 

YY... (9.18) 
y(t) =Y,, cos (cot + ) Yai" 

v2 


A phasor represents a single frequency sinusoid and is not directly applicable under transient condi- 
tions. However, the idea of a phasor can be used in transient conditions by considering that the phasor 
represents an estimate of the fundamental frequency component of a waveform observed over a finite 
window. In case of N samples y,, obtained from the signal y(t) over a period of the waveform: 


N 
1 2 y aye 
ere) y,€ nN (9.19) 


or, 


N N 
1 2 k2n) . _({ k2n 
Y=——- — poof OE). ys 2) (9.20) 
v2 NS ~ k=l Ny 


Using 8 for the sampling angle 27/N, it follows that 


Y= —(¥,-i¥) (9.21) 


where 


(9.22) 
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Note that the input signal y(t) must be band-limited to Nw/2 to avoid aliasing errors. In the presence 
of white noise, the fundamental frequency component of the Discrete Fourier Transform (DFT) given 
by Eqs. (9.19)—(9.22) can be shown to be a least-squares estimate of the phasor. If the data window is 
not a multiple of a half cycle, the least-squares estimate is some other combination of Y, and Y,, and is 
no longer given by Eq. (9.21). Short window (less than one period) phasor computations are of interest 
in some digital relaying applications. For the present, we will concentrate on data windows that are 
multiples of a half cycle of the nominal power system frequency. 

The data window begins at the instant when sample number 1 is obtained as shown in Fig. 9.39. The 
sample set y, is given by 


¥, = ¥,, €08(kO +9) (9.23) 


Substituting for y, from Eq. (9.23) in Eq. (9.19), 


—- Eye cos(k0+@)e (9.24) 
1 


oe 
or 


yoy e? (9.25) 


| m 
V2 


which is the familiar expression Eq. (9.18), for the phasor representation of the sinusoid in Eq. (9.18). 
The instant at which the first data sample is obtained defines the orientation of the phasor in the complex 
plane. The reference axis for the phasor, ie., the horizontal axis in Fig. 9.39b, is specified by the first 
sample in the data window. 

Equations (9.21)—(9.22) define an algorithm for computing a phasor from an input signal. A recursive 
form of the algorithm is more useful for real-time measurements. Consider the phasors computed from 
two adjacent sample sets: y, {k = 1, 2, ---, N} and, y{, {k = 2, 3, ---, N + 1}, and their corresponding 
phasors Y! and Y”’ respectively: 


N 
I): 2 »y =i 
y? Se ae y,& i (9.26) 
va NS 
S252 ae (9.27) 
log N 
V2 k=l 


We may modify Eq. (9.27) to develop a recursive phasor calculation as follows: 


1 2 = 
Y=¥%e Pays an (Yxu-yie™ (9.28) 
V 


Since the angle of the phasor Y?’ is greater than the angle of the phasor Y! by the sampling angle 0, the 
phasor Y? has the same angle as the phasor Y!. When the input signal is a constant sinusoid, the phasor 
calculated from Eq. (9.28) is a constant complex number. In general, the phasor Y, corresponding to the 
data y, {k =4r+1,r+2,---,N+4r-—1} is recursively modified into Y™! according to the formula 
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V2 N 


(Year y,Je”® (9.29) 


The recursive phasor calculation as given by Eq. (9.28) is very efficient. It regenerates the new phasor 
from the old one and utilizes most of the computations performed for the phasor with the old data 
window. 


Symmetrical Components 


Symmetrical components are linear transformations on voltages and currents of a three phase network. 
The symmetrical component transformation matrix S transforms the phase quantities, taken here to be 
voltages E,, (although they could equally well be currents), into symmetrical components Es: 


1 1 LJE 
1 a oa |/E, (9.30) 
1 aE 


where (1,0,07) are the three cube-roots of unity. The symmetrical component transformation matrix S 
is a similarity transformation on the impedance matrices of balanced three phase circuits, which diago- 
nalizes these matrices. The symmetrical components, designated by the subscripts (0,1,2) are known as 
the zero, positive, and negative sequence components of the voltages (or currents). The negative and zero 
sequence components are of importance in analyzing unbalanced three phase networks. For our present 
discussion, we will concentrate on the positive sequence component E, (or I,) only. This component 
measures the balanced, or normal voltages and currents that exist in a power system. Dealing with positive 
sequence components only allows the use of single-phase circuits to model the three-phase network, and 
provides a very good approximation for the state of a network in quasi-steady state. All power generators 
generate positive sequence voltages, and all machines work best when energized by positive sequence 
currents and voltages. The power system is specifically designed to produce and utilize almost pure 
positive sequence voltages and currents in the absence of faults or other abnormal imbalances. It follows 
from Eq. (9.30) that the positive sequence component of the phase quantities is given by 


Y 


1 


= 1 2 
=;(¥, tay, +0 Y,] (9.31) 
Or, using the recursive form of the phasors given by Eq. (9.29), 

Yo Sy + A ae = Jeo" +O he = je +07 Con = ee" (9.32) 


Recognizing that for a sampling rate of 12 times per cycle, & and 0? correspond to exp(j48) and exp(j88), 
respectively, it can be seen from Eq. (9.32) that 


=i + 5 =| (ae ije" (Ria - x,,, Je) (Sexy - ej (9.33) 


With a carefully chosen sampling rate — such as a multiple of three times the nominal power system 


frequency — very efficient symmetrical component calculations can be performed in real time. Equations 
similar to (9.33) hold for negative and zero sequence components also. The sequence quantities can be 
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used to compute a distance to the fault that is independent of fault type. Given the ten possible faults in 
a three-phase system (three line-ground, three phase-phase, three phase-phase-ground, and three phase), 
early microprocessor systems were taxed to determine the fault type before computing the distance to 
the fault. Incorrect fault type identification resulted in a delay in relay operation. The symmetrical 
component relay solved that problem. With advances in microprocessor speed it is now possible to 
simultaneously compute the distance to all six phase-ground and phase-phase faults in order to solve the 
fault classification problem. 

The positive sequence calculation is still of interest because of the use of synchronized phasor mea- 
surements. Phasors, representing voltages and currents at various buses in a power system, define the 
state of the power system. If several phasors are to be measured, it is essential that they be measured with 
a common reference. The reference, as mentioned in the previous section, is determined by the instant 
at which the samples are taken. In order to achieve a common reference for the phasors, it is essential 
to achieve synchronization of the sampling pulses. The precision with which the time synchronization 
must be achieved depends upon the uses one wishes to make of the phasor measurements. For example, 
one use of the phasor measurements is to estimate, or validate, the state of the power systems so that 
crucial performance features of the network, such as the power flows in transmission lines could be 
determined with a degree of confidence. Many other important measures of power system performance, 
such as contingency evaluation, stability margins, etc., can be expressed in terms of the state of the power 
system, i.e., the phasors. Accuracy of time synchronization directly translates into the accuracy with which 
phase angle differences between various phasors can be measured. Phase angles between the ends of 
transmission lines in a power network may vary between a few degrees, and may approach 180° during 
particularly violent stability oscillations. Under these circumstances, assuming that one may wish to 
measure angular differences as little as 1°, one would want the accuracy of measurement to be better 
than 0.1°. Fortunately, synchronization accuracies of the order of 1 sec are now achievable from the 
Global Positioning System (GPS) satellites. One microsecond corresponds to 0.022° for a 60 Hz power 
system, which more than meets our needs. Real-time phasor measurements have been applied in static 
state estimation, frequency measurement, and wide area control. 


Algorithms 


Parameter Estimation 


Most relaying algorithms extract information about the waveform from current and voltage waveforms 
in order to make relaying decisions. Examples include: current and voltage phasors that can be used to 
compute impedance, the rms value, the current that can be used in an overcurrent relay, and the harmonic 
content of a current that can be used to form a restraint in transformer protection. An approach that 
unifies a number of algorithms is that of parameter estimation. The samples are assumed to be of a 
current or voltage that has a known form with some unknown parameters. The simplest such signal can 
be written as 


y(t)=Y,cos,t+ Y, sin@,t+e(t) (9.34) 


where @, is the nominal power system frequency, Y, and Y, are unknown quantities, and e(t) is an error 
signal (all the things that are not the fundamental frequency signal in this simple model). It should be 
noted that in this formulation, we assume that the power system frequency is known. If the numbers, 
Y, and Y, were known, we could compute the fundamental frequency phasor. With samples taken at an 
interval of T seconds, 


Yn =y(nT)= Y, cos n@+Y sin nO+e(nT) (9.35) 
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where 8 = @,T is the sampling angle. If signals other than the fundamental frequency signal were present, 
it would be useful to include them in a formulation similar to Eq. (9.34) so that they would be included 
in e(t). If, for example, the second harmonic were included, Eq. (9.34) could be modified to 


y, =Y,,cosnO+Y, sinn0+Y, cos 2n0+ Y, sin 2n6+ e(nT) (9.36) 


It is clear that more samples are needed to estimate the parameters as more terms are included. 
Equation (9.36) can be generalized to include any number of harmonics (the number is limited by the 
sampling rate), the exponential offset in a current, or any known signal that is suspected to be included 
in the post-fault waveform. No matter how detailed the formulation, e(t) will include unpredictable 
contributions from: 


* The transducers (CTs and PTs) 

+ Fault arc 

+ Traveling wave effects 

* A/D converters 

+ The exponential offset in the current 

+ The transient response of the antialising filters 
+ The power system itself 


The current offset is not an error signal for some algorithms and is removed separately for some others. 
The power system generated signals are transients depending on fault location, the fault incidence angle, 
and the structure of the power system. The power system transients are low enough in frequency to be 
present after the antialiasing filter. 

We can write a general expression as 


Vn = ¥'s,(nT)¥, +¢, (9.37) 


If y represents a vector of N samples, and Y a vector of K unknown coefficients, then there are N equations 
in K unknowns in the form 


y=SY+e (9.38) 


The matrix S is made up of samples of the signals s,. 
(1) s(T) - —sq(T) 
g-|%2T) 8:27) (27) (9.39) 
s (Nt) s,(NT) =~ sy (7) 


The presence of the error e and the fact that the number of equations is larger than the number of 
unknowns (N > K) makes it necessary to estimate Y. 


Least Squares Fitting 


One criterion for choosing the estimate Y is to minimize the scalar formed as the sum of the squares of 
the error term in Eq. (9.38), viz. 
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N 


e"e=(y-sy) (y-Sy)= ye (9.40) 


n=1 


It can be shown that the minimum least squared error [the minimum value of Eq. (9.40)] occurs when 


¥=(s's) ‘sy =By (9.41) 


where B = (S'S)!S". The calculations involving the matrix S can be performed off-line to create an 
“algorithm,” i.e., an estimate of each of the K parameters is obtained by multiplying the N samples by a 
set of stored numbers. The rows of Eq. (9.41) can represent a number of different algorithms depending 
on the choice of the signals s,(nT) and the interval over which the samples are taken. 


DFT 


The simplest form of Eq. (9.41) is when the matrix S'S is diagonal. Using a signal alphabet of cosines 
and sines of the first N harmonics of the fundamental frequency over a window of one cycle of the 
fundamental frequency, the familiar Discrete Fourier Transform (DFT) is produced. With 


t) =sin(2o,t) (9.42) 


Se (t) = cos(N@,t y 2) 


Sy (t) = sin(No,t/2) 


N-l 
a = <>\y, cos(pn6) 


n=0 


The estimates are given by: (9.43) 
N-1 
A 2 . 
Y55 = oe sin(pn®) 


Note that the harmonics are also estimated by Eq. (9.43). Harmonics have little role in line relaying but 
are important in transformer protection. It can be seen that the fundamental frequency phasor can be 
obtained as 


Y= = Ay 


] cl ~jY,,) (9.44) 
Ny2 


The normalizing factor in Eq. (9.44) is omitted if the ratio of phasors for voltage and current are used 
to form impedance. 


© 2001 CRC Press LLC 


> 
i(t) 


L 
v(t) R 


FIGURE 9.40 Model of a faulted line. 


Differential Equations 


Another kind of algorithm is based on estimating the values of parameters of a physical model of the 
system. In line protection, the physical model is a series R-L circuit that represents the faulted line. A 
similar approach in transformer protection uses the magnetic flux circuit with associated inductance and 
resistance as the model. A differential equation is written for the system in both cases. 


Line Protection Algorithms 
The series R-L circuit of Fig. 9.40 is the model of a faulted line. The offset in the current is produced by 
the circuit model and hence will not be an error signal. 


(9.45) 


J vo(tjae = fi(ejac+1(i(e,)-i(t,)) (9.46) 


focjar=r fi(ar+ufi(,)-i(4) aan 


ty ty 
Using trapezoidal integration to evaluate the integrals (assuming t is small) 


ty ty 


Jv(ojat=n f i)ae+i(t,)-i(s) (9.48) 


f v(t}dt= RY i(tjae+1(i(t,) -i(,) (9.49) 


R and L are given by 


=. (ai + Tellipg - ina) cr 7 ce 7 i,) 


> . . . 2 
Aiginas 3 ca) 


(9.50) 
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It should be noted that the sample values occur in both numerator and denominator of Eqs. (9.50) and 
(9.51). The denominator is not constant but varies in time with local minima at points where both the 
current and the derivative of the current are small. For a pure sinusoidal current, the current and its derivative 
are never both small but when an offset is included there is a possibility of both being small once per period. 

Error signals for this algorithm include terms that do not satisfy the differential equation such as the 
currents in the shunt elements in the line model required by long lines. In intervals where the denominator 
is small, errors in the numerator of Eqs. (9.50) and (9.51) are amplified. The resulting estimates can be 
quite poor. It is also difficult to make the window longer than three samples. The complexity of solving 
such equations for a larger number of samples suggests that the short window results be post processed. 
Simple averaging of the short-window estimates is inappropriate, however. 

A counting scheme was used in which the counter was advanced if the estimated R and L were in the 
zone and the counter was decreased if the estimates lay outside the zone (Chen and Breingan, 1979). By 
requiring the counter to reach some threshold before tripping, secure operation can be assured with a 
cost of some delay. For example, if the threshold were set at six with a sampling rate of 16 times a cycle, 
the fastest trip decision would take a half cycle. Each “bad” estimate would delay the decision by two 
additional samples. The actual time for a relaying decision is variable and depends on the exact data. 

The use of a median filter is an alternate to the counting scheme (Akke and Thorp, 1997). The median 
operation ranks the input values according to their amplitude and selects the middle value as the output. 
Median filters have an odd number of inputs. A length five median filter has an input-output relation 
between input x[n] and output y[n] given by 


(9.51) 


y(n] = median{ x[n- 24, x{n- 1}, x(n], x{n+ 1}, x{n+ 2]} (9.52) 


Median filters of length five, seven, and nine have been applied to the output of the short window 
differential equation algorithm (Akke and Thorp, 1997). The median filter preserves the essential features 
of the input while removing isolated noise spikes. The filter length rather than the counter scheme, fixes 
the time required for a relaying decision. 


Transformer Protection Algorithms 

Virtually all algorithms for the protection of power transformers use the principle of percentage differ- 
ential protection. The difference between algorithms lies in how the algorithm restrains the differential 
trip for conditions of overexcitation and inrush. Algorithms based on harmonic restraint, which parallel 
existing analog protection, compute the second and fifth harmonics using Eq. (9.25) (Thorp and Phadke, 
1982). These algorithms use current measurements only and cannot be faster than one cycle because of 
the need to compute the second harmonic. The harmonic calculation provides for secure operation since 
the transient event produces harmonic content which delays relay operation for about a cycle. 

In an integrated substation with other microprocessor relays, it is possible to consider transformer 
protection algorithms that use voltage information. Shared voltage samples could be a result of multiple 
protection modules connected in a LAN in the substation. The magnitude of the voltage itself can be 
used as a restraint in a digital version of a “tripping suppressor” (Harder and Marter, 1948). A physical 
model similar to the differential equation model for a faulted line can be constructed using the flux in 
the transformer. The differential equation describing the terminal voltage, v(t), the winding current, i(t), 
and the flux linkage A(t) is: 


v(t)-L ar (9.53) 


where L is the leakage inductance of the winding. 
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Fault 


FIGURE 9.41 The flux-current characteristic compared to fault conditions. 


Using trapezoidal integration for the integral in Eq. (9.53) 


| v(t) ae—ufi(e,)-i(s,)]=a()- a(t) (9.54) 


A(t) -a(t)=S[r() +¥(6)]-Hile,)-i(s) (9.55) 
=K; ae +v,J-Yfi..- i] (9.56) 


Since the initial flux A, in Eq. (9.56) cannot be known without separate sensing, the slope of the flux 
current curve is used 


(*) mi | ears) L (9.57) 


di}, 2] i,-i 


The slope of the flux current characteristic shown in Fig. 9.41 is different depending on whether there 
is a fault or not. The algorithm must then be able to differentiate between inrush (the slope alternates 
between large and small values) and a fault (the slope is always small). The counting scheme used for 
the differential equation algorithm for line protection can be adapted to this application. The counter 
increases if the slope is less than a threshold and the differential current indicates trip, and the counter 
decreases if the slope is greater than the threshold or the differential does not indicate trip. 


Kalman Filters 


The Kalman filter provides a solution to the estimation problem in the context of an evolution of the 
parameters to be estimated according to a state equation. It has been used extensively in estimation 
problems for dynamic systems. Its use in relaying is motivated by the filter’s ability to handle measure- 
ments that change in time. To model the problem so that a Kalman filter may be used, it is necessary to 
write a state equation for the parameters to be estimated in the form 


Xx =O, x, +0, wy, (9.58) 


z, =H, x, +V;, (9.59) 


© 2001 CRC Press LLC 


where Eq. (9.58) (the state equation) represents the evolution of the parameters in time and Eq. (9.59) 
represents the measurements. The terms w, and v, are discrete time random processes representing state 
noise, i.e., random inputs in the evolution of the parameters, and measurement errors, respectively. 
Typically w, and v, are assumed to be independent of each other and uncorrelated from sample to sample. 
If w, and v, have zero means, then it is common to assume that 


Eyw, w, p=Q,: k=j 
hia) (9.60) 
=0; k¥j 


The matrices Q, and R, are the covariance matrices of the random processes and are allowed to change 
as k changes. The matrix ®, in Eq. (9.58) is the state transition matrix. If we imagine sampling a pure 
sinusoid of the form 


y(t) =Y, cos(«t) +Y, sin(ct) (9.61) 


at equal intervals corresponding to wAt = Y, then the state would be 


Yo 
S— 9.62 
Hl (9.62 
and the state transition matrix 
1 0 
®, = (9.63) 
Oo 1 


In this case, H,, the measurement matrix, would be 
H, = [cos(kY) sin(k?)] (9.64) 


Simulations of a 345 kV line connecting a generator and a load (Gurgis and Brown, 1981) led to the 
conclusion that the covariance of the noise in the voltage and current decayed in time. If the time constant 
of the decay is comparable to the decision time of the relay, then the Kalman filter formulation is 


. 1 0 0 
x=|Y,| ®,=/0 1 0 
Y, Oo 


appropriate for the estimation problem. The voltage was modeled as in Eqs. (9.63) and (9.64). The current 
was modeled with three states to account for the exponential offset. 


and H, = [cos( ke) sin(k¥) 1 (9.65) 
The measurement covariance matrix was 


Rake (9.66) 
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with T chosen as half the line time constant and different Ks for voltage and current. The Kalman filter 
estimates phasors for voltage and current as the DFT algorithms. The filter must be started and terminated 
using some other software. After the calculations begin, the data window continues to grow until the 
process is halted. This is different from fixed data windows such as a one cycle Fourier calculation. The 
growing data window has some advantages, but has the limitation that if started incorrectly, it has a hard 
time recovering if a fault occurs after the calculations have been initiated. 

The Kalman filter assumes an initial statistical description of the state x, and recursively updates the 
estimate of state. The initial assumption about the state is that it is a random vector independent of the 
processes w, and v, and with a known mean and covariance matrix, Py. The recursive calculation involves 
computing a gain matrix K,. The estimate is given by 


$54 = OS, + Ky [2a — Heads | (9.67) 


k+l k+1"k 

The first term in Eq. (9.67) is an update of the old estimate by the state transition matrix while the second 
is the gain matrix K,,, multiplying the observation residual. The bracketed term in Eq. (9.67) is the 
difference between the actual measurement, z,, and the predicted value of the measurement, ie., the 
residual in predicting the measurement. The gain matrix can then be computed recursively. The amount 
of computation involved depends on the state vector dimension. For the linear problem described here, 
these calculations can be performed off-line. In the absence of the decaying measurement error, the 
Kalman filter offers little other than the growing data window. It has been shown that at multiples of a 
half cycle, the Kalman filter estimate for a constant error covariance is the same as that obtained from 
the DFT. 


Wavelet Transforms 


The Wavelet Transform is a signal processing tool that is replacing the Fourier Transform in many 
applications including data compression, sonar and radar, communications, and biomedical applications. 
In the signal processing community there is considerable overlap between wavelets and the area of filter 
banks. In applications in which it is used, the Wavelet Transform is viewed as an improvement over the 
Fourier Transform because it deals with time-frequency resolution in a different way. The Fourier 
Transform provides a decomposition of a time function into exponentials, e!, which exist for all time. 
We should consider the signal that is processed with the DFT calculations in the previous sections as being 
extended periodically for all time. That is, the data window represents one period of a periodic signal. The 
sampling rate and the length of the data window determine the frequency resolution of the calculations. 
While these limitations are well understood and intuitive, they are serious limitations in some applications 
such as compression. The Wavelet Transform introduces an alternative to these limitations. 
The Fourier Transform can be written 


X(o)= fxm dt (9.68) 


The effect of a data window can be captured by imagining that the signal x(t) is windowed before the 
Fourier Transform is computed. The function h(t) represents the windowing function such as a one- 
cycle rectangle. 


X(oxt)= | x(t)h(t—t)e**ar (9.69) 
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The Wavelet Transform is written 


v= feo) ar (9.70) 


where s is a scale parameter and t is a time shift. The scale parameter is an alternative to the frequency 
parameter of the Fourier Transform. If h(t) has Fourier Transform H(@), then h(t/s) has Fourier Trans- 
form H(sq@). Note that for a fixed h(t) that large, s compresses the transform while small s spreads the 
transform in frequency. There are a few requirements on a signal h(t) to be the “mother wavelet” 
(essentially that h(t) have finite energy and be a bandpass signal). For example, h(t) could be the output 
of a bandpass filter. It is also true that it is only necessary to know the Wavelet Transform at discrete 
values of s and t in order to be able to represent the signal. In particular 


s=2",.. t=n2™ M=..75=2;'0).1,.2, 35<%: 


n=...,—2, 0, 1, 2, 3,... 


where lower values of m correspond to smaller values of s or higher frequencies. 
If x(t) is limited to a band B Hz, then it can be represented by samples at T, = 1/2B sec. 


o(o)=s(x) 


Using a mother wavelet corresponding to an ideal bandpass filter illustrates a number of ideas. 
Figure 9.42 shows the filters corresponding to m = 0,1,2, and 3 and Fig. 9.43 shows the corresponding 
time functions. Since x(t) has no frequencies above B Hz, only positive values of m are necessary. The 
structure of the process can be seen in Fig. 9.44. The boxes labeled LPF, and HPF, are low and high pass 


os} Hit) 
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B/8 B/4 B/16 B/8 


FIGURE 9.42 Ideal bandpass filters corresponding to m = 0, 1, 2, 3. 
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FIGURE 9.44 Cascade filter structure. 


filters with cutoff frequencies of R Hz. The circle with the down arrow and a 2 represents the process of 


taking every other sample. For example, on the first line the output of the bandpass filter only has a 
bandwidth of B/2 Hz and the samples at T,; sec can be decimated to samples at 2T; sec. 


Additional understanding of the compression process is possible if we take a signal made of eight 
numbers and let the low pass filter be the average of two consecutive samples (x(n) + x(n + 1))/2 and 


the high pass filter to be the difference (x(n) — x(n + 1))/2 (Gail and Nielsen, 1999). For example, with 


x(n) =| 2-28 —46 —44 20 12 32 30] 
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FIGURE 9.45 Original and compressed signals. 


we get 


If we truncate to form 


and reconstruct the original sequence 
x(n) =[0 -32 —48 —48 —24 8 32 32| 


The original and reconstructed compressed waveform is shown in Fig. 9.45. Wavelets have been applied 
to relaying for systems grounded through a Peterson coil where the form of the wavelet was chosen to 
fit unusual waveforms the Peterson coil produces (Chaari et al., 1996). 


Neural Networks 


Artificial Neural Networks (ANNs) had their beginning in the “perceptron,” which was designed to 
recognize patterns. The number of papers suggesting relay application have soared. The attraction is the 
use of ANNs as pattern recognition devices that can be trained with data to recognize faults, inrush, or 
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FIGURE 9.46 One neuron and a neural network. 
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other protection effects. The basic feed forward neural net is composed of layers of neurons as shown 
in Fig. 9.46. 

The function ® is either a threshold function or a saturating function such as a symmetric sigmoid 
function. The weights w, are determined by training the network. The training process is the most difficult 
part of the ANN process. Typically, simulation data such as that obtained from EMTP is used to train the 
ANN. A set of cases to be executed must be identified along with a proposed structure for the net. The 
structure is described in terms of the number of inputs, neuron in layers, various layers, and outputs. An 
example might be a net with 12 inputs, and a 4, 3, 1 layer structure. There would be 4 x 12 plus 4 x 3 
plus 3 x 1 or 63 weights to be determined. Clearly, a lot more than 60 training cases are needed to learn 
63 weights. In addition, some cases not used for training are needed for testing. Software exists for the 
training process but judgment in determining the training sequences is vital. Once the weights are learned, 
the designer is frequently asked how the ANN will perform when some combination of inputs are presented 
to it. The ability to answer such questions is very much a function of the breadth of the training sequence. 

The protective relaying application of ANNs include high-impedance fault detection (Eborn et al., 
1990), transformer protection (Perez et al., 1994), fault classification (Dalstein and Kulicke, 1995), fault 
direction determination, adaptive reclosing (Aggarwal et al., 1994), and rotating machinery protection 
(Chow and Yee, 1991). 
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9.6 Use of Oscillograph Records to Analyze 
System Performance 


John R. Boyle 


Protection of present-day power systems is accomplished by a complex system of extremely sensitive 
relays that function only during a fault in the power system. Because relays are extremely fast, automatic 
oscillographs installed at appropriate locations can be used to determine the performance of protective 
relays during abnormal system conditions. Information from oscillographs can be used to detect the: 


em 


Presence of a fault 

Severity and duration of a fault 

Nature of a fault (A phase to ground, A — B phases to ground, etc.) 
Location of line faults 

Adequacy of relay performance 

Effective performance of circuit breakers in circuit interruption 
Occurrence of repetitive faults 

Persistency of faults 

Dead time required to dissipate ionized gases 

Malfunctioning of equipment 

11. Cause and possible resolution of a problem 


SOrGOn ONS iors ak 


S 


Another important aspect of analyzing oscillograms is that of collecting data for statistical analysis. 
This would require a review of all oscillograms for every fault. The benefits would be to detect incipient 
problems and correct them before they become serious problems causing multiple interruptions or 
equipment damage. 

An analysis of an oscillograph record shown in Fig. 9.47 should consider the nature of the fault. 
Substation Y is comprised of two lines and a transformer. The high side winding is connected to ground. 
Oscillographic information is available from the bus potential transformers, the line currents from breaker A 
on line 1, and the transformer neutral current. An “A” phase-to-ground fault is depicted on line 1. The 
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oscillograph reveals a significant drop in “A” phase voltage accompanied with a rise in “A” phase line 1 
current and a similar rise in the transformer neutral current. The “A” phase breaker cleared the fault in 
3 cycles (good). The received carrier on line 1 was “off” during the fault (good) permitting high-speed 
tripping at both terminals (breakers A and B). There is no evidence of AC or DC current transformer 
(CT) saturation of either the phase CTs or the transformer neutral CT. The received carrier signal on 
line 2 was “on” all during the fault to block breaker “D” from tripping at terminal “X”. This would indicate 
that the carrier ground relays on the number 2 line performed properly. This type of analysis may not 
be made because of budget and personnel constraints. Oscillographs are still used extensively to analyze 
known cases of trouble (breaker failure, transformer damage, etc.), but oscillograph analysis can also be 
used as a maintenance tool to prevent equipment failure. 

The use of oscillograms as a maintenance tool can be visualized by classifying operations as good (A) 
or questionable (B) as shown in Fig. 9.48. The first fault current waveform (upper left) is classified as A 
because it is sinusoidal in nature and cleared in 3 cycles. This could be a four or five cycle fault clearing 
time and still be classified as A depending upon the breaker characteristics (4 or 5 cycle breaker, etc.) 
The DC offset wave form can also be classified as A because it indicates a four cycle fault clearing time 
and a sinusoidal waveform with no saturation. 

An example of a questionable waveform (B) is shown on the right side of Fig. 9.48. The upper right 
is one of current magnitude which would have to be determined by use of fault studies. Some breakers 
have marginal interrupting capabilities and should be inspected whenever close-in faults occur that 
generate currents that approach or exceed their interrupting capabilities. The waveform in the lower right 
is an example of a breaker restrike that requires a breaker inspection to prevent a possible breaker failure 
of subsequent operations. 

Carrier performance on critical transmission lines is important because it impacts fast fault clearing, 
successful high-speed reclosing, high-speed tripping upon reclosure, and delayed breaker failure response 
for permanent faults upon reclosure, and a “stuck” breaker. In Fig. 9.49 two waveforms are shown that 
depict adequate carrier response for internal and external faults. The first waveform shows a 3 cycle fault 
and its corresponding carrier response. A momentary burst of carrier is cut off quickly allowing the 
breaker to trip in 3 cycles. Upon reclosing, load current is restored. The bottom waveform depicts the 
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response of carrier on an adjacent line for the same fault. Note that carrier was “off” initially and cut 
“on” shortly after fault initiation. It stayed “on” for a few cycles after the fault cleared and stayed “off” 
all during the reclose “dead” time and after restoration of load current. Both of these waveforms would 
be classified as “good” and would not need further analysis. 

An example of a questionable carrier response for an internal fault is shown in Fig. 9.50. Note that 
the carrier response was good for the initial 3 cycle fault, but during the reclose dead time, carrier came 
back “on” and was “on” upon reclosing. This delayed tripping an additional 2 cycles. Of even greater 
concern is a delay in the response of breaker-failure clearing time for a stuck breaker. Breaker failure 
initiation is predicated upon relay initiation which, in the case shown, is delayed 2 cycles. This type of 
“bad” carrier response may go undetected if oscillograms are not reviewed. In a similar manner, a delayed 
carrier response for an internal fault can result in delayed tripping for the initial fault as shown in Fig. 9.51. 
However, a delayed carrier response on an adjacent line can be more serious because it will result in two 
or more line interruptions. This is shown in Fig. 9.52. A fault on line 1 in Fig. 9.47 should be accompanied 
by acceptable carrier blocking signals on all external lines that receive a strong enough signal to trip if 
not accompanied by an appropriate carrier blocking signal. Two conditions are shown. A good (“A”) 
block signal and questionable (“B”) block signal. The good block signal is shown as one that blocks 
(comes “on”) within a fraction of a cycle after the fault is detected and unblocks (goes “off”) a few cycles 
after the fault is cleared. The questionable block signal shown at the bottom of the waveform in Fig. 9.52 
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is late in going from “off” to “on” (1.5 cycles). The race between the trip element and the block element 
is such that a trip signal was initiated first and breaker “D” tripped 1.5 cycles after the fault was cleared 
by breaker A in 3 cycles. This would result in a complete station interruption at station “Y.” 

Impedance relays receive restraint from either bus or line potentials. These two potentials behave 
differently after a fault has been cleared. This is shown in Fig. 9.53. After breakers “A” and “B” open and 
the line is deenergized, the bus potential restores to its full value thereby applying full restraint to all 
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impedance relays connected to the bus. The line voltage goes to zero after the line is deenergized. Normally 
this is not a problem because relays are designed to accommodate this condition. However, there are 
occasions when the line potential restraint voltage can cause a relay to trip when a breaker recloses. This 
condition usually manifests itself when shunt reactors are connected on the line. Under these conditions 
an oscillatory voltage will exist on the terminals of the line side potential devices after both breakers “A” 
and “B” have opened. A waveform example is shown in Fig. 9.54. Note that the voltage is not a 60 Hz 
wave shape. Normally it is less than 60 Hz depending on the degree of compensation. This oscillatory 
voltage is more pronounced at high voltages because of the higher capacitance charge on the line. On 
lines that have flat spacing, the two outside voltages transfer energy between each other that results in 
oscillations that are mirror images of each other. The voltage on the center phase is usually a constant 
decaying decrement. These oscillations can last up to 400 cycles or more. This abnormal voltage is applied 
to the relays at the instant of reclosure and has been known to cause a breaker (for example, “A’) to trip 
because of the lack of coordination between the voltage restraint circuit and the overcurrent monitoring 
element. Another more prevalent problem is multiple restrikes across an insulator during the oscillatory 
voltage on the line. These restrikes prevent the ionized gasses from dissipating sufficiently at the time of 
reclosure. Thus a fault is reestablished when breaker “A” and/or “B” recloses. This phenomena can readily 
be seen on oscillograms. Action taken might be to look for defective insulators or lengthen the reclose 
cycle. 

The amount of “dead time” is critical to successful reclosures. For example, at 161 kV a study was 
made to determine the amount of dead time required to dissipate ionized gasses to achieve a 90% reclose 
success rate. In general, on a good line (clean insulators), at least 13 cycles of dead time are required. 
Contrast this to 10 cycles dead time where the reclose success rate went down to approximately 50%. 
Oscillograms can help determine the dead time and the cause of unsuccessful reclosures. Note the dead 
time is a function of the performance of the breakers at both ends of the line. Figure 9.55 depicts the 
performance of good breaker operations (top waveform). Here, both breakers trip in 3 cycles and reclose 
successfully in 13 cycles. The top waveform depicts a slow breaker “A” tripping in 6 cycles. This results 
in an unsuccessful reclosure because the overall dead time is reduced to 10 cycles. Note, the oscillogram 
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readily displays the problem. The analysis would point to possible relay or breaker trouble associated 
with breaker “A.” 

Figure 9.56 depicts current transformer (CT) saturation. This phenomenon is prevalent in current 
circuits and can cause problems in differential and polarizing circuits. The top waveform is an example 
of a direct current (DC) offset waveform with no evidence of saturation. That is to say that the secondary 
waveform replicates the primary waveform. Contrast this with a DC offset waveform (lower) that clearly 
indicates saturation. If two sets of CTs are connected differentially around a transformer and the high 
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side CTs do not saturate (upper waveform) and the low side CTs do saturate (lower waveform), the 
difference current will flow through the operate coil of the relay which may result in deenergizing the 
transformer when no trouble exists in the transformer. The solution may be the replacement of the 
offending low side CT with one that has a higher “C” classification, desensitizing the relay or reducing 
the magnitude of the fault current. Polarizing circuits are also adversely affected by CTs that saturate. 
This occurs where a residual circuit is compared with a neutral polarizing circuit to obtain directional 
characteristics and the apparent shift in the polarizing current results in an unwanted trip. 

Current reversals can result in an unwanted two-line trip if carrier transmission from one terminal to 
another does not respond quickly to provide the desired block function of a trip element. This is shown 
in a step-by-step sequence in Figs. 9.57 through 9.60. Consider a line 1 fault at the terminals of breaker 
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“B” (Fig. 9.57). For this condition, 2000 amperes of ground fault current is shown to flow on each line 
from terminal “X” to terminal “Y, Since fault current flow is towards the fault at breakers “A” and “B’, 
neither will receive a signal (carrier “off”) to initiate tripping. However, it is assumed that both breakers 
do not open at the same time (breaker “B” opens in 3 cycles and breaker “A” opens in 4 cycles). The 
response of the relays on line 2 is of prime concern. During the initial fault when breakers “A” and “B” 
are both closed, a block carrier signal must be sent from breaker “D” to breaker “C” to prevent the 
tripping of breaker “C.” This is shown as a correct “on” carrier signal for 3 cycles in the bottom oscillogram 
trace in Fig. 9.60. However, when breaker “B” trips in 3 cycles, the fault current in line 2 increases to 
4000 amperes and, more importantly, it reverses direction to flow from terminal “Y” to terminal “X.” 
This instantaneous current reversal requires that the directional relays on breaker “C” pickup to initiate 
a carrier block signal to breaker “D.” Failure to accomplish this may result in a trip of breaker “C” if its 
own carrier signal does not rise rapidly to prevent tripping through its previously made up trip directional 
elements. This is shown in Fig. 9.59 and oscillogram record Fig. 9.60. An alternate undesirable operation 
would be the tripping of breaker “D” if its trip directional elements make up before the carrier block 
signal from breaker “C” is received at breaker “D.” The end result is the same (tripping line 2 for a fault 
on line 1). 
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FIGURE 9.60 


Restrikes in breakers can result in an explosive failure of the breaker. Oscillogams can be used to 
prevent breaker failures if the first restrike within the interrupter can be detected before a subsequent 
restrike around the interrupter results in the destruction of the breaker. This is shown diagrammatically 
in Fig. 9.61. The upper waveform restrike sequence depicts a 12 cycle restrike that is successfully extin- 
guished within the interrupter. The lower waveform depicts a restrike that goes around the interrupter. 
This restrike cannot be extinguished and will last until the oil becomes badly carbonized and a subsequent 
fault occurs between the bus breaker terminal and the breaker tank (ground). In Fig. 9.61 the interrupter 
bypass fault lasted 18 cycles. Depending upon the rate of carbonization, the arc time could last longer 
or less before the flashover to the tank. The result would be the same. A bus fault that could have 
devastating affects. One example resulted in the loss of eight generators, thirteen 161 kV lines, and three 
500-kV lines. The reason for the extensive loss was the result of burning oil that drifted up into adjacent 
busses steel causing multiple bus and line faults that deenergized all connected equipment in the station. 
The restrike phenomena is a result of a subsequent lightning strikes across the initial fault (insulator). 
In the example given above, lightning arresters were installed on the line side of each breaker and no 
additional restrikes or breaker failures occurred after the initial distructive failures. 

Oscillography in microprocessor relays can also be used to analyze system problems. The problem in 
Fig. 9.62 involves a microprocessor differential relay installation that depicts the failure to energize a large 
motor. The CTs on both sides of the transformer were connected wye-wye but the low side CTs were 
rolled. The 30° shift was corrected in the relay and was accurately portrayed by oscillography in the 
microprocessor relay but the rolled CTs produced current in the operate circuit that resulted in an 
erroneous trip. Note that with the low side CTs rolled, the high and low side currents W1 and W2 are in 
phase (incorrect). The oscillography output clearly pin-pointed the problem. The corrected connection is 
shown in Fig. 9.63 together with the correct oscillography (W1 and W2 180° out of phase). 
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10.1 Characteristics of Lightning Strokes 


Francisco de la Rosa 


Lightning, one of Mother Nature’s most spectacular events, started to appear significantly demystified 
after Franklin showed its electric nature with his famous electrical kite experiment in 1752. Although a 
great deal of research on lightning has been conducted since then, lightning stands nowadays as a topic 
of considerable interest for investigation (Uman, 1969, 1987). This is particularly true for the improved 
design of electric power systems, since lightning-caused interruptions and equipment damage during 
thunderstorms stand as the leading causes of failures in the electric utility industry. 


Lightning Generation Mechanism 
First Strokes 


The wind updrafts and downdrafts that take place in the atmosphere, create a charging mechanism that 
separates electric charges, leaving negative charge at the bottom and positive charge at the top of the 
cloud. As charge at the bottom of the cloud keeps growing, the potential difference between cloud and 
ground, which is positively charged, grows as well. This process will continue until air breakdown occurs. 
See Fig. 10.1. 

The way in which a cloud-to-ground flash develops involves a stepped leader that starts traveling 
downwards following a preliminary breakdown at the bottom of the cloud. This involves a positive pocket 
of charge, as illustrated in Fig. 10.1. The stepped leader travels downwards in steps several tens of meters 
in length and pulse currents of at least 1 kA in amplitude (Uman, 1969). When this leader is near ground, 
the potential to ground can reach values as large as 100 MV before the attachment process with one of 
the upward streamers is completed. Figure 10.2 illustrates a case when the downward leader is intercepted 
by the upward streamer developing from a tree. 

It is important to highlight that the terminating point on the ground is not decided until the downward 
leader is some tens of meters above the ground plane and that it will be attached to one of the growing 
upward streamers from elevated objects such as trees, chimneys, power lines, and communication facil- 
ities. It is actually under this principle that lightning protection rods work, i.e., they have to be strategically 
located so as to insure the formation of an upward streamer with a high probability of intercepting 
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FIGURE 10.1 Separation of electric charge within a thundercloud. 
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(a) (b} (c} (d) (e) 


FIGURE 10.2 Attachment between downward and upward leaders in a cloud-to-ground flash. 


downward leaders approaching the protected area. For this to happen, upward streamers developing from 
protected objects within the shielded area have to compete unfavorably with those developing from the 
tip of the lightning rods. 

Just after the attachment process takes place, the charge that is lowered from the cloud base through 
the leader channel is conducted to ground while a breakdown current pulse, known as the return stroke, 
travels upward along the channel. The return stroke velocity is around one third the speed of light. The 
median peak current value associated with the return stroke is reported to be on the order of 30 kA, 
with rise time and time to half values around 5 and 75 ys, respectively. See Table 10.1 adapted from 
(Berger et al., 1975). 

Associated with this charge transfer mechanism (an estimated 5 C charge is lowered to ground through 
the stepped leader) are the electric and magnetic field changes that can be registered at close distances 


TABLE 10.1 Lightning Current Parameters for Negative Flashes* 


Parameters Units Sample Size Value Exceeding in 50% of the Cases 
Peak current (minimum 2 kA) kA 101 30 
First strokes 135 12 
Subsequent strokes 
Charge (total charge) Cc 
First strokes 93 52 
Subsequent strokes 122 1.4 
Complete flash 94 75 
Impulse charge Cc 
(excluding continuing current) 90 4.5 
First strokes 117 0.95 
Subsequent strokes 
Front duration (2 kA to peak) ps 
First strokes 89 55 
Subsequent strokes 118 1.1 
Maximum di/dt kA/us 
First strokes 92 12 
Subsequent strokes 122 40 
Stroke duration ps 
(2 kA to half peak value on the tail) 90 75 
First strokes 115 32 
Subsequent strokes 
Action integral (di?dt) A’s 
First strokes 91 5.5 x 104 
Subsequent strokes 88 6.0 x 10° 
Time interval between strokes ms 133 33 
Flash duration ms 
All flashes 94 13 
Excluding single-stroke flashes 39 180 


Adapted from Berger et al., Parameters of lightning flashes, Electra No. 41, 23-37, July 1975. 
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from the channel and that can last several milliseconds. Sensitive equipment connected to power or 
telecommunication lines can get damaged when large overvoltages created via electromagnetic field 
coupling are developed. 


Subsequent Strokes 


After the negative charge from the cloud base has been transferred to ground, additional charge can be 
made available on the top of the channel when discharges known as J and K processes take place within 
the cloud (Uman, 1969). This can lead to some three to five strokes of lightning following the first stroke. 
A so-called dart leader develops from the top of the channel lowering charges, typically of 1 C, until 
recently believed to follow the same channel of the first stroke. Studies conducted in the past few years, 
however, indicate that around half of all lightning discharges to earth, both single- and multiple-stroke 
flashes, strike ground at more than one point, with the spatial separation between the channel termina- 
tions varying from 0.3 to 7.3 km, with a geometric mean of 1.3 km (Thottappillil et al., 1992). 

Generally, dart leaders develop no branching and travel downward at velocities of around 3 x 10° m/s. 
Subsequent return strokes have peak currents usually smaller than first strokes but faster zero-to-peak 
rise times. The mean inter-stroke interval is about 60 ms, although intervals as large as a few tenths of 
a second can be involved when a so-called continuing current flows between strokes (this happens in 
25-50% of all cloud-to-ground flashes). This current, which is on the order of 100 A, is associated with 
charges of around 10 C and constitutes a direct transfer of charge from cloud to ground (Uman, 1969). 

The percentage of single-stroke flashes presently suggested by CIGRE of 45% (Anderson and Eriksson, 
1980), is considerably higher than the following figures recently obtained form experimental results: 17% 
in Florida (Rakov et al., 1994), 14% in New Mexico (Rakov et al., 1994), 21% in Sri Lanka (Cooray and 
Jayaratne, 1994) and 18% in Sweden (Cooray and Perez, 1994). 


Parameters of Importance for Electric Power Engineering 


Ground Flash Density 


Ground flash density, frequently referred as GFD or Ng, is defined as the number of lightning flashes 
striking ground per unit area and per year. Usually it is a long-term average value and ideally it should 
take into account the yearly variations that take place within a solar cycle — believed to be the period 
within which all climatic variations that produce different GFD levels occur. 

A 10-year average GFD map of the continental U.S. obtained by and reproduced here with permission 
from Global Atmospherics, Inc. of Tucson, AZ, is presented in Fig. 10.3. Note the considerably large GFD 
levels affecting the state of Florida, as well as all the southern states along the Gulf of Mexico (Alabama, 
Mississippi, Louisiana, and Texas). High GFD levels are also observed in the southeastern states of Georgia 
and South Carolina. To the west, Arizona is the only state with GFD levels as high as 8 flashes/km?/year. 
The lowest GFD levels (<0.5 flashes/km?/year) are observed in the western states, notably in California, 
Oregon, and Washington on the Pacific Ocean, in a spot area of Colorado, and in the northeastern state 
of Maine on the Atlantic Ocean. 

It is interesting to mention that a previous (five-year average) version of this map showed levels of 
around 6 flashes/km?2/year also in some areas of Illinois, lowa, Missouri, and Indiana, not seen in the 
present version. This is often the result of short-term observations, that do not reflect all climatic 
variations that take place in a longer time frame. 

The low incidence of lightning does not necessarily mean an absence of lightning-related problems. 
Power lines, for example, are prone to failures even if GFD levels are low when they are installed in terrain 
with high-resistivity soils, like deserts or when lines span across hills or mountains where ground wire 
or lightning arrester earthing becomes difficult. 

The GFD level is an important parameter to consider for the design of electric power and telecom- 
munication facilities. This is due to the fact that power line performance and damage to power and 
telecommunication equipment are considerably affected by lightning. Worldwide, lightning accounts for 
most of the power supply interruptions in distribution lines and it is a leading cause of failures in 
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FIGURE 10.3 10-year average GFD map of the U.S. (Reproduced with permission from Global Atmospherics, Inc. 
of Tucson, AZ.) 


transmission systems. In the U.S. alone, an estimated 30% of all power outages are lightning-related on 
annual average, with total costs approaching one billion dollars (Kithil, 1998). 

In De la Rosa et al. (1998), it is discussed how to determine GFD as a function of TD (Thunder Days 
or Keraunic Level) or TH (Thunder-Hours). This is important where GFD data from lightning location 
systems are not available. Basically, any of these parameters can be used to get a rough approximation of 
Ground Flash Density. Using the expressions described in Anderson et al. and MacGorman et al. (1984, 
1984), respectively: 


Ng=0.04 TD'”> flashes/km?/year (10.1) 


Ng =0.054 TD" flashes/km?/year (10.2) 


Current Peak Value 


Finally, regarding current peak values, first strokes are associated with peak currents around two to three 
times larger than subsequent strokes. According to De la Rosa et al. (1998), electric field records, however, 
suggest that subsequent strokes with higher electric field peak values may be present in one out of three 
cloud-to-ground flashes. These may be associated with current peak values greater than the first stroke 
peak. 

Tables 10.1 and 10.2 are summarized and adapted from (Berger et al., 1975) for negative and positive 
flashes, respectively. They present statistical data for 127 cloud-to-ground flashes, 26 of them positive, 
measured in Switzerland. These are the type of lightning flashes known to hit flat terrain and structures 
of moderate height. This summary, for simplicity, shows only the 50% or statistical value, based on the 
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TABLE 10.2 Lightning Current Parameters for Positive Flashes* 


Value Exceeding 


Parameters Units Sample Size —_ in 50% of the Cases 
Peak current (minimum 2 kA) kA 26 35 

Charge (total charge) Cc 26 80 

Impulse charge (excluding continuing current) C 25 16 

Front duration (2 kA to peak) ps 19 22 
Maximum di/dt kA/ys 21 2.4 

Stroke duration (2 kA to half peak value on the tail) —_ ps 16 230 

Action integral (di7dt) A’s 26 6.5 x 10° 
Flash duration ms 24 85 


* Adapted from Berger et al., Parameters of lightning flashes, Electra No. 41, 23-37, July 1975. 


log-normal approximations to the respective statistical distributions. These data are amply used as 
primary reference in the literature on both lightning protection and lightning research. 

The action integral is an interesting concept (ie., the energy that would be dissipated in a 1-Q resistor 
if the lightning current were to flow through it). This is a parameter that can provide some insight on 
the understanding of forest fires and on damage to power equipment, including surge arresters, in power 
line installations. All the parameters presented in Tables 10.1 and 10.2 are estimated from current oscil- 
lograms with the shortest measurable time being 0.5 us (Berger and Garbagnati, 1984). It is thought that 
the distribution of front duration might be biased toward larger values and the distribution of di/dt 
toward smaller values (De la Rosa et al., 1998). 


Incidence of Lightning to Power Lines 


One of the most accepted expressions to determine the number of direct strikes to an overhead line in 
an open ground with no nearby trees or buildings, is that described by Eriksson (1987): 


0.6 
none{ 0? (10.3) 


where 


h_ is the pole or tower height (m) — negligible for distribution lines 

bis the structure width (m) 

Ng is the Ground Flash Density (flashes/km?/year) 

N_ is the number of flashes striking the line/100 km/year. For unshielded distribution lines, this 
is comparable to the fault index due to direct lightning hits. For transmission lines, this is an 
indicator of the exposure of the line to direct strikes. (The response of the line being a function 
of overhead ground wire shielding angle on one hand and on conductor-tower surge imped- 
ance and footing resistance on the other hand). 


Note the dependence of the incidence of strikes to the line with height of the structure. This is important 
since transmission lines are several times taller than distribution lines, depending on their operating 
voltage level. 

Also important is that in the real world, power lines are to different extents shielded by nearby trees 
or other objects along their corridors. This will decrease the number of direct strikes estimated by 
Eq. (10.3) to a degree determined by the distance and height of the objects. In IEEE Std. 1410-1997, a 
shielding factor is proposed to estimate the shielding effect of nearby objects to the line. An important 
aspect of this reference work is that objects within 40 m from the line, particularly if equal or higher that 
20 m, can attract most of the lightning strikes that would otherwise hit the line. Likewise, the same 
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objects would produce insignificant shielding effects if located beyond 100 m from the line. On the other 
hand, sectors of lines extending over hills or mountain ridges may increase the number of strikes to the 
line. 

The above-mentioned effects may, in some cases, cancel each other so that the estimation obtained 
form Eq. (10.3) can still be valid. However, it is recommended that any assessment of the incidence of 
lightning strikes to a power line be performed by taking into account natural shielding and orographic 
conditions along the line route. This also applies when identifying troubled sectors of the line for 
installation of metal oxide surge arresters to improve its lightning performance. 

Finally, although meaningful only for distribution lines, the inducing effects of lightning, also described 
in De la Rosa et al. (1998) and Anderson et al. (1984), have to be considered to properly understand their 
lightning performance or when dimensioning the outage rate improvement after application of any 
mitigation action. Under certain conditions, like in circuits without grounded neutral, with low critical 
flashover voltages, high GFD levels, or located on high resistivity terrain, the number of outages produced 
by close lightning can considerably surpass those due to direct strikes to the line. 


Conclusions 


We have tried to present a brief overview of lightning and its effects in electric power lines. It is important 
to mention that a design and/or assessment of power lines considering the influence of lightning over- 
voltages has to undergo a more comprehensive manipulation, outside the scope of this limited discussion. 

Aspects like the different methods available to calculate shielding failures and backflashovers in trans- 
mission lines, or the efficacy of remedial measures are not covered here. Among these, overhead ground 
wires, metal oxide surge arresters, increased insulation, or use of wood as an arc quenching device, can 
only be mentioned. The reader is encouraged to look further at the references or to get experienced 
advice for a more comprehensive understanding of the subject. 
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10.2 Overvoltages Caused by Direct Lightning Strokes 


Pritindra Chowdhuri 


A lightning stroke is defined as a direct stroke if it hits either the tower or the shield wire or the phase 
conductor. This is illustrated in Fig. 10.4. When the insulator string at a tower flashes over by direct hit 
either to the tower or to the shield wire along the span, it is called a backflash; if the insulator string 
flashes over by a strike to the phase conductor, it is called a shielding failure for a line shielded by shield 
wires. Of course, for an unshielded line, insulator flashover is caused by backflash when the stroke hits 
the tower or by direct contact with the phase conductor. In the analysis of performance and protection 
of power systems, the most important parameter which must be known is the insulation strength of the 
system. It is not a unique number. It varies according to the type of the applied voltage, e.g., DC, AC, 
lightning, or switching surges. For the purpose of lightning performance, the insulation strength has 
been defined in two ways: basic impulse insulation level (BIL) and critical flashover voltage (CFO or 
V; 9). BIL has been defined in two ways. The statistical BIL is the crest value of a standard (1.2/50-ps) 
lightning impulse voltage that the insulation will withstand with a probability of 90% under specified 
conditions. The conventional BIL is the crest value of a standard lightning impulse voltage that the 
insulation will withstand for a specific number of applications under specified conditions. CFO or Vs 9 
is the crest value of a standard lightning impulse voltage that the insulation will withstand during 50% 
of the applications. In this section, the conventional BIL will be used as the insulation strength under 
lightning impulse voltages. Analysis of direct strokes to overhead lines can be divided into two classes: 
unshielded lines and shielded lines. The first discussion involves the unshielded lines. 


/7 VM abesib bide 


FIGURE 10.4 Illustration of direct lightning strokes to line. (1) backflash caused by direct stroke to tower; 
(2) backflash caused by direct stroke to shield wire; (3) insulator flashover by direct stroke to phase conductor 
(shielding failure). 
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Direct Strokes to Unshielded Lines 


If lightning hits one of the phase conductors, the return-stroke current splits into two equal halves, each 
half traveling in either direction of the line. The traveling current waves produce traveling voltage waves 
that are given by: 


Va (10.4) 
2 


where I is the return-stroke current and Z, is the surge impedance of the line, given by Z, = (L/C)", 
and L and C are the series inductance and capacitance to ground per meter length of the line. These 
traveling voltage waves stress the insulator strings from which the line is suspended as these voltages 
arrive at the succeeding towers. The traveling voltages are attenuated as they travel along the line by 
ground resistance and mostly by the ensuing corona enveloping the struck line. Therefore, the insulators 
of the towers adjacent to the struck point are most vulnerable. If the peak value of the voltage, given by 
Eq. (10.4), exceeds the BIL of the insulator, then it might flash over causing an outage. The minimum 
return-stroke current that causes an insulator flashover is called the critical current, I, of the line for the 
specified BIL. Thus, following Eq. (10.4): 


(10.5) 


Lightning may hit one of the towers. The return-stroke current then flows along the struck tower and 
over the tower-footing resistance before being dissipated in the earth. The estimation of the insulator 
voltage in that case is not simple, especially because there has been no concensus about the modeling of 
the tower in estimating the insulator voltage. In the simplest assumption, the tower is neglected. Then, 
the tower voltage, including the voltage of the cross arm from which the insulator is suspended, is the 
voltage drop across the tower-footing resistance, given by V;;= IRy, where Ry is the tower-footing 
resistance. Neglecting the power-frequency voltage of the phase conductor, this is then the voltage across 
the insulator. It should be noted that this voltage will be of opposite polarity to that for stroke to the 
phase conductor for the same polarity of the return-stroke current. 

Neglecting the tower may be justified for short towers. The effect of the tower for transmission lines 
must be included in the estimation of the insulator voltage. For these cases, the tower has also been 
represented as an inductance. Then the insulator voltage is given by V,,,, = Vie + L(dI/dt), where L is the 
inductance of the tower. 

However, it is known that voltages and currents do travel along the tower. Therefore, the tower should 
be modeled as a vertical transmission line with a surge impedance, Z,, where the voltage and current 
waves travel with a velocity, v,. The tower is terminated at the lower end by the tower-footing resistance, 
R,, and at the upper end by the lightning channel, which can be assumed to be another transmission 
line of surge impedance, Z,,. Therefore, the traveling voltage and current waves will be repeatedly reflected 
at either end of the tower while producing voltage at the cross arm, V,,. The insulator from which the 
phase conductor is suspended will then be stressed at one end by V,, (to ground) and at the other end 
by the power-frequency phase-to-ground voltage of the phase conductor. Neglecting the power- frequency 
voltage, the insulator voltage, V;,,, will be equal to the cross-arm voltage, V_,. This is schematically shown 
in Fig. 10.5a. The initial voltage traveling down the tower, V,,, is V,,(t) = Z,I(t), where I(t) is the initial 
tower current which is a function of time, t. The voltage reflection coefficients at the two ends of the 
tower are given by: 


ae ee ce ae (10.6) 
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FIGURE 10.5 Lightning channel striking tower top: (a) schematic of struck tower; (b) voltage lattice diagram. 


Figure 10.5b shows the lattice diagram of the progress of the multiple reflected voltage waves along 
the tower. The lattice diagram, first proposed by Bewley (1951), is the space-time diagram that shows 
the position and direction of motion of every incident, reflected, and transmitted wave on the system at 
every instant of time. In Fig. 10.5, if the heights of the tower and the cross arm are h, and h,,, respectively, 
and the velocity of the traveling wave along the tower is v,, then the time of travel from the tower top 
to its foot is Tt, = h,/v, and the time of travel from the cross arm to the tower foot is T,, = h,,/V,. In 
Fig. 10.5b, the two solid horizontal lines represent the positions of the tower top and the tower foot, 
respectively. The broken horizontal line represents the cross-arm position. It takes (tT, — T.,) seconds for 
the traveling wave to reach the cross arm after lightning hits the tower top at t= 0. This is shown by 
point 1 on Fig. 10.5b. Similarly, the first reflected wave from the tower foot (point 2 in Fig. 10.5b) reaches 
the cross arm at t = (T, + T.,). The first reflected wave from the tower top (point 3 in Fig. 10.5b) reaches 
the cross arm at t= (3t, — T,,). The downward-moving voltage waves will reach the cross arm at t = 
(2n—1)t, — 7,,, and the upward-moving voltage waves will reach the cross arm at t= (2n — 1)t, + T. 
where n = 1, 2, ---, n. The cross-arm voltage, V,,(t) is then given by: 


V.,(t) = Yin a.) V,.(t- (2n- ir, + T.,Ju(t— (2n- It, + Ta)+ 


(10.7) 
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FIGURE 10.6 Profiles of insulator voltage for an unshielded line for a lightning stroke to tower. Tower height = 
30 m; cross-arm height = 27.0 m; phase-conductor height = 25.0 m cross-arm width = 2.0 m; return-stroke current = 
30 kA @1/50-ps; Z, = 100 Q; Zy, = 500 Q. 


The voltage profiles of the insulator voltage, V,,,(= V.,) for two values of tower-footing resistances, Ri, 
are shown in Fig. 10.6. It should be noticed that the V;,, is higher for higher R, and that it approaches 
the voltage drop across the tower-footing resistance (IR,-) with time. However, the peak of V;,, is signif- 
icantly higher than the voltage drop across Ry. Higher peak of V,,,, will occur for (i) taller tower and (ii) 
shorter front time of the stroke current (Chowdhuri, 1996). 


Direct Strokes to Shielded Lines 


One or more conductors are strung above and parallel to the phase conductors of single- and double- 
circuit overhead power lines to shield the phase conductors from direct lightning strikes. These shield 
wires are generally directly attached to the towers so that the return-stroke currents are safely led to 
ground through the tower-footing resistances. Sometimes, the shield wires are insulated from the towers 
by short insulators to prevent power-frequency circulating currents from flowing in the closed-circuit 
loop formed by the shield wires, towers, and the earth return. When lightning strikes the shield wire, the 
short insulator flashes over, connecting the shield wire directly to the grounded towers. 

For a shielded line, lightning may strike a phase conductor, the shield wire, or the tower. If it strikes 
a phase conductor but the magnitude of the current is below the critical current level, then no outage 
occurs. However, if the lightning current is higher than the critical current of the line, then it will 
precipitate an outage that is called the shielding failure. In fact, sometimes, shielding is so designed that 
a few outages are allowed, with the objective of reducing the excessive cost of shielding. However, the 
critical current for a shielded line is higher than that for an unshielded line because the presence of the 
grounded shield wire reduces the effective surge impedance of the line. The effective surge impedance 
of a line shielded by one shield wire is given by (Chowdhuri, 1996): 


Whe 
Leg = ZT (10.8) 
2h 2h d., 
where Z,,=60fn—*; Z,, =60én—; Z,, =60én—= (10.9) 
r r. 
P s ps 
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Here, h, and r, are the height and radius of the phase conductor, h, and r, are the height and radius of 
the shield wire, d,,, is the distance from the shield wire to the image of the phase conductor in the ground, 
and d,, is the distance from the shield wire to the phase conductor. Z,, is the surge impedance of the 
phase conductor in the absence of the shield wire, Z,, is the surge impedance of the shield wire, and Z,, 
is the mutual surge impedance between the phase conductor and the shield wire. 

It can be shown that either for strokes to tower or for strokes to shield wire, the insulator voltage will 
be the same if the attenuation caused by impulse corona on the shield wire is neglected (Chowdhuri, 
1996). For a stroke to tower, the return-stroke current will be divided into three parts: two parts going 
to the shield wire in either direction from the tower, and the third part to the tower. Thus, lower voltage 
will be developed along the tower of a shielded line than that for an unshielded line for the same return- 
stroke current, because lower current will penetrate the tower. This is another advantage of a shield wire. 
The computation of the cross-arm voltage, V,,, is similar to that for the unshielded line, except for the 
following modifications in Eqs. (10.6) and (10.7): 


1. The initial tower voltage is equal to IZ,,, instead of IZ, as for the unshielded line, where Z,, is the 
impedance as seen from the striking point, i.e., 


oe (10.10) 
“S 0.5Z,+Z, 
where Z, = 60/n(2h,/r,) is the surge impedance of the shield wire. 
2. The traveling voltage wave moving upward along the tower, after being reflected at the tower foot, 
encounters three parallel branches of impedances, the lightning-channel surge impedance, and 
the surge impedances of the two halves of the shield wire on either side of the struck tower. 
Therefore, Z,, in Eq. (10.6) should be replaced by 0.5Z,Z,,/(0.5Z, + Z,). 


The insulator voltage, V,,,, for a shielded line is not equal to V,,, as for the unshielded line. The shield- 
wire voltage, which is the same as the tower-top voltage, V,,, induces a voltage on the phase conductor 
by electromagnetic coupling. The insulator voltage is, then, the difference between V., and this coupled 


voltage: 


ca? 


Vv 


ins 


SM Vas (10.11) 
where k,, = Z),/Zy). It can be seen that the electromagnetic coupling with the shield wire reduces the 
insulator voltage. This is another advantage of the shield wire. To compute V,,, we go back to Fig. 10.5. 
As the cross arm is moved toward the tower top, T., approaches 7,, and naturally, at tower top T., = 7. 
Then, except the wave 1, the pairs of upward-moving and downward-moving voltages (e.g., 2 and 3, 4 
and 5, etc.) arrive at the tower top at the same time. Putting T., = 7, in Eq. (10.7), and writing a, = 1 + 
a2, We get Vii: 


V,,(t) = V,.u(t) +a,.a, Vien a) V,.(t- 2nt, Ju(t—2nt, ). (10.12) 
n=l 
From Eq. (10.6), a,, =1+a,, er (10.13) 


The coefficient, a,,, is called the coefficient of voltage transmission. 
When lightning strikes the tower, equal voltages (IZ,,) travel along the tower as well as along the shield 
wire in both directions. The voltages on the shield wire are reflected at the subsequent towers and arrive 


© 2001 CRC Press LLC 


1 LEGEND 
— Ry=10 0 
» Ryg=20 0 


Vins — MU 


8 1 2 3 4 Ss 6 7 8 93 18 
TIME — MICROSECONDS 


FIGURE 10.7 Profiles of insulator voltage for a shielded line for lightning stroke to tower.Tower height = 30 m; 
cross-arm height = 27.0 m; phase-conductor height = 25.0 m cross-arm width = 2.0 m; return-stroke current = 30 kA 
@1/50-us; Z, = 100 Q; Zy, = 500 Q. 


back at the struck tower at different intervals as voltages of opposite polarity (Chowdhuri, 1996). Gen- 
erally, the reflections from the nearest towers are of any consequence. These reflected voltage waves lower 
the tower-top voltage. The tower-top voltage remains unaltered until the first reflected waves arrive from 
the nearest towers. The profiles of the insulator voltage for the same line as in Fig. 10.6 but with a shield 
wire are shown in Fig. 10.7. Comparing Figs. 10.6 and 10.7, it should be noticed that the insulator voltage 
is significantly reduced for a shielded line for a stroke to tower. This reduction is possible because (i) a 
part of the stroke current is diverted to the shield wire, thus reducing the initial tower-top voltage (V,, = 
1,Z,, I, < 1), and (ii) the electromagnetic coupling between the shield wire and the phase conductor 
induces a voltage on the phase conductor, thus lowering the voltage difference across the insulator (Vj, = 
Vea — KepVin)- 

Shielding Design 

Striking distance of the lightning stroke plays a crucial role in the design of shielding. Striking distance 
is defined as the distance through which a descending stepped leader will strike a grounded object. 


Whitehead and his associates (1968; 1969) proposed a simple relation between the striking distance, r,, 
and the return-stroke current, I, (in kA) of the form: 


, =al’ (m) (10.14) 


where a and b are constants. The most frequently used value of a is 8 or 10, and that of b is 0.65. Let us 
suppose that a stepped leader with prospective return-stroke current of I,, is descending near a horizontal 
conductor, P, (Fig. 10.8a). Its striking distance, r,, will be given by Eq. (10.14). It will hit the surface of 
the earth when it penetrates a plane which is r, meters above the earth. The horizontal conductor will 
be struck if the leader touches the surface of an imaginary cylinder of radius, r,, with its center at the 
center of the conductor. The attractive width of the horizontal conductor will be ab in Fig. 10.8a. It is 


given by: 
2 2 
ab=20,=2,)1?-(,—h,) =2,/h,(2,—h,) for, >h, and (10.15a) 
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FIGURE 10.8 Principle of shielding: (a) electrogeometric model; (b) shielding principle; (c) placement of shield 
wire for perfect shielding. 


ab= 20, =2r, fort, sh,; (10.15b) 


where h, is the height of the conductor. For a multiconductor line with a separation distance, d,, between 
the outermost conductors, the attractive width will be 2a, + d,. 

Now, if a second horizontal conductor, S, is placed near P, the attractive width of S will be cd 
(Fig. 10.8b). If S is intended to completely shield P, then the cylinder around S and the r,-plane above 
the earth’s surface must completely surround the attractive cylinder around P. However, as Fig. 10.8b 
shows, an unprotected width, db remains. Stepped leaders falling through db will strike P. If S is 
repositioned to S’ so that the point d coincides with b, then P is completely shielded by S. 

The procedure to place the conductor, S, for perfect shielding of P is shown in Fig. 10.8c. Knowing 
the critical current, I., from Eq. (10.5), the corresponding striking distance, r,, is computed from 
Eq. (10.14). A horizontal straight line is drawn at a distance r, above the earth’s surface. An arc of radius, 
r, is drawn with P as center, which intersects the r,-line above earth at b. Then, an arc of radius, r,, is 
drawn with b as center. This arc will go through P. Now, with P as radius, another arc is drawn of radius 
I, Where r,, is the minimum required distance between the phase conductor and a grounded object. 
This arc will intersect the first arc at S, which is the position of the shield wire for perfect shielding of P. 

Figure 10.9 shows the placement of a single shield wire above a three-phase horizontally configured 
line for shielding. In Fig. 10.9a, the attractive cylinders of all three phase conductors are contained within 
the attractive cylinder of the shield wire and the r,-plane above the earth. However, in Fig. 10.9b where 
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FIGURE 10.9 Shielding of three-phase horizontally configured line by single shield wire: (a) perfect shielding; 
(b) imperfect shielding. 
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FIGURE 10.10 Shielding of three-phase horizontally configured line by two shield wires: (a) perfect shielding; 
(b) imperfect shielding. 


the critical current is lower, the single shield wire at S cannot perfectly shield the two outer phase 
conductors. Raising the shield wire helps in reducing the unprotected width, but, in this case, it cannot 
completely eliminate shielding failure. As the shield wire is raised, its attractive width increases until the 
shield-wire height reaches the r,-plane above earth, where the attractive width is the largest, equal to the 
diameter of the r,-cylinder of the shield wire. Raising the shield-wire height further will then be actually 
detrimental. In this case, either the insulation strength of the line should be increased (i.e., the critical 
current increased) or two shield wires should be used. 

Figure 10.10 shows the use of two shield wires. In Fig. 10.10a, all three phase conductors are completely 
shielded by the two shield wires. However, for smaller I, (i-e., smaller r,), part of the attractive cylinder of 
the middle phase conductor is left exposed (Fig. 10.10b). This shows that the middle phase conductor 
may experience shielding failure even when the outer phase conductors are perfectly shielded. In that case, 
either the insulation strength of the line should be increased or the height of the shield wires raised, or both. 
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Significant Parameters 


The most significant parameter in estimating the insulator voltage is the return-stroke current, i.e., its 
peak value, waveshape, and statistical distributions of the amplitude and waveshape. The waveshape of 
the return-stroke current is generally assumed to be double exponential where the current rapidly rises 
to its peak exponentially, and subsequently decays exponentially: 


I(t) =I, ie -e*"), (10.16) 
The parameters, I,, a,, and a, are determined from the given peak, I,, the front time, t;, and the time to 
half value, t,, during its subsequent decay. However, the return-stroke current can also be simulated as 
a linearly rising and linearly falling wave: 


I(t) =a, tu(t)—c, (tt, u(t—t,), (10.17) 
I = 
where, ar and ar ean (10.18) 


I,, a,, and a, of the double exponential function in Eq. (10.16) are not very easy to evaluate. In contrast, 
a, and a, of the linear function in Eq. (10.17) are easy to evaluate as given in Eq. (10.18). The results 
from the two waveshapes are not significantly different, particularly for lightning currents where t; is on 
the order of a few microseconds and t, is several tens of microseconds. As t, is very long compared to 
t, the influence of t, on the insulator voltage is not significant. Therefore, any convenient number can 
be assumed for t, (e.g., 50 is) without loss of accuracy. 

The statistical variations of the peak return-stroke curent, I, fits the log-normal distribution (Popo- 
lansky, 1972). The probability density function, p(1,), of I, can then be expressed as: 


[= —tnl } 

0.5) PP 

1 Orn 

p(I,)=———e oe, (10.19) 
\ 2m I. Orn, 

where 6,,;, is the standard deviation of ¢nI,, and I,,, is the median value of the return-stroke current, 

I,. The cumulative probability, P., that the peak current in any lightning flash will exceed I, kA can be 

determined by integrating Eq. (10.19) as follows: 


fnl, - én in 


Putting u=——2 (10.20) 
W261, 


co 


1 2 

P(1,)=- [e* du=0.5erfe(u). (10.21) 
\T u 

The probability density function, p(t,), of the front time, t,, can be similarly determined by replacing 

I,m and 6,,;, by the corresponding t,, and Oj, in Eqs. (10.20) and (10.21). Assuming no correlation 

between I, and t;, the joint probability density function of I, and t; is p(I, te) = p(,)p(t;). The equation 

for p(I,, t-) becomes more complex if there is a correlation between I, and t; (Chowdhuri, 1996). The 
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statistical parameters (Ijm» Ovntp> tin aNd Opn) have been analyzed in (Anderson and Eriksson, 1980; 
Eriksson, 1986) and are given in (Chowdhuri, 1996): 


tin = 3-83 US; 0, = 0.553 
For I, <20kA: Mi =61.1kA; Svntp = 1.33 
For I, > 20 KA: Ij, = 33.3 KA; 6 pujp = 0.605 


Besides I, anf t;, the ground flash density, n,, is the third significant parameter in estimating the 
lightning performance of power systems. The ground flash density is defined as the average number of 
lightning strokes per square kilometer per year in a geographic region. It should be borne in mind that 
the lightning activity in a particular geographic region varies by a large margin from year to year. 
Generally, the ground flash density is averaged over ten years. In the past, the index of lightning severity 
was the keraunic level (i.e., the number of thunder days in a region) because that was the only parameter 
available. Several empirical equations have been used to relate keraunic level with n,. However, there has 
been a concerted effort in many parts of the world to measure n, directly, and the measurement accuracy 
has also been improved in recent years. 


Outage Rates by Direct Strokes 


The outage rate is the ultimate gauge of lightning performance of a transmission line. It is defined as the 
number of outages caused by lightning per 100 km of line length per year. One needs to know the 
attractive area of the line in order to estimate the outage rate. The line is assumed to be struck by lightning 
if the stroke falls within the attractive area. The electrical shadow method has been used to estimate the 
attractive area. According to the electrical shadow method, a line of height, h, m, will attract lightning 
from a distance of 2h, m from either side. Therefore, for a 100-km length, the attractive area will be 0.4h, 
km’. This area is then a constant for a specific overhead line of given height, and is independent of the 
severity of the lightning stroke (i.e., I,,). The electrical shadow method has been found to be unsatisfactory 
in estimating the lightning performance of an overhead power line. Now, the electrogeometric model is 
used in estimating the attractive area of an overhead line. The attractive area is estimated from the striking 
distance, which is a function of the return-stroke current, I,, as given by Eq. (10.14). Although it has 
been suggested that the striking distance should also be a function of other variables (Chowdhuri and 
Kotapalli, 1989), the striking distance as given by Eq. (10.14) is being universally used. 

The first step in the estimation of outage rate is the determination of the critical current. If the return- 
stroke current is less than the critical current, then the insulator will not flash over if the line is hit by 
the stepped leader. If one of the phase conductors is struck, such as for an unshielded line, then the 
critical current is given by Eq. (10.5). However, for strikes either to the tower or to the shield wire of a 
shielded line, the critical current is not that simple to compute if the multiple reflections along the tower 
are considered as in Eqs. (10.7) or (10.12). For these cases, it is best to compute the insulator voltage 
first by Eqs. (10.7) or by (10.12) for a return-stroke current of 1 kA, then estimate the critical current 
by taking the ratio between the insulation strength and the insulator voltage caused by 1 kA of return- 
stroke current of the specified front time, t,, bearing in mind that the insulator voltage is a function of t,. 

Methods of estimation of the outage rate for unshielded and shielded lines will be somewhat different. 
Therefore, they are discussed separately. 


Unshielded Lines 


The vertical towers and the horizontal phase conductors coexist for an overhead power line. In that case, 
there is a race between the towers and the phase conductors to catch the lightning stroke. Some lightning 
strokes will hit the towers and some will hit the phase conductors. Figure 10.11 illustrates how to estimate 
the attractive areas of the towers and the phase conductors. 
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FIGURE 10.11 Attractive areas of tower and horizontal conductors. 


The tower and the two outermost phase conductors are shown in Fig. 10.11. In the cross-sectional 
view, a horizontal line is drawn at a distance r, from the earth’s surface, where r, is the striking distance 
corresponding to the return-stroke current, I,. A circle (cross-sectional view of a sphere) is drawn with 
radius, r,, and center at the tip of the tower, cutting the line above the earth at a and b. Two circles 
(representing cylinders) are drawn with radius, r,, and centers at the outermost phase conductors, cutting 
the line above the earth again at a and b. The horizontal distance between the tower tip and either a or 
b is @,. The side view of Fig. 10.11 shows where the sphere around the tower top penetrates both the r,- 
plane (a and b) above ground and the cylinders around the outermost phase conductors (c and d). The 
projection of the sphere around the tower top on the r,-plane is a circle of radius, @,, given by: 


©, =\:2-(,-h =,/h, (21, -h,). (10.22) 


Ss 
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The projection of the sphere on the upper surface of the two cylinders around the outer phase conductors 
will be an ellipse with its minor axis, 2@,, along a line midway between the two outer phase conductors 
and parallel to their axes; the major axis of the ellipse will be 2,,, as shown in the plan view of Fig. 10.11. 
@, is given by: 


@, = yx? —(,-h, +h,) (10.23) 
If a lightning stroke with return-stroke current I, or greater, falls within the ellipse, then it will hit the 
tower. It will hit one of the phase conductors if it falls outside the ellipse but within the width (2, + 
d,,); it will hit the ground if it falls outside the width (2@, + d,)- Therefore, for each span length, @,, the 
attractive areas for the tower (A,) and for the phase conductors (A,) will be: 


A, =%0,0, and (10.24a) 


A (10.24b) 


tt 


»=(20,+4,)/-A 

The above analysis was performed for the shielding current of the overhead line when the sphere 
around the tower top and the cylinders around the outer phase conductors intersect the r,-plane above 
ground at the same points (points a and b in Fig. 10.11). In this case, 2, = 2@, + d,. The sphere and 
the cylinders will intersect the r,-plane at different points for different return-stroke currents; their 
horizontal segments (widths) can be similarly computed. The equation for @, was given above. The 
equation for @, was given in Eq. (10.15). Due to conductor sag, the effective height of a conductor is 
lower than that at the tower. The effective height is generally assumed as: 


h,=h — 5 (midspan sag), (10.25) 


where h,, is the height of the conductor at the tower. 

The critical current, ip for stroke to a phase conductor is computed from Eq. (10.5). It should be 
noted that i,, is independent of the front time, t;, of the return-stroke current. The critical current, i,, 
for stroke to tower is a function of t, Therefore, starting with a short t,, such as 0.5 ps, the insulator 
voltage is determined with 1 kA of tower injected current; then, the critical tower current for the selected 
t; is determined by the ratio of the insulation strength (e.g., BIL) to the insulator voltage determined 
with 1 kA of tower injected current. The procedure for estimating the outage rate is started with the 
lower of the two critical currents (i,, or i,,). If i,, is the lower one, which is usually the case, the attractive 
areas, A, and A,, are computed for that current. If i,, <i,, then this will not cause any flashover if it falls 
within A,. In other words, the towers act like partial shields to the phase conductors. However, all strokes 
with i,, and higher currents falling within A, will cause flashover. The cumulative probability, P.(i,,), for 
strokes with currents i,, and higher is given by Eq. (10.21). If there are n,, spans per 100 km of the line, 
then the number of outages for lightning strokes falling within A, along the 100-km stretch of the line 
will be: 


nfp, = n,P.(i,,)p(t,) tn, A, (10.26) 
where p(t,) is the probability density function of t;, and At, is the front step size. The stroke current is 
increased by a small step (e.g., 500 A), Ai, (i= Lat Ai), and the enlarged attractive area, Agp 1s calculated. 
All strokes with currents i and higher falling within A,, will cause outages. However, the outage rate for 
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strokes falling within A, for strokes icp and greater has already been computed in Eq. (10.26). Therefore, 
only the additional outage rate, Anfp, should be added to Eq. (10.26): 


Anfp=n, P.(i}p(t,)Atn, AA, . (10.27) 


where AA, = A,, — A, The stroke current is increased in steps of Ai and the incremental outages are 
added until the stroke current is very high (e.g., 200 kA) when the probability of occurrence becomes 
acceptably low. Then, the front time, t; is increased by a small step, At,, and the computations are repeated 
until the probabilty of occurrence of higher t, is low (e.g., tp = 10.5 ys). In the mean time, if the stroke 
current becomes equal to i,,, then the outages due to strokes to the tower should be added to the outages 
caused by strokes to the phase conductors. The total outage rate is then given by: 


nft = nfp+nft (10.28a) 

nfp=nfpo+n,n, ) P(i)p(t,)At, AA, and (10.28b) 

nft = nfto+n, a, YOY PLi)plt,)At-AA,. (10.28c) 
tea 


With digital computers, the total outage rates can be computed within a few seconds. 


Shielded Lines 


For strokes to the shield wire, the voltage at the adjacent towers will be the same as that for stroke to the 
tower for the same stroke current. Therefore, there will be only one critical current for strokes to shielded 
lines, unlike the unshielded lines. The critical current for shielded lines can be computed similar to that 
for the unshielded lines, except Eq. (10.11) is now used instead of Eq. (10.7). 

Otherwise, the computation for shielded lines is similar to that for unshielded lines. The variables h, 
and d, for the phase conductors are replaced by h, and d,, which are the shield-wire height and the 
separation distance between the shield wires, respectively. For a line with a single shield wire, d, = 0. 
Generally, shield wires are attached to the tower at its top. However, the effective height of the shield 
wire is lower than that of the tower due to sag. The effective height of the shield wire, h,, can be computed 
from Eq. (10.25) by replacing h,, by h,, the shield-wire height at tower. 
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10.3. Overvoltages Caused by Indirect Lightning Strokes 


Pritindra Chowdhuri 


A direct stroke is defined as a lightning stroke when it hits either a shield wire, tower, or a phase conductor. 
An insulator string is stressed by very high voltages caused by a direct stroke. An insulator string can 
also be stressed by high transient voltages when a lightning stroke hits the nearby ground. An indirect 
stroke is illustrated in Fig. 10.12. 

The voltage induced on a line by an indirect lightning stroke has four components: 


1. The charged cloud above the line induces bound charges on the line while the line itself is held 
electrostatically at ground potential by the neutrals of connected transformers and by leakage over 
the insulators. When the cloud is partially or fully discharged, these bound charges are released 
and travel in both directions on the line giving rise to the traveling voltage and current waves. 

2. The charges lowered by the stepped leader further induce charges on the line. When the stepped 
leader is neutralized by the return stroke, the bound charges on the line are released and thus 
produce traveling waves similar to that caused by the cloud discharge. 

3. The residual charges in the return stroke induce an electrostatic field in the vicinity of the line 
and hence an induced voltage on it. 

4. The rate of change of current in the return stroke produces a magnetically induced voltage on the line. 


If the lightning has subsequent strokes, then the subsequent components of the induced voltage will 
be similar to one or the other of the four components discussed above. 

The magnitudes of the voltages induced by the release of the charges bound either by the cloud or by 
the stepped leader are small compared with the voltages induced by the return stroke. Therefore, only 
the electrostatic and the magnetic components induced by the return stroke are considered in the 
following analysis. The initial computations are performed with the assumption that the charge distri- 
bution along the leader stroke is uniform, and that the return-stroke current is rectangular. However, 
the result with the rectangular current wave can be transformed to that with currents of any other 
waveshape by the convolution integral (Duhamel’s theorem). It was also assumed that the stroke is vertical 
and that the overhead line is lossfree and the earth is perfectly conducting. The vertical channel of the 
return stroke is shown in Fig. 10.13, where the upper part consists of a column of residual charge which 
is neutralized by the rapid upward movement of the return-stroke current in the lower part of the channel. 

Figure 10.14 shows a rectangular system of coordinates where the origin of the system is the point 
where lightning strikes the surface of the earth. The line conductor is located at a distance y, meters from 
the origin, having a mean height of h, meters above ground and running along the x-direction. The 
origin of time (t = 0) is assumed to be the instant when the return stroke starts at the earth level. 
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FIGURE 10.12 Illustration of direct and 
indirect lightning strokes. 
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FIGURE 10.13 Return stroke with the | | 
residual charge column. Earth 


7 q>troke ° 
$ 
Yo ; & e 
{ Line Conductor a t h 
ho ie cae 


FIGURE 10.14 Coordinate system of line conductor and lightning stroke. 


Inducing Voltage 


The total electric field created by the charge and the current in the lightning stroke at any point in space is 


E. =E,, +E eyge l= (10.29) 
uf el ml ot 

where @ is the inducing scalar potential created by the residual charge at the upper part of the return 
stroke and A is the inducing vector potential created by the upward-moving return-stroke current 
(Fig. 10.13). ® and A are called the retarded potentials, because these potentials at a given point in space 
and time are determined by the charge and current at the source (i.e., the lightning channel) at an earlier 
time; the difference in time (i.e., the retardation) is the time required to travel the distance between the 
source and the field point in space with a finite velocity, which in air is c= 3 x 10° m/s. These electro- 
magnetic potentials can be deduced from the distribution of the charge and the current in the return- 
stroke channel. The next step is to find the inducing electric field [Eq. (10.29)]. The inducing voltage, V;, 
is the line integral of E;: 


h, h, h, 
V, =-| da=—[B, -de-[,, -dz=V,,+V,,. (10.30) 
0 0 0 


As the height, h,, of the line conductor is small compared with the length of the lightning channel, the 
inducing electric field below the line conductor can be assumed to be constant, and equal to that on the 
ground surface: 
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OA 
V. =| Vo+— |-h.. 10.31 
{v0}, 


The inducing voltage will act on each point along the length of the overhead line. However, because of 
the retardation effect, the earliest time, t,, the disturbance from the lightning channel will reach a point 
on the line conductor would be: 


(10.32) 
Therefore, the inducing voltage at a point on the line remains zero until t = t,. Hence, 


V, =(x,t)u(t-t,), (10.33) 


where u(t —t,) is the shifted unit step function. The continuous function, (x,t), is the same as Eq. (10.31), 
and is given, for a negative stroke with uniform charge density along its length, by (Rusck, 1958): 


601 h 1-B? 1 


oP 


B \Bre(t-t,) +(1-8)° yh?+r? 


y(x,t)= ; (10.34) 


where 


I, = step-function return-stroke current, A 

h, = height of line above ground, m 

B =vic 

v = velocity of return stroke 

r = distance of point x on line from point of strike, m 
h, = height of cloud charge center above ground, m 


The inducing voltage is the voltage at a field point in space with the same coordinates as a corresponding 
point on the line conductor, but without the presence of the line conductor. The inducing voltage at 
different points along the length of the line conductor will be different. The overhead line being a good 
conductor of electricity, these differences will tend to be equalized by the flow of current. Therefore, the 
actual voltage between a point on the line and the ground below it will be different from the inducing 
voltage at that point. This voltage, which can actually be measured on the line conductor, is defined as 
the induced voltage. The calculation of the induced voltage is the primary objective. 


Induced Voltage 


Neglecting losses, an overhead line may be represented as consisting of distributed series inductance L 
(H/m), and distributed shunt capacitance C (F/m). The effect of the inducing voltage will then be 
equivalent to connecting a voltage source along each point of the line (Fig. 10.15). The partial differential 
equation for such a configuration will be: 


oe and (10.35) 
ox ot 
ol ) 
Ax=CA V-V.). 10.3 
aman a —— 
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FIGURE 10.15 Equivalent circuit of transmission line with inducing voltage. 


Differentiating Eq. (10.35) with respect to x, and eliminating I, the equation for the induced voltage can 
be written as: 


av 10°Vv 1 0’V, 

= i=F(x,t), (10.37) 

ox? cot? 2 at ( ) 

1 8 
where c=— 3x10° ms. (10.38) 
VLC €,H, 

2°V(x,s) 2 e 
In Laplace transform, -—————— =v(x,s} =- ~v,(x,s) — F(x,5). (10.39) 

Ox? oe re 


Equation (10.39) is an inhomogeneous wave equation for the induced voltage along the overhead line. 
It is valid for any charge distribution along the leader channel and any waveshape of the return-stroke 
current. Its solution can be obtained by assuming F(x,t) to be the superposition of impulses which 
involves the definition of Green’s function (Morse and Feshbach, 1950). 


Green’s Function 

To obtain the voltage caused by a distributed source, F(x), the effects of each elementary portion of the 
source are calculated and then integrated for the whole source. If G(x;x’) is the voltage at a point x along 
the line caused by a unit impulse source at a source point x’, the voltage at x caused by a source distribution 


F(x’) is the integral of G(x;x’)F(x’) over the whole domain (a,b) of x’ occupied by the source, provided 
that F(x’) is a piecewise continuous function in the domain a < x’ <b, 


7 [Slax p()aw. (10.40) 


The function G(x;x’), called the Green’s function, is, therefore, a solution for a case which is homogeneous 
everywhere except at one point. Green’s function, G(x;x’), has the following properties: 


(a) G(xsx’ +0)-G(xsx’-0)=0 (10.41) 


(0) [3] (28) =i (10.42) 
x “+0 x’-0 
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(c) G(x;x’) satisfies the homogeneous equation everywhere in the domain, except at the point x = x’, and 
(d) G(x;x’) satisfies the prescribed homogeneous boundary conditions. 
Green’s function can be found by converting Eq. (10.39) to a homogeneous equation and replacing 
V(x,s) by G(3x’,s): 
#G(x;x’,s) 32 


ae — 7 G(35x'58) =0. (10.43) 


The general solution of Eq. (10.43) is given by: 


G(x;x’,s) = Ae* +Be °. (10.44) 


The constants A and B are found from the boundary conditions and from the properties of Green’s 
function. 


Induced Voltage of a Doubly Infinite Single-Conductor Line 


The induced voltage at any point, x, on the line can be determined by invoking Eq. (10.40), where 
G(x;x’) -F(x’) is the integrand. F(x’) is a function of the amplitude and waveshape of the inducing voltage, 
V, [Eq. (10.33)], whereas the Green’s function, G(x;x’) is dependent on the boundary conditions of the 
line and the properties of Green’s function. In other words, it is a function of the line configuration and 
is independent of the lightning characteristics. Therefore it is appropriate to determine the Green’s 
function first. 


Evaluation of Green’s Function 


As Green’s function is finite for x > —co and x 4 +0, 


sx sx 


G, = Ae‘ forx<x’;G,=Be ‘ forx>x’. 


From Eq. (10.41): Ae =Be ‘,ie. B=Ae os 
g =& c = 
From Eq. (10.42): A=-——e ‘; hence, B=—-— eS. 
2s 2s 
c s(x’ —x] 
G,(xsx’,s)= exp forx<x’ and (10.45) 
2s c 
s{x— x’ 
G,(x;x’,s)=-exp ( forx>x’. (10.46) 
2s c 


By applying Eq. (10.40): 


es 
Si, 
-§(x- 


V(xs)=—£ fe e(xs)ax’—£ fe“ ee,sJax’=V(x5)+V,(08). (00.47) 


x 
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Induced Voltage Caused by Return-Stroke Current of Arbitrary Waveshape 

The induced voltage caused by return-stroke current, I(t), of arbitrary waveshape can be computed from 
Eq. (10.39) by several methods. In method I, the inducing voltage, V,, due to I(t) is found by applying 
Duhamel’s integral (Haldar and Liew, 1988): 


t 


V,= < | I(t- 7) Viep(’s) 7, (10.48) 


1 


0 


where V, 


istep 18 the inducing voltage caused by a unit step-function current. In other words, 


V. (x’,t)=w,(x,2)u(c-t,), (10.49) 


istep 


where W,(xT) = W(x’,t)/I,, and w(x’,t) is given in Eq. (10.34). Inserting Eq. (10.49) in Eq. (10.48), and 
taking Laplace transform of V, in Eq. (10.48): 


V. (xs) = sI(s)y,(x/,s)e* and (10.50) 


1 


Hx’) =-Sv(xs)=—Saua (sje, (10.51) 


Replacing F(x’,s) in Eq. (10.47) by Eq. (10.51), the induced voltage, V(x,s) is: 


V(xs)= = sI(s) (ude = ule oe : (10.52) 


Inverting to time domain by convolution integral: 


vfst}=2 fi 1) dieu re 0 oe dt+ 


0 


(10.53) 
t co 
ap ~[ F x’-x x’ -x F 
Iit-—T x5 ul T-t dx’ |dt= V,|x,t]+ V,{x,t 
2c al ee ve c Og (x) lst} 
0 x 
Because of the shifted unit step function in V,(x,t): 
oo eee 
. c 
= x+y? 
In the limit, T=t, Sai Na es Fal 
c c c 
; (10.54) 
y2—(ct—x} 
or, X= 
2(ct—x] 
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FIGURE 10.16 A linearly rising and falling lightning return-stroke current. 


S (ct+x) -y? 


Similarly, for V, (xt): Xoo = 2 : ) 
CtTrx 


(10.55) 


Replacing —°o by x,, in V,(x,t), and oo by x,, in V,(x,t) in Eq. (10.53): 


vios}=2 ff 1) = J xs[se0 2 Jaw u(t-t,Jdt and (10.56) 


Cc 
0 Xx, 


‘ol 


V,(xt)== | Sal 1) = J v.22 Jaw u(t—t, dt. (10.57) 
0 x 


A lightning return-stroke current can be represented by a linearly rising and linearly falling wave with 
sufficient accuracy (Fig. 10.16) (Chowdhuri, 1996): 


I(t) =«., tu(t)—or, (tt, u(t-t,) =1,(t)+1,(t), (10.58) 
WHEE ors and re ea (10.59) 


It will be evident from Eg. (10.58) that V,(x,t) in Eq. (10.56) will have two components: one component, 
V,, (x,t), will be a function of I,(t), and the other component, V,,(x,t), will be a function of I,(t), ie., 
Vi(xt) = Vi Out) + V2,(%t). Similarly, V,0,t) = VipOut) + V(x t). After integration and simplifying 
Eq. (10.56), V,,(x,t) can be written as: 


ll 


Vv, (x)= SE x10 of t,) (1 pr)entult=t-hlt= 4), f(t=1 (10.60) 
T 
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where 


_ i 2 2 =e {2 2 2, 
(t)=m,,+mj,+a f,,(t)=x,, + xa, ty,+h?; 


_ eee : 
(t)=m,,+.mi,+a f 11? 31 


Wd" 21 


f 


m,, =x+B* (ctx); m,, =X, +B" (ct—x}; i= (\-6°)[¥2 +B? (ct- x) | 


The expression for V,,(x,t) is similar to Eq. (10.60), except that o, is replaced by (—O,), and t is replaced 
by (t — t,). The computation of V,(x,t) is similar; namely, 


12 


Vv (st)=-9* x 107 a penialtad oles) oot) (10.61) 


where 


f 


22 


f. 


2)=m,, +.{m?, +a2,;£,,(t)=m,, +./m?, +a2,;£,(t)=x,, +./x2, ty? +h? 
=™), \ Myo Ay =™,, \ M4) A175 139 =X \ Xo2 Yo 0? 


2 


M,, =X —P’ (ct-+x); m,, =x—p* (ct+x); a -(i-6')ly: +B? (ct+x) I 
V»(x,t) can similarly determined by replacing o, in Eq. (10.61) by (-a,), and replacing t by (t — t,). 


The second method of determining the induced voltage, V(x,t), is to solve Eq. (10.47), for a unit step- 
function return-stroke current, then find the induced voltage for the given return-stroke current wave- 
shape by applying Duhamel’s integral (Chowdhuri and Gross, 1967; Chowdhuri, 1989). The solution of 
Eq. (10.47) for a unit step-function return-stroke current is given by (Chowdhuri, 1989): 


Veep Xt) =(V,, + V,, + Vy, + Vp,}u(t-t,), (10.62) 
where 
— 2 _ = 
Vv. 30h, (1 cw, a(ct se | (ct x)x y. ne 
B(ct—x) #9 + Be (x+y?) 
—30h iT iT 
2 B . kee : ee (10.64) 
_R2 
2 B(ct+x)-— Saas (10.65) 
B (ct+x) +y, db (ety) 
—30h 1 l 
Vig= B Ply ca B? ae (10.66) 
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k= (10.67) 
y2+(ct-x) 

eee ce (10.68) 
y2+(ct+x) 


The expressions for the induced voltage, caused by a linearly rising and falling return-stroke current, 
are given in Appendix I. 

The advantage of method II is that once the induced voltage caused by a step-function return-stroke 
current is computed, then it can be used as the reference in computing the induced voltage caused by currents 
of any given waveshape by applying Duhamel’s integral, thus avoiding the mathematical manipulations for 
every given waveshape. However, the mathematical procedures are simpler for method I than for method IL. 

A third method to solve Eq. (10.37) is to apply numerical method which bypasses all mathematical 
complexities (Agrawal et al., 1980). However, the accuracy of the numerical method strongly depends 
upon the step size of computation. Therefore, the computation of the induced voltage of long lines, 
greater than 1 km, becomes impractical. 


Induced Voltages on Multiconductor Lines 


Overhead power lines are usually three-phase lines. Sometimes several three-phase circuits are strung 
from the same tower. Shield wires and neutral conductors are part of the multiconductor system. The 
various conductors in a multiconductor system interact with each other in the induction process for 
lightning strokes to nearby ground. The equivalent circuit of a two-conductor system is shown in 
Fig. 10.17. Extending to an n-conductor system, the partial differential equation for the induced voltage, 
in matrix form, is (Chowdhuri, 1996; Chowdhuri and Gross, 1969; Cinieri and Fumi, 1979; Chowdhuri, 
1990): 


aan ae 


where [L] is an n X n matrix whose elements are: 


2h d., 
L,=2% 107 én—*3.L, =2X107 fn 
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FIGURE 10.17 Equivalent circuit of a two-conductor system. 
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[C,] is an n X n diagonal matrix whose elements are, C,, = C;, + C,,+++-+C 


jw» Where C;, is an element of 
an n Xn matrix, [C] = [p]7! and: 


2h d., 
P_=18x 10° én— p,, =18 x 10° in 
r 


r rs 


h, and r, are the height above ground and radius of the r-th conductor, d,, is the distance between the 
image of the r-th conductor below earth and the s-th conductor, d,, is the distance between the r-th and 
s-th conductors. From Eq. (10.69), for the j-th conductor: 


a’ Vv. o’V. Vv. a’V. vv. 
= : _ aah te $M, 4M, in|, (10.70) 
ox’ oc? Ot? " ot? * Ot t 


If the ratio of the inducing voltage of the m-th conductor to that of the j-th conductor is kj (m = 1,2,...n), 
then 


Vv. 4 0°V. 1 OV. 
J J — 2 eae deems, — y — 2 
2 aR c (M,k,,+ +M,+ +M,, ky) eB =(M¢ )E(x,t), (10.71) 
1 OV, 
where M.=M,k, +---+M.+---+M. k, and F(x,t}= 2. (10.72) 
J J J y jn yy J 2 ot 


If the j-th conductor in its present position existed alone, the partial differential equation of its induced 


voltage, Vis would have been the same as Eq. (10.37), ie., 


=F (x,t). (10.73) 


Therefore, the ratio of the induced voltage of the j-th conductor in an n-conductor system to that of a 
single conductor at the same position would be: 


oe (10.74) 
js 

The inducing voltage being nearly proportional to the conductor height, and the lateral distance of the 
stroke point being significantly larger than the separation distance between phase conductors, the pres- 
ence of other conductors in a horizontally configured line will be minimal. On the other hand, for a 
vertically configured line, the induced voltage of the highest conductor will be lower than that for the 
same conductor without any neighboring conductors. Similarly, the lowest conductor voltage will be 
pulled up by the presence of the neighboring conductors of higher elevation, and the middle conductor 
will be the least affected by the presence of the other conductors (Chowdhuri, 1996). 


Effects of Shield Wires on Induced Voltages 


If there are (n + r) conductors, of which r conductors are grounded (r shield wires), then the partial 
differential equation for the induced voltages of the n number of phase conductors is given by 
(Chowdhuri, 1996; Chowdhuri and Gross, 1969; Cinieri and Fumi, 1979; Chowdhuri, 1990): 
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a |V a|V a V. lV. 
(] : Wl. [Econ] An [M,| [vin] (10.75) 


The matrix [L’] is obtained by partitioning the (n+r)x(n+r) inductance matrix of the (n + r) conductors, 
and putting [L’] = [L,,,] — [L,,J[L,,J[L,,], where: 


an 


[a ve h™ mal (10.76) 
oo) [LoL 


m IT 


[C,,] is an n x n diagonal matrix each element of which is the sum of the elements of the corresponding 
row, up to the n-th row, of the original (n + r) x (n + r) capacitance matrix of the (n + r) conductors, 
[C] = [p}-', where [p] is the matrix of the potential coefficients of the (n + r) conductors. The j-th 
element of [C,,,] is given by: 


CyliSn)=)_ Cy. (10.77) 


oy JON © (Mk, tM yg tM yg ky) = Mg) (0 (10.78) 


Defining the protective ratio as the ratio of the induced voltages on the j-th conductor with and without 
the shield wires in place: 


M. 
Protective Ratio = a, (10.79) 
j 


where M; is given by Eq. (10.72). 


Estimation of Outage Rates Caused by Nearby Lightning Strokes 


The knowledge of the following two parameters are essential for estimating the outage rate of an overhead 
power line: (i) basic insulation level of the line, BIL, and (ii) ground flash density of the region, ng 
(number of strokes per km? per year). With this knowledge, the electrogeometric model is constructed 
to estimate the attractive area (Fig. 10.18). According to the electrogeometric model, the striking distance 


FIGURE 10.18 Electrogeometric model for estimating the least distance of ground strike. 
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of a lightning stroke is proportional to the return-stroke current. The following relation is used to estimate 
this striking distance, r,: 


1, =812%(m), (10.80) 


where I, is the peak of the return-stroke current. In the cross-sectional view of Fig. 10.18, a horizontal 
line (representing a plane) is drawn at a distance of r, meters from the ground plane corresponding to 
the return-stroke current, I,. A circular arc is drawn with its center on the conductor, P, and r, as radius. 
This represents a cylinder of attraction above the line conductor. The circular arc and the horizontal line 
intersect at points A and B. The strokes falling between A and B will strike the conductor resulting in 
direct strokes; those falling outside AB will hit the ground, inducing voltages on the line. The horizontal 
projection of A or B is y,,, which is given by: 


Ya =E-(u—h,) » for ,>h, and (10.81a) 


Yo=> for ESh,. (10.81b) 


Yo1 is the shortest distance of a lightning stroke of given return-stroke current from the overhead line 
which will result in a flash to ground. 


Analysis of field data shows that the statistical variation of the peak, I,, and the time to crest, t;, of 
the return-stroke current fit lognormal distribution (Anderson and Eriksson, 1980). The probability 
density function, p(I,) of I, then can be expressed as: 


— (10.82) 


2 


“| and (10.83) 


o(¢nl,) = standard deviation of eni,» and Lo = median value of I,. Similarly, the probability density 
function of t, can be expressed as: 


) e705 
pit, J= ; (10.84) 
t; -o(¢nt,)-/2n 
2 
(nt, — nt 
where f, = haces as (10.85) 
of ¢nt,) 
The joint probability density function, p(I,,t,), is given by: 
ees (f,-29 ff, +f) 
err 
p(I,»t-) = ; (10.86) 


(2n)(1, +t }(ol inl, )-o( ént,)) jis p° 
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where p = coefficient of correlation. The statistical parameters of return-stroke current are as follows 
(Anderson and Eriksson, 1980; Eriksson, 1986): 


For I, $ 20 kA: Median peak current, I,,,, = 61.1 kA 
Log (to base e) of standard deviation, o(énl,,) = 1.33 
Median time to crest, t;,, = 3.83 ps 
Log (to base e) of standard deviation, o(/nt,) = 0.553 


For I, > 20 kA: Median peak current, I,,,. = 33.3 kA 
Log (to base e) of standard deviation, o(fnl,.) = 0.605 
Median time to crest, ty.) = 3.83 ps 
Log (to base e) of standard deviation, o(/ntpy) = 0.553 
Correlation coefficient, p = 0.47 


To compute the outage rate, the return-stroke current, I,, is varied from 1 kA to 200 kA in steps of 
0.5 kA (Chowdhuri, 1989). The current front time, t,, is varied from 0.5 ps to 10.5 ps in steps of 0.5 ps. 
At each current level, the shortest possible distance of the stroke, y,,, is computed from Eq. (10.81). 
Starting at t;= 0.5 ps, the induced voltage is calculated as a function of time and compared with the 
given BIL of the line. If the BIL is not exceeded, then the next higher level of current is chosen. If the 
BIL is exceeded, then the lateral distance of the stroke from the line, y, is increased by Ay (e.g., 1 m), the 
induced voltage is recalculated and compared with the BIL of the line. The lateral distance, y, is progres- 
sively increased until the induced voltage does not exceed BIL. This distance is called y,,. For the selected 
I, and t;, the induced voltage will then exceed the BIL of the line and cause line flashover, if the lightning 
stroke hit the ground between y,, and y,, along the length of the line. For a 100-km sector of the line, 
the attractive area, A, will be (Fig. 10.19): 


A=0.2(y,)—Y,,) km’. (10.87) 


The joint probability density function, p(I,,t,), is then computed from Eq. (10.86) for the selected I, — 
t, combination. If n, is the ground flash density of the region, the expected number of flashovers per 
100 km per year for that particular I, — t; combination will be: 


nfo= p(I,t,)- Al, -At,-n, -A, (10.88) 


where Ai, = current step, and At, = front-time step. 

The front time, t,, is then increased by t,;= 0.5 pts to the next step, and nfo for the same current but 
with the new t, is computed and added to the previous nfo. Once t;= 10.5 ps is reached, the return- 
stroke current is increased by Ai, = 0.5 kA, and the whole procedure repeated until the limits I, = 200 kA 
and t, = 10.5 ps are reached. The cumulative nfo will then give the total number of expected line flashovers 
per 100 km per year for the selected BIL. 
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FIGURE 10.19 Attractive area of lightning ground flash to cause line flashover. A = 2A, = 0.2(y,) — y,,) km?. 
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FIGURE 10.20 Flashover rate of overhead line vs. BIL. Curve 1: no shield wire: Curve 2: one shield wire. Line 
height, h, = 10 m; Shield-wire height, h,, = 11 m; ground flash density, n, = 10/km?/year. 


The lightning-induced outage rates of a 10-m high single conductor are plotted in Fig. 10.20. The 
effectiveness of the shield wire, as shown in the figure, is optimistic, bearing in mind that the shield wire 
was assumed to be held at ground potential. The shield wire will not be held at ground potential under 
transient conditions. Therefore, the effectiveness of the shield wire will be less than the idealized case 
shown in Fig. 10.20. 
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Appendix I: Voltage Induced by Linearly Rising and Falling 
Return-Stroke Current 
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10.4 Switching Surges 


Stephen R. Lambert 


Switching surges occur on power systems as a result of instantaneous changes in the electrical configu- 
ration of the system, and such changes are mainly associated with switching operations and fault events. 
These overvoltages generally have crest magnitudes which range from about 1 per unit to 3 pu for phase- 
to-ground surges and from about 2.0 to 4 pu for phase-to-phase surges (in pu on the phase to ground 
crest voltage base) with higher values sometimes encountered as a result of a system resonant condition. 
Waveshapes vary considerably with rise times ranging from 50 ps to thousands of us and times to half- 
value in the range of hundreds of ys to thousands of ps. For insulation testing purposes, a waveshape 
having a time to crest of 250 us with a time to half-value of 2000 us is often used. 

The following addresses the overvoltages associated with switching various power system devices. 
Possible switching surge magnitudes are indicated, and operations and areas of interest that might warrant 
investigation when applying such equipment are discussed. 


Transmission Line Switching Operations 


Surges associated with switching transmission lines (overhead, SF,, or cable) include those that are 
generated by line energizing, reclosing (three phase and single phase operations), fault initiation, line 
dropping (deenergizing), fault clearing, etc. During an energizing operation, for example, closing a circuit 
breaker at the instant of crest system voltage results in a 1 pu surge traveling down the transmission line 
and being reflected at the remote, open terminal. The reflection interacts with the incoming wave on the 
phase under consideration as well as with the traveling waves on adjacent phases. At the same time, the 
waves are being attenuated and modified by losses. Consequently, it is difficult to accurately predict the 
resultant waveshapes without employing sophisticated simulation tools such as a transient network 
analyzer (TNA) or digital programs such as the Electromagnetic Transients Program (EMTP). 

Transmission line overvoltages can also be influenced by the presence of other equipment connected 
to the transmission line — shunt reactors, series or shunt capacitors, static var systems, surge arresters, 
etc. These devices interact with the traveling waves on the line in ways that can either reduce or increase 
the severity of the overvoltages being generated. 

When considering transmission line switching operations, it can be important to distinguish between 
“energizing” and “reclosing” operations, and the distinction is made on the basis of whether the line’s 
inherent capacitance retains a trapped charge at the time of line closing (reclosing operation) or whether 
no trapped charge exists (an energizing operation). The distinction is important as the magnitude of the 
switching surge overvoltage can be considerably higher when a trapped charge is present; with higher 
magnitudes, insulation is exposed to increased stress, and devices such as surge arresters will, by necessity, 
absorb more energy when limiting the higher magnitudes. Two forms of trapped charges can exist — 
DC and oscillating. A trapped charge on a line with no other equipment attached to the line exists as a 
DC trapped charge, and the charge can persist for some minutes before dissipating (Beehler, 1964). 
However, if a transformer (power or wound potential transformer) is connected to the line, the charge 
will decay rapidly (usually in less than 0.5 sec) by discharging through the saturating branch of the 
transformer (Marks, 1969). If a shunt reactor is connected to the line, the trapped charge takes on an 
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FIGURE 10.21 DC trapped charge. 


oscillatory waveshape due to the interaction between the line capacitance and the reactor inductance. 
This form of trapped charge decays relatively rapidly depending on the Q of the reactor, with the charge 
being reduced by as much as 50% within 0.5 seconds. 

Figures 10.21 and 10.22 show the switching surges associated with reclosing a transmission line. In 
Fig. 10.21 note the DC trapped charge (approximately 1.0 pu) that exists prior to the reclosing operation 
(at 20 ps). Figure 10.22 shows the same case with an oscillating trapped charge (a shunt reactor was 
present on the line) prior to reclosing. Maximum surges were 3.0 for the DC trapped charge case and 
2.75 pu for the oscillating trapped charge case (both occurred on phase c). 

The power system configuration behind the switch or circuit breaker used to energize or reclose the 
transmission line also affects the overvoltage characteristics (shape and magnitude) as the traveling wave 
interactions occurring at the junction of the transmission line and the system (i.e., at the circuit breaker) 
as well as reflections and interactions with equipment out in the system are important. In general, a 
stronger system (higher short circuit level) results in somewhat lower surge magnitudes than a weaker 
system, although there are exceptions. Consequently, when performing simulations to predict overvolt- 
ages, it is usually important to examine a variety of system configurations (e.g., a line out of service or 
contingencies) that might be possible and credible. 

Single phase switching as well as three phase switching operations may also need to be considered. 
On EHV transmission lines, for example, most faults (approximately 90%) are single phase in nature, 
and opening and reclosing only the faulted phase rather than all three phases, reduces system stresses. 
Typically, the overvoltages associated with single phase switching have a lower magnitude than those that 
occur with three phase switching (Koschik et al., 1978). 

Switching surge overvoltages produced by line switching are statistical in nature — that is, due to the 
way that circuit breaker poles randomly close (excluding specially modified switchgear designed to close 
on or near voltage zero), the instant of electrical closing may occur at the crest of the system voltage, at 
voltage zero, or somewhere in between. Consequently, the magnitude of the switching surge varies with 
each switching event. For a given system configuration and switching operation, the surge voltage 
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FIGURE 10.22 Oscillating trapped charge. 


magnitude at the open end of the transmission line might be 1.2 pu for one closing event and 2.8 pu for 
the next (Johnson et al., 1964; Hedman et al., 1964), and this statistical variation can have a significantly 
impact on insulation design (see Section 10.8 on insulation coordination). 

Typical switching surge overvoltage statistical distributions (160 km line, 100 random closings) are 
shown in Figs. 10.23 and 10.24 for phase-to-ground and phase-to-phase voltages (Lambert, 1988), and 
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FIGURE 10.23 Phase-to-ground overvoltage distribution. 
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FIGURE 10.24 Phase-to-phase overvoltage distribution. 


the surge magnitudes indicated are for the highest that occurred on any phase during each closing. With 
no surge limiting action (by arresters or circuit breaker preinsertion resistors), phase-to-ground surges 
varied from 1.7 to 2.15 pu with phase-to-phase surges ranging from 2.2 to 3.7 pu. Phase-to-phase surges 
can be important to line-connected transformers and reactors as well as to transmission line phase-to- 
phase conductor separation distances when line uprating or compact line designs are being considered. 

Figure 10.23 also demonstrates the effect of the application of surge arresters on phase-to-ground 
surges, and shows the application of resistors preinserted in the closing sequence of the circuit breaker 
(400 Q for 5.56 ms) is even more effective than arresters in reducing surge magnitude. The results shown 
on Fig. 10.24, however, indicate that while resistors are effective in limiting phase-to-phase surges, 
arresters applied line to ground are generally not very effective at limiting phase-to-phase overvoltages. 

Line dropping (deenergizing) and fault clearing operations also generate surges on the system, although 
these typically result in phase-to-ground overvoltages having a maximum value of 2 to 2.2 pu. Usually 
the concern with these operations is not with the phase-to-ground or phase-to-phase system voltages, 
but rather with the recovery voltage experienced by the switching device. The recovery voltage is the 
voltage which appears across the interrupting contacts of the switching device (a circuit breaker for 
example) following current extinction, and if this voltage has too high a magnitude, or in some instances 
rises to its maximum too quickly, the switching device may not be capable of successfully interrupting. 

The occurrence of a fault on a transmission line also can result in switching surge type overvoltages, 
especially on parallel lines. These voltages usually have magnitudes on the order of 1.8—2.2 pu and are 
usually not a problem (Kimbark and Legate, 1968; Madzarevic et al., 1977). 


Series Capacitor Bank Applications 


Installation of a series capacitor bank in a transmission line (standard or thyristor controlled) has the 
potential for increasing the magnitude of phase-to-ground and phase-to-phase switching surge overvolt- 
ages due to the trapped charges that can be present on the bank at the instant of line reclosing. In general, 
surge arresters limit the phase-to-ground and phase-to-phase overvoltages to acceptable levels; however, 
one problem that can be serious is the recovery voltage experienced by circuit breakers when clearing 
faults on a series compensated line. Depending the bank’s characteristics and on fault location with 
respect to the bank’s location, a charge can be trapped on the bank, and this trapped charge can add to 
the surges already being generated during the fault clearing operation (Wilson, 1972). The first circuit 
breaker to clear is sometimes exposed to excessive recovery voltages under such conditions. 
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FIGURE 10.25 Voltage magnification circuit. 


Shunt Capacitor Bank Applications 


Energizing a shunt capacitor bank typically results in maximum overvoltages of about 2 pu or less. 
However, there are two conditions where significant overvoltages can be generated. One involves a 
configuration (shown on Fig. 10.25) where two banks are separated by a significant inductance (e.g., a 
transformer) (Schultz et al., 1959). When one bank is switched, if the system inductance and bank 1 
capacitance has the same natural frequency as that of the transformer leakage inductance and the bank 2 
capacitance, then a voltage magnification can take place. 

Another configuration that can result in damaging overvoltages involves energizing a capacitor bank 
with a transformer terminated transmission line radially fed from the substation at which the capacitor 
bank is located (Jones and Fortson, 1985). During bank switching, phase-to-phase surges are imposed on 
the transformer, and because these are not very well suppressed by the usual phase-to-ground application 
of surge arresters, transformer failures have been known to result. Various methods to reduce the surge 
magnitude have included the application of controlled circuit breaker closing techniques (closing near 
voltage zero), and resistors or reactors preinserted in the closing sequence of the switching devices. 

Restriking of the switching device during bank deenergizing can result in severe line-to-ground over- 
voltages of 3 pu to 5 pu or more (rarely) (Johnson et al., 1955; Greenwood, 1971). Surge arresters are 
used to limit the voltages to acceptable levels, but at higher system voltages, the energy discharged from 
the bank into the arrester can exceed the arrester’s capability. 


Shunt Reactor Applications 


Switching of shunt reactors (and other devices characterized as having small inductive currents such as 
transformer magnetizing currents, motor starting currents, etc.) can generate high phase-to-ground 
overvoltages as well as severe recovery voltages (Greenwood, 1971), especially on lower voltage equipment 
such as reactors applied on the tertiary of transformers. Energizing the devices seldom generates high 
overvoltages, but overvoltages generated during deenergizing, as a result of current chopping by the 
switching device when interrupting the small inductive currents, can be significant. Neglecting damping, 
the phase-to-ground overvoltage magnitude can be estimated by: 


_j{E 
YC 
where i is the magnitude of the chopped current (0 to perhaps as high as 10 A or more), L is the reactor’s 


inductance, and C is the capacitance of the reactor (on the order of a few thousand picofarads). When 
C is small, especially likely with dry-type reactors often used on transformer tertiaries, the surge imped- 


Vv (10.89) 


ance term can be large, and hence the overvoltage can be excessive. 

To mitigate the overvoltages, surge arresters are sometimes useful, but the application of a capacitor 
on the terminals of the reactor (or other equipment) have a capacitance on the order of 0.25—0.5 uF is 
very helpful. In the equation above, note that if C is increased from pF to uF, the surge impedance term 
is dramatically reduced, and hence the voltage is reduced. 
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10.5 Very Fast Transients 


Juan A. Martinez-Velasco 


Transient phenomena in power systems are caused by switching operations, faults, and other disturbances, 
such as lightning strokes. They may appear with a wide range of frequencies that vary from DC to several 
MHz. A distinction is usually made between slow electromechanical transients and faster electromagnetic 
transients. The latter type of transients can occur on a time scale that goes from microseconds to several 
cycles. Due to frequency-dependent behavior of power components and difficulties for developing models 
accurate enough for a wide frequency range, the frequency ranges are classified into groups, with 
overlapping between them. An accurate mathematical representation of each power component can 
generally be developed for a specific frequency range (CIGRE, 1990). 

Very Fast Transients (VFT), also known as Very Fast Front Transients, belong to the highest frequency 
range of transients in power systems. According to the classification proposed by the CIGRE Working 
Group 33-02, VFT may vary from 100 kHz up to 50 MHz (1990). According to IEC 71-1, the shape of 
a very fast front overvoltage is “usually unidirectional with time to peak < 0.1 ys, total duration < 3 ms, 
and with superimposed oscillations at frequency 30 kHz < f < 100 MHz” (1993). In practice, the term 
VFT is restricted to transients with frequencies above 1 MHz. Several causes can originate these transients 
in power systems: disconnector operations and faults within gas insulated substations (GIS), switching 
of motors and transformers with short connections to the switchgear, certain lightning conditions (IEC 
71-2, 1996). 
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This section is exclusively dedicated to explaining the origin, and to analyze the propagation and the 
effects of VFT in GIS. These transients have a rise time in the range of 4 to 100 ns, and are normally 
followed by oscillations ranging from 1 to 50 MHz. Their magnitude is in the range of 1.5 to 2 per unit 
of the line-to-neutral voltage crest, but they can also reach values higher than 2.5 per unit. These values 
are generally below the BIL of the GIS and connected equipment of lower voltage classes. VFT in GIS 
are of greater concern at the highest voltages, for which the ratio of the BIL to the system voltage is lower 
(Yamagata et al., 1996). External VFT can be dangerous for secondary and adjacent equipment. 


Origin of VFT in GIS 


VFT within a gas-insulated substation (GIS) are usually generated by disconnect switch operations, 
although other events, such as the closing of a grounding switch or a fault, can also cause VFT. 

A large number of pre- or restrikes can occur during a disconnector operation due to the relatively 
slow speed of the moving contact (Ecklin et al., 1980). Figure 10.26 shows a very simple configuration 
used to explain the general switching behavior and the pattern of voltages on opening and closing of a 
disconnector at a capacitive load (Boggs et al., 1982). During an opening operation, sparking occurs as 
soon as the voltage between the source and the load exceeds the dielectric strength across contacts. After 
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FIGURE 10.26 Variation of load and source side voltages during disconnector switching: (a) scheme of the circuit, 
(b) opening operation; (c) closing operation. 
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FIGURE 10.27 Generation of very fast transients. 


a restrike, a high-frequency current will flow through the spark and equalize the capacitive load voltage 
to the source voltage. The potential difference across the contacts will fall and the spark will extinguish. 
The subsequent restrike occurs when the voltage between contacts reaches the new dielectric strength 
level that is determined by the speed of the moving contact and other disconnector characteristics. The 
behavior during a closing operation is very similar, and the load side voltage will follow the supply voltage 
until the contact-make. For a discussion of the physics involved in the restrikes and prestrikes of a 
disconnect switch operation see (Boggs et al., 1982). 

The scheme shown in Fig. 10.27 will be very useful to illustrate the generation of VFT due to a 
disconnector operation. The breakdown of a disconnector when it is closing originates two surges V;, 
and V, which travel outward in the bus duct and back into the source side respectively. The magnitude 
of both traveling surges is given by 


Z 
V =~ \V,"-V, V. 10.90 
gag ee) Ms (10.90) 
where Z, and Z, are the surge impedances on the source and on the load side respectively. V, is the 
intercontact spark voltage, while V, is the trapped charge voltage at the load side. 
Steep fronted traveling surges can also be generated in case of a line-to-ground fault, as the voltage 
collapse at the fault location occurs in a similar way as in the disconnector gap during striking. 


Propagation of VFT in GIS 


VFT in GIS can be divided into internal and external. Internal transients can produce overvoltages 
between the inner conductor and the enclosure, while external transients can cause stress on secondary 
and adjacent equipment. A summary about the propagation and main characteristics of both types of 
phenomena follows. 


Internal Transients 


Breakdown phenomena across the contacts of a disconnector during a switch operation or a line-to- 
ground fault generate very short rise time traveling waves which propagate in either direction from the 
breakdown location. As a result of the fast rise time of the wave front, the propagation throughout a 
substation must be analyzed by representing GIS sections as low-loss distributed parameter transmission 
lines, each section being characterized by a surge impedance and a transit time. Traveling waves are 
reflected and refracted at every point where they encounter a change in the surge impedance. The 
generated transients depend on the GIS configuration and on the superposition of the surges reflected 
and refracted on line discontinuities like breakers, “T” junctions, or bushings. As a consequence of 
multiple reflections and refractions, traveling voltages can increase above the original values and very 
high-frequency oscillations occur. 
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The internal damping of the VFT influencing the highest frequency components is determined by the 
spark resistance. Skin effects due to the aluminum enclosure can be generally neglected. The main portion 
of the damping of the VFT occurs by outcoupling at the transition to the overhead line. Due to the 
traveling wave behavior of the VFT, the overvoltages caused by disconnector switches show a spatial 
distribution. Normally the highest overvoltage stress is reached at the open end of the load side. 

Overvoltages are dependent on the voltage drop at the disconnector just before striking, and on the 
trapped charge that remains on the load side of the disconnector. For a normal disconnector with a slow 
speed, the maximum trapped charge reaches 0.5 pu resulting in a most unfavorable voltage collapse of 
1.5 pu. For these cases, the resulting overvoltages are in the range of 1.7 pu and reach 2 pu for very specific 
cases. For a high-speed disconnector, the maximum trapped charge could be 1 pu and the highest 
overvoltages reach values up to 2.5 pu. Although values larger than 3 pu have been reported, they have 
been derived by calculation using unrealistic simplified simulation models. The main frequencies depend 
on the length of the GIS sections affected by the disconnector operation and are in the range of 1 to 50 MHz. 

The following examples will be useful to illustrate the influence of some parameters on the frequency 
and magnitude of VFT in GIS. Figure 10.28 shows two very simple cases, a single bus duct and a “T” 
junction in which GIS components are modeled as lossless distributed parameter transmission lines. The 
source side is represented as a step-shaped source in series with a resistance. This is a simplified modeling 
of an infinite length bus duct. The surge impedance of all bus sections is 50 . For the simplest configu- 
ration, the reflections of the traveling waves at both terminals of the duct will produce, when the source 
resistance is neglected, a pulse-shaped transient of constant magnitude — 2 pu — and constant frequency 
at the open terminal. The frequency of this pulse can be calculated from the following expression 


f=— (10.91) 


where T is the transit time of the line. If the propagation velocity is close to that of light, the frequency, 
in MHz, of the voltage generated at the open terminal will be 


fs (10.92) 


where d is the duct length, in meters. When a more realistic representation of the source is used, R = 
40 Q, the maximum overvoltage at the open terminal will depend on the voltage at the disconnector just 
before striking, and on the trapped charge which remains on the load side. 

Overvoltages can reach higher values in more complex GIS configurations. The simulations performed 
for the “T” configuration shown in Fig. 10.28 gave in all cases higher values than in the previous case, 
where node 4 is the location where the highest overvoltages were originated. 


External Transients 


Internally generated VFT propagate throughout the GIS and reach bushings where they cause transient 
enclosure voltages and traveling waves that propagate along the overhead transmission line. An explana- 
tion about the generation of external transients and some comments on their main characteristics follow. 


Transient Enclosure Voltages 

Transient enclosure voltages (TEV), also known as transient ground potential rises (TGPR), are short- 
duration high-voltage transients that appear on the enclosure of the GIS through the coupling of internal 
transients to enclosure at enclosure discontinuities. The simplified circuit shown in Fig. 10.29 is used to 
explain the generation of TEV (Meppelink et al., 1989). At the GIS-air interface, three transmission lines 
can be distinguished: the coaxial GIS transmission line, the transmission line formed by the bushing 
conductor and the overhead line, and the GIS enclosure-to-ground transmission line. When an internal 
wave propagates to the gas-to-air bushing, a portion of the transient is coupled onto the overhead 
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FIGURE 10.28 VFT overvoltages in GIS: (a) scheme of the network, (b) R = 0; V, = 1 pu; V, = 0, (c) R = 40 Q; 
V, = 1 pu; V, =-1 pu, (d) R = 40 Q; V, = 0.9 pu; V, = -0.5 pu. 


transmission line, and a portion is coupled onto the GIS enclosure-to-ground transmission line. The 
wave that propagates along the enclosure-to-ground transmission line is the TEV. The usual location for 
these voltages is the transition GIS-overhead line at an air bushing, although they can also emerge at 
visual inspection ports, insulated spacers for CTs, or insulated flanges at GIS/cables interfaces. 

TEV waveforms have at least two components; the first one has a short initial rise time and is followed 
by high-frequency oscillations, in the range of 5 to 10 MHz, determined by the lengths of various sections 
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FIGURE 10.29 Generation of TEV: (a) GIS-air transition, (b) single-line diagram. 


of the GIS. The second component is of lower frequency, hundreds of kHz, and is often associated with 
the discharge of capacitive devices with the earthing system. Both components are damped quickly as a 
result of the lossy nature of the enclosure-to-ground plane transmission mode. TEV generally persists 
for a few microseconds. The magnitude varies along the enclosure; it can be in the range of 0.1 to 0.3 pu 
of the system voltage, and reaches the highest magnitude near the GIS-air interface. Mitigation methods 
include short length leads, low impedance grounding, and the installation of metal-oxide arresters across 
insulating spacers. 


Transients on Overhead Connections 

A portion of the VFT traveling wave incident at a gas-air transition is coupled onto the overhead 
connection and propagates to other components. This propagation is lossy and results in some increase 
of the waveform rise time. In general, external waveforms have two different characteristics: the overall 
waveshape that is dictated by lumped circuit parameters, such as the capacitance of voltage transformers 
or line and earthing inductance, with a rise time in the range of a few hundred nanoseconds; and a fast 
front portion that is dictated by transmission line effects, with a rise time in the range of 20 ns. A fast 
rise time of the initial portion is possible as capacitive components, such as bushings, are physically long 
and distributed and cannot be treated as lumped elements; the magnitude is generally lower than that 
of internal VFT, it is usually reduced by discontinuities in the transmission path, with a voltage rate-of- 
rise in the range of 10-30 kV/ys. 


Transient Electromagnetic Fields 
These fields are radiated from the enclosure and can cause some stress on secondary equipment. Their 
frequency depends on the GIS arrangement, but are typically in the range of 10 to 20 MHz. 


Modeling Guidelines and Simulation 


Due to the origin and the traveling nature of VFT, modeling of GIS components makes use of electrical 
equivalent circuits composed of lumped elements and distributed parameter lines. At very high frequen- 
cies, the skin losses can produce an important attenuation; however, these losses are usually neglected, 
which produces conservative results. Only the dielectric losses in some components (e.g., capacitively 
graded bushing) need be taken into account. The calculation of internal transients may be performed 
using distributed parameter models for which only an internal mode (conductor-enclosure) is taken into 
account, and assuming that the external enclosure is perfectly grounded. If TEV is a concern, then a 
second mode (enclosure-ground) is to be considered. 

The next two sections present modeling guidelines to represent GIS equipment in computation of 
internal and external transients (Fujimoto et al., 1986; Ogawa et al., 1986; Witzmann, 1987; CIGRE, 1988; 
Povh, 1996; Fujimoto et al., 1982; Dick et al., 1982). They make use of single-phase models and very 
simple representations. Depending on the substation layout and the study to be performed, three-phase 
models for inner conductors (Miri and Binder, 1995) or the outer enclosures (Dick et al., 1982) should 
be considered. More advanced guidelines have been analyzed and proposed in by Haznadar et al. (1992). 
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FIGURE 10.30 Coaxial bus duct 
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Computation of Internal Transients 


A short explanation about the representation of the most important GIS components follows. 


Bus Ducts 

For frequencies lower than 100 MHz, a bus duct can be represented as a lossless transmission line. The 
surge impedance and the travel time are calculated from the physical dimensions of the duct. The 
inductance and the capacitance per unit length of a horizontal single-phase coaxial cylinder configuration, 
as that shown in Fig. 10.30, are given by the following expressions 


p= Hon ® (10.93) 
2n fr 
q=— (e~e,) (10.94) 
In— 
‘ 


from where the following form for the surge impedance is derived 


g= |b WE eoia (10.95) 
\c 2m if r 


A different approach should be used for vertically oriented bus sections (Miri and Binder, 1995). As for 
the propagation velocity, empirical corrections are usually needed to adjust its value. Experimental results 
show that the propagation velocity in GIS ducts is close to 0.95-0.96 of the speed of light (Fujimoto 
et al., 1986). 

Other equipment, such as elbows, can also be modeled as lossless transmission lines. 


Surge Arresters 

Experimental results have shown that if switching operations in GIS do not produce voltages high enough 
to cause metal-oxide surge arrester to conduct, then the arrester can be modeled as a capacitance-to- 
ground. However, when the arrester conducts, the model should take into account the steep front wave 
effect, since the voltage developed across the arrester for a given discharge current increases as the time 
to crest of the current increases, but reaches crest prior to the crest of the current. A detailed model must 
represent each internal shield and block individually, and include the travel times along shield sections, 
as well as capacitances between these sections, capacitances between blocks and shields, and the blocks 
themselves. 
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Circuit Breakers 

A closed breaker can be represented as a lossless transmission line whose electrical length is equal to the 
physical length, with the propagation velocity reduced to 0.95—0.96 of the speed of light. The represen- 
tation of an open circuit breaker is more complicated due to internal irregularities. In addition, circuit 
breakers with several chambers contain grading capacitors, which are not arranged symmetrically. The 
electrical length must be increased above the physical length due to the effect of a longer path through 
the grading capacitors, while the speed of progression must be decreased due to the effects of the higher 
dielectric constant of these capacitors. 


Gas-to-Air Bushings 

A bushing gradually changes the surge impedance from that of the GIS to that of the line. A simplified 
model may consist of several transmission lines in series with a lumped resistor representing losses; the 
surge impedance of each line section increases as the location goes up the bushing. If the bushing is distant 
from the point of interest, the resistor can be neglected and a single line section can be used. A detailed 
model must consider the coupling between the conductor and shielding electrodes, and include the repre- 
sentation of the grounding system connected to the bushing (Fujimoto and Boggs, 1988; Ardito et al., 1992). 


Power Transformers 

At very high frequencies, a winding of a transformer behaves like a capacitive network consisting of series 
capacitances between turns and coils, and shunt capacitances between turns and coils to the grounded 
core and transformer tank; the saturation of the magnetic core can be neglected, as well as leakage 
impedances. When voltage transfer has to be calculated, interwinding capacitances and secondary capac- 
itance-to-ground must also be represented. If voltage transfer is not a concern, an accurate representation 
can be obtained by developing a circuit that matches the frequency response of the transformer at its 
terminals. Details on the computation of equivalent capacitances have been covered by Chowdhuri (1996). 


Spark Dynamics 

The behavior of the spark in disconnector operations can be represented by a dynamically variable 
resistance with a controllable collapse time. In general, this representation does not affect the magnitude 
of the maximum VFT overvoltages, but it can introduce a significant damping on internal transients 
(Yanabu et al., 1990). 


Computation of TEV 


At very high frequencies, currents are constrained to flow along the surface of the conductors and do 
not penetrate through them. The inside and the outside of a GIS enclosure are distinct, so that transients 
generated within the substation do not appear on the outside surface of the enclosure until discontinuities 
in the sheath are encountered. These discontinuities occur at gas-to-air terminations, GIS-cable transi- 
tions, or external core current transformers. The modeling of the GIS for computation of TEV must 
include the effects of the enclosure, the representation of ground straps, and the earthing grid. 


Enclosures 

A GIS-air termination can be modeled as a junction of three transmission lines, each with its own surge 
impedance (Fig. 10.29). This equivalent network can be analyzed using lossless transmission line models 
to determine reflected and transmitted waves. The surge impedance of the enclosure-to-ground trans- 
mission line (Fig. 10.29) is derived from the following forms 


ja ea (10.96) 
“ 2m R 
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FIGURE 10.31 GJS-—air transition. Scattering coefficients: (a) schematic diagram; (b) equivalent circuit. 
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The basic mechanism of TEV is defined by the refraction of waves from the internal coaxial bus duct to 
the enclosure sheath-to-ground system. Figure 10.31 shows the scattering coefficients involved in an air- 
SF6 transition, and the equivalent circuit to be used for calculating these coefficients. The coefficients Sii 


(seo) ces? 


represent the refraction of waves from line “i” into line “)”. 


The coefficient S,,, which is also the reflection coefficient at the transition, is given by 


Z,+Z,)-Z 
Su= ae a2) 
1 2 3 
The refraction coefficient at the transition is then 
2(Z,+Z 
r=14+S,= (2,+2,) (10.100) 
Z,+Z,+Z, 


The magnitude of the transmitted wave onto the outside of the enclosure sheath is given by following 
scattering coefficient 
27, 


-Z 
S,, = 7, = 3 (10.101) 
: Z,+Z, Z,+Z,+Z, 


The negative sign means that there is an inversion of the waveform with respect to the internal transient. 


Ground Straps 

TEV propagates back from the gas-to-air termination into the substation on the transmission line defined 
by the enclosure and the ground plane. The first discontinuity in the propagation is generally a ground 
strap. For TEV rise times, most ground straps are too long and too inductive for effective grounding. 
Ground leads may have a significant effect on the magnitude and waveshape of TEV. This effect can be 
explained by considering two mechanisms (Fujimoto et al., 1982). First, the ground lead may be seen as 
a vertical transmission line whose surge impedance varies with height; when the transient reaches the 
ground strap, a reflected wave is originated that reduces the magnitude of the transmitted wave, with 
the reduction expressed by the coefficient 


2Z, 
—— (10.102) 
2Z,+2Z, 
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where Z, is the surge impedance of the ground strap. As Z, is usually much larger than Z,, the attenuation 
produced by the ground strap will usually be small. Second, when the portion of the wave that propagates 
down the ground strap meets the low impedance of the ground grid, a reflected wave is produced that 
propagates back to the enclosure where it will tend to reduce the original wave. 

The representation of a ground lead as a constant surge impedance is not strictly correct. It has a 
continuously varying surge impedance, so that a continuous reflection occurs as a wave propagates down 
the lead. The ground strap can be divided into sections, each one represented by a surge impedance 
calculated from the following expression 


22h 
r 


Z,=60In (10.103) 


where r is the lead radius and h is the average height of the section (Fujimoto et al., 1982). However, a 
constant inductor model may be adequate for straps with travel time less than the surge rise time, while 
a nonuniform impedance model may be necessary for very long straps. 


Earthing Grid 

The representation of the earthing grid at TEV frequencies is a very complex task. Furthermore, this grid 
may not be designed to carry very high frequency currents, as no standards for very high frequency 
earthing systems are currently available. A simplified modeling may be used by representing the earthing 
grid as a low value constant resistance. 

Advanced models for GIS components in computation of TEV might consider a frequency-dependent 
impedance for ground straps, a frequency-dependent model for the enclosure-to-ground line (which 
could take into account earth losses), and the propagation of phase-to-phase modes on the three enclo- 
sures (Fujimoto et al., 1982). 


Statistical Calculation 


The largest VFT stresses under normal operating conditions originate from disconnector operations. The 
level reached by overvoltages is random by nature. The maximum overvoltage produced by a disconnector 
breakdown depends on the geometry of the GIS, the measuring point, the voltage prior to the transient 
at the load side (trapped charge), and the intercontact voltage at the time of the breakdown, as shown 
in the section on Internal Transients. 

Several works have been performed to determine the statistical distribution of VFT overvoltages in a 
GIS (Boggs et al., 1982; Yanabu et al., 1990; Boggs et al., 1984; Fujimoto et al., 1988). A very simple 
expression can be used to calculate the transient overvoltages as a function of time t and position s (Boggs 
et al., 1984; Fujimoto et al., 1988) 


V(ts)=V,*K(ts)+V, (10.104) 


where K(t,s) is the normalized response of the GIS, V, is the intercontact spark voltage, and Vy the voltage 
prior to the transient at the point of interest. As V,, and V, are random variables, V(t,s) is also random. 
This equation can be used to estimate worst-case values (Fujimoto et al., 1988). 

The performance of a disconnector during an opening operation can be characterized by the pattern 
of arcing on a capacitive load (Fig. 10.26). A difference in breakdown voltages for the two polarities 
indicates a dielectric asymmetry. When the asymmetry is large compared to the statistical variance in 
breakdown voltage, a systematic pattern is originated near the end of the arcing sequence (Boggs et al., 
1984). The final trapped charge voltage has a distribution which is very dependent on the asymmetry in 
the intercontact breakdown voltage. 

The dielectric asymmetry of a disconnector is usually a function of contact separation. A disconnector 
may show a different performance at different operating voltages. A consequence of this performance is 
that very different stresses will be originated as a result of different operational characteristics. 
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FIGURE 10.32 Comparison of simulation and measurement of disconnect switch induced overvoltages in a 420 kV 
GIS. (Copyright 1999 IEEE.) 


From the results presented in the literature, the following conclusions may be derived (Boggs et al., 
1982; Yanabu et al., 1990; Boggs et al., 1984; Fujimoto et al., 1988): 


+ The value of the trapped charge is mainly dependent on the disconnect switch characteristics: the 
faster the switch, the greater the mean value that the trapped charge voltage can reach. 

* For slow switches, the probability of a re-/prestrike with the greatest breakdown voltage, in the 
range 1.8—2 pu, is very small; however, due to the great number of re-/prestrikes that are produced 
with one operation, this probability should not always be neglected. 

+ The asymmetry of the intercontact breakdown voltage can also affect the trapped charge distri- 
bution; in general, both the magnitude and the range of values are reduced if there is a difference 
in the breakdown voltage of the gap for positive and negative values. 


Validation 


The results presented in Figs. 10.32 and 10.33 illustrate the accuracy which can be obtained by means of 
a digital simulation. Figure 10.32 shows a good match between a direct measurement in an actual GIS and 
a computer result. The simulation was performed including the effects of spacers, flanges, elbows, and 
other hardware, but neglecting propagation losses (Witzmann, 1987). Figure 10.33 shows that important 
differences could occur when comparing a measurement and a digital simulation result, although a detailed 
representation of the GIS was considered. The differences were due to use of low damping equivalent 
circuits and to limitation of measuring instruments that did not capture very high frequencies (IEEE, 1996). 


Effects of VFT on Equipment 


The level reached by VFT overvoltages originated by disconnector switching or line-to-ground faults 
inside a GIS are below the BIL of substation and external equipment (Boersma, 1987). However, aging 
of the insulation of external equipment due to frequent VFT must be considered. TEV is a low energy 
phenomenon and it is not considered dangerous to humans; the main concern is in the danger of the 
surprise-shock effect. External transients can cause interference with or even damage to the substation 
control, protection, and other secondary equipment (Meppelink et al., 1989; Boersma, 1987). The main 
effects caused by VFT to equipment and the techniques that can be used to mitigate these effects are 
summarized below (CIGRE, 1988). 
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FIGURE 10.33. Measurement and simulation of overvoltages in a 420 kV GIS at closing a switch. (Copyright 1999 
IEEE.) 


SF6 insulation — Breakdown caused by VFT overvoltages is improbable in a well-designed GIS 
insulation system during normal operations. The breakdown probability increases with the frequency of 
the oscillations. In addition, breakdown values can be reduced by insulation irregularities like edges and 
fissures. However, at ultra high voltage systems, more than 1000 kV, for which the ratio of BIL to the 
system voltage is lower, breakdown is more likely to be caused. At these levels, VFT overvoltages can be 
reduced by using resistor-fitted disconnectors (Yamagata et al., 1996). 

Transformers — Due to steep fronted wave impulses, direct connected transformers can experience 
an extremely nonlinear voltage distribution along the high-voltage winding, connected to the oil-SF6 
bushings, and high resonance voltages due to transient oscillations generated within the GIS. Transform- 
ers can generally withstand these stresses; however, in critical cases, it may be necessary to install varistors 
to protect tap changers. 

Disconnectors and breakers — The insulation system of breakers and switches is not endangered by 
VFT overvoltages generated in adjacent GIS equipment. Ground faults induced by VFT overvoltages have 
been observed in disconnectors operations, as residual leader branches can be activated by enhanced 
field gradient to ground. These faults can be avoided by a proper disconnector design. 

Enclosure — TEV can cause sparking across insulated flanges and to insulated busbars of CTs, and 
can puncture insulation that is intended to limit the spread of circulating currents within the enclosure. 
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TEV can be minimized with a proper design and arrangement of substation masts, keeping ground leads 
as short and straight as possible in order to minimize the inductance, increasing the number of connec- 
tions to ground, introducing shielding to prevent internally generated VFT from reaching the outside of 
the enclosure, and installing voltage limiting varistors where spacers must be employed. 

Bushings — Very few problems have been reported with capacitively graded bushings. High imped- 
ances in the connection of the last graded layer to the enclosure should be avoided. 

Secondary equipment — TEV may interfere with secondary equipment or damage sensitive circuits 
by raising the housing potential if they are directly connected, or via cable shields to GIS enclosure by 
emitting free radiation which may induce currents and voltages in adjacent equipment. Correct cable 
connection procedures may minimize interference. The coupling of radiated energy may be reduced by 
mounting control cables closely along the enclosure supports and other grounded structures, grounding 
cable shields at both ends by leads as short as possible, or using optical coupling services. Voltage limiting 
devices may have to be installed. 
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10.6 Transient Voltage Response of Coils and Windings 
Robert C. Degeneff 


Transient Voltage Concerns 


Normal System Operation 


Transformers are normally used in systems to change power from one voltage (or current) to another. 
This is often driven by a desire to optimize the overall system characteristics, e.g., economics, reliability, 
and/or performance. To achieve these system goals, a purchaser must specify and a designer must 
configure the transformer to meet a desired impedance, voltage and power rating, thermal characteristic, 
short circuit strength, sound level, physical size, and voltage withstand capability. Obviously, many of 
these goals will produce requirements that are in conflict and prudent compromise will be required. 
Failure to achieve an acceptable characteristic for any of these makes the overall transformer design 
unacceptable. Transformer characteristics and the concomitant design process is outlined in Blume et al., 
(1951); Bean et al., (1959); MIT, (1943); and Franklin, (1983). 

Normally a transformer operates under steady voltage excitation. Occasionally a transformer (in fact, 
all electrical equipment) experiences dynamic and/or transient overvoltages. Often, it is these infrequent 
transient voltages that establish design constraints for the transformer’s insulation system. These con- 
straints often have far reaching effects on the overall equipment design. The transformer must be 
configured to withstand any abnormal voltages covered in the design specification and realistically 
expected in service. Often, these constraints have great impact on other design issues and, as such, have 
significant effect on the overall transformer cost, performance, and configuration. In recent years, engi- 
neers have explored the adverse effect of transient voltages on the reliability of transformers (Kogan et al., 
1988; Working group 05, 1983; Kogan et al., 1990), and found it to be a major cause of transformer failure. 


Sources and Types of Transient Voltage Excitation 


The voltages subjected to a transformer’s terminals can be broadly classed as steady state and “transient.” 
Normally, the “transient” voltages a transformer experiences are commonly referred to as dynamic, 
transient, and very fast transients. 

The majority of voltages a transformer experiences during its operational life are steady state, e.g., the 
voltage is within +10% of nominal and the frequency is within 1% of rated. As power quality issues grow, 
the effect of harmonic voltages and currents on performance becoming more of an issue. These harmonics 
are effectively reduced magnitude, steady state voltages and currents at harmonic frequencies (say 2nd to 
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the 50th). These are addressed in great detail in reference IEEE Std. 519 (1999). Strictly speaking, all other 
voltage excitation are transients, e.g., dynamic, transient, and very fast transient voltages. 

Dynamic voltages refer to relatively low frequency (60 to 1500 Hz), damped oscillatory voltage. Mag- 
nitudes routinely observed are from 1 to 3 times the systems peak nominal voltage. Transient voltage refers 
to the class of excitation caused by events like lightning surges, switching events, and line faults causing 
voltages of the chopped wave form (Degeneff et al., 1982). Normally, these are aperiodic waves. Occasion- 
ally, the current chopping of a vacuum breakers will produce transient periodic excitation in the 10 to 200 
kHz range (Greenwood, 1994). The term very fast transient encompasses voltage excitation with rise times 
in the range of 50-100 ns and frequencies from 0.5 to 30 MHz. These types of voltages are encountered 
in gas-insulated stations. The voltages produced within the transformer winding structure by the system 
it is a part of, must be addressed and understood if a successful insulation design is to be achieved (Narang 
et al., 1998). Since transient voltages affect system reliability, and that, in turn, system safety and economics, 
a full understanding of the transient characteristic of a transformer is warranted. 


Addressing Transient Voltages Performance 


Addressing the issue of transient voltage performance can be divided into three activities: recognition, 
prediction, and mitigation. By 1950 over 1000 papers had been written to address these issues (Abetti, 
1959; 1962; 1964). The first is to appreciate that transient voltage excitation can produce equipment 
responses different than one would anticipate at first glance. For example, the addition of more insulation 
around a conductor may in fact make the transient voltage distribution worse and the insulation integrity 
of the design weaker. Another example would be the internal voltage amplification a transformer expe- 
riences when excited near its resonant frequency. The transient voltage distribution is a function of the 
applied voltage excitation and the shape and material content of the winding being excited. The capability 
of the winding to withstand the transient voltage is a function of the specific winding shape, the materials 
voltage versus time characteristic, the past history of the structure, and the statistical nature of the 
structure’s voltage withstand characteristic. 

The second activity is to assess or predict the transient voltage within the coil or winding. Today this 
is generally accomplished using a lumped parameter model of the winding structure and some form of 
computer solution method that allows the internal transient response of the winding to be computed. 
Once this voltage distribution is known, its effect on the insulation structure can be computed with a 
two- or three-dimensional FEM. The resultant voltages, stresses, and creeps are examined in light of the 
known material and geometrical capability of the system in light of desired performance margins. 

The third activity is to establish a transformer structure or configuration that, in light of the anticipated 
transient voltage excitation and material capability, variability, and statistics nature, will provide accept- 
able performance margins. Occasionally, nonlinear resistors are used as part of the insulation system to 
achieve a cost-effective, reliable insulation structure. Additionally, means of limiting the transient exci- 
tation include the use of nonlinear resistors, capacitors, and snubbers. 


Complex Issue to Predict 


The accurate prediction of the transient voltage response of coils and winding has been of interest for almost 
100 years. The problem is complex for several reasons. The form of excitation varies greatly. Most large 
power transformers are unique designs, and as such, each transformer’s transient response characteristic is 
unique. Each has its own impedance versus frequency characteristic. As such, the transient response char- 
acteristic of each transformer is different. Generally, the problem is addressed by building a large lumped 
parameter model of inductances, capacitances, and resistances. Constructing the lumped parameter model 
is challenging. The resultant mathematical model is ill-conditioned, e.g., the resultant differential equation 
is difficult to solve. The following sections outline how these challenges are currently addressed. 

It should be emphasized that the voltage distribution within the winding is only the first component 
of the insulation design process. The spatial distribution of the voltages within the winding must be 
determined and finally the ability of the winding configuration in view of its voltage versus time char- 
acteristic must be assessed. 
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Mutual Inductances should be considered, 


i.e. Mii is between segments j and i. 


FIGURE 10.34 Sample of section used to model example coil 


Surges in Windings 
Response of a Simple Coil 


Transformer windings are complex structures of wire and insulation. This is the result of many contra- 
dictory requirements levied during the design process. In an effort to introduce the basic concepts of 
transient response, a very simple disk coil was modeled and the internal transient response computed. 
The coil consisted of 100 identical continuous disk sections of 24 turns each. The inside radius of the 
coil is 12.55 in., the space between each disk coil is 0.220 in., and the coil was assumed to be in air with 
no iron core. Each turn was made of copper 0.305 in. in height, 0.1892 in. in the radial direction, with 
0.0204 in. of insulation between the turns. For this example, the coil was subjected to a full wave with a 
1.0 per-unit voltage. Figure 10.34 provides a sketch of the coil and the node numbers associated with the 
calculation. For this example, the coil has been subdivided into 50 equal subdivisions with each subdi- 
vision a section pair. Figure 10.35 contains the response of the winding as a function of time for the first 
200 sec. It should be clear that the response is complex and a function of both the applied excitation 
voltage and the characteristics of the coil itself. 


Initial Voltage Distribution 


If the voltage distribution along the helical shown in Fig. 10.35 is examined at times very close to time 
zero, it is observed that the voltage distribution is highly nonuniform. For the first few tenths of a 
microsecond, the distribution is dominated exclusively by the capacitive structure of the coil. This 
distribution is often referred to as the initial (or short-time) distribution and it is generally highly 
nonuniform. This initial distribution is shown in Fig. 10.36. For example, examining the voltage gradient 
over the first 10% of the winding, one sees that the voltage is 82% rather that the anticipated 10% or a 
rather large enhancement or gradient in some portions of the winding. 
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FIGURE 10.35 Voltage versus time for helical winding 


The initial distribution shown in Fig. 10.36 is based on the assumption that the coil knows how it is 
connected, Le., it requires some current to flow in the winding and this requires some few tens of a 
nsecond. The initial distribution can be determined by evaluating the voltage distribution for the wind- 
ings capacitive network and ignoring both the inductive and resistive components of the transformer. 
This discussion is applicable for times greater than approximately 0.25 psec. This is the start of the 
transient response for the winding. 

For times smaller than 0.25 psec, the distribution is still dictated by capacitance, but the transformers 
capacitive network is unaware that it is connected. This is addressed in the chapter on very fast transients 
and in Narang et al. (1998). 


Steady-State Voltage Distribution 


The steady-state voltage distribution depends primarily on the inductance and losses of the winding’s 
structure. This distribution, referred to by Abetti (1960) as the pseudo-final, is dominated primarily by 
the self and mutual inductance of the windings and the manner in which the winding is connected. This 
steady-state voltage distribution is very near (but not identical) to the turns ratio. For the simple winding 
shown in Fig. 10.34, the distribution is known by inspection and shown in Fig. 10.36, but for more 
complex windings it can be determined by finding the voltage distribution of the inductive network and 
ignoring the effect of winding capacitances. 


Transient Voltage Distribution 


Figure 10.35 shows the transient response for this simple coil. The transient response of the coil is the 
voltage the coil experiences as the coil transitions between the initial voltage distribution and the steady 
state distribution. It is the very same idea as pulling a rubber-band away from its stretched (but steady 
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FIGURE 10.36 Initial and pseudo-final voltage distribution 


state position) and then letting it go and monitoring its movement in space and time. What is of 
considerable importance is the magnitude and duration of these transient voltages and the ability of the 
transformer’s insulation structure to consistently survive these voltages. 

The coil shown in Fig. 10.34 is a very simple structure. The challenge facing transformer design 
engineers since the early 1900s has been to determine what this voltage distribution was for a complex 
winding structure of a commercial transformer design. 


Determining Transient Response 


History 


Considerable research has been devoted to determining the transformer’s internal transient voltage 
distribution. These attempts started at the beginning of the 1900s and have continued at a steady pace 
for almost 100 years (Abetti, 1959; 1962; 1964). The earliest attempts at using a lumped parameter 
network to model the transient response was in 1915. Until the early 1960s, these efforts were of limited 
success due to computational limitations encountered when solving large numbers of coupled stiff 
differential equations. During this period, the problem was attached in the time domain using either a 
standing wave approach or the traveling wave method. The problem was also explored in the frequency 
domain and the resultant individual results combined to form the needed response in the time domain. 
Abetti introduced the idea of a scale model, or analog for each new design. Then, in the 1960s, with the 
introduction of the high-speed digital computer, major improvements in computational algorithms, 
detail, accuracy, and speed were obtained. 

In 1956, Rouxel and Waldvogel used an analog computer to calculate the internal voltages in the 
transformer by solving a system of linear differential equations with constant coefficients resulting from 
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a uniform, lossless, and linear lumped parameter model of the winding where mutual and self inductances 
were calculated assuming an air core. Later, McWhirter, Fahrnkopf, and Steel (1956) developed a method 
of determining impulse voltage stresses within the transformer windings through the use of the digital 
and analog computer applicable to some extent for nonuniform windings. But it was not until 1958 that 
Dent, Hartill, and Miles recognized the limitations of the analog models and developed a digital computer 
model in which any degree of nonuniformity in the windings could be introduced and any form of 
applied input voltage applied. During the mid-1970s, efforts at General Electric (White, 1977; Degeneff 
et al., 1980; White 1977) focused on building a program to compute transients for core form winding 
of completely general design. By the end of the 1970s, an adequate linear lossless model of the transformer 
was available to the industry. However, adequate representation of the effect of the nonlinear core and 
losses was not available. Additionally, the transformer models used in insulation design studies had little 
relationship with lumped parameter transformer models used for system studies. 

Wilcox improved the transformer model by including core losses in a linear-frequency domain model 
where self and mutual impedance between winding sections were calculated considering a grain-oriented 
conductive core with permeability py, (1992). In this work, Wilcox modeled the skin effect, the losses 
associated with the magnetizing impedance, and a loss mechanism associated with the effect of the flux 
radial component on the transformer core during short circuit conditions. Wilcox applied this modified 
modal theory to model the internal voltage response on practical transformers. Vakilian and Degeneff 
(1993) modified White’s inductance model (1977) to include the core’s saturable characteristics and 
established a system of O.D.E.s for the linearized lumped parameter LRC network, then used Gear’s 
method to solve for the internal voltage response in time. During the same year, Gutierrez and Degeneff 
(1993; 1994) presented a transformer model reduction technique as an effort to reduce the computational 
time required by linear and nonlinear detailed transformer models and to make these models small 
enough to fit into EMTP. In 1994, de Leon and Semlyen presented a nonlinear three phase transformer 
model including core and winding losses. This was the first attempt to combine frequency dependency 
and nonlinearity in a detailed transformer model. The authors used the principle of duality to extend 
their model to three phase transformers. 


Lumped Parameter Model 


A device’s transient response is a result of the flow of energy between the distributed electrostatic and 
electromagnetic characteristics of the device. For all practical transformer winding structures, this inter- 
action is quite complex and can only be realistically investigated by constructing a detailed lumped 
parameter model of the winding structure and then carrying out a numerical solution for the transient 
voltage response. The most common approach is to subdivide the winding into a number of segments 
(or groups of turns). The method of subdividing the winding can be complex and, if not addressed 
carefully, affects the accuracy of the resultant model. The resultant lumped parameter model is composed 
of inductances, capacitance, and losses. Starting with these inductances, capacitances, and resistive ele- 
ments, equations reflecting the transformer’s transient response can be written in numerous forms. Two 
of the most common are the basic admittance formulation of the differential equation and the state 
variable formulation. The admittance formulation is given by Degeneff, 1977: 


6} =| fol fel le) (10.105) 


The general state-variable formulation is given by Vakilian (1993) describing the transformer’s lumped 
parameter network at time t: 


[z] 0 0 [fai/at}] |r] fr] i] 0 
0 [c] 0 J{{de,/ae]}=)-[7]  -[c] A -|[z,] (10.106) 
0 0 [ul] far /ae] fF} [ry fe 
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where the variables in Eqs. (10.105) and (10.106) 


[i,] | = Vector of currents in the winding segments 
[e,] |= Model’s nodal voltages vector 

[f] = Windings’ flux-linkages vector 

[r] = Diagonal matrix of windings series resistance 
[T] = Windings connection matrix 


] 
[T]' = Transpose of [T] 
] = Nodal capacitance matrix 
U] = Unity matrix 
[I(s)] = Laplace transform of current sources 
[E(s)] = Laplace transform of nodal voltages 
[I] = Inverse Nodal Inductance Matrix = [T][L]-![T]' 


[L] = Matrix of self and mutual inductances 
[G] = Conductance matrix, for resistors connected between nodes 
[J,] = Vector of current sources 


In a liner representation of an iron core transformer, the permeability of the core is assumed constant 
regardless of the magnitude of the core flux. This assumption allows the inductance model to remain 
constant for the entire computation. Equations (10.105) and (10.106) are based on the assumption that 
the transformer core is linear and the various elements in the model are not frequency dependent. Work 
in the last decade has addressed both the nonlinear characteristics of the core and the frequency dependent 
properties of the materials. Much progress has been made, but their inclusion adds considerably to the 
model’s complexity and the computational difficulty. If the core is nonlinear, the permeability changes 
as a function of the material properties, past history, and instantaneous flux magnitude. Therefore, the 
associate inductance model is time dependent. The basic strategy for solving the transient response of 
the nonlinear model in Eq. (10.105) or (10.106) is to linearize the transformer’s nonlinear magnetic 
characteristics at an instant of time based on the flux in the core at that instant. 

Two other model formulations should be mentioned. de Leon addressed the transient problem using 
a model based on the idea of duality (1994). The finite element method has found wide acceptance in 
solving for electrostatic and electromagnetic field distributions. In some instances it is a very useful in 
solving for the transient distribution in coils and windings of complex shape. 


Frequency Domain Solution 


A set of linear differential equations representing the transient response of the transformer can be solved 
either in the time domain or in the frequency domain. If the model is linear, the resultant solution will 
be the same for either method. The frequency domain solution requires that the components of the input 
waveform at each frequency be determined. These individual sinusoidal waves are then applied individ- 
ually to the transformer and the resultant voltage response throughout the winding is determined. Finally, 
the total response in the time domain is determined by summing the component responses at each 
frequency applying superposition. An advantage of this method is that it allows the recognition of 
frequency-dependent losses to be addressed easily. Disadvantages of this method are that it does not 
allow the modeling of time-dependent switches, nonlinear resistors like ZnO, or the recognition of 
nonlinear magnetic core characteristics. 


Solution in the Time Domain 


The following briefly discusses the solution of Eqs. (10.105) and (10.106). There are numerous methods 
to solve Eq. (10.105) but it has been found that when solving the stiff differential equation model of a 
transformer, a generalization of Dommel’s method (Dommel, 1969; Degeneff, 1977) works very well. A 
lossless lumped parameter transformer model containing n nodes has approximately n(n + 1)/2 inductors 
and 3n capacitors. Since the total number of inductors far exceeds the number of capacitors in the 
network, this methodology reduces storage and computational time by representing each capacitor as 
an inductor in parallel with a current source. The following system of equations results: 
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bale) EG) ec) (10.107) 


where 


[F(t)] = nodal integral of the voltage vector 
[1(t)] = nodal injected current vector 
[H(t)] = Past History current vector 


and 


ereahare c]+[r,] (10.108) 
The lumped parameter model is composed of capacitances, inductances, and losses computed from the 
winding geometry, permittivity of the insulation, iron core permeability, and the total number of sections 
into which the winding is divided. Then the matrix [Y] is computed using the integration step size, At. 
At every time step, the above system of equations is solved for the unknowns in the integral of the voltage 
vector. The unknown nodal voltages, [E(t)], are calculated by taking the derivative of [F(t)]. At is selected 
based on the detail of the model and the highest resonant frequency of interest. Normally, At is smaller 
that one-tenth the period of this frequency. 

The state variable formulation shown as Eq. (10.106) can be solved using differential equation routines 
available in IMSL or others based on the work of Gear and Adams (1991). The advantage of these routines 
is that they are specifically written with the solution of stiff systems of equations in mind. The disadvantage 
of these routines is that they consume considerable time during the solution. 


Accuracy vs. Complexity 


Every model of a physical system is an approximation. Even the simplest transformer has a complex 
winding and core structure and as such possesses an infinite number of resonant frequencies. A lumped 
parameter model, or for that matter, any model is at best an approximation of the actual device of interest. 
A lumped parameter model containing a structure of inductances, capacitances, and resistances will 
produce a resonance frequency characteristic that contains the same number of resonant frequencies as 
nodes in the model. The transient behavior of a linear circuit (the lumped parameter model) is determined 
by the location of the poles and zeros of its terminal impedance characteristic. It follows then that a 
detailed transformer model must possess two independent characteristics to faithfully reproduce the 
transient behavior of the actual equipment. First, it must include accurate values of R, L, and C, reflecting 
the transformer geometry. This fact is well appreciated and documented. Second, the transformer must 
be modeled with sufficient detail to address the bandwidth of the applied waveshape. In a valid model, 
the highest frequency of interest would have a period at least ten times larger than the travel time of the 
largest winding segment in the model. If this second characteristic is overlooked, a model can produce 
results that appear valid, but may have little physical basis. A final issue is the manner in which the 
transformer structure is subdivided. If care is not taken, the manner in which the model is constructed 
will itself introduce significant errors and the computation will be mathematically robust but an inac- 
curate approximation of the physically reality. 


Resonant Frequency Characteristic 


Definitions 


The steady state and transient behavior of any circuit, for any applied voltage, is established by the location 
of the poles and zeros of the impedance function of the lumped parameter model in the complex plane. 
The zeros of the terminal impedance function coincide with the natural frequencies of the model, by 
definition. McNutt (1974) defines terminal resonance as the terminal current maximum and a terminal 
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impedance minimum. In a physical system there are an infinite number of resonances. In a lumped 
parameter model of a system, there are as many resonances as nodes in the model (or the order of the 
system). Terminal resonance is also referred to as series resonance (Abetti, 1959; 1954). Terminal anti- 
resonance is defined as a terminal current minimum and a terminal impedance maximum (McNutt et al., 
1974). This is also referred to as parallel resonance (Abetti, 1959; 1954). McNutt defines internal resonance 
as an internal voltage maximum and internal antiresonance as an internal voltage minimum. 


Impedance vs. Frequency 


The terminal resonances for a system can be determined by taking the square root of the eigenvalues of 
the system matrix, [A], shown in the state variable representation for the system shown as: 


(10.109) 


where 


[A] = State Matrix 

[B] = Input Matrix 

[C] = Output Matrix 

[D] = Direct Transmission Matrix 

[q] = Vector of state variables for system 
] 

[u 

ly 


= Vector of input variables 
= Vector of output variables 


The impedance versus frequency characteristic requires a little more effort. In light of the previous 
definitions, terminal resonance may be defined as occurring when the reactive component of the terminal 
impedance is zero. Equivalently, terminal resonance occurs when the imaginary component of the 
quotient of the terminal voltage divided by the injected terminal current is zero. Recalling that in the 
Laplace domain, that s is equivalent to j@ with a system containing n nodes with the excited terminal 
code j, one can rewrite Eq. (10.105) to obtain: 


=f 7 z,(s) [i(3) (10.110) 


«)} [2.0] 


The voltage at the primary (node j) is in operation form. Rearranging the terminal impedance is given by: 


Z,()=Z,( jo) =Z,,(s) (3) (10.111) 


In these equations the unknown quantities are the voltage vector and the frequency. It is a simple matter 
to assume a frequency and solve for the corresponding voltage vector. Solving Eq. (10.111) over a range 
of frequencies results in the well-known impedance versus frequency plot. Figure 10.37 contains the 
impedance versus frequency for the example used in Figs. 10.34 and 10.35. 
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FIGURE 10.37 Terminal impedance for a helical winding 


Amplification Factor 


The amplification factor or gain function is defined as: 


[N |- Voltage between points | and m at frequency ® (10.112) 
i] Voltage applied at input node j at frequency @ 


Degeneff (1977) shows that this results in: 


_ Z,(j@)-Z,,(io) 


(10.113) 
ZL) 


It is a simple matter to assume a frequency and solve for the corresponding voltage versus frequency 
vector. If one is interested in the voltage distribution within a coil at one of the resonant frequencies, 
this can be found from the eigenvector of the coil at the frequency of interest. If one is interested in the 
distribution at any other frequency, Eq. (10.113) can be utilized. This is shown in Fig. 10.38. 


Inductance Model 
Definition of Inductance 


Inductance is defined as: 


pa dk (10.114) 
dl 
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FIGURE 10.38 Amplification factor at 5 from 0 to 30kHz 


and if the system is linear: 


L=— (10.115) 


where 


L = inductance, Henrys 

X= flux linkage caused by current I, Weber turns 
I =current producing flux linkages, Amperes 

dx = first derivative of A 

dI = first derivative of I 


L is referred to as self inductance if the current producing the flux is the same current being linked. L is 
referred to as mutual incidence if the current producing the flux is other than the current being linked 
(MIT, 1943). Grover (1962) published an extensive work providing expressions to compute the self and 
mutual inductance in air for a large number of practical conductor and winding shapes. 

One of the most difficult phenomena to model is the magnetic flux interaction involving the different 
winding sections and the iron core. Historically this phenomenon has been modeled by dividing the flux 
in two components: the common and leakage flux. The common flux dominates when the transformer 
behavior is studied under open circuit conditions and the leakage flux dominates the transient response 
when the winding is shorted or loaded heavily. Developing a transformer model capable of representing 
the magnetic flux behavior for all conditions the transformer will see in factory test and in service requires 
the accurate calculation of the self and mutual inductances. 
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Transformer Inductance Model 


Until the introduction of the computer there was a lack of practical analytical formulae to compute the 
self and mutual inductances of coils with an iron core. Rabins (1956) developed expressions to calculate 
self and mutual inductances for a coil on an iron core based on the assumption of a round core leg and 
infinite core yokes both of infinite permeability. Fergestad and Heriksen improved Rabins’ inductance 
model in 1974 by assuming an infinite permeable core except for the core leg. In their approach, a set 
of state variable equations was derived from the classic lumped parameter model of the winding. 

White (1977; 1978) derived an expression to calculate the self and mutual inductances in the presence 
of an iron core with finite permeability under the assumption of an infinitely long iron core. White’s 
inductance model had the advantage that the open circuit inductance matrix could be inverted (White, 
1978). White derived an expression for the self and mutual inductance between sections of a transformer 
winding by solving a two-dimensional problem in cylindrical coordinates for the magnetic vector poten- 
tial assuming a nonconductive and infinitely-long open core. He assumed that the leakage inductance of 
an open-core configuration is the same as the closed core. 

Starting from the definition of the magnetic vector potential B=Vx A andV-A=0 and using 
Ampere’s law in differential form, I; =VxH , White solved the following equation: 


V? A(r,z)=—pL, I(r.) (10.116) 


The solution broke into two parts: the air core solution and the change in the solution due to the 
insertion of the iron core as shown in the following equations: 


7 r,z)+A(r,z), O<rsR, 
ie z)+A,(r,z), r>R. 


A o(% Z) is the solution when the core is present and A(t, z) and Ad(r, z) are the solutions when the iron 
core is added. Applying Fourier series to Eq. (10.116), the solution for Ad(t, z) was found first and then 
Afr, 2). 

Knowing the magnetic vector potential ¢ allows the flux linking a filamentary turn at (7, z) to be 
determined by recalling (7, z) = A(r, Z)- di. The flux for the filamentary turn is given by: 


o(r,z) = anr{A,(r,z)+ A,(r,2)} = o,(r,z)+2nr A,(r,z) (10.117) 


The flux in air, ,(%, z), can be obtained from known formulae for filaments in air (Grover, 1962); 
therefore, it is only necessary to obtain the change in the flux linking the filamentary turn due to the 
iron core. If the mutual inductance, L; between two coil sections is going to be calculated, then the 
average flux linking section i needs to be calculated. This average flux is given by 


ii i o(r,z)dedr 


06> ~ H(R-R) R) (10.118) 


Knowing the average flux, the mutual inductance can be calculated using the following expression: 


INN soe 
jee ea (10.119) 
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White’s final expression for the mutual inductance between two coil segments is: 


L, = Lj, +2N;N (1-v,) LR | BLO ORAS) do (10.120) 
0 v, +(1-v, JOR.T,(OR, )K,(@R, ) 
where 
l 1 a H. 
F(@)= = o(R-R) I, xK,(x)dx sal ® ‘ 
(10.121) 
1 ok 2 . (oH, 
ae xK,(x)dx oH, ol 5 - Jon(o) 
L,, is the air core inductance. v, = ra is the relative reluctivity. [)(@R,), I\(@R.), Ky(@R,), and K,(@R.) 


are modified Bessel functions of first‘and second kind. 


Inductance Model Validity 


The ability of the inductance model to accurately represent the magnetic characteristic of the transformer 
can be assessed by the accuracy with which it reproduces the transformer electrical characteristics, e.g., 
the short circuit and open circuit inductance, and the pseudo-final (turns ratio) voltage distribution. 
The short circuit and open circuit inductance of a transformer can be determined by several methods, 
but the simplest is to obtain the inverse of the sum of all the elements in the inverse nodal inductance 
matrix, I",. This has been verified (Degeneff, 1978; Degeneff and Kennedy, 1975). The pseudo-final voltage 
distribution is defined in (Abetti, 1960). It is very nearly the turns ratio distribution and must match 
what ever voltage distribution the winding arrangement and number of turns dictates. An example of 
this is contained in (Degeneff and Kennedy, 1975). 


Capacitance Model 


Definition of Capacitance 


Capacitance is defined as: 


_Q 
Soe (10.122) 


where 


C = capacitance between the two plates, farads 
Q = charge on one of the capacitor plates, coulombs 
L = voltage between the capacitor plates, volts 


Snow (1954) published an extensive work on computing the capacitance for unusually shaped conductors. 
Practically, however, most lumped parameter models of windings are created by subdividing the winding 
into segments with small radial and axial dimensions and large radiuses where a simple parallel plate 
formula can be used (1980) to compute both the series and shunt capacitance for a segment. For example: 


RadCir 
nD 


C=e€, (10.123) 
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where 


m 
| 


= permittivity of freespace, 8.9 x 10- coulomb/meters 
relative permittivity between turns 
Rad = radial build of the segments turns, meters 


m 
ll 


Cir = circumference of the mean turn within segment, meters 
n = number of turns with the segment 
D_ =separation between turns, meter 


In computing these capacitances, the relative permittivity, €,, of the materials must be recognized. This 
is a function of the material, moisture content, temperature, and effective age of the material. Clark and 
Von Hippel (1962; 1964) provide a large database of this type of information. Since most lumped 
parameter models assume the topology has circular symmetry, if the geometry is unusually complex it 
may be appropriate to model the system with a three-dimensional FEM. It should be emphasized that 
all of the above is based on the assumption that the capacitive structure of the transformer is frequency 
invariant. If the transient model is required to be valid over a very large bandwidth, then the frequency 
characteristic of dielectric structure must be taken into account. 


Series and Shunt Capacitance 


In order to construct a lumped parameter model, the transformer is subdivided into segments (or groups 
of turns). Each of these segments contains a beginning node and an exit node. Between these two nodes 
there will generally be associated a capacitance, traditionally called the series capacitance. These are the 
intrasection capacitances. In most cases they are computed using the simple parallel plate capacitance 
given in Eq. (10.123). An exception to this is the series capacitance of disk winding segments. Expressions 
for their series capacitance is given in the next section. 

Additionally, each segment will have associated with it, capacitances between adjacent sections of turns 
or to a shield or earth. These are the intersection capacitances. These capacitances are generally referred 
to as shunt capacitances and are normally divided in half and connected to each end of the appropriate 
segments. This is an approximation, but if the winding is subdivided into relatively small segments, the 
approximation is acceptable and the error introduced by the model is small. 


Equivalent Capacitance for Disk Windings 


This section presents simplified expressions to compute the series capacitance for disk winding section 
pairs. Since most lumped parameter models are not turn-to-turn models, an electrostatic equivalent of 
the disk section is used for the series capacitance. It is well known that as the series capacitance of disk 
winding sections becomes larger with respect to the capacitances to ground, the initial distribution 
becomes more linear (straight line) and the transient response in general more benign. Therefore, since 
it is possible to arrange the turns within a disk section in many ways without affecting the section’s 
inductance characteristic or the space or material it requires, the industry has offered many arrangements 
in an effort to increase this effective series capacitance. 

The effective series capacitance of a disk winding is a capacitance, which when connected between the 
input and output of the disk winding section pair would store the same electrostatic energy the disk 
section pair would store (between all turns) if the voltage were distributed linearly within the section. 
This modeling strategy is discussed in detail by Scheich (1965) and Degeneff and Kennedy (1975). Figure 
10.39 illustrates the cross-section of three common disk winding configurations. The series capacitance 
of the continuous disk is given by: 


continuous 3 


2¢,+|* Ic, (10.124) 
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FIGURE 10.39 Common disk winding section pairs: A. Continuous; B. Interleaved; and C. Internal Shield. 


The series capacitance of the interleaved disk section pair is given by: 


C 


interleaved 


=1.128C [*=4]c, (10.125) 
“| 4 


The interleaved disk provides a greater series capacitance than the continuous disk but is more difficult 
to produce. A winding that has a larger series capacitance than the continuous disk but simpler to 
manufacture than the interleave is the internally shielded winding. Its series capacitance is given by: 


n 2 
2 n—-2—2n y n. 
C yeaa shield — 3 C, ‘| nw : Jc at AC, | ( 10. 126) 
i=l 


where 


C, = Capacitance between sections 

C, = Capacitance between turns 

C,, = Capacitance between turn and internal shield 
n = Turns in section pair 

n; = Location of shield within section 


n, = Internal shields within section pair 


Ss 


Selecting the disk winding section is often a compromise of electrical performance, economics, and 
manufacturing preference for a given firm. 


© 2001 CRC Press LLC 


Initial Voltage Distribution 


The initial voltage distribution can be determined experimentally by applying a voltage wave with a fairly 
fast rise time (say 0.5 psec) and measuring the normalized distribution within the winding structure an 
intermediate time (say 0.3 usec). The initial distribution can be computed analytically by injecting a 
current into the excited node and determining the normalized voltage throughout the transformer 
winding structure. This computational method is outlined in detail by Degeneff and Kennedy (1975). If 
one is considering a single coil, it is common practice to determine the gradient of the transient voltage 
near the excited terminal (which is the most severe). This gradient is referred to as & and is found by 
(Greenwood, 1991): 


(10.127) 


iC, 
LC, 


\ 


where 


= winding gradient 
C, = capacitance to ground, farads 
C, = effective series capacitance, farads 


For the coil shown in Fig. 10.36, the & is on the order of 12. 


Loss Model 


At steady state, losses are a costly and unwanted characteristic of physical systems. At high frequency, 
losses produce a beneficial effect in that they reduce the transient voltage response of the transformer by 
reducing the transient voltage oscillations. In general, the oscillations are underdamped. The effect of 
damping on the resonant frequency is to reduce the natural frequencies slightly. Losses within the 
transformer are a result of a number of sources, each source with a different characteristic. 

Copper Losses 

The losses caused by the current flowing in the winding conductors are referred to as series losses. Series 
losses are composed of three components: DC losses, skin effect, and proximity effect. 


DC Resistance 
The conductor’s DC resistance is given by: 


K=P > (10.128) 


With: 


p = conductor resistivity, ohm-m 
1 = length of conductor, m 
A = conductor area, m2 


p is a function of the conductor material and its temperature. 


Skin Effect 
Lammeraner and Stafl (1966) give an expression for the skin effect in a rectangular conductor. The 
impedance per unit length of the conductor is given in by: 


F cotitp Q/m (10.129) 
4ho 
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where 


rere | (10.130) 
a 
with 
= —- (10.131) 
\ Mou 
h = half the conductor height, m 
b = half the conductor thickness, m 
© = conductivity of the conductor, S/m 
LL = permeability of the material, H/m 
@ = frequency, rad/s 
Defining 
E=by joou (10.132) 
and Eq. (10.129) is expressed as 
Z,=R,Ecothe O/m (10.133) 


where R,. is the DC resistance per unit length of the conductor. Equation (10.133) is used to calculate 
the impedance due to the skin effect as a function of frequency. 


Proximity Effect 

Proximity effect is the increase in losses in one conductor due to currents in other conductors produced 
by a redistribution of the current in the conductor of interest by the currents in the other conductors. 
A method of finding the proximity effect losses in the transformer winding consists of finding a math- 
ematical expression for the impedance in terms of the flux cutting the conductors of an open winding 
section due to an external magnetic field. Since windings in large power transformers are mainly built 
using rectangular conductors, the problem reduces to the study of eddy current losses in a packet of 
laminations. Lammeraner and Stafl (1966) provide an expression for the flux as a function of frequency 
in a packet of laminations. It is given in the following equation: 


2al \b 
o=“"F yy, tanh(1+ j)— (10.134) 
l+j a 
where / is the conductor length, H, is the rms value of the magnetic flux intensity, and the remaining 
variables are the same as defined in Eg. (10.131). 
Assuming H, in Eq. (10.134) represents the average value of the magnetic field intensity inside the 
conductive region represented by the winding section i and defining L;,, as 
L,, = NN jp (10.135) 
where Oiio is the average flux cutting each conductor in section i due to the current I, and N is the number 
of turns in each section, the inductance L; as a function of frequency is: 


© 2001 CRC Press LLC 


Lig .\b 
= ion H (10.136) 


The impedance Z,,,,;; is obtained by multiplying the inductance by the complex variable s. Using the 
same notation as in Eq. (10.133), the impedance of the conductor due to the proximity effect is given as 


L.. 
Z prong = ‘ae Q (10.137) 
Core Losses 


The effect of eddy currents in the core have been represented in references (de Leon and Semlyen, 1994; 
Tarasiewicz et al., 1993; Avila-Rosales and Alvarado, 1982) by the well-tested formula: 


2 
Z=os tanh x (10.138) 
fo} 
where 
PAE 
xe (10.139) 
and 


I = Length of the core limb in meters (axial direction), m 
d = Thickness of the lamination, m 
pw = Permeability of the material, H/m 
N = Number of turns in the coil 

A = Total cross-sectional area of all laminations 

@ = Frequency, rad/sec 


This formula represents the equivalent impedance of a coil wound around a laminated iron core limb. 
The expression was derived by Avila-Rosales and Alvarado (1982) by solving Maxwell’s equations assum- 
ing the electromagnetic field distribution is identical in all laminations and an axial component of the 
magnetic flux. 

The total hysteresis loss in core volume, V, in which the flux density is uniform everywhere and varying 
cyclically at a frequency of @, can be expressed as: 


P,=2nonV Br (10.140) 
with 


P,, = Total hysteresis loss in core 

1 = Constant a function of material 

V = Core volume 

B = Flux density 

n = Exponent dependent upon material, 1.6—2.0 
@® = Frequency, rad/sec 
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FIGURE 10.40 Oil-soaked paper capacitance and conductance as a function of frequency. 


Dielectric Losses 


The capacitive structure of a transformer has parallel losses associated with it. At low frequency, the effect 
of capacitance on the internal voltage distribution can be ignored. As such, the effect of the losses in the 
dielectric structure can be ignored. However, at higher frequencies the losses in the dielectric system can 
have a significant effect on the transient response. Batruni et al. (1996) explore the effect of dielectric 
losses on the impedance versus frequency characteristic of the materials in power transformers. 

These losses are frequency dependent and are shown in Fig. 10.40. 


Winding Construction Strategies 


Design 

The successful design of a commercial transformer requires the selection of a simple structure so that 
the core and coils are easy to manufacture. At the same time, the structure should be as compact as 
possible to reduce required materials, shipping concerns, and footprint. The form of construction should 
allow convenient removal of heat, sufficient mechanical strength to withstand forces generated during 
system faults, acceptable noise characteristics, and an electrical insulation system that meets the system 
steady state and transient requirements. There are two common transformer structures in use today. 
When the magnetic circuit is encircled by two or more windings of the primary and secondary, the 
transformer is referred to as a core-type transformer. When the primary and secondary windings are 
encircled by the magnetic material, the transformer is referred to as a shell-type transformer. 
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Core-Form 


Characteristics of the core-form transformer are a long magnetic path and a shorter mean length of turn. 
Commonly used core-form magnetic circuits are single phase transformers with a two-legged magnetic 
path with turns wound around each leg, a three-legged magnetic path with the center leg wound with 
conductor, and a legged magnetic path with the two interior legs wound with conductors (Bean et al., 
1959; MIT, 1943). Three phase core-form designs are generally three legged magnetic cores with all three 
legs possessing windings and a five-legged core arrangement with the three center legs possessing wind- 
ings. The simplest winding arrangement has the low voltage winding nearest the core and the high voltage 
winding wound on top of the low. Normally in the core form construction, the winding system is 
constructed from helical, layer, or disk type windings. Often the design requirements call for a winding 
arrangement that is a more complex arrangement, e.g., interleaving high and low voltage windings, 
interwound taps, windings that are bifurcated have and entry and exit points other than the top or bottom 
of the coil. All of these variations have, to one degree or another, an effect on the transformer’s transient 
voltage response. To insure an adequate insulation structure, each possible variation must be explored 
during the design stage to evaluate its effect on the transient overvoltages. 


Shell-Form 


Shell-form transformer construction features a short magnetic path and a longer mean length of electrical 
turn. Fink and Beatty (1987) points out that this results in the shell-form transformer having a larger 
core area and a smaller number of winding turns than the core-form of the same output and performance. 
Additionally, the shell-form will generally have a larger ratio of steel to copper than an equivalently rated 
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core-form transformer. The most common winding structure for shell-form windings are the primary- 
secondary-primary (P-S-P) but it is not uncommon to encounter shell form windings of P-S-P-S-P. The 
winding structure for both the primary and secondary windings are normally of the pancake-type 
winding structure (Bean et al., 1959). 


Proof of Design Concept 


The desire of the purchaser is to obtain a transformer at a reasonable price that will achieve the required 
performance for an extended period of time. The desire of the manufacturer is to construct and sell a 
product, at a profit, that meets the customer’s goals. The specification and purchase contract is the 
document that combines both the purchaser’s requirements and the manufacturer’s commitment in a 
legal format. The specification will typically address the transformer’s service condition, rating, general 
construction, control and protection, design and performance review, testing requirements, and trans- 
portation and handling. Since it is impossible to address all issues in a specification, the industry uses 
standards that are acceptable to purchaser and supplier. In the case of power transformers, the applicable 
standards would include IEEE C57, IEC 76, and NEMA TR-1. 


Standard Winding Tests 


ANSI/IEEE C57.12.00 (1993) defines routine and optional tests and testing procedures for power trans- 
formers. The following are listed as routine tests for transformers larger than 501 kVA: 


Winding resistance 

Winding turns ratio 

Phase-relationship tests: polarity, angular displacements, phase sequence 
No-load loss and exciting current 

Load loss and impedance voltage 

Low frequency dielectric tests (applied voltage and induced voltage) 

7. Leak test on transformer tank 


Ge: Or yee oS. 


The following are listed as tests to be performed on only one of a number of units of similar design 
for transformers 501 kVA and larger: 


Temperature rise tests 

Lightning-impulse tests (full and chopped wave) 
Audible sound test 

Mechanical test from lifting and moving of transformer 
Pressure tests on tank 


Site 


Other tests are listed in ANSI/IEEE C57.12.00 (1993) which include, for example, short circuit forces 
and switching surge impulse tests. Additionally, specific tests may be required by the purchaser based on 
their applications or field experience. 

The variety of transient voltages a transformer may see in its normal useful life are virtually unlimited 
(Degeneff et al., 1982). It is impractical to proof test each transformer for all conceivable combinations 
of transient voltage. However, the electrical industry has found that it is possible, in most instances, to 
assess the integrity of the transformer’s insulation systems to withstand transient voltages with the 
application of a few specific aperiodic voltage waveforms. Figure 10.41 illustrates the full, chopped, and 
switching surge waveforms. IEEE C57 contains the specific wave characteristics, relationships, and accept- 
able methods and connections required for these standard tests. Each of these test is designed to test the 
insulation structure for a different transient condition. The purpose of applying this variety of tests is to 
substantiate adequate performance of the total insulation system for all the various transient voltages it 
may see in service. 

The insulation integrity for steady state and for dynamic voltages are also assessed by factory tests 
called out in ANSI/IEEE C57.12.00 (1993). One should not be lulled into thinking that a transformer 
that has passed all factory voltage tests (both impulse and low frequency) can withstand all transient 
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FIGURE 10.41 Standard voltage waveforms for impulse tests: full, chopped, switching surge. 


voltages to which the system may subject it. One should always assess the environment the transformer 
is applied in and determine if there may be unusual transient voltage excitation present in an application 
that is not covered in the standards (see Degeneff et al., 1982; Greenwood, 1991; McNutt et al., 1974). 
Design Margin 

The actual level of insulation requested, e.g., BIL/BSL, is determined by recognizing the system within 
which the transformer will operate, and the arrester protective level. Normally, a minimum protective 
margin of 15 to 20% between the arrester peak voltage and the transformer capability at three (6) is 
established. This is illustrated in Fig. 10.42 for a 230 kV transformer with a 750 kV BIL protected with 
a 180 KV rated arrester (Balma et al., 1996). The curve designated A in Fig. 10.42 is used to represent 
the transformer’s insulation coordination characteristic (insulation capability) when subjected to aperi- 
odic and oscillatory waveforms. The curve to be used to represent the transformer volt-time insulation 
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FIGURE 10.42 Voltage-time curve for insulation coordination 


coordination characteristic when subjected to aperiodic wave forms with a time to failure between 0.1 
and 2000 sec is to be based on five points (IEEE C62.22-1991). The five points are: 


1. 


et a a od 


Front of Wave Voltage plotted at its time of crest (about 0.5 psec). If the front of wave voltage is 
not available, a value of 1.3 times the BIL should be plotted at 0.5 psec. 

Chopped Wave Voltage at its time of crest (about 3.0 psec). 

Full Wave Voltage (or BIL) plotted about 8 psec. 

Switching Surge Voltage (or BSL) plotted about 300 sec. 

A point at 2000 psec where it magnitude is established with the following expression.: 


300 


log 2000 
logV. ea 
og - 


2000 


_ logT ys, — logT, 
m 


000 + logV ac: = +logV gsr 


Vy 909 is the voltage at 2000 psec, Tyo99, Vas, is the BSL voltage (or 0.83 the BIL), and T,., equal to 
300 psec. The value of m is established as the inverse of the slope of a straight line drawn on log- 
log paper from the BSL point to a point established by the peak of the one hour induced test 
voltage plotted at a time the induced voltage exceeds 90% of its peak value (this would be 28.7% 
of 3600 sec or 1033.2 sec). 


The connection between all points is made with a smooth continuous curve. The first four points in 


the curve establish an approximate level of insulation voltage capability for which one would anticipate 
only one insulation failure out of 1000 applications of that voltage level, e.g., at 3 6 the probability of 
failure is 1.0 — 0.99865 or 0.001. Experience has shown that the standard deviation for transformer 
insulation structures is on the order of 10 to 15%. Figure 10.42 assumes that 6 is 10%. Curve B, or the 
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50% failure rate curve, is established by increasing the voltage in Curve A by 30%. Therefore, for Curve 
B, on average the unit would be expected to fail one out of two times if it were subjected to this level of 
voltage. Curves C and D establish 1 and 2 6 curves, or 16% and 2.3% failure rate curves, respectively. 
The inserted normal distribution on the right of Fig. 10.42 illustrates this concept. All of this assumes 
the transformer is new. 


Insulation Coordination 


In a field installation, an arrester is normally placed directly in front of the transformer to afford it 
protection from transient voltages produced on the system. Curve E in Fig. 10.42 is a metal oxide arrester 
protective curve established in a manner similar to that described in IEEE standard C62.2. The curve is 
specified by three points: 


1. The front of wave voltage held by the arrester plotted at 0.5 ps 
2. The 8 x 20 us voltage plotted at 8.0 1s 
3. The switching surge voltage plotted in straight line from 30 to 2000 ps 


The protective ratio is established by dividing the transformer insulation capability by the arrester 
protective level for the wave shape of interest. For example, in Fig. 10.42, the protective level for a switching 
surge is on the order of 177% or (0.83/0.47) x 100. 


Additional System Considerations 


The standards reflect the growing and learning within the industry and each year they expand in breadth, 
addressing issues that are of concern to the industry. However, at present the standards are silent with 
regard to the effects of system voltage on transient response, multi-phase surges, aging or mechanical 
movements of insulation structures, oscillatory voltage excitation, temperature variations, movement of 
oil, and loading history. A prudent user will seek similar users and explore their experience base. 


Models for System Studies 


Model Requirements 


The behavior of large power transformers under transient conditions is of interest to both transformer 
designers and power engineers. The transformer designer employs detailed electrical models to establish 
a reliable and cost effective transformer insulation structure. The power engineer models not only the 
transformer, but the system, in order to investigate the effects of power system transients. 

Considerable effort has been devoted to computing the transformer’s internal transient response. 
Models of this type may contain several hundred nodes for each phase. This detail is necessary in order 
to compute the internal response in enough detail to establish an adequate transformer insulation design. 
The utility engineer usually is not interested in the internal response, but is concerned only with the 
transformer’s terminal response. Even if the transformer’s detailed models were available, their use would 
create system models too large to be effectively used in system studies. Normal practice has been to create 
a reduced order model of the transformer that represents the terminal response of the transformer. 
Experience has shown that great care must be taken to obtain a terminal model that provides a reasonable 
representation of the transformer over the frequency range of interest (Gutierrez et al., 1993; Degeneff, 
1977). 

The challenge in creating a high fidelity reduced model lies in the fact that as the size of the model is 
reduced, the number of valid eigenvalues must also decrease. In effect, any static reduction technique 
will produce a model which is intrinsically less accurate than the more detailed lumped parameters model 
(Morched et al., 1992; de Leon and Semlyen, 1992). 


Reduced Order Model 


McNutt (1974) suggested a method of obtaining a reduced order transformer model by starting with the 
detailed model and appropriately combining series and shunt capacitances. This suggestion was extended 
by de Leon (1992). This method is limited to linear models and cannot be used to eliminate large 
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proportions of the detailed models without affecting the resulting model’s accuracy. Degeneff (1978) 
proposed a terminal model developed from information from the transformer’s nameplate and capaci- 
tance measured among the terminals. This model is useful below the first resonant frequency but lacks 
the necessary accuracy at higher frequencies for system. Dommel (1982) proposed a reduced model for 
EMTP described by branch impedance or admittance matrix calculated from open and short circuit tests. 
TRELEG and BCTRAN matrix models for EMTP can be applied only for very low frequency studies. 
Morched (1992) proposed a terminal transformer model, composed of a synthesized LRC network, where 
the nodal admittance matrix approximates the nodal admittance matrix of the actual transformer over 
the frequency range of interest. This method is appropriate only for linear models. 

Gutierrez et al. (1993) and Degeneff et al. (1994) present a method for reducing both a detailed linear 
and nonlinear lumped parameter model to a terminal model with no loss of accuracy. The work starts 
with Eq. (10.105), then progresses to Eq. (10.108), and then applies Kron reduction to obtain a terminal 
model of the transformer that retains all the frequency fidelity of the initial transformer lumped parameter 
model. Gutierrez et al., (1993) and Degeneff et al. (1994) present all the appropriate equations to apply 
this technique within EMTP. 
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10.7 Transmission System Transients — Grounding 


William Chisholm 


General Concepts 


Electric power systems are often grounded, that is to say “intentionally connected to earth through a 

ground connection or connections of sufficiently low impedance and having sufficient current-carrying 

capacity to prevent the buildup of voltages which may result in undue hazard to connected equipment 

or to persons” (IEEE Std. 100). Grounding affects the dynamic power-frequency voltages of unfaulted 

phases, and influences the choice of surge protection. Also, the tower-footing impedance is an important 

specification for estimating the severity of insulator-string transient voltage for a direct lightning strike. 
Under AC fault conditions, systems can be grounded by any of three means (IEEE Std. 100) : 


* Inductance grounded, such that the system zero-sequence reactance is much higher than the 
positive-sequence reactance, and is also greater than the zero-sequence resistance. The ground- 
fault current then becomes more than 25% of the three-phase fault current. 

* Resistance grounded, either directly to ground, or indirectly through a transformer winding. The 
low-resistance-grounded system permits a higher ground-fault current (on the order of 25 A to 
several kA) for selective relay performance. 

¢ Resonant grounded, through a reactance with a value of inductive current that balances the power- 
frequency capacitive component of the ground-fault current during a single line-to-ground fault. With 
resonant grounding of a system, the net current is limited so that the fault arc will extinguish itself. 
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FIGURE 10.43 Change in resistivity with relative humidity and frequency for three typical surface materials. (Filho 
and Portela, 1987.) 


Power system transients have a variety of waveshapes, with spectral energy ranging from the power 
frequency harmonics up to broadband content in the 300-kHz range, associated with 1-ps rise and fall 
times of lightning currents and insulator breakdown voltages. With the wide frequency content of 
transient waveshapes, resonant grounding techniques offer little benefit. Also, resistance grounds that 
may be effective for power frequency can have an additional inductive voltage rise (L dI/dt) that dominates 
the transient response. Both resistive and inductive aspects must be considered in the selection of an 
appropriate ground electrode. 


Material Properties 


The earth resistivity (p, units of Q-m) dominates the potential rise on ground systems at low frequencies 
and currents. Near the surface, resistivity changes as a function of moisture, temperature, frequency, and 
electric field stress. Figure 10.43 shows that this variation can be quite large. 

Reconnaissance of earth resistivity, from traditional four-terminal resistance measurements, is a classic 
tool in geological prospecting (Keller and Frischknecht, 1982). A current I is injected at the outer two 
locations of an equally spaced line of four probes. A potential difference U then appears between the 
inner two probes, which are separated by a distance a. The apparent resistivity p, is then defined as: 


U 
= 2ta— 
Pa I 


At a given location, several measurements of Pp, are taken at geometrically-spaced values of a, such as 
(a= 1, 2, 3, 5, 10, 20, 30,...1000 m). When p, is constant with distance, the assumption of a uniform 
soil model is justified, and the effective resistivity p, for any electrode size is simply p,. However, in many 
cases, there are two or more layers of contrasting soil. The most difficult case tends to be a thin conducting 
top layer (clay, till, sand) over a thick, poorly conducting rock layer (p, < —,). This case will have an 
increasing value of p, with distance. A conservative interpretation in this case can be simplified: For flat 
electrodes, the effective resistivity, p,, equals the value of p, observed at a probe spacing of (a = 2s), where 
s is the maximum extent (for example, the radius of a ring electrode). 
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TABLE 10.3 Values of A, s, and g for Typical Ground Electrodes in Half-Plane 


Geometry A s g 
Vertical Cylindrical Rod j 

Length | and Radius r 2nrl+nr=2arl VP +r? = yP+2r? = 
Solid Conducting Cylinder j 

Length 1, Radius r 2nrl+nr VP +r? VP +21? 
Buried Circular Disk at i 

Depth h with Radius r 2nrh+nr Vh? +1? \Vh? +21? 
Buried Circular Ring at ' 

Depth h with Radius r 2urh+nr yh tr vh° +2r° 
Circular Disc on Surface f j , 

Thickness t, Radius r 2nrt+nra=nr \Utr? =r Vt? +2r? =y2r 


Oblate (disc-like) Half Spheroid 
Radius a > thickness b 
€ = SQRT(1 — b’/a?) 


Hemisphere of radius r 


Prolate (tube-like) Half Spheroid 

Radius a < length b 

€ = SQRT(1 — a’/b’) 
Rectangular Strip, 

1 long, w wide and t thick 
Two or more Vertical Rods in a 

Straight Line, total length 1, 

depth h, rod thickness w 
Buried Counterpoise at depth h, 

thickness w, total length | 
Conducting Box, 

1 long by w wide by h deep 
Buried Rectangular Plate, 

1 long by w wide at Depth h 
Buried Rectangular Grid 

1 long by w wide at Depth h 
Four Vertical Rods of length h on 

Corners of | by w Rectangle 
Four Radial Wires, on 

Corners | by w at depth h 
Surface Plate, 

1 long by w wide by t thick 


Note: There are really only three equations in Table 10.3; one for a cylinder, one for a spheroid, and one for a box. 


Ta? + 
Ttb?/(2e) In ((1+€)/(1-€)) 


2nr 


Ta? + 
tab/e arcsin € 


wt + 2(t+w) | = 2lw 


lw + 2(1+w) h = 2lh 


lw + 2(1+w) h = 2lh 


lw + 2(1+w) h 
lw + 2(1+w) h 
lw + 2(1+w) h 
lw + 2(1+w) h 
Iw + 2(l+w) h 


lw + 2(l+w) t = lw 


a (2a? +b? 

; ie 

b (2a? +b? 
w?/44P/4+h? as 
\P/44w?/4+h? =5 
\P/4+w?/4+h? =4 
VU /44+w?/4th? =5 


Different dimensions dominate the s, g, and A terms, depending on the electrode shape. 


Electrode Dimensions 


Three dimensions are relevant for analysis of electrode response under steady-state and transient condi- 
tions. Electrodes with large surface area A in contact with soil will have lower resistance, lower impedance, 
and less susceptibility to unpredictable effects of soil ionization. For objects with concave features, the 
area of the smallest convex body that can envelop it is determined. With this model, a tube has the same 
area as a solid cylinder of the same dimensions. Disk electrodes have two sides. Buried horizontal wires 


expose area on both sides of the narrow trench. Table 10.3 provides further interpretations. 


The second electrode dimension is the 3-dimensional distance from the center of the electrode to its 
outermost point. For a spheroid in a conducting half-plane, s=MAX(a,b) where a is the maximum cross- 
section radius and b is the length in the axis of symmetry. Table 10.3 shows that the 3-D extent s of 
cylinders and prisms are slightly larger than the s for a prolate spheroid of the same depth. The propagation 
time T = s/c, calculated from speed-of-light propagation at c = 3.108 m/s, is used to estimate transient 


electrode impedance. 
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The geometric radius of the electrode, g = \R +R} +R; is the third important dimension of the 
electrode, since it is used to estimate self-capacitance. For long, thin, or rectangular shapes, g = s; for a 
disc, g = V2 s; fora hemisphere, g = V3 s, 


Self-capacitance of Electrodes 


Electrode capacitance is easily calculated (Chow, 1982; Chow, 1988) and offers an elegant description of 
grounding response to transients. Also, the self-capacitance C,,,, to infinity of an arbitrary conducting 
object in full space has a useful dual relation to its steady-state resistance R in a half-space of conducting 
medium, given by Weber (1950): 


R=28 0/63 (10.141) 


where €, is the permittivity constant, 8.854 x 10°? F/m 
p is the earth resistivity, in Q-m 


The transient impedance of the same arbitrary conducting object can be modeled using the time (T) 
it takes to charge up its self-capacitance C,,,. This time cannot be less than the maximum dimension of 
the electrode, s, divided by the speed of light. An average surge impedance Z, given by the ratio T/C, can 
then be used to relate voltages and currents during any initial surge. The capacitance of an object is 
approximately (Chow, 1982): 


Cou = 8,6, V4 0A (10.142) 


self 


where A is the total surface area of the object, including both sides of disk-like objects 
Cr is a correction factor between the capacitance of the object and the capacitance of a sphere 
with the same surface area. For spheroids, 0.9 < c, < 1.14 for 0 < b/a < 8 (Chow, 1988). 


A good estimate for c,is given by the following expression: 


3.54 
c,= ang ~ 8 (10.143) 


ae. eae 
dank =. vAtho2* 


Equation (10.143) is exact for a sphere, and remains valid for a wide range of electrode shapes, from 
disc to rod. 


Initial Transient Response from Capacitance 


Once the capacitance of a conducting electrode has been estimated, its average transient impedance can 
be computed from the minimum charging time Tt. The charging time tT would be the maximum three- 
dimensional extent s, divided by the speed of light c. The transient impedance of the ground electrode 
will be seen only during the charging time, and in general it will vary somewhat around the estimated 
average value. 

Figure 10.44 gives the initial transient response of conducting spheroid electrodes. 


TABLE 10.4 Transient Impedance of Conducting Electrodes 


Shape Surface Area 3-DExtents Capacitance ‘Travel Time _ Transient Impedance 

Circular Disc 21s? s 0.9 TEs V8 s/c 47 Q 

Hemisphere 31s s 1.0 nes V12 s/c 35Q 

Long Cylinder 2mr s s 3.3 me V4rs s/c s/t = 100: 210 Q 
7.8 1 € V4rs s/t = 1000: 270 Q 
20 n € V4rs s/t = 10000: 340 Q 
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FIGURE 10.44 Relation between transient impedance and aspect ratio: spheroid electrodes in half space. 


The main observation from Fig. 10.44 is that wide, flat electrodes will have inherently better transient 
response than long, thin electrodes. This includes electrodes in both horizontal and vertical planes, so 
long leads to remote ground electrodes are defective under transient conditions. 

For compact electrodes, the response can be lumped into an inductance element (L,y, = T/Cyi) by 
ignoring electromagnetic considerations (lack of return path for inductance integrals). A potential rise 
on the earth electrode can then be estimated from the simple circuit model: 


Usecnode = R1+(17/C,a¢) al/at (10.144) 


electrode 


A numerical example for Eq. (10.144) is useful. For p = 100 Q-m, and a disc electrode of 5 m radius, 
the resistance to remote ground will be 3.2 Q and 17/C,,, = 0.8 tH. For a typical (median) lightning 
stroke with I = 30 kA and dI/dt = 24 kA/ps at the peak, the two terms of the peak potential rise will be: 


(30 kA)(3.2 Q) +(24 kA/ts)(0.8 pH) = 96 kV +19 kV. 


The inductive term is desirably low in the example, but it can dominate the response of long, thin 
electrodes in low-resistivity soil. For distributed electrodes, however, the circuit approximation in 
Eq. (10.144) eventually fails as rate of current rise (dI/dt) increases. 


Ground Electrode Impedance over Perfect Ground 


The per-unit inductance L of a distributed grounding connection over a conducting plane can be 
calculated from the surge impedance Z of the wire and its travel time T: 


Laves7 C (10.145) 


self 
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where 


Z = 60 In (2h/r), the surge impedance (Q) of a wire of radius r over a ground plane at a height h 
t = s/c, the maximum length of the wire (m) divided by the speed of light (3.0 x 108 m/s). 


Ground Electrode Impedance over Imperfect Ground 


When the electrode is placed over imperfect ground, the effective return depth of current will increase. 
Bewley (1963) suggests that the plane for image currents, in his tests of buried horizontal wires, was 
61 m (200’) below the earth surface. Some analytical indication of the increase in return depth is given 
by the normal skin depth, 6 = 1/,/nfu,/p, which decreases from 460 m (60 Hz) to 11 m (100 kHz) for 
50 Q-m soil. Deri (1981) proposes a more complete approach, with a frequency-dependent complex 
depth p, as follows: 


a jou, _ a(h+p] 
27 r 


(10.146) 


where 


p is a complex depth, 1/,/jop,0 

@ is 27 times the frequency, Hz 

ut, is 47 x 10-7 H/m 

© is the conductivity, Siemens/m (1/p) 


For good soil with a resistivity of 50 Q-m, the complex depth is 230 (1 —j) m at 60 Hz and 5.6 (1—j) m 
at 100 kHz. The complex depth is related to the normal skin depth by the relation 1/p = (1 + j) 1/6. 


Analytical Treatment of Complex Electrode Shapes 


Simple analytical expressions are documented for a variety of regular electrode shapes (see, e.g., Smythe, 
1950; Weber, 1950; Keller and Frischknecht, 1982; Sunde, 1949). However, grounding of electrical systems 
often consists of several interconnected components, making estimation of footing resistance more 
difficult. The tower foundation can bea single or (more typically) four concrete cylinders, often reinforced 
with steel. In the preferred case, the steel is bonded electrically, and a grounding connection is brought 
out of the form before the concrete is poured. In areas with low soil resistivity, four concrete footings 
can often provide a low tower resistance without supplemental electrodes. In some cases on both trans- 
mission and distribution systems, a metal grillage (or pole butt-wrap) is installed at the base after 
excavation. This deep electrode is more effective than a surface electrode of the same area. Also, grillage 
and pole-wrap electrodes are protected from vandalism and frost damage. 

Supplemental grounding electrodes are often installed during line construction or upgrade. The 
following approaches are used: 


+ Horizontal conductors are bonded to the tower, then buried at a practical depth. 

* Vertical rods are driven into the soil at some distance from the tower, then bonded to the tower 
base, again using bare wires, buried at a practical depth. 

+ Supplemental guy wires are added to the tower (often for higher mechanical rating) and then 
grounded using rock or soil anchors at some distance away. 


Supplemental grounding should be considered to have a finite lifetime of five to twenty years, especially 
in areas where the soil freezes in winter. Also, auxiliary electrodes such as rock anchors should be designed 
to carry their share of impulse current, and to withstand the associated traverse forces. 

The resistance of an electrode that envelops all contacts can be used to obtain a good estimate of the 
combined resistance of a complex, interconnected electrode. The resistance of a solid electrode is: 
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Ones? 
eo ran inn (10.147) 
TS 


where 


s is the three-dimensional distance from the center to the furthest point on the electrode 
A is the convex surface area that would be exposed if the electrode were excavated 
e is the exponential constant, 2.718 (noting 2 1 e = 17) 


The resistance can also be based on the geometric radius g rather than the maximum dimension s: 


11.8° 
geometric > p In : ( 10.48) 
21g A 
where 
g = ,/R2 + R? + R?, the geometric radius of the electrode 
R,, ,, = maximum x, y, and z dimensions 


11.8 =(27 &3)/3 


If the electrode is a wire frame, rather than a solid, then a small correction should be added to the 
geometric resistance: 


ae frame = By oasis + P; /l ( 10. 149) 
where 


lis the total length of the wire frame 
P is the resistivity of the upper layer of soil (the layer next to the wire) 


Numerical Treatment of Complex Electrode Shapes 


The effectiveness of supplemental grounding can be conveniently evaluated and visualized using a numer- 
ical solution to Laplace’s equation in two dimensions. This is readily accomplished using a spreadsheet 
(such as Excel™) and the following steps: 


* Define a rectangular problem space, for example a 50 x 50 box with each cell representing 1 x 1 m. 

* Calculate the resistance between nodes, R,, = p/(27A) where A is the spacing between nodes. 

+ Highlight the perimeter of the box and set all the values to 0 (the boundary condition). 

* Disable iterative calculation (in Excel, at the Tools...Options...Calculation menu). 

+ Fill the interior of the box with the two-dimensional finite-difference operator (Sadiku, 1992). 
For the Laplace equation, this operator is simply the average of the four adjacent cells, for example 
cell G5, = 0.25*(G4 + G6 + F5 + H5). Ignore error messages about circular references. 

* Calculate the resistances R, of each individual electrode, using Eq. (10.147) or (10.148). Buried 
interconnection wire should use the resistance associated with the wire radius and the cell spacing A. 

* Set the potentials at each electrode location to (0.25*(G4 + G6 + F5 + H5)/R,, + 1/R,)/(4/Ray + 
1/R,), again using cell G5 as an example. 

+ Enable iterative calculation (in Excel, at the Tools...Options...Calculation menu) and set conver- 
gence to a small value. 

* Form the sum of all potentials just adjacent to the boundary of the problem space. Each term is 
proportional to the current density at that point, so the sum (integral), divided by Rab, gives the 
total current flowing ‘out’ of the problem space. 

* Compute the input current at each electrode, which will be the unit potential minus the node 
potential, divided by the electrode resistance. 
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FIGURE 10.45 Numerical solutions of Laplace equation for 3-m rods at 1-m grid spacing. 


* Form the sum ofall input currents, which should agree with the current at the boundary after iteration. 

+ Iterate the solution manually (F9 key) or automatically until convergence is achieved to a tolerance 
of about 1 part in 10°. 

* Modify the electrode the shape, size, and configurations as desired and observe changes in resistance. 

* Use the three-dimensional plot tool to observe areas of high step and touch potential differences. 


There are many approximations and possible errors in the numerical procedure, based on cell size and 
soil resistivity. However, Fig. 10.45 illustrates the power of the visualization for driven rods: 

The relative reduction in resistance is largest when the second electrode is added and additional nearby 
rods are seen to be less effective at the assumed spacing of A = 1m. 


Treatment of Multilayer Soil Effects 


Generally, the treatment of footing resistance in lightning calculations considers a homogeneous soil with 
a finite conductivity. This treatment, however, seldom matches field observations, particularly in areas 
where grounding is difficult. Under these conditions, a thin layer of conducting clay, till, or gravel often 
rests on top of insulating rock. The distribution of resistivity values for a particular overburden material 
and condition can be narrow, with standard deviations usually less than 10%. However, the variation of 
overburden depth with distance can be large. Airborne electromagnetic survey techniques at multiple 
frequencies in the 10-100 kHz range offer an inexpensive new method of reconnaissance of the over- 
burden parameters of resistivity and depth. 

Once a resistivity survey has established an upper-layer resistivity p,, a layer depth d and a lower-layer 
resistivity P,, the equivalent resistivity p, can be computed. For a disk-like electrode buried just below 
the surface. p, is given approximately by the following three equations: 


i+c&t 
p, 4 


ee ge 
d 


P. =P, 


Case 1: Upper Layer (p,) > Lower Layer (P,) 


1 
0.8 
ua4( 2] 
P; 


1 


0.8 0.5 
uae] {m2] 
P, p, 4 


These equations provide an empirical fit to the solution of elliptic-integral potentials given by (Zaborsky, 1955). 


C= 


Case 2: Upper Layer (p,) < Lower Layer (p,) 


C= 
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FIGURE 10.46 Relative effective resistivity versus ratio of electrode radius to upper layer depth, with resistivity 
ratio as a parameter. 


Normally, electrode penetration through an upper layer would only be desirable in extreme examples of 
Case 1 (p, > P,). Rather than recomputing the effective resistivity with revised image locations, the effects 
of the upper layer can be neglected, with the connection through p, providing only series self-inductance. 


Layer of Finite Thickness over Insulator 


A simpler two-layer soil treatment is appropriate for Case 2 when p, > ,, e.g., (Loyka, 1999). Under 
these conditions, the following summation (n = 1,2,3,...c¢) describes the resistance of a single sphere of 
radius s in a finitely conducting slab with resistivity p, and thickness d: 


R= p/a(s+-24[y ve + (2nd) 
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FIGURE 10.47. Asympotic behavior of spherical electrodes in conducting layer. 
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Treatment of Soil Ionization 


Under high electric fields, the air will ionize and effectively become a conductor. The transient electric 
fields needed to ionize small volumes of soil, or to flashover across the soil surface are typically between 
100 kV/m and 1000 kV/m (Korsuncev, 1958; Oettle, 1988). Considering that the potential rise on a small 
ground electrode can reach 1 MV, the origins of 10-m furrows around small (inadequate) ground 
electrodes after lightning strikes becomes clear. Surface arcing activity is unpredictable and may transfer 
lightning surge currents to unprotected facilities. Thus, power system ground electrodes for lightning 
protection should have sufficient area and multiplicity to limit ionization. 

Korsuncev used similarity analysis to relate dimensionless ratios of s, p, resistance R, current J, and 
critical breakdown gradient Eo as follows: 


[0 eae he (10.150) 
27 A 
IL, = pI/(Eos’) (10.151) 
TI, = MIN(IT?, 0.26 11;°*'} (10.152) 
R=pIl,/s (10.153) 


where 


s is the three-dimensional distance from the center to the furthest point on the electrode, m 
T is the electrode current, A 

p is the resistivity, Q-m 

Eo is the critical breakdown gradient of the soil, usually 300 to 1000 kV/m 

R is the resistance of the ground electrode under ionized conditions 


The calculation of ionzied electrode resistance proceeds as follows: 


- A value of []) is calculated from Eq. (10.150). This un-ionized value will range from TT? = 0.159 
(for a hemisphere) to 1.07 for a 3-m long, 0.01-m radius cylinder. 

- A value of I], is calculated from Eq. (10.151). For a 3-m rod at 100 kA in 100 Q-m soil, with Eo 
of 300 kV/m, the value of I], = 3.7 is obtained. 

- A value of J], is computed from J], using 0.26 [],°*!. This value, from Eq. (10.152), represents 
the fully ionized sphere with the gradient of Eo at the injected current; for the rod example, I, = 
0.173. 

* If the ionized value of [], is not greater than [])’, then there is not enough current to ionize the 
footing, so the un-ionized resistance from II? will be seen for the calculation of resistance in 
Eq. (10.153). For the 3-m rod, ionization reduces the low-current resistance of 36 Q to 6 Q at 100 kA. 


In two-layer soils with sparse electrodes, ionization effects will tend to reduce the contact resistance 
[from Eq. (10.149)] without altering the surface area A or characteristic dimension s. This will tend to 
reduce the influence of ionization. 


Design Recommendations 


The following advice is especially relevant for transmission towers or other tall structures, where a low- 
impedance ground is needed to limit lightning-transient overvoltages. 
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Choose a wide, flat electrode shape rather than a long, thin shape. Four radial wires of 60 m will 
be two to eight times more effective than a single radial wire of 240 m under lightning surge 
conditions. 

Take advantage of natural elements in the structure grounding, such as foundations and guy 


anchors, by planning for electrical connections and by extending radial wires outwards from these 
points. 
In rocky areas, use modern airborne techniques to survey resistivity and layer depth using several 


frequencies up to 100 kHz. Place towers where conductive covering material is deep. 


Provide grounding staff with the tools and techniques to pre-estimate the amount of wire required 
for target footing impedance values, using simple interpretation of two-layer soil data. 


Near areas where transferred lightning potentials could be dangerous to adjacent objects or 
systems, use sufficient electrode dimensions to limit ionization, that is, to remain on the Tl? 
characteristic. 
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Appendix A: Relevant IEEE Grounding Standards 
ANSI/IEEE Std 80-1986: IEEE Guide for Safety in AC Substation Grounding 


Presents essential guidelines for assuring safety through proper grounding at AC substations at all voltage 
levels. Provides design criteria to establish safe limits for potential differences within a station, under 
fault conditions, between possible points of contact. Uses a step-by-step format to describe test methods, 
design and testing of grounding systems. Also provides English translations of three fundamental papers 
on grounding by Rudenberg, Laurent, and Zeitschrift. 


IEEE Std. 81-1983: IEEE Guide for Measuring Earth Resistivity, Ground Impedance, and Earth Surface 
Potentials of a Ground System 


The present state of the technique of measuring ground resistance and impedance, earth resistivity, and 
potential gradients from currents in the earth, and the prediction of the magnitude of ground resistance 
and potential gradients from scale-model tests are described and discussed. Factors influencing the choice 
of instruments and the techniques for various types of measurements are covered. These include the 
purpose of the measurement, the accuracy required, the type of instruments available, possible sources 
of error, and the nature of the ground or grounding system under test. The intent is to assist the engineer 
or technician in obtaining and interpreting accurate, reliable data. The test procedures described promote 
the safety of personnel and property and prevent interference with the operation of neighboring facilities. 


IEEE Std. 81.2-1991: IEEE Guide for Measurement of Impedance and Safety Characteristics of Large, 
Extended or Interconnected Grounding Systems 


Practical instrumentation methods are presented for measuring the AC characteristics of large, extended, 
or interconnected grounding systems. Measurements of impedance to remote earth, step and touch 
potentials, and current distributions are covered for grounding systems ranging in complexity from small 
grids (less than 900 m?) with only a few connected overhead or direct-burial bare concentric neutrals, 
to large grids (greater than 20,000 m?) with many connected neutrals, overhead ground wires (sky wires), 
counterpoises, grid tie conductors, cable shields, and metallic pipes. This standard addresses measurement 
safety; earth-return mutual errors; low-current measurements; power-system staged faults; communica- 
tion and control cable transfer impedance; current distribution (current splits) in the grounding system; 
step, touch, mesh, and profile measurements; the foot-equivalent electrode earth resistance; and instru- 
mentation characteristics and limitations. 


IEEE Std. 367-1996: IEEE Recommended Practice for Determining the Electric Power Station Ground 
Potential Rise and Induced Voltage from a Power Fault 


Information for the determination of the appropriate values of fault-produced power station ground 
potential rise (GPR) and induction for use in the design of protection systems is provided. Included are 
the determination of the appropriate value of fault current to be used in the GPR calculation, taking into 
account the waveform, probability, and duration of the fault current; the determination of inducing 
currents, the mutual impedance between power and telephone facilities, and shield factors; the vectorial 
summation of GPR and induction; considerations regarding the power station GPR zone of influence; 
and communications channel time requirements for noninterruptible services. Guidance for the calcu- 
lation of power station ground potential rise (GPR) and longitudinal induction (LI) voltages is provided, 
as well as guidance for their appropriate reduction from worst-case values, for use in metallic telecom- 
munication protection design. 


IEEE Std. 524a-1993: IEEE Guide to Grounding During the Installation of Overhead Transmission Line 
Conductors—Supplement to IEEE Guide to the Installation of Overhead Transmission Line Conductors 


General recommendations for the selection of methods and equipment found to be effective and practical 
for grounding during the stringing of overhead transmission line conductors and overhead ground wires 
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are provided. The guide is directed to transmission voltages only. The aim is to present in one document, 
sufficient details of present day grounding practices and equipment used in effective grounding and to 
provide electrical theory and considerations necessary to safeguard personnel during the stringing oper- 
ations of transmission lines. 


IEEE Std. 789-1988 (R1994): IEEE Standard Performance Requirements for Communications and Control 
Cables for Application in High Voltage Environments 


Requirements are set forth for wires and cables used principally for power system communications and 
control purposes that are located within electric power stations, installed within the zone of influence of 
the power station ground potential rise (GPR), or buried adjacent to electric power transmission and 
distribution lines. The cables can be subjected to high voltages either by conduction or induction 
coupling, or both. Cable specifications that ensure overall reliability in high-voltage environments are 
provided. Environmental considerations, operating service conditions, installation practices, and cable 
design requirements are covered. Design tests, routine production tests, and physical and electrical tests 
are included. 


IEEE Std. 837-1989 (R1996): IEEE Standard for Qualifying Permanent Connections Used in Substation 
Grounding 


Directions and methods for qualifying permanent connections used for substation grounding are provided. 
Particular attention is given to the connectors used within the grid system, connectors used to join ground 
leads to the grid system, and connectors used to join the ground leads to equipment and structures. The 
purpose is to give assurance to the user that connectors meeting the requirements of this standard will 
perform in a satisfactory manner over the lifetime of the installation provided, that the proper connectors 
are selected for the application, and that they are installed correctly. Parameters for testing grounding 
connections on aluminum, copper, steel, copper-clad steel, galvanized steel, stainless steel, and stainless- 
clad steel are addressed. Performance criteria are established, test procedures are provided, and mechanical, 
current-temperature cycling, freeze-thaw, corrosion, and fault-current tests are specified. 


IEEE Std. 1048-1990: IEEE Guide for Protective Grounding of Power Lines 


Guidelines are provided for safe protective grounding methods for persons engaged in deenergized 
overhead transmission and distribution line maintenance. They comprise state-of-the-art information 
on protective grounding as currently practiced by power utilities in North America. The principles of 
protective grounding are discussed. Grounding practices and equipment, power-line construction, and 
ground electrodes are covered. 


IEEE Std. 1050-1996: IEEE Guide for Instrumentation and Control Equipment Grounding in Generating 
Stations 


Information about grounding methods for generating station instrumentation and control (I & C) 
equipment is provided. The identification of I & C equipment grounding methods to achieve both a 
suitable level of protection for personnel and equipment is included, as well as suitable noise immunity 
for signal ground references in generating stations. Both ideal theoretical methods and accepted practices 
in the electric utility industry are presented. 


IEEE Std. 1243-1997: IEEE Guide for Improving the Lightning Performance of Transmission Lines 


Procedures for evaluating the lightning outage rate of overhead transmission lines at voltage levels of 
69 kV or higher are described. Effects of improved insulation, shielding, coupling and grounding on 
backflashover, and shielding failure rates are then discussed. 


IEEE Std. 1313.1-1996: IEEE Standard for Insulation Coordination—Definitions, Principles, and Rules 


The procedure for selection of the withstand voltages for equipment phase-to-ground and phase-to-phase 
insulation systems is specified. A list of standard insulation levels, based on the voltage stress to which the 
equipment is being exposed, is also identified. This standard applies to three-phase AC systems above 1 kV. 
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IEEE Std. 1410-1997: IEEE Guide for Improving the Lightning Performance of Distribution Lines 


Procedures for evaluating the lightning outage rate of overhead distribution lines at voltage levels below 
69 kV are described. Effects of improved insulation, shielding, coupling, and grounding for direct strokes 
and induced over-voltage are then discussed. 


10.8 Insulation Coordination 


Stephen R. Lambert 


Insulation coordination is the art of correlating equipment electrical insulation strengths with expected 
overvoltage stresses so as to result in an acceptable risk of failure while considering economics and 
operating criteria (McNutt and Lambert, 1992). 

Insulation properties can be characterized as self-restoring and non-self-restoring. Self-restoring insu- 
lation has the ability to “heal” itself following a flashover, and such insulation media are usually associated 
with a gas — air, SF,, etc. Examples include overhead line insulators, station buswork, external bushing 
surfaces, SF, buswork, and even switchgear insulation. With self-restoring insulation, some flashovers 
are often acceptable while in operation. An EHV transmission line, for example, is allowed to experience 
occasional line insulator flashovers during switching operations such as energizing or reclosing, or as a 
result of a lightning flash striking the tower, shield wires, or phase conductors. 

Non-self-restoring insulation is assumed to have permanently failed following a flashover, and repairs 
must be made before the equipment can be put back into service. Insulation such as oil, oil/paper, and 
solid dielectrics such as pressboard, cross-link polyethylene, butyl rubbers, etc. are included in this 
insulation class. Any flashover of non-self-restoring insulation, say within a transformer or a cable, is 
unacceptable as such events usually result in lengthy outages and costly repairs. 

The performance level of self-restoring insulation is usually addressed and defined in terms of the 
probability of a flashover. Thus, for a specific voltage stress, a given piece of insulation has an expected 
probability of flashover — e.g., a 1 meter conductor-to-conductor gap exposed to a 490 kV switching 
surge, would be expected to have a 50% chance of flashover; with a 453 kV surge, the gap would be 
expected to have a 10% chance of flashover, etc. Consequently, when self-restoring insulation is applied, 
the procedure is to select a gap length that will give the overall desired performance (probability of 
flashover) as a function of the stress (overvoltages) being applied. 

For non-self-restoring insulation, however, any flashover is undesirable and unacceptable, and conse- 
quently for application of non-self-restoring insulation, a capability is selected such that the “100%” 
withstand level (effectively a zero percent chance of flashover) of the insulation exceeds the highest 
expected stress by a suitable margin. 


Insulation Characteristics 


Self-restoring (as well as non-self-restoring) insulation has, when exposed to a voltage, a probability of 
flashover that is dependent on: 


+ the dielectric material (air, SF, oil...) 

+ the waveshape of the stress (voltage) 

+ the electrode or gap configuration (rod-rod, conductor to structure...) 
+ the gap spacing 

* atmospheric conditions (for gases) 


Probability of Flashover (pfo) 


Assuming the flashover characteristics of insulation follow a Gaussian distribution, and this is a good 
assumption for most insulation media (air, SF,, oil, oil/paper), the statistical flashover characteristics of 
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insulation can be described by the V9, or mean value of flashover, and a standard deviation. The Vso, 
is a function of the rise time of the applied voltage, and when at a minimum, it is usually known as the 
Vero OF critical flashover voltage. 

Consequently, for a given surge level and insulation characteristic, the pfo of a single gap can be 
described by “p,” and can be determined by first calculating the number of standard deviations the stress 
level is above or below the mean: 


V.-V. 
= stress “e - ( 10 A 1] 54) 
1 standard deviation 


For air insulation, one standard deviation is either 3% of the V;., for fundamental frequency (50-60 Hz) 
voltages and for lightning impulses or 6% of the Vo, for switching surge impulses. That the standard 
deviation is a fixed percentage of the V;9,, and is not a function of gap length is very fortuitous and 
simplifies the calculations. Once the number of standard deviations away from the mean has been found, 
then by calculation or by entering a table, the probability of occurrence associated with that number of 
standard deviations is found. 


Example: 


Assume an insulator has a V9, of 1100 kV with a standard deviation of 6%, and a switching overvoltage 
of 980 kV is applied to the insulation. The stress is 1.82 standard deviations below the mean: 


_ 980-1100 
0.06 x 1100 (10.155) 


=—1].82 standard deviations below the mean 


By calculation or table, the probability associated with —1.82 standard deviations below the mean (for a 
normal distribution) is 3.4%. Thus, there is a 3.4% chance of insulation flashover every time the insulation 
is exposed to a 980 kV surge. 

The physics of the flashover mechanism precludes a breakdown or flashover below some stress level, 
and this is generally assumed to occur at 3.5—4 standard deviations below the mean. 


Multiple Gaps per Phase 


The probability of flashover, P,, for n gaps in parallel (assuming the gaps have the same characteristics 
and are exposed to the same voltage) can be described by the following equation where p is the probability 
of flashover of one gap. This mathematical expression defines the probability of one or more gaps flashing 
over, but practically only one gap of the group will flashover as the first gap to flashover reduces the 
voltage stress on the other gaps. 


P, =1-(1-p) (10.156) 


Multiple Gaps and Multiple Phases 


Analysis of some applications may not only require consideration of multiple gaps in a given phase but also 
of multiple phases. Consider the pfo analysis of a transmission line; during a switching operation, for example, 
multiple towers are exposed to surges and at each tower, each of the three phases is stressed (typically by 
different surge magnitudes). Thus it is important to consider not only the multiple gaps associated with the 
multiple towers, but also all three phases often need to be considered to determine the overall line probability 
of flashover. The overall probability of flashover for a given surge, PFO, can be expressed as: 
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PFO=1-(1-pfo, ,)' (1-pfo,,,) (I-pfo,,.)" (10.157) 


where pfo,,, is the pfo of the x phase for the given surge, n 
g is the number of towers (gaps in parallel) 


The simultaneous analysis of all three phases can be important especially when various techniques are 
used to substantially suppress the surges (Lambert, 1988). 


Flashover Characteristics of Air Insulation 


Voltage Waveshape 

Waveshapes used for testing and for determining the flashover response of insulation have been stan- 
dardized by various groups and while there is not 100% agreement, the waveshapes used generally 
conform to the following: 


+ Fundamental frequency 50 or 60 Hz sine wave (8000 us rise time) 
+ Switching impulse 200-250 ps by 2000 ps 
- Lightning impulse 1.2 us by 50 ps 


The impulse waveshapes are usually formed by a double exponential having the time to crest indicated 
by the first number and the time to 50% of the crest on the tail of the wave indicated by the second 
number. Thus, a lightning impulse would crest at 1.2 us and following the crest, would fall off to 50% 
of the crest at 50 us. 

Fundamental frequency characteristics have been published, and typical values are indicated in 
Fig. 10.48 (Aleksandrov et al., 1962; EPRI, 1982). 

Equations have also been published which define the typical responses to positive polarity switching 
and lightning impulses (Fig. 10.49). Insulation usually has a lower withstand capability when exposed to 
positive polarity impulses than when exposed to negative impulses; thus, designs are usually based on 
positive magnitude impulses. 
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FIGURE 10.48 V/,, for fundamental frequency waveshapes. 
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FIGURE 10.49 V3,, for impulses. 


For switching surge impulses (Gallet et al., 1976): 


Vaan =k kV (10.158) 
lee 
d 
For lightning impulses: 
Vis =K*500*d kV (10.159) 


where k is an electrode factor reflecting the shape of the electrodes (Paris, 1967) 
d is the electrode gap spacing in meters 
Electrode Configuration 


Electrode configuration has a pronounced effect on the V.,, characteristics, and this is reflected as a gap 
or electrode factor, k (Paris, 1967). Examples of k are: 


rod — plane 1.00 
conductor — structure 1.30 
rod — rod 1.30 
conductor — conductor 1.40 
conductor — rod 1.65 


Effect of Insulator 


The presence of an insulator in a gap tends to reduce the gap factor from those given above, mainly due 
to the terminal electrode configuration (and intermediate flanges for multi-unit column bus support 
insulators). The reduction increases with increased gap factor and typical correction values may be found 
in Fig. 10.50. Note that these corrections are subject to variations (Thione, 1984). 

Rain has little effect on a gap without an insulator, however, rain does reduce the gap factor when an 
insulator is present. Reductions as high as 20% have been noted, but in general, a reduction of 4-5% is 
typical (Thione, 1984). 
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FIGURE 10.50 Gap factor correction for presence of insulator. 


Effect of Atmospheric Conditions on Air Insulation 


Vso, for gases is affected by temperature, atmospheric pressure, and humidity, and for air the correction 
can be expressed as: 


H n 
Vso, ambient — Vis006, STP (%} (10.160) 


where H, is the humidity correction factor 
n is a gap length correction factor 
6 is the relative air density correction factor 


The correction for temperature and pressure, 5, is known as the RAD (relative air density) correction 
factor and is expressed by: 


0.386 Him oftig 
II+ on 


where Hinm of Hg is the atmospheric pressure in mm of Hg 
Toc is the temperature in °C 
The humidity correction factor, H,, is given in IEEE 4 (1978) and can be expressed approximately by: 


H, =1.1—0.00820* H,, (10.162) 


=1.1—0.008071* VP 


where H,, is the absolute humidity in g/m? 
VP is the vapor pressure in mm of Hg 


For switching impulses (and fundamental frequency), the effect of the RAD and humidity on Vo, is, 
however, a function of the gap length and has less effect on longer gap than on shorter gap lengths. For 
lengths of 0-1 m, the “n” correction factor is 1.0; from 1-6 m, the correction decreases linearly from 
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FIGURE 10.51 Altitude correction factors. 


1.0 to 0.4; and for lengths greater than 6 m, the factor is 0.4. There is no gap length correction for positive 
lightning impulses (EPRI, 1982; EPRI, 1975; EEI, 1968). Other approaches for humidity corrections can 
be found in Menemenlis et al. (1988); Thione (1984); Feser and Pigini (1987). 


Altitude 


Corrections for altitude are also important as the insulation capability drops off about 10% per 1000 m 
as shown in Fig. 10.51. There are various equations for the altitude correction factor (ACF), and the 
following expression is representative of most in use (IEEE 1312, 1999): 


Ht 


ACF=e #00 


where Ht is the altitude in meters 


Insulator Contamination 


Insulator contamination is an important issue for fundamental frequency voltage considerations, and the 
equivalent salt density, ESDD, approach is extensively used as a design tool. The contamination severity 
is defined by the ESDD in mg/cm”, and an insulator creepage distance, in terms of MM/KVyn,, phase to phase? 
can then be selected (IEC 815, 1986). Note that insulator/bushing shed/skirt design has a significant 
impact on the performance, and some past designs performed poorly due to skirt configuration even 
though they had large creepage distances. With the ESDD approach, insulators are tested to define their 
expected performance. Table 10.5 shows the relationship between contamination level, ESDD, and rec- 
ommended creepage distances. 

Altitude also has an effect on the performance of contaminated insulation, and the degradation of 
capability as a function of altitude may be found in Fig. 10.51 (Mizuno et al., 1997). 


Example: 

Assume ten identical substation bus support insulators in parallel located in a 500 kV substation located 
at sea level; this configuration can be described as an air gap, conductor to rod configuration at standard 
atmospheric conditions. Assume that an overall probability of flashover for the ten gaps of 0.5% is desired 
when the configuration is exposed to a switching surge of 939 kV (2.3 pu on a 500 kV system). What is 
the required gap clearance in meters? 
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TABLE 10.5 Relationship Between Contamination Level, ESDD, and Recommended Creepage Distances 


Minimum Recommended 


Contamination Creepage Distance 
Level Example ESDD (mg/cm?) (mM/KVyins, phase to phase) 
Light Low industrial activity 0.03-0.06 16 
Medium Industrial activity — some exposure to 0.1-0.2 20 
wind from the sea 
Heavy Industrial area and areas close to the sea 0.3-0.6 25 
Very Heavy Heavy industrial or sea coast area >0.6 31 


The desired pfo of one gap, p, then should be: 


10 
P04, gaps = 0-005 = 1—-(1—p) 
and 
1/10 
p=1-—(1—0.005) 
=0.0005011 


From tables or calculations for a normal or Gaussian distribution, a probability of 0.0005011 corresponds 
to 3.29 standard deviations below the mean (Vsoo,). Therefore, the desired Vso, value is: 


939 KV = Vip, (1— 3.29 0.06) 
and 
Veogg = 1170 kV 


50% 


A standard deviation of 6% is often used for the air gap for switching surge stresses. 
With the V9, of 1170 kV and noting that a conductor to rod gap has a k factor of 1.65 assumed to 
be reduced to 1.42 due to the presence of the insulator, the desired gap spacing value can be calculated by: 


1170kV= iaoe” 


ea 
d 
and 


d=2.56 meters 


Application of Surge Arresters 


Surge arresters are used to limit overvoltages and as a result, allow reductions in the clearances required 
for self-restoring gaps (e.g., transmission line towers) as well as the capability required for non-self- 
restoring insulation such as transformer windings. In most applications the proper approach is to deter- 
mine the minimum arrester rating that can be applied without resulting in damage to the arrester, and 
then to define the insulation level required so as to result in an acceptable probability of flashover or risk 
of failure. 
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For a transmission line application, for example, although the arrester reduces higher magnitude surges 
to lower levels, the line is still allowed to have a finite, albeit low, probability of flashover for a specific 
switching operation. Thus, the arrester, by limiting the higher magnitude surges, allows smaller conduc- 
tor-to-tower clearances. 

However, when arresters are used to protect a transformer for example, an insulation level is selected 
that has a significantly higher capability than the maximum surge allowed by the arrester. This margin 
between the arrester protective level (lightning or switching surge) is a function of various considerations 
as well as the conservatism of the person applying the arrester/insulation system. 

Today, for new applications, only metal oxide (ZnO) arresters are being applied. Although there are 
certainly many of the gapped, silicon carbide type arresters still in service and which still perform 
effectively, in what follows, only metal oxide arresters will be considered to protect insulation. Successful 
application requires that the arrester survive the electrical environment in which it is placed, and the 
following arrester capabilities must be carefully considered: 


MCOV — maximum fundamental frequency continuous operating voltage applied to the arrester 
TOV — temporary fundamental frequency overvoltages to which the arrester may be exposed 
Energy — the energy which must be absorbed by the arrester when limiting switching surges 


MCOV — The highest system voltage which can be continuously applied to the arrester needs to be 
determined and the arrester capability, its MCOV rating, should at least be equal to and should usually 
exceed the highest continuous system voltage by some small margin. For example, if a nominal 345 kV 
system is never operated above 352 kV, then the maximum continuous voltage that would be expected to 
be applied to a line to ground arrester would be 352kV/V3 = 203.2 kV. With today’s typical arresters, the 
next highest available MCOV capability would be 209 kV and is associated with an arrester rated 258 kV. 

TOV — On occasion, the fundamental frequency voltage applied to an arrester will exceed the expected 
MCOV. Examples include fault conditions during which line-to-ground voltages on unfaulted phases 
can rise significantly (as high as phase-to-phase voltage for ungrounded systems); rise in line voltage 
when energizing a transmission line (ferranti effect); and voltages that occur during load rejection 
events — these are usually associated with voltages experienced on a radial transmission line emanating 
from a generating plant when the load terminal of the line opens unexpectedly. 

Energy — When an arrester limits switching surges on a transmission line, it can absorb a significant 
amount of energy, and it can be important to examine events and determine the energy that could be 
absorbed. Exceeding the arrester’s capability could result in immediate damage to the arrester and failure. 
It is also important to the arrester’s TOV capability as absorbing energy heats the arrester material, and 
application of a significant temporary overvoltage immediately following absorption of a significant 
amount of energy could result in thermal runaway and arrester failure. 

Following selection of an arrester that would be expected to survive the electrical environment (i.e., 
the minimum rated arrester), the protective levels of the arrester must be correlated with the insulation 
capability and acceptable margins between the protective levels and the insulation capability achieved. 

The protective level or discharge voltage of an arrester is the voltage magnitude to which the arrester 
will limit the voltage while discharging a surge, and these levels are a function of the waveshape and rise 
time of the surge as well as the current magnitude of the discharge. In general, the discharge or protective 
levels considered for coordination with insulation capability are: 


+ a 10kA, 8 X 20 us discharge for coordination with the insulation full wave or lightning impulse 
(BIL) capability, and 
* a 0.5-2.0 kA, 36 x 90 ps discharge for coordination with the switching impulse capability. 


There should always be margin between the protective level of the arrester and the insulation capability 
to allow for uncertainties in arrester protective levels due to surge rise times, discharge currents, and 
arrester separation distance (faster rise times, higher currents, and longer separation distance or lead 
lengths generate higher protective levels). Uncertainties in insulation capability include reduced insulation 
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strength due to aging (especially for paper insulation in transformers for example) and limitations of 
the ability of laboratory dielectric testing to accurately relate to field conditions. 

In the author’s opinion, a margin of at least 40% is appropriate unless all the uncertainties and the 
risks are carefully evaluated. 


Examples of Surge Arrester Application (Non-Self-restoring Insulation) 


34.5 kV System Application 

Surge arresters are to be applied line-to-ground at the terminals of a circuit breaker (38 kV rating, 150 
kV BIL) used on a solidly grounded 34.5 kV system. The highest expected continuous system voltage is 
37 kV, and during fault conditions, the phase-to-ground voltage can rise to 1.4 pu or 27.9 kV. Faults can 
persist for 20 cycles. 

The maximum line-to-ground voltage is 37/V3 = 21.4 kV, and the MCOV of the arrester must meet 
or exceed this value. An arrester rated 27 kV would be acceptable as it has an MCOV of 22.0 kV. The 
1 second TOV capability of the arrester is 31.7 kV, and as this exceeds the 27. 9 kV phase-to-ground 
voltage expected during faults, the 27 kV arrester meets the TOV criteria as well. 

A 27 kV arrester has a 10 kA discharge level of 67.7 kV, and thus the margin between the discharge 
or protective level and the insulation BIL is (150/67.7 x 100 — 100) or 121%. This margin is obviously 
more than adequate, and selection of an arrester rated 27 kV would be appropriate. 


500 kV System Application 

A 500 kV shunt reactor (solidly grounded neutral) is being applied at the end of a 300 km, 500 kV 
transmission line, and arresters are to be applied line-to-ground on the terminals of the reactor to limit 
surges to reasonable levels. The reactor is solidly connected to the line and is switched with the line, and 
the substation at which the reactor resides is at an altitude of 1800 m. The highest expected continuous 
system voltage is 550 kV. During line switching operations, the circuit breaker at the reactor terminal 
may not be closed for some period following energizing of the line/reactor from the other terminal, and 
the phase-to-ground voltage at the reactor can be as high as 1.15 pu for as long as five minutes. Arrester 
energy requirements were determined (by EMTP or TNA simulations of switching operations) to be well 
within the capability of an arrester rated 396 kV. 

The minimum required MCOV is 550/V3 = 317.5 kV. The minimum required TOV is 1.15 x 500/V3 
= 332 kV for 300 seconds, and for most arresters, such a requirement would correlate with a 1 second 
TOV rating of 451 kV. An arrester rated 396 kV has a 318 kV MCOV and a 1 second TOV rating of 451 
kV; thus, a 396 kV arrester would be the minimum rating that could be used. Of course any arrester 
rated higher than 396 kV could also be used. The 10 kA lightning (8 x 20 us waveform) and switching 
surge (2 kA, 36 x 90 is) discharge levels for a 396 kV and a 420 kV arrester are: 


Discharge Levels 


Rating 10 kA Switching Surge 
396 kV 872 kV 758 kV 
420 kV 924 kV 830 kV 


BIL values of 1300 kV and 1425 kV for the reactor’s internal insulation (i.e., insulation not affected 
by altitude) could be considered as reasonable candidates for a specification. The corresponding switching 
impulse levels (SIL) would be 1080 kV and 1180 kV, respectively, and the following table indicates the 
margin between the arrester protective levels and the insulation level. 


1300 kV BIL 1425 kV BIL 
Arrester 396kV 420kV  396kV 420kV 


SIL 42% 30% 56% 42% 
BIL 49% 41% 63% 54% 
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Application of a 420 kV arrester for a 1300 kV BIL insulation level results in margins below 40%, and 
unless the application is very carefully considered from the point of view of arrester separation distance 
and lead length, expected maximum discharge current level, wave rise time, etc., a 396 kV arrester would 
be a better choice. For a 1425 kV BIL, either the 396 kV or the 420 kV arrester would result in sufficient 
margins. 

For external insulation, i.e., the reactor bushings, the effect of altitude on the insulation capability 
needs to be considered. At 1800 m the insulation has only 81% of the withstand capability demonstrated 
at sea level or 0 m. For example, the SIL of a 1425 kV bushing (1180 kV at sea level) would be reduced 
to 956 kV at 1800 m (1108 x 0.81 = 956 kV), and application of even a 396 kV arrester would result in 
a margin of 26% — hardly acceptable. 

Assume that a 420 kV arrester was selected to protect the reactor (the arrester itself is rated for 
application to 3000 m). The switching surge and 10 kA protective levels are 830 kV and 924 kV, 
respectively. With a desired minimum margin of 40% , and correcting for altitude, the minimum SIL 
and BIL at sea level (0 m) should be: 


Minimum SIL = a =1435kV 


Minimum BIL = — =1597 kV 


A 1550 kV BIL bushing would have a 1290 kV SIL, and even if one would accept the slightly less than a 
36% margin for the BIL, the SIL margin would only be 26%. A 1675 kV BIL bushing would be expected 
to have a 1390 kV SIL capability, and so the SIL margin would be 36% with a BIL margin of 47%. The 
next higher rated bushing (1800 kV BIL) would mean applying 800 kV system class bushings, and their 
increased size and cost would likely not make for a reasonable design. Consequently, specifying a 1675 kV 
BIL bushing and accepting the slightly reduced SIL margin would be a reasonable compromise. 


Effect of Surge Reduction Techniques on Overall PFO 


Application of surge arresters to significantly reduce switching surge levels on transmission line and 
substation insulators can be effective; however, the designer should be aware that the overall pfo of all 
three phases needs to be considered as it will usually be higher than that found for a single phase by a 
factor often approaching three. Also for long transmission lines, application of arresters at the line 
terminals will certainly limit the surges at the terminals but will not limit the surges at other points on 
the line to the same level. Consequently, the surge distribution along the line may need to be considered 
(Lambert, 1988; Ribiero et al., 1991). 
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11.1 Power System Stability — Overview 
Prabha Kundur 


This introductory section provides a general description of the power system stability phenomena includ- 
ing fundamental concepts, classification, and definition of associated terms. A historical review of the 
emergence of different forms of stability problems as power systems evolved and of the developments of 
methods for their analysis and mitigation is presented. Requirements for consideration of stability in 
system design and operation are discussed. 


Basic Concepts 


Power system stability is the ability of the system, for a given initial operating condition, to regain a normal 
state of equilibrium after being subjected to a disturbance. Stability is a condition of equilibrium between 
opposing forces; instability results when a disturbance leads to a sustained imbalance between the 
opposing forces. 

The power system is a highly nonlinear system that operates in a constantly changing environment; 
loads, generator outputs, topology, and key operating parameters change continually. When subjected 
to a transient disturbance, the stability of the system depends on the nature of the disturbance as well 
as the initial operating condition. The disturbance may be small or large. Small disturbances in the form 
of load changes occur continually, and the system adjusts to the changing conditions. The system must 
be able to operate satisfactorily under these conditions and successfully meet the load demand. It must 
also be able to survive numerous disturbances of a severe nature, such as a short-circuit on a transmission 
line or loss of a large generator. 

Following a transient disturbance, if the power system is stable, it will reach a new equilibrium state 
with practically the entire system intact; the actions of automatic controls and possibly human operators 
will eventually restore the system to normal state. On the other hand, if the system is unstable, it will 
result in a run-away or run-down situation; for example, a progressive increase in angular separation of 
generator rotors, or a progressive decrease in bus voltages. An unstable system condition could lead to 
cascading outages and a shut-down of a major portion of the power system. 

The response of the power system to a disturbance may involve much of the equipment. For instance, 
a fault on a critical element followed by its isolation by protective relays will cause variations in power 
flows, network bus voltages, and machine rotor speeds; the voltage variations will actuate both generator 
and transmission network voltage regulators; the generator speed variations will actuate prime mover 
governors; and the voltage and frequency variations will affect the system loads to varying degrees 
depending on their individual characteristics. Further, devices used to protect individual equipment may 
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respond to variations in system variables and thereby affect the power system performance. A typical 
modern power system is thus a very high-order multivariable process whose dynamic performance is 
influenced by a wide array of devices with different response rates and characteristics. Hence, instability 
in a power system may occur in many different ways depending on the system topology, operating mode, 
and the form of the disturbance. 

Traditionally, the stability problem has been one of maintaining synchronous operation. Since power 
systems rely on synchronous machines for generation of electrical power, a necessary condition for 
satisfactory system operation is that all synchronous machines remain in synchronism or, colloquially, 
“in step.” This aspect of stability is influenced by the dynamics of generator rotor angles and power-angle 
relationships. 

Instability may also be encountered without the loss of synchronism. For example, a system consisting 
of a generator feeding an induction motor can become unstable due to collapse of load voltage. In this 
instance, it is the stability and control of voltage that is the issue, rather than the maintenance of 
synchronism. This type of instability can also occur in the case of loads covering an extensive area in a 
large system. 

In the event of a significant load/generation mismatch, generator and prime mover controls become 
important, as well as system controls and special protections. If not properly coordinated, it is possible 
for the system frequency to become unstable, and generating units and/or loads may ultimately be tripped 
possibly leading to a system blackout. This is another case where units may remain in synchronism (until 
tripped by such protections as under-frequency), but the system becomes unstable. 

Because of the high dimensionality and complexity of stability problems, it is essential to make 
simplifying assumptions and to analyze specific types of problems using the right degree of detail of 
system representation. The following subsection describes the classification of power system stability into 
different categories. 


Classification of Power System Stability 


Need for Classification 


Power system stability is a single problem; however, it is impractical to deal with it as such. Instability 
of the power system can take different forms and is influenced by a wide range of factors. Analysis of 
stability problems, including identifying essential factors that contribute to instability and devising 
methods of improving stable operation is greatly facilitated by classification of stability into appropriate 
categories. These are based on the following considerations (Kundur, 1994; Kundur and Morrison, 1997): 


+ The physical nature of the resulting instability related to the main system parameter in which 
instability can be observed. 


+ The size of the disturbance considered indicates the most appropriate method of calculation and 
prediction of stability. 

* The devices, processes, and the time span that must be taken into consideration in order to 
determine stability. 


Figure 11.1 shows a possible classification of power system stability into various categories and sub- 
categories. The following are descriptions of the corresponding forms of stability phenomena. 


Rotor Angle Stability 


Rotor angle stability is concerned with the ability of interconnected synchronous machines of a power system 
to remain in synchronism under normal operating conditions and after being subjected to a disturbance. 
It depends on the ability to maintain/restore equilibrium between electromagnetic torque and mechanical 
torque of each synchronous machine in the system. Instability that may result occurs in the form of 
increasing angular swings of some generators leading to their loss of synchronism with other generators. 
The rotor angle stability problem involves the study of the electromechanical oscillations inherent in 
power systems. A fundamental factor in this problem is the manner in which the power outputs of 
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synchronous machines vary as their rotor angles change. The mechanism by which interconnected 
synchronous machines maintain synchronism with one another is through restoring forces, which act 
whenever there are forces tending to accelerate or decelerate one or more machines with respect to other 
machines. Under steady-state conditions, there is equilibrium between the input mechanical torque and 
the output electrical torque of each machine, and the speed remains constant. If the system is perturbed, 
this equilibrium is upset, resulting in acceleration or deceleration of the rotors of the machines according 
to the laws of motion of a rotating body. If one generator temporarily runs faster than another, the 
angular position of its rotor relative to that of the slower machine will advance. The resulting angular 
difference transfers part of the load from the slow machine to the fast machine, depending on the power- 
angle relationship. This tends to reduce the speed difference and hence the angular separation. The power- 
angle relationship, as discussed above, is highly nonlinear. Beyond a certain limit, an increase in angular 
separation is accompanied by a decrease in power transfer; this increases the angular separation further 
and leads to instability. For any given situation, the stability of the system depends on whether or not 
the deviations in angular positions of the rotors result in sufficient restoring torques. 

It should be noted that loss of synchronism can occur between one machine and the rest of the system, 
or between groups of machines, possibly with synchronism maintained within each group after separating 
from each other. 

The change in electrical torque of a synchronous machine following a perturbation can be resolved 
into two components: 


+ Synchronizing torque component, in phase with a rotor angle perturbation. 
+ Damping torque component, in phase with the speed deviation. 
System stability depends on the existence of both components of torque for each of the synchronous 
machines. Lack of sufficient synchronizing torque results in aperiodic or non-oscillatory instability, whereas 
lack of damping torque results in oscillatory instability. 


For convenience in analysis and for gaining useful insight into the nature of stability problems, it is 
useful to characterize rotor angle stability in terms of the following two categories: 


1. Small signal (or steady state) stability is concerned with the ability of the power system to maintain 
synchronism under small disturbances. The disturbances are considered to be sufficiently small 
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that linearization of system equations is permissible for purposes of analysis. Such disturbances 
are continually encountered in normal system operation, such as small changes in load. 

Small signal stability depends on the initial operating state of the system. Instability that may 
result can be of two forms: (i) increase in rotor angle through a non-oscillatory or aperiodic mode 
due to lack of synchronizing torque, or (ii) rotor oscillations of increasing amplitude due to lack 
of sufficient damping torque. 

In today’s practical power systems, small signal stability is largely a problem of insufficient 
damping of oscillations. The time frame of interest in small-signal stability studies is on the order 
of 10 to 20s following a disturbance. 

2. Large disturbance rotor angle stability or transient stability, as it is commonly referred to, is con- 
cerned with the ability of the power system to maintain synchronism when subjected to a severe 
transient disturbance. The resulting system response involves large excursions of generator rotor 
angles and is influenced by the nonlinear power-angle relationship. 

Transient stability depends on both the initial operating state of the system and the severity of 
the disturbance. Usually, the disturbance alters the system such that the post-disturbance steady 
state operation will be different from that prior to the disturbance. Instability is in the form of 
aperiodic drift due to insufficient synchronizing torque, and is referred to as first swing stability. 
In large power systems, transient instability may not always occur as first swing instability asso- 
ciated with a single mode; it could be as a result of increased peak deviation caused by superposition 
of several modes of oscillation causing large excursions of rotor angle beyond the first swing. 

The time frame of interest in transient stability studies is usually limited to 3 to 5 sec following 
the disturbance. It may extend to 10 sec for very large systems with dominant inter-area swings. 

Power systems experience a wide variety of disturbances. It is impractical and uneconomical to 
design the systems to be stable for every possible contingency. The design contingencies are selected 
on the basis that they have a reasonably high probability of occurrence. 


As identified in Fig. 11.1, small signal stability as well as transient stability are categorized as short 
term phenomena. 


Voltage Stability 


Voltage stability is concerned with the ability of a power system to maintain steady voltages at all buses 
in the system under normal operating conditions, and after being subjected to a disturbance. Instability 
that may result occurs in the form of a progressive fall or rise of voltage of some buses. The possible 
outcome of voltage instability is loss of load in the area where voltages reach unacceptably low values, 
or a loss of integrity of the power system. 

Progressive drop in bus voltages can also be associated with rotor angles going out of step. For example, 
the gradual loss of synchronism of machines as rotor angles between two groups of machines approach 
or exceed 180° would result in very low voltages at intermediate points in the network close to the 
electrical center (Kundur, 1994). In contrast, the type of sustained fall of voltage that is related to voltage 
instability occurs where rotor angle stability is not an issue. 

The main factor contributing to voltage instability is usually the voltage drop that occurs when active 
and reactive power flow through inductive reactances associated with the transmission network; this 
limits the capability of transmission network for power transfer. The power transfer limit is further 
limited when some of the generators hit their reactive power capability limits. The driving force for 
voltage instability are the loads; in response to a disturbance, power consumed by the loads tends to be 
restored by the action of distribution voltage regulators, tap changing transformers, and thermostats. 
Restored loads increase the stress on the high voltage network causing more voltage reduction. A run- 
down situation causing voltage instability occurs when load dynamics attempts to restore power con- 
sumption beyond the capability of the transmission system and the connected generation (Kundur, 1994; 
Taylor, 1994; Van Cutsem and Vournas, 1998). 
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As in the case of rotor angle stability, it is useful to classify voltage stability into the following 
subcategories: 


1. Large disturbance voltage stability is concerned with a system’s ability to control voltages following 
large disturbances such as system faults, loss of generation, or circuit contingencies. This ability 
is determined by the system-load characteristics and the interactions of both continuous and 
discrete controls and protections. Determination of large disturbance stability requires the 
examination of the nonlinear dynamic performance of a system over a period of time sufficient 
to capture the interactions of such devices as under-load transformer tap changers and generator 
field-current limiters. The study period of interest may extend from a few seconds to tens of 
minutes. Therefore, long term dynamic simulations are required for analysis (Van Cutsem et al., 
1995). 

2. Small disturbance voltage stability is concerned with a system’s ability to control voltages following 
small perturbations such as incremental changes in system load. This form of stability is determined 
by the characteristics of loads, continuous controls, and discrete controls at a given instant of time. 
This concept is useful in determining, at any instant, how the system voltage will respond to small 
system changes. The basic processes contributing to small disturbance voltage instability are 
essentially of a steady state nature. Therefore, static analysis can be effectively used to determine 
stability margins, identify factors influencing stability, and examine a wide range of system 
conditions and a large number of postcontingency scenarios (Gao et al., 1992). A criterion for 
small disturbance voltage stability is that, at a given operating condition for every bus in the 
system, the bus voltage magnitude increases as the reactive power injection at the same bus is 
increased. A system is voltage unstable if, for at least one bus in the system, the bus voltage 
magnitude (V) decreases as the reactive power injection (Q) at the same bus is increased. In other 
words, a system is voltage stable if V-Q sensitivity is positive for every bus and unstable if V-Q 
sensitivity is negative for at least one bus. 


The time frame of interest for voltage stability problems may vary from a few seconds to tens of 
minutes. Therefore, voltage stability may be either a short-term or a long-term phenomenon. 

Voltage instability does not always occur in its pure form. Often, the rotor angle instability and voltage 
instability go hand in hand. One may lead to the other, and the distinction may not be clear. However, 
distinguishing between angle stability and voltage stability is important in understanding the underlying 
causes of the problems in order to develop appropriate design and operating procedures. 


Frequency Stability 


Frequency stability is concerned with the ability of a power system to maintain steady frequency within 
a nominal range following a severe system upset resulting in a significant imbalance between generation 
and load. It depends on the ability to restore balance between system generation and load, with minimum 
loss of load. 

Severe system upsets generally result in large excursions of frequency, power flows, voltage, and other 
system variables, thereby invoking the actions of processes, controls, and protections that are not modeled 
in conventional transient stability or voltage stability studies. These processes may be very slow, such as 
boiler dynamics, or only triggered for extreme system conditions, such as volts/hertz protection tripping 
generators. In large interconnected power systems, this type of situation is most commonly associated 
with islanding. Stability in this case is a question of whether or not each island will reach an acceptable 
state of operating equilibrium with minimal loss of load. It is determined by the overall response of the 
island as evidenced by its mean frequency, rather than relative motion of machines. Generally, frequency 
stability problems are associated with inadequacies in equipment responses, poor coordination of control 
and protection equipment, or insufficient generation reserve. Examples of such problems are reported 
by Kundur et al. (1985); Chow et al. (1989); and Kundur (1981). 

Over the course of a frequency instability, the characteristic times of the processes and devices that 
are activated by the large shifts in frequency and other system variables will range from a matter of 
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seconds, corresponding to the responses of devices such as generator controls and protections, to several 
minutes, corresponding to the responses of devices such as prime mover energy supply systems and load 
voltage regulators. 

Although frequency stability is impacted by fast as well as slow dynamics, the overall time frame of 
interest extends to several minutes. Therefore, it is categorized as a long-term phenomenon in Fig. 11.1. 


Comments on Classification 


The classification of stability has been based on several considerations so as to make it convenient for 
identification of the causes of instability, the application of suitable analysis tools, and the development 
of corrective measures appropriate for a specific stability problem. There clearly is some overlap between 
the various forms of instability, since as systems fail, more than one form of instability may ultimately 
emerge. However, a system event should be classified based primarily on the dominant initiating 
phenomenon, separated into those related primarily with voltage, rotor angle, or frequency. 

While classification of power system stability is an effective and convenient means to deal with the 
complexities of the problem, the overall stability of the system should always be kept in mind. Solutions 
to stability problems of one category should not be at the expense of another. It is essential to look at 
all aspects of the stability phenomena, and at each aspect from more than one viewpoint. 


Historical Review of Stability Problems 


As electric power systems have evolved over the last century, different forms of instability have emerged 
as being important during different periods. The methods of analysis and resolution of stability problems 
were influenced by the prevailing developments in computational tools, stability theory, and power system 
control technology. A review of the history of the subject is useful for a better understanding of the 
electric power industry’s practices with regard to system stability. 

Power system stability was first recognized as an important problem in the 1920s (Steinmetz, 1920; 
Evans and Bergvall, 1924; Wilkins, 1926). The early stability problems were associated with remote power 
plants feeding load centers over long transmission lines. With slow exciters and noncontinuously acting 
voltage regulators, power transfer capability was often limited by steady-state as well as transient rotor 
angle instability due to insufficient synchronizing torque. To analyze system stability, graphical techniques 
such as the equal area criterion and power circle diagrams were developed. These methods were successfully 
applied to early systems which could be effectively represented as two machine systems. 

As the complexity of power systems increased, and interconnections were found to be economically 
attractive, the complexity of the stability problems also increased and systems could no longer be treated 
as two machine systems. This led to the development in the 1930s of the network analyzer, which was 
capable of power flow analysis of multimachine systems. System dynamics, however, still had to be 
analyzed by solving the swing equations by hand using step-by-step numerical integration. Generators 
were represented by the classical “fixed voltage behind transient reactance” model. Loads were represented 
as constant impedances. 

Improvements in system stability came about by way of faster fault clearing and fast acting excitation 
systems. Steady-state aperiodic instability was virtually eliminated by the implementation of continuously 
acting voltage regulators. With increased dependence on controls, the emphasis of stability studies moved 
from transmission network problems to generator problems, and simulations with more detailed 
representations of synchronous machines and excitation systems were required. 

The 1950s saw the development of the analog computer, with which simulations could be carried out 
to study in detail the dynamic characteristics of a generator and its controls rather than the overall 
behavior of multimachine systems. Later in the 1950s, the digital computer emerged as the ideal means 
to study the stability problems associated with large interconnected systems. 

In the 1960s, most of the power systems in the U.S. and Canada were part of one of two large 
interconnected systems, one in the east and the other in the west. In 1967, low capacity HVDC ties were 
also established between the east and west systems. At present, the power systems in North America form 
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virtually one large system. There were similar trends in growth of interconnections in other countries. 
While interconnections result in operating economy and increased reliability through mutual assistance, 
they contribute to increased complexity of stability problems and increased consequences of instability. 
The Northeast Blackout of November 9, 1965, made this abundantly clear; it focused the attention of 
the public and of regulatory agencies, as well as of engineers, on the problem of stability and importance 
of power system reliability. 

Until recently, most industry effort and interest has been concentrated on transient (rotor angle) 
stability. Powerful transient stability simulation programs have been developed that are capable of mod- 
eling large complex systems using detailed device models. Significant improvements in transient stability 
performance of power systems have been achieved through use of high-speed fault clearing, high-response 
exciters, series capacitors, and special stability controls and protection schemes. 

The increased use of high response exciters, coupled with decreasing strengths of transmission systems, 
has led to an increased focus on small signal (rotor angle) stability. This type of angle instability is often 
seen as local plant modes of oscillation, or in the case of groups of machines interconnected by weak 
links, as interarea modes of oscillation. Small signal stability problems have led to the development of 
special study techniques, such as modal analysis using eigenvalue techniques (Martins, 1986; Kundur 
et al., 1990). In addition, supplementary control of generator excitation systems, static Var compensators, 
and HVDC converters is increasingly being used to solve system oscillation problems. There has also 
been a general interest in the application of power electronic based controllers referred to as FACTS 
(Flexible AC Transmission Systems) controllers for damping of power system oscillations (IEEE, 1996). 

In the 1970s and 1980s, frequency stability problems experienced following major system upsets led 
to an investigation of the underlying causes of such problems and to the development of long term 
dynamic simulation programs to assist in their analysis (Davidson et al., 1975; Converti et al., 1976; 
Stubbe et al., 1989; Inoue et al., 1995; Ontario Hydro, 1989). The focus of many of these investigations 
was on the performance of thermal power plants during system upsets (Kundur et al., 1985; Chow et al., 
1989; Kundur, 1981; Younkins and Johnson, 1981). Guidelines were developed by an IEEE Working Group 
for enhancing power plant response during major frequency disturbances (1983). Analysis and modeling 
needs of power systems during major frequency disturbances was also addressed in a recent CIGRE Task 
Force report (1999). 

Since the late 1970s, voltage instability has been the cause of several power system collapses worldwide 
(Kundur, 1994; Taylor, 1994; IEEE, 1990). Once associated primarily with weak radial distribution 
systems, voltage stability problems are now a source of concern in highly developed and mature networks 
as a result of heavier loadings and power transfers over long distances. Consequently, voltage stability is 
increasingly being addressed in system planning and operating studies. Powerful analytical tools are 
available for its analysis (Van Cutsem et al., 1995; Gao et al., 1992; Morison et al., 1993), and well- 
established criteria and study procedures are evolving (Abed, 1999; Gao et al., 1996). 

Clearly, the evolution of power systems has resulted in more complex forms of instability. Present-day 
power systems are being operated under increasingly stressed conditions due to the prevailing trend to 
make the most of existing facilities. Increased competition, open transmission access, and construction 
and environmental constraints are shaping the operation of electric power systems in new ways. Planning 
and operating such systems require examination of all forms of stability. Significant advances have been 
made in recent years in providing the study engineers with a number of powerful tools and techniques. 
A coordinated set of complementary programs, such as the one described by Kundur et al. (1994) makes 
it convenient to carry out a comprehensive analysis of power system stability. 


Consideration of Stability in System Design and Operation 


For reliable service, a power system must remain intact and be capable of withstanding a wide variety 
of disturbances. Owing to economic and technical limitations, no power system can be stable for all 
possible disturbances or contingencies. In practice, power systems are designed and operated so as to be 
stable for a selected list of contingencies, normally referred to as “design contingencies” (Kundur, 1994). 
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Experience dictates their selection. The contingencies are selected on the basis that they have a significant 
probability of occurrence and a sufficiently high degree of severity, given the large number of elements 
comprising the power system. The overall goal is to strike a balance between costs and benefits of achieving 
a selected level of system security. 

While security is primarily a function of the physical system and its current attributes, secure operation 
is facilitated by: 


* Proper selection and deployment of preventive and emergency controls. 


* Assessing stability limits and operating the power system within these limits. 


Security assessment has been historically conducted in an off-line operation planning environment in 
which stability for the near-term forecasted system conditions is exhaustively determined. The results of 
stability limits are loaded into look-up tables which are accessed by the operator to assess the security 
of a prevailing system operating condition. 

In the new competitive utility environment, power systems can no longer be operated in a very 
structured and conservative manner; the possible types and combinations of power transfer transactions 
may grow enormously. The present trend is, therefore, to use online dynamic security assessment. This 
is feasible with today’s computer hardware and stability analysis software. 
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11.2 Transient Stability 


Kip Morrison 


As discussed in Seciton 11.1, power system stability was recognized as a problem as far back as the 1920s 
at which time the characteristic structure of systems consisted of remote power plants feeding load centers 
over long distances. These early stability problems, often a result of insufficient synchronizing torque, 
were the first emergence of transient instability. As defined in the previous section, transient stability is 
the ability of a power system to remain in synchronism when subjected to large transient disturbances. 
These disturbances may include faults on transmission elements, loss of load, loss of generation, or loss 
of system components such as transformers or transmission lines. 

Although many different forms of power system stability have emerged and become problematic in 
recent years, transient stability still remains a basic and important consideration in power system design 
and operation. While it is true that the operation of many power systems is limited by phenomena such 
as voltage stability or small-signal stability, most systems are prone to transient instability under certain 
conditions or contingencies and hence the understanding and analysis of transient stability remain 
fundamental issues. Also, we shall see later in this section that transient instability can occur in a very 
short time frame (a few seconds), leaving no time for operator intervention to mitigate problems. It is 
therefore essential to deal with the problem in the design stage or severe operating restrictions may result. 

This section includes a discussion of the basic principles of transient stability, methods of analysis, 
control and enhancement, and practical aspects of its influence on power system design and operation. 
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FIGURE 11.2 Typical swing curves. 


Basic Theory of Transient Stability 


Most power system engineers are familiar with plots of generator rotor angle (6) versus time as shown 
in Fig. 11.2. These “swing curves” plotted for a generator subjected to a particular system disturbance 
show whether a generator rotor angle recovers and oscillates around a new equilibrium point as in trace 
“a” or whether it increases aperiodically such as in trace “b”. The former case is deemed to be transiently 
stable, and the latter case transiently unstable. What factors determine whether a machine will be stable 
or unstable? How can the stability of large power systems be analyzed? If a case is unstable, what can be 
done to enhance stability? These are some of the questions discussed in this section. 

Two concepts are essential in understanding transient stability: (i) the swing equation and (ii) the 
power-angle relationship. These can be used together to describe the equal area criterion, a simple 
graphical approach to assessing transient stability. 


The Swing Equation 


In a synchronous machine, the prime mover exerts a mechanical torque T,, on the shaft of the machine 
and the machine produces an electromagnetic torque T,. If, as a result of a disturbance, the mechanical 
torque is greater than the electromagnetic torque, an accelerating torque T, exists and is given by: 


T.=T,-T. (11.1) 


This ignores the other torques caused by friction, core loss, and windage in the machine. T, has the 
effect of accelerating the machine which has an inertia J (kg*m”) made up of the inertia of the generator 
and the prime mover and, therefore, 


je =f St (11.2) 


where t is time in seconds and ,, is the angular velocity of the machine rotor in mechanical rad/s. It is 
common practice to express this equation in terms of the inertia constant H of the machine. If @p,, is 
the rated angular velocity in mechanical rad/s, J can be written as: 


2H 
T=——VA vase (11.3) 
Om 
Therefore, 
2H do,, 
2) base dt =1,71, (11.4) 
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And now, if @, denotes the angular velocity of the rotor (rad/s) and @, its rated value, the equation 
can be written as: 


oO 7 (11.5) 
dt 
Finally it can be shown that 
d@ 2 
Bhs ie (11.6) 
dt ,dt* 


where 6 is the angular position of the rotor (elec. rad/s) with respect to a synchronously rotating reference 
frame. 

Combining Eqs. (11.5) and (11.6) results in the swing equation [Eq. (11.7)], so-called because it 
describes the swings of the rotor angle 6 during disturbances. 


—=T,-T, (11.7) 


An additional term (-K,AQ@,) may be added to the right side of [Eq. (11.7)] to account for a compo- 
nent of damping torque not included explicitly in T,. 

For a system to be transiently stable during a disturbance, it is necessary for the rotor angle (as its 
behavior is described by the swing equation) to oscillate around an equilibrium point. If the rotor angle 
increases indefinitely, the machine is said to be transiently unstable as the machine continues to accelerate 
and does not reach a new state of equilibrium. In multimachine systems, such a machine will “pull out 
of step” and lose synchronism with the rest of the machines. 


The Power-Angle Relationship 


Consider a simple model of a single generator connected to an infinite bus through a transmission system 
as shown in Fig. 11.3. The model can be reduced as shown by replacing the generator with a constant 
voltage behind a transient reactance (classical model). It is well known that there is a maximum power 
that can be transmitted to the infinite bus in such a network. The relationship between the electrical 
power of the generator P, and the rotor angle of the machine 4 is given by, 


E’E 
P= 8 sind =P. sind (11.8) 
Xy 
E’E 
where P= B (11.9) 
=X 


Equation (11.8) can be shown graphically as Fig. 11.4 from which it can be seen that as the power 
initially increases, 6 increases until reaching 90° when P, reaches its maximum. Beyond 6 = 90°, the power 
decreases until at 6= 180°, P.= 0. This is the so-called power-angle relationship and describes the 
transmitted power as a function of rotor angle. It is clear from Eq. (11.9) that the maximum power is a 
function of the voltages of the generator and infinite bus, and more importantly, a function of the 
transmission system reactance; the larger the reactance (for example, the longer or weaker the transmis- 
sion circuits), the lower the maximum power. 
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FIGURE 11.3 Single machine system. 
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Figure 11.4 shows that for a given input power to the generator P.,,, the electrical output power is P, 
(equal to P,,,) and the corresponding rotor angle is 6,. As the mechanical power is increased to P,,, the 
rotor angle advances to 6,. Figure 11.5 shows the case with one of the transmission lines removed causing 
an increase in X; and a reduction P,,,,. It can be seen that for the same mechanical input (P,,,), the 
situation with one line removed causes an increase in rotor angle to 6.. 


The Equal Area Criterion 


By combining the dynamic behavior of the generator as defined by the swing equation, with the power- 
angle relationship, it is possible to illustrate the concept of transient stability using the equal area criterion. 
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FIGURE 11.5 Power-angle relationship with one circuit out of service. 


3 8 a 


FIGURE 11.6 Equal area criterion for step change in mechanical power. 


Consider Fig. 11.6 in which a step change is applied to the mechanical input of the generator. At the 
initial power P,,), 6 = 6) and the system is at operating point “a”. As the power is increased in a step to 
P,,,, (accelerating power = P,,,, = P,), the rotor cannot accelerate instantaneously, but traces the curve up 
to point “b,” at which time P, = P,,, and the accelerating power is zero. However, the rotor speed is greater 
than the synchronous speed and the angle continues to increase. Beyond “b,” P, > P,, and the rotor 
decelerates until reaching a maximum 6,,,, at which point the rotor angle starts to return towards “b.” 

As we will see, for a single machine infinite bus system, it is not necessary to plot the swing curve to 
determine if the rotor angle of the machine increases indefinitely, or if it oscillates around an equilibrium 
point. The equal area criterion allows stability to be determined using graphical means. While this method 
is not generally applicable to multi-machine systems, it is a valuable learning aid. 

Starting with the swing equation as given by Eq. (11.7) and interchanging per unit power for torque, 


a5 , 
=—(P_-P 11.10 
rages ae (11.10) 

Multiplying both sides by 28/dt and integrating gives 

2 ) ls 
@,(P —P. 'fpO,(P —P 
@] (lm) as g. J oF?) (11.11) 
dt ’ H dt V3 H 
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6, represents the rotor angle when the machine is operating synchronously prior to any disturbance. It 
is clear that for the system to be stable, 5 must increase, reach a maximum (,,,,), and then change 
direction as the rotor returns to complete an oscillation. This means that d6/dt (which is initially zero) 
changes during the disturbance, but must, at a time corresponding to 6.,,,, become zero again. Therefore, 
as a stability criterion, 


max? 


[22(B,-P)a8=0. (11.12) 


This implies that the area under the function P,, — P, plotted against 6 must be zero for a stable system, 
which requires Area 1 to be equal to Area 2. Area 1 represents the energy gained by the rotor during 
acceleration and Area 2 represents energy lost during deceleration. 

Figures 11.7 and 11.8 show the rotor response (defined by the swing equation) superimposed on the 
power-angle curve for a stable case and an unstable case, respectively. In both cases, a three-phase fault 
is applied to the system given in Fig. 11.3. The only difference in the two cases is that the fault clearing 
time has been increased for the unstable case. The arrows show the trace of the path followed by the 
rotor angle in terms of the swing equation and power-angle relationship. It can be seen that for the stable 
case, the energy gained during rotor acceleration is equal to the energy dissipated during deceleration 
(A, = A,) and the rotor angle reaches a maximum and recovers. In the unstable case, however, it can be 
seen that the energy gained during acceleration is greater than that dissipated during deceleration (since 
the fault is applied for a longer duration), meaning that A, > A, and the rotor continues to advance and 
does not recover. 


Methods of Analysis of Transient Stability 
Modeling 


The basic concepts of transient stability presented above are based on highly simplified models. Practical 
power systems consist of large numbers of generators, transmission circuits, and loads. 

For stability assessment, the power system is normally represented using a positive sequence model. 
The network is represented by a traditional positive sequence powerflow model that defines the trans- 
mission topology, line reactances, connected loads and generation, and predisturbance voltage profile. 

Generators can be represented with various levels of detail, selected based on such factors as length 
of simulation, severity of disturbance, and accuracy required. The most basic model for synchronous 
generators consists of a constant internal voltage behind a constant transient reactance, and the rotating 
inertia constant (H). This is the so-called classical representation that neglects a number of characteristics: 
the action of voltage regulators, variation of field flux linkage, the impact of the machine physical 
construction on the transient reactances for the direct and quadrature axis, the details of the prime mover 
or load, and saturation of the magnetic core iron. Historically, classical modeling was used to reduce 
computational burden associated with more detailed modeling, which is not generally a concern with 
today’s simulation software and computer hardware. However, it is still often used for machines that are 
very remote from a disturbance (particularly in very large system models) and where more detailed model 
data is not available. 

In general, synchronous machines are represented using detailed models that capture the effects 
neglected in the classical model, including the influence of generator construction (damper windings, 
saturation, etc.), generator controls, (excitation systems including power system stabilizers, etc.), the 
prime mover dynamics, and the mechanical load. Loads, which are most commonly represented as static 
voltage and frequency-dependent components, may also be represented in detail by dynamic models that 
capture their speed torque characteristics and connected loads. There are a myriad of other devices, such 
as HVDC lines and controls and static Var devices, which may require detailed representation. Finally, 
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FIGURE 11.7 Equal area criterion for stable case A, = A,. (a) Acceleration of rotor. (b) Deceleration of rotor. 


system protections are often represented. Models may also be included for line protections (such as mho 
distance relays), out-of-step protections, loss of excitation protections, or special protection schemes. 

Although power system models may be extremely large, representing thousands of generators and other 
devices producing systems with tens of thousands of system states, efficient numerical methods combined 
with modern computing power have made time-domain simulation readily available in many commercially 
available computer programs. It is also important to note that the time frame in which transient instability 
occurs is usually in the range of 1 to 5 sec, so that simulation times need not be excessively long. 


Analytical Methods 


To accurately assess the system response following disturbances, detailed models are required for all 
critical elements. The complete mathematical model for the power system consists of a large number of 
algebraic and differential equations, including 


* Generators stator algebraic equations 


* Generator rotor circuit differential equations 
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FIGURE 11.8 Equal area criterion for unstable case A, > A,. (a) Acceleration of rotor. (b) Deceleration of rotor. 


* Swing equations 

* Excitation system differential equations 

+ Prime mover and governing system differential equations 
+ Transmission network algebraic equations 


* Load algebraic and differential equations 


While considerable work has been done on direct methods of stability analysis in which stability is 
determined without explicitly solving the system differential equations (see Section 11.5), the most 
practical and flexible method of transient stability analysis is time-domain simulation using step-by-step 
numerical integration of the nonlinear differential equations. A variety of numerical integration methods 
are used, including explicit methods (such as Euler and Runge-Kutta methods) and implicit methods 
(such as the trapezoidal method). The selection of the method to be used largely depends on the stiffness 
of the system being analyzed. Implicit methods are generally better suited than explicit methods for 
systems in which time steps are limited by numerical stability rather than accuracy. 
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Simulation Studies 


Modern simulation tools offer sophisticated modeling capabilities and advanced numerical solution 
methods. Although simulation tools differ somewhat, the basic requirements and functions are the same. 


Input data: 


1. 
2. 


Powerflow: Defines system topology and initial operating state. 

Dynamic data: Includes model types and associated parameters for generators, motors, protec- 
tions, and other dynamic devices and their controls. 

Program control data: Specifies such items as the type of numerical integration to use and time-step. 


. Switching data: Includes the details of the disturbance to be applied. This includes the time at which 


the fault is applied, where the fault is applied, the type of fault and its fault impedance if required, 
the duration of the fault, the elements lost as a result of the fault, and the total length of the simulation. 
System monitoring data: This specifies which quantities are to be monitored (output) during the 
simulation. In general, it is not practical to monitor all quantities because system models are large 
and recording all voltages, angles, flows, generator outputs, etc., at each integration time step 
would create an enormous volume. Therefore, it is common practice to define a limited set of 
parameters to be recorded. 


Output data: 


1. 


Simulation log: This contains a listing of the actions that occurred during the simulation. It 
includes a recording of the actions taken to apply the disturbance and reports on any operation 
of protections or controls, or any numerical difficulty encountered. 

Results output: This is an ASCII or binary file that contains the recording of each monitored 
variable over the duration of the simulation. These results are examined, usually through a 
graphical plotting, to determine if the system remained stable and to assess the details of the 
dynamic behavior of the system. 


Factors Influencing Transient Stability 


Many factors affect the transient stability of a generator in a practical power system. From the small 
system analyzed above, the following factors can be identified. 


The post-disturbance system reactance as seen from the generator. The weaker the post-distur- 
bance system, the lower P,,,,, will be. 

The duration of the fault clearing time. The longer the fault is applied, the longer the rotor will 
be accelerated and the more kinetic energy will be gained. The more energy that is gained during 
acceleration, the more difficult it is to dissipate it during deceleration. 

The inertia of the generator. The higher the inertia, the slower the rate of change of angle and the 
less the kinetic energy gained during the fault. 

The generator internal voltage (determined by excitation system) and infinite bus voltage (system 
voltage). The lower these voltages, the lower P,,,,, will be. 

The generator loading prior to the disturbance. The higher the loading, the closer the unit will 
be to P,,,,,, which means that during acceleration, it is more likely to become unstable. 

The generator internal reactance. The lower the reactance, the higher the peak power and the 
lower the initial rotor angle. 


The generator output during the fault. This is a function of the fault location and type of fault. 


Transient Stability Considerations in System Design 


As outlined previously, transient stability is an important consideration that must be dealt with during 
the design of power systems. In the design process, time-domain simulations are conducted to assess the 
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stability of the system under various conditions and when subjected to various disturbances. Since it is 
not practical to design a system to be stable under all possible disturbances, design criteria specify the 
disturbances for which the system must be designed to be stable. The criteria disturbances generally 
consist of the more statistically probable events which could cause the loss of any system element and 
typically include three-phase faults cleared in normal time and line-to-ground faults with delayed clearing 
due to breaker failure. In most cases, stability is assessed for the loss of one element (such as a transformer 
or transmission circuit) with possibly one element out-of-service predisturbance. 

Therefore, in system design, a wide number of disturbances are assessed and if the system is found to 
be unstable (or marginally stable), a variety of actions can be taken to improve stability. These include 
the following. 


Reduction of transmission system reactance: This can be achieved by adding additional parallel 
transmission circuits, providing series compensation on existing circuits, and by using transform- 
ers with lower leakage reactances. 

High-speed fault clearing: In general, two-cycle breakers are used in locations where faults must 
be removed quickly to maintain stability. As the speed of fault clearing decreases, so does the 
amount of kinetic energy gained by the generators during the fault. 


Dynamic braking: Shunt resistors can be switched in following a fault to provide an artificial electrical 
load. This increases the electrical output of the machines and reduces the rotor acceleration. 


Regulate shunt compensation: By maintaining system voltages around the power system, the flow 
of synchronizing power between generators is improved. 


Reactor switching: The internal voltages of generators, and therefore stability, can be increased by 
connected shunt reactors. 


Single pole switching: Most power system faults are of the single-line-to-ground type. However, in 
most schemes, this type of fault will trip all three phases. If single pole switching is used, only the 
faulted phase is removed and power can flow on the remaining two phases, thereby greatly reducing 
the impact of the disturbance. 


Steam turbine fast-valving: Steam valves are rapidly closed and opened to reduce the generator 
accelerating power in response to a disturbance. 


Generator tripping: Perhaps one of the oldest and most common methods of improving transient 
stability, this approach disconnects selected generators in response to a disturbance. This has the 
effect of reducing the power that is required to be transferred over critical transmission interfaces. 


High-speed excitation systems: As illustrated by the simple examples presented earlier, increasing 
the internal voltage of a generator has the effect of improving transient stability. This can be 
achieved by fast-acting excitation systems that can rapidly boost field voltage in response to 
disturbances. 


Special excitation system controls: It is possible to design special excitation systems that can use 
discontinuous controls to provide special field boosting during the transient period, thereby 
improving stability. 

Special control of HVDC links: The DC power on HVDC links can be rapidly ramped up or down 
to assist in maintaining generation/load imbalances caused by disturbances. The effect is similar 
to generation or load tripping. 


Controlled system separation and load shedding: Generally considered a last resort, it is often feasible 
to design system controls that can respond to separate, or island, a power system into areas with 
balanced generation and load. Some load shedding or generation tripping may also be required 
in selected islands. In the event of a disturbance, instability can be prevented from propagating 
and affecting large areas by partitioning the system in this manner. If instability primarily results 
in generation loss, load shedding alone may be sufficient to control the system. 
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Transient Stability Considerations in System Operation 


While it is true that power systems are designed to be transiently stable, and many of the methods 
described above may be used to achieve this goal, in actual practice, systems may be prone to instability. 
This is largely due to uncertainties related to assumptions made during the design process. These 
uncertainties result from a number of sources, including: 


+ Load and generation forecast: The design process must use forecast information about the amount, 
distribution, and characteristics of the connected loads, as well as the location and amount of 
connected generation. These all have a great deal of uncertainty. If the actual system load is higher 
than planned, the generation output will be higher, the system will be more stressed, and the 
transient stability limit may be significantly lower. 


System topology: Design studies generally assume all elements in service, or perhaps up to two 
elements out of service. In actual systems, there are usually many elements out of service at any 
one time due to forced outages (failures) or system maintenance. Clearly, these outages can 
seriously weaken the system and make it less transiently stable. 

+ Dynamic modeling: All models used for power system simulation, even the most advanced, contain 
approximations out of practical necessity. 


+ Dynamic data: The results of time-domain simulations depend heavily on the data used to rep- 
resent the models for generators and the associated controls. In many cases this data is not known 
(typical data is assumed) or is in error (either because it has not been derived from field mea- 
surements or due to changes that have been made in the actual system controls that have not been 
reflected in the data). 

+ Device operation: In the design process it is assumed that controls and protection will operate as 
designed. In the actual system, relays, breakers, and other controls may fail or operate improperly. 


To deal with these uncertainties in actual system operation, safety margins are used. Operational (short 
term) time-domain simulations are conducted using a system model that is more accurate (by accounting 
for elements out on maintenance, improved short-term load forecast, etc.) than the design model. Transient 
stability limits are computed using these models. The limits are generally in terms of maximum flows allowable 
over critical interfaces, or maximum generation output allowable from critical generating sources. Safety 
margins are then applied to these computed limits. This means that actual system operation is restricted to 
levels (interface flows or generation) below the stability limit by an amount equal to a defined safety margin. 
In general, the margin is expressed in terms of a percentage of the critical flow or generation output. For 
example, operation procedure might be to define the operating limit as 10% below the stability limit. 


References 


Elgerd, O. I., Electric Energy Systems Theory: An Introduction, McGraw-Hill, New York, 1971. 

IEEE Recommended Practice for Industrial and Commercial Power System Analysis, IEEE Std. 399-1997, 
IEEE 1998. 

Kundur, P., Power System Stability and Control, McGraw-Hill, New York, 1994. 

Stevenson, W. D., Elements of Power System Analysis, 3"! ed., McGraw-Hill, New York, 1975. 


11.3 Small Signal Stability and Power System Oscillations 


John Paserba, Prabha Kundar, Juan Sanchez-Gasca, Einar Larsen 


Nature of Power System Oscillations 


Historical Perspective 


Damping of oscillations has been recognized as important in electric power system operation from the 
beginning. Indeed before there were any power systems, oscillations in automatic speed controls (governors) 
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initiated an analysis by J.C. Maxwell (speed controls were found necessary for the successful operation 
of the first steam engines). Aside from the immediate application of Maxwell’s analysis, it also had a 
lasting influence as at least one of the stimulants to the development by E.J. Routh in 1883 of his very 
useful and widely used method to enable one to determine theoretically the stability of a high-order 
dynamic system without having to know the roots of its equations (Maxwell analyzed only a second- 
order system). 

Oscillations among generators appeared as soon as AC generators were operated in parallel. These 
oscillations were not unexpected, and in fact, were predicted from the concept of the power vs. phase- 
angle curve gradient interacting with the electric generator rotary inertia, forming an equivalent mass- 
and-spring system. With a continually varying load and some slight differences in the design and loading 
of the generators, oscillations tended to be continually excited. Particularly in the case of hydro-generators 
there was very little damping, and so amortisseurs (damper windings) were installed, at first as an option. 
(There was concern about the increased short-circuit current, and some people had to be persuaded to 
accept them (Crary and Duncan, 1941).) It is of interest to note that although the only significant source 
of actual negative damping here was the turbine speed governor (Concordia, 1969), the practical “cure” 
was found elsewhere. Two points are evident and are still valid. First, automatic control is practically the 
only source of negative damping, and second, although it is obviously desirable to identify the sources 
of negative damping, the most effective and economical place to add damping may lie elsewhere. 

After these experiences, oscillations seemed to disappear as a major problem. Although there were 
occasional cases of oscillations and evidently poor damping, the major analytical effort seemed to ignore 
damping entirely. First using analog, then digital computing aids, analysis of electric power system 
dynamic performance was extended to very large systems, but still representing the generators (and, for 
that matter, also the loads) in the simple “classical” way. Most studies covered only a short time period, 
and as occasion demanded, longer-term simulations were kept in bound by including empirically esti- 
mated damping factors. It was, in effect, tacitly assumed that the net damping was positive. 

All this changed rather suddenly in the 1960s when the process of interconnection accelerated and 
more transmission and generation extended over large areas. Perhaps the most important aspect was the 
wider recognition of the negative damping produced by the use of high-response generator voltage 
regulators in situations where the generator may be subject to relatively large angular swings, as may occur 
in extensive networks. (This possibility was already well known in the 1930s and 1940s but had not had 
much practical application.) With the growth of extensive power systems, and especially with the inter- 
connection of these systems by ties of limited capacity, oscillations reappeared. (Actually, they had never 
entirely disappeared but instead were simply not “seen”.) There are several reasons for this reappearance. 


1. For intersystem oscillations, the amortisseur is no longer effective, as the damping produced is 
reduced in approximately inverse proportion to the square of the effective external-impedance- 
plus-stator-impedance, and so it practically disappears. 

2. The proliferation of automatic controls has increased the probability of adverse interactions among 
them. (Even without such interactions, the two basic controls, the speed governor and the gener- 
ator voltage regulator, practically always produce negative damping for frequencies in the power 
system oscillation range: the governor effect, small, and the AVR effect, large.) 

3. Even though automatic controls are practically the only devices that may produce negative damp- 
ing, the damping of the uncontrolled system is itself very small and could easily allow the contin- 
ually changing load and generation to result in unsatisfactory tie-line power oscillations. 

4. A small oscillation in each generator that may be insignificant may add up to a tie-line oscillation 
that is very significant relative to its rating. 

5. Higher tie-line loading increases both the tendency to oscillate and the importance of the oscillation. 


To calculate the effect of damping on the system, the detail of system representation has to be 
considerably extended. The additional parameters required are usually much less well known than are 
the generator inertias and network impedances required for the “classical” studies. Further, the total 
damping of a power system is typically very small and is made up of both positive and negative components. 
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Thus, if one wishes to get realistic results, one must include all known sources. These sources include: 
prime movers, speed governors, electrical loads, circuit resistance, generator amortisseurs, generator 
excitation, and in fact, all controls that may be added for special purposes. In large networks, and 
particularly as they concern tie-line oscillations, the only two items that can be depended upon to produce 
positive damping are the electrical loads and (at least for steam-turbine driven generators) the prime 
mover. 

Although it is obvious that net damping must be positive for stable operation, why be concerned about 
its magnitude? More damping would reduce (but not eliminate) the tendency to oscillate and the 
magnitude of oscillations. As pointed out above, oscillations can never be eliminated, as even in the best- 
damped systems, the damping is small, being only a small fraction of the “critical damping.” So the 
common concept of the power system as a system of masses and springs is still valid, and we have to 
accept some oscillations. The reasons why they are often troublesome are various, depending on the 
nature of the system and the operating conditions. For example, when at first a few (or more) generators 
were paralleled in a rather closely connected system, oscillations were damped by the generator amor- 
tisseurs. If oscillations did occur, there was little variation in system voltage. In the simplest case of two 
generators paralleled on the same bus and equally loaded, oscillations between them would produce 
practically no voltage variation and what was produced would be principally at twice the oscillation 
frequency. Thus, the generator voltage regulators were not stimulated and did not participate in the 
activity. Moreover, the close coupling between the generators reduced the effective regulator gain con- 
siderably for the oscillation mode. Under these conditions when voltage regulator response was increased 
(e.g., to improve transient stability), there was little apparent decrease of system damping (in most cases) 
but appreciable improvement in transient stability. Instability through negative damping produced by 
increased voltage-regulator gain had already been demonstrated theoretically (Concordia, 1944). 

Consider that the system just discussed is then connected to another similar system by a tie-line. This 
tie-line should be strong enough to survive the loss of any one generator but may be only a rather small 
fraction of system capacity. Now, the response of the system to tie-line oscillations is quite different from 
that just described. Because of the high external impedance seen by either system, not only is the positive 
damping by the generator amortisseurs largely lost, but the generator terminal voltages become responsive 
to angular swings. This causes the generator voltage regulators to act, producing negative damping as an 
unwanted side effect. This sensitivity of voltage-to-angle increases as a strong function of initial angle, 
and thus, tie-line loading. Thus, in the absence of mitigating means, tie-line oscillations are very likely 
to occur, especially at heavy line loading (and they have on numerous occasions as illustrated in Chapter 3 
of CIGRE Technical Brochure No. 111 [1996]). These tie-line oscillations are bothersome, especially as 
a restriction on the allowable power transfer, as relatively large oscillations are (quite properly) taken as 
a precursor to instability. 

Next, as interconnection proceeds, another system is added. If the two previously discussed systems 
are designated A and B, and a third system, C, is connected to B, then a chain A-B-C is formed. If power 
is flowing A > B > C or C> B > A, the principal (i-e., lowest frequency) oscillation mode is A against 
C, with B relatively quiescent. However, as already pointed out, the voltages of system B are varying. In 
effect, B is acting as a large synchronous condenser facilitating the transfer of power from A to C, and 
suffering voltage fluctuations as a consequence. This situation has occurred several times in the history 
of interconnected power systems and has been a serious impediment to progress. In this case, note that 
the problem is mostly in system B, while the solution (or at least mitigation) will be mostly in systems 
A and C. It would be practically impossible with any presently conceivable controlled voltage support 
solely in system B to maintain a satisfactory voltage. On the other hand, without system B for the same 
power transfer, the oscillations would be much more severe. In fact, the same power transfer might not 
be possible without, for example, a very high amount of series or shunt compensation. If the power 
transfer is A— B <— C or Ac BC, the likelihood of severe oscillation (and the voltage variations 
produced by the oscillations) is much less. Further, both the trouble and the cure are shared by all three 
systems, so effective compensation is more easily achieved. For best results, all combinations of power 
transfers should be considered. 
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Aside from this abbreviated account of how oscillations grew in importance as interconnections grew 
in extent, it may be of interest to mention the specific case that seemed to precipitate the general 
acceptance of the major importance of improving system damping, as well as the general recognition of 
the generator voltage regulator as the major culprit in producing negative damping. This was the series 
of studies of the transient stability of the Pacific Intertie (AC and DC in parallel) on the west coast of 
the U.S. In these studies, it was noted that for three-phase faults, instability was determined not by severe 
first swings of the generators but by oscillatory instability of the post fault system, which had one of two 
parallel AC line sections removed and thus a higher impedance. This showed that damping is important 
for transient as well as steady-state stability and contributed to a worldwide rush to apply power system 
stabilizers (PSS) to all generator voltage regulators as a panacea for all oscillatory ills. 

But the pressures of the continuing extension of electric networks and of increases in line loading have 
shown that the PSS alone is often not enough. When we push to the limit, that limit is more often than 
not determined by lack of adequate damping. When we add voltage support at appropriate points in the 
network, we not only increase its “strength” (i.e., increased synchronizing power or smaller transfer 
impedance), but also improve its damping (if the generator voltage regulators have been producing negative 
damping) by relieving the generators of a good part of the work of voltage regulation and also reducing 
the regulator gain. This is so whether or not reduced damping was an objective. However, the limit may 
still be determined by inadequate damping. How can it be improved? There are at least three options: 


1. Add a signal (e.g., line current) to the voltage support device control. 

2. Increase the output of the PSS (which is possible with the now stiffer system), or do both as found 
to be appropriate. 

3. Add an entirely new device at an entirely new location. Thus the proliferation of controls, which 
has to be carefully considered. 


Oscillations of power system frequency as a whole can still occur in an isolated system, due to governor 
deadband or interaction with system frequency control, but is not likely to be a major problem in large 
interconnected systems. These oscillations are most likely to occur on intersystem ties among the con- 
stituent systems, especially if the ties are weak or heavily loaded. This is in a relative sense; an “adequate” 
tie planned for certain usual line loadings is nowadays very likely to be much more severely loaded and, 
thus, behave dynamically like a weak line as far as oscillations are concerned, quite aside from losing its 
emergency pick-up capability. There has always been commercial pressure to utilize a line, perhaps 
originally planned to aid in maintaining reliability, for economical energy transfer simply because it is 
there. Now, however, there is also “open access” that may force a utility to use nearly every line for power 
transfer. This will certainly decrease reliability and may decrease damping, depending on the location of 
added generation. 


Power System Oscillations Classified by Interaction Characteristics 


Electric power utilities have experienced problems with the following types of subsynchronous frequency 
oscillations (Kundur, 1994): 


* Local plant mode oscillations 
* Interarea mode oscillations 

* Torsional mode oscillations 

* Control mode oscillations 


Local plant mode oscillation problems are the most commonly encountered among the above, and 
are associated with units at a generating station oscillating with respect to the rest of the power system. 
Such problems are usually caused by the action of the AVRs of generating units operating at high output 
and feeding into weak transmission networks; the problem is more pronounced with high response 
excitation systems. The local plant oscillations typically have natural frequencies in the range of 1 to 
2 Hz. Their characteristics are well understood and adequate damping can be readily achieved by using 
supplementary control of excitation systems in the form of power system stabilizers (PSS). 
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Interarea modes are associated with machines in one part of the system oscillating against machines 
in other parts of the system. They are caused by two or more groups of closely coupled machines being 
interconnected by weak ties. The natural frequency of these oscillations is typically in the range of 0.1 to 
1 Hz. The characteristics of interarea modes of oscillation are complex and in some respects significantly 
differ from the characteristics of local plant modes (CIGRE Technical Brochure No. 111, 1996; Kundur, 
1994). 

Torsional mode oscillations are associated with the turbine-generator rotational (mechanical) com- 
ponents. There have been several instances of torsional mode instability due to interactions with the 
generating unit excitation and prime mover controls (Kundur, 1994): 


* Torsional mode destabilization by excitation control was first observed in 1969 during the appli- 
cation of power system stabilizers on a 555 MVA fossil-fired unit at the Lambton generating station 
in Ontario. The PSS, which used a stabilizing signal based on speed measured at the generator 
end of the shaft was found to excite the lowest torsional (16 Hz) mode. The problem was solved 
by sensing speed between the two LP turbine sections and by using a torsional filter (Kundur et al., 
1981; Watson and Coultes, 1973). 

Instability of torsional modes due to interaction with speed governing systems was observed in 
1983 during the commissioning of a 635 MVA unit at Pickering “B” nuclear generating station in 
Ontario. The problem was solved by providing an accurate linearization of steam valve character- 
istics and by using torsional filters (Lee et al., 1986). 


* Control mode oscillations are associated with the controls of generating units and other equip- 
ment. Poorly tuned controls of excitation systems, prime movers, static var compensators, and 
HVDC converters are the usual causes of instability of control modes. Sometimes it is difficult to 
tune the controls so as to assure adequate damping of all modes. Kundur et al. (1981) describe 
the difficulty experienced in tuning the power system stabilizers at the Ontario Hydro’s Nanticoke 
generating station in 1979. The stabilizers used shaft speed signals with torsional filters. With the 
stabilizer gain high enough to stabilize the local plant mode oscillation, a control mode local to 
the excitation system and the generator field referred to as the “exciter mode” became unstable. 
The problem was solved by developing an alternative form of stabilizer that did not require a 
torsional filter (Lee and Kundur, 1986). 


Although all of these categories of oscillations are related and can exist simultaneously, the primary 
focus of this section is on the electromechanical oscillations that affect interarea power flows. 


Conceptual Description of Power System Oscillations 


As illustrated in the previous subsection, power systems contain many modes of oscillation due to a 
variety of interactions of its components. Many of the oscillations are due to generator rotor masses 
swinging relative to one another. A power system having multiple machines will act like a set of masses 
interconnected by a network of springs and will exhibit multiple modes of oscillation. As illustrated 
previously in the section “Historical Perspective’, in many systems, the damping of these electromechan- 
ical swing modes is a critical factor for operating in a secure manner. The power transfer between such 
machines on the AC transmission system is a direct function of the angular separation between their 
internal voltage phasors. The torques that influence the machine oscillations can be conceptually split 
into synchronizing and damping components of torque (de Mello and Concordia, 1969). The synchro- 
nizing component “holds” the machines in the power system together and is important for system 
transient stability following large disturbances. For small disturbances, the synchronizing component of 
torque determines the frequency of an oscillation. Most stability texts present the synchronizing com- 
ponent in terms of the slope of the power-angle relationship, as illustrated in Fig. 11.9, where K represents 
the amount of synchronizing torque. The damping component determines the decay of oscillations and 
is important for system stability following recovery from the initial swing. Damping is influenced by 
many system parameters, is usually small, and can sometimes become negative in the presence of controls, 
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FIGURE 11.9 Simplified power-angle relationship between two AC systems. 
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FIGURE 11.10 Conceptual block diagram of a power-swing mode. 


(which are practically the only “source” of negative damping). Negative damping can lead to spontaneous 
growth of oscillations until relays begin to trip system elements or a limit cycle is reached. 

Figure 11.10 shows a conceptual block diagram of a power-swing mode, with inertial (M), damping 
(D), and synchronizing (K) effects identified. For a perturbation about a steady-state operating point, 
the modal accelerating torque AT,, is equal to the modal electrical torque AT,; (with the modal mechanical 
torque AT,,; considered to be 0). The effective inertia is a function of the total inertia of all machines 
participating in the swing; the synchronizing and damping terms are frequency dependent and are 
influenced by generator rotor circuits, excitation controls, and other system controls. 


Summary on the Nature of Power System Oscillations 


The preceding review leads to a number of important conclusions and observations concerning power 
system oscillations: 
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Oscillations are due to natural modes of the system and therefore cannot be eliminated. However, 
their damping and frequency can be modified. 

* As power systems evolve, the frequency and damping of existing modes change and new ones may 
emerge. 


+ The source of “negative” damping is power system controls, primarily excitation system automatic 
voltage regulators. 


+ Interarea oscillations are associated with weak transmission links and heavy power transfers. 


+ Interarea oscillations often involve more than one utility and may require the cooperation of all 
to arrive at the most effective and economical solution. 


* Power system stabilizers are the most commonly used means of enhancing the damping of interarea 
modes. 


* Continual study of the system is necessary to minimize the probability of poorly damped oscilla- 
tions. Such “beforehand” studies may have avoided many of the problems experienced in power 
systems (see Chapter 3 of CIGRE Technical Brochure No. 111, 1996). 


It must be clear that avoidance of oscillations is only one of many aspects that should be considered 
in the design of a power system and so must take its place in line along with economy, reliability, 
operational robustness, environmental effects, public acceptance, voltage and power quality, and certainly 
a few others that may need to be considered. Fortunately, it appears that many features designed to 
further some of these other aspects also have a strong mitigating effect in reducing oscillations. However, 
one overriding constraint is that the power system operating point must be stable with respect to 
oscillations. 


Criteria for Damping 


The rate of decay of the amplitude of oscillations is best expressed in terms of the damping ratio C. For 
an oscillatory mode represented by a complex eigenvalue o + jw, the damping ratio is given by: 


t= =O 


Vo7 +O" 


The damping ratio C determines the rate of decay of the amplitude of the oscillation. The time constant 
of amplitude decay is 1/ |o|. In other words, the amplitude decays to 1/e or 37% of the initial amplitude 
in 1/ | o| seconds or in 1/(2mC) cycles of oscillation (Kundur, 1994). As oscillatory modes have a wide 
range of frequencies, the use of damping ratio rather than the time constant of decay is considered more 
appropriate for expressing the degree of damping. For example, a 5-s time constant represents amplitude 
decay to 37% of initial value in 110 cycles of oscillation for a 22 Hz torsional mode, in 5 cycles for a 1 
Hz local plant mode, and in one-half cycle for a 0.1 Hz interarea mode of oscillation. On the other hand, 
a damping ratio of 0.032 represents the same degree of amplitude decay in 5 cycles for all modes. 

A power system should be designed and operated so that the following criteria are satisfied for all 
expected system conditions, including postfault conditions following design contingencies: 


1. The damping ratio (¢) of all system modes oscillation should exceed a specified value. The 
minimum acceptable damping ratio is system dependent and is based on operating experience 
and/or sensitivity studies; it is typically in the range 0.03 to 0.05. 

2. The small-signal stability margin should exceed a specified value. The stability margin is measured 
as the difference between the given operating condition and the absolute stability limit (¢ = 0) 
and should be specified in terms of a physical quantity, such as a power plant output, power 
transfer through a critical transmission interface, or system load level. 
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Study Procedure 


There is a general need for establishing study procedures and developing widely accepted design and 
operating criteria with respect to power system oscillations. Tools for the analysis of system oscillations, 
in addition to determining the existence of problems, should be capable of identifying factors influencing 
the problem and providing information useful in developing control measures for mitigation. 

System oscillation problems are often investigated using nonlinear time-domain simulations as a 
natural extension to traditional transient stability analysis. However, there are a number of practical 
problems that limit the effectiveness of using only the time-domain approach: 


+ The use of time responses exclusively to look at damping of different modes of oscillation could 
be deceptive. The choice of disturbance and the selection of variables for observing time response 
are critical. The disturbance may not provide sufficient excitation of the critical modes. The 
observed response contains many modes, and poorly damped modes may not always be dominant. 


To get a clear indication of growing oscillations, it is necessary to carry the simulations out to 15 s 
or 20s or more. This could be time-consuming. 


Direct inspection of time responses does not give sufficient insight into the nature of the oscillatory 
stability problem; it is difficult to identify the sources of the problem and develop corrective 
measures. 


Spectral estimation (i.e., modal identification) techniques based on Prony analysis may be used to 
analyze time-domain responses and extract information about the underlying dynamics of the system 
(Hauer, 1991). 

Small-signal analysis (i-e., modal analysis or eigenanalysis) based on linear techniques is ideally suited 
for investigating problems associated with oscillations. Here, the characteristics of a power system model 
can be determined for a system model linearized about a specific operating point. The stability of each 
mode is clearly identified by the system’s eigenvalues. Modeshapes and the relationships between different 
modes and system variables or parameters are identified using eigenvectors (Kundur, 1994). Conventional 
eigenvalue computation methods are limited to systems up to about 800 states. Such methods are ideally 
suited for detailed analysis for system oscillation problems confined to a small portion of the power 
system. This includes problems associated with local plant modes, torsional modes, and control modes. 
For analysis of interarea oscillations in large interconnected power systems, special techniques have been 
developed for computing eigenvalues associated with a small subset of modes whose frequencies are 
within a specified range (Kundur, 1994). Techniques have also been developed for efficiently computing 
participation factors, residues, transfer function zeros, and frequency responses useful in designing 
remedial control measures. Powerful computer program packages incorporating the above computational 
features are now available, thus providing comprehensive capabilities for analyses of power system 
oscillations (CIGRE Technical Brochure No. 111, 1996; CIGRE Technical Brochure, 2000; Kundur, 1994). 
For very large interconnected systems, it may be necessary to use dynamic equivalents (Wang et al., 1997). 
This can only be achieved by developing reduced-order power system models that correctly reflect the 
significant dynamic characteristics of the interconnected system. 

In summary, a complete understanding of power systems oscillations generally requires a combination 
of analytical tools. Small-signal stability analysis complemented by nonlinear time-domain simulations 
is the most effective procedure of studying power system oscillations. The following are the recommended 
steps for a systematic analysis of power system oscillations: 


1. Perform an eigenvalue scan using a small-signal stability program. This will indicate the presence 
of poorly damped modes. 

2. Perform a detailed eigenanalysis of the poorly damped modes. This will determine their charac- 
teristics and sources of the problem, and assist in developing mitigation measures. This will also 
identify the quantities to be monitored in time-domain simulations. 
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3. Perform time-domain simulations of the critical cases identified from the eigenanalysis. This is useful 
to confirm the results of small-signal analysis. In addition, it shows how system nonlinearities affect 
the oscillations. Prony analysis of these time-domain simulations may also be insightful (Hauer, 1991). 


Mitigation of Power System Oscillations 


In many power systems, equipment is installed to enhance various performance issues such as transient, 
oscillatory, or voltage stability. In many instances, this equipment is power-electronic based, which 
generally means the device can be rapidly and continuously controlled. Examples of such equipment 
applied in the transmission system include a static Var compensator (SVC), static compensator (STAT- 
COM), thyristor-controlled series compensation (TCSC) and Unified Power Flow Controller (UPFC). 
To improve damping in a power system, a supplemental damping controller can be applied to the primary 
regulator of one of these transmission devices or to generator controls. The supplemental control action 
should modulate the output of a device in such a way as to affect power transfer such that damping is added 
to the power system swing modes of concern. This subsection provides an overview on some of the issues 
that affect the ability of damping controls to improve power system dynamic performance (CIGRE Technical 
Brochure No. 111, 1996; CIGRE Technical Brochure, 2000; Paserba et al., 1995; Levine, 1995). 

Siting 

Siting plays an important role in the ability of a device to stabilize a swing mode. Many controllable 
power system devices are sited based on issues unrelated to stabilizing the network (e.g., HVDC trans- 
mission and generators), and the only question is whether they can be utilized effectively as a stability 
aid. In other situations (e.g., SVC, STATCOM, TCSC, or UPFC), the equipment is installed primarily to 
help support the transmission system, and siting will be heavily influenced by its stabilizing potential. Device 
cost represents an important driving force in selecting a location. In general, there will be one location that 
makes optimum use of the controllability of a device. If the device is located at a different location, a larger- 
size device may be needed to achieve the desired stabilization objective. In some cases, overall costs may be 
minimized with nonoptimum locations of individual devices because other considerations must also be 
taken into account, such as land price and availability, environmental regulations, etc. 

The inherent ability of a device to achieve a desired stabilization objective in a robust manner while 
minimizing the risk of adverse interactions is another consideration that can influence the siting decision. 
Most often, these other issues can be overcome by appropriate selection of input signals, signal filtering, 
and control design. This is not always possible, however, so these issues should be included in the decision- 
making process for choosing a site. For many applications, it will be desirable to apply the devices in a 
distributed manner. This approach helps maintain a more uniform voltage profile across the network, 
during both steady-state operation and after transient events. Greater security may also be possible with 
distributed devices because the overall system is more likely to tolerate the loss of one of the devices. 


Control Objectives 


Several aspects of control design and operation must be satisfied during both the transient and the steady- 
state operation of the power system, before and after a major disturbance. These aspects suggest that 
controls applied to the power system should: 


1. Survive the first few swings after a major system disturbance with some degree of safety. The safety 
factor is usually built into a Reliability Council’s criteria (e.g., keeping voltages above some 
threshold during the swings). 

2. Provide some minimum level of damping in the steady-state condition after a major disturbance 
(post-contingent operation). In addition to providing security for contingencies, some applica- 
tions will require “ambient” damping to prevent spontaneous growth of oscillations in steady- 
state operation. 

3. Minimize the potential for adverse side effects, which can be classified as follows: 
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a. Interactions with high-frequency phenomena on the power system, such as turbine-generator 
torsional vibrations and resonances in the AC transmission network. 
b. Local instabilities within the bandwidth of the desired control action. 

4. Be robust so that the control will meet its objectives for a wide range of operating conditions 
encountered in power system applications. The control should have minimal sensitivity to system 
operating conditions and component parameters since power systems operate over a wide range 
of operating conditions and there is often uncertainty in the simulation models used for evaluating 
performance. Also, the control should have minimum communication requirements. 

5. Be highly dependable so that the control has a high probability of operating as expected when 
needed to help the power system. This suggests that the control should be testable in the field to 
ascertain that the device will act as expected should a contingency occur. This leads to the desire 
for the control response to be predictable. The security of system operations depends on knowing, 
with a reasonable certainty, what the various control elements will do in the event of a contingency. 


Closed-Loop Control Design 


Closed-loop control is utilized in many power-system components. Voltage regulators, either continuous 
or discrete, are commonplace on generator excitation systems, capacitor and reactor banks, tap-changing 
transformers, and SVCs. Modulation controls to enhance power system stability have been applied 
extensively to generator exciters and to HVDC, SVC, and TCSC systems. A notable advantage of closed- 
loop control is that stabilization objectives can often be met with less equipment and impact on the 
steady-state power flows than is generally possible with open-loop controls. While the behavior of the 
power system and its components is usually predictable by simulation, its nonlinear character and vast 
size lead to challenging demands on system planners and operating engineers. The experience and 
intuition of these engineers is generally more important to the overall successful operation of the power 
system than the many available, elegant control design techniques (Levine, 1995; CIGRE Technical 
Brochure, 2000). 

Typically, a closed-loop controller is always active. One benefit of such a closed-loop control is ease 
of testing for proper operation on a continuous basis. In addition, once a controller is designed for the 
worst-case contingency, the chance of a less severe contingency causing a system breakup is lower than 
if only open-loop controls are applied. Disadvantages of closed-loop control involve primarily the poten- 
tial for adverse interactions. Another possible drawback is the need for small step sizes, or vernier control 
in the equipment, which will have some impact on cost. If communication is needed, this could also be 
a challenge. However, experience suggests that adequate performance should be attainable using only 
locally measurable signals. 

One of the most critical steps in control design is to select an appropriate input signal. The other 
issues are to determine the input filtering and control algorithm and to assure attainment of the stabi- 
lization objectives in a robust manner with minimal risk of adverse side effects. The following subsections 
discuss design approaches for closed-loop stability controls, so that the potential benefits can be realized 
on the power system. 


Input Signal Selection 


The choice of using a local signal as an input to a stabilizing control function is based on several 
considerations. 


1. The input signal must be sensitive to the swings on the machines and lines of interest. In other 
words, the swing modes of interest must be “observable” in the input signal selected. This is 
mandatory for the controller to provide a stabilizing influence. 

2. The input signal should have as little sensitivity as possible to other swing modes on the power 
system. For example, for a transmission-line device the control action will benefit only those 
modes that involve power swings on that particular line. If the input signal was also responsive 
to local swings within an area at one end of the line, then valuable control range would be wasted 
in responding to an oscillation that the damping device has little or no ability to control. 
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3. The input signal should have little or no sensitivity to its own output, in the absence of power 
swings. Similarly, there should be as little sensitivity to the action of other stabilizing controller 
outputs as possible. This decoupling minimizes the potential for local instabilities within the 
controller bandwidth (CIGRE Technical Brochure, 2000). 


These considerations have been applied to a number of modulation control designs, which have 
eventually proven themselves in many actual applications (see Chapter 5 of CIGRE Technical Brochure 
No. 111 [1996]). For example, the application of PSS controls on generator excitation systems was the 
first such study that reached the conclusion that speed or power is the best input signal, with frequency 
of the generator substation voltage being an acceptable choice as well (Larsen and Swann, 1981; Kundur 
et al., 1989). For SVCs, the conclusion was that the magnitude of line current flowing past the SVC is 
the best choice (Larsen and Chow, 1987). For torsional damping controllers on HVDC systems, it was 
found that using the frequency of a synthesized voltage close to the internal voltage of the nearby 
generator, calculated with locally measured voltages and currents, is best (Piwko and Larsen, 1982). In 
the case of a series device in a transmission line (such as a TCSC), the considerations listed above lead 
to the conclusion that using frequency of a synthesized remote voltage to estimate the center-of-inertia 
of an area involved in a swing mode is a good choice (Levine, 1995). This allows the series device to 
behave like a damper across the AC line. 


Input-Signal Filtering 

To prevent interactions with phenomena outside the desired control bandwidth, low-pass and high-pass 
filtering must be used for the input signal. In certain applications, notch filtering is needed to prevent 
interactions with certain lightly damped resonances. This has been the case with SVCs interacting with 
AC network resonances and modulation controls interacting with generator torsional vibrations. On the 
low-frequency end, the high-pass filter must have enough attenuation to prevent excessive response 
during slow ramps of power, or during the long-term settling following a loss of generation or load. This 
filtering must be considered while designing the overall control as it will strongly affect performance and 
the potential for local instabilities within the control bandwidth. However, finalizing such filtering usually 
must wait until the design for performance is completed, after which the attenuation needed at specific 
frequencies can be determined. During the control design work, a reasonable approximation of these 
filters needs to be included. Experience suggests that a high-pass break near 0.05 Hz (3 s washout time 
constant), and a double low-pass break near 4 Hz (40 ms time constant) as shown in Fig. 11.11, is suitable 
for a starting point. A control design that provides adequate stabilization of the power system with these 
settings for the input filtering has a high probability of being adequate after the input filtering parameters 
are finalized. 


Control Algorithm 


Levine (1995) and CIGRE Technical Brochure (2000) present many control design methods that can be 
utilized to design supplemental controls for power systems. Generally, the control algorithm for damping 
leads to a transfer function that relates an input signal(s) to a device output. This statement is the starting 
point for understanding how deviations in the control algorithm affect system performance. 

In general, the transfer function of the control (and input-signal filtering) is most readily discussed 
in terms of its gain and phase relationship versus frequency. A phase shift of 0° in the transfer function 


FIGURE 11.11 Initial input signal filtering. 
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means that the output is proportional to the input, and, for discussion purposes, is assumed to represent 
a pure damping effect on a lightly damped power swing mode. Phase lag in the transfer function (up to 
90°) translates to a positive synchronizing effect, tending to increase the frequency of the swing mode 
when the control loop is closed. The damping effect will decrease with the sine of the phase lag. Beyond 
90°, the damping effect will become negative. Conversely, phase lead is a desynchronizing influence and 
will decrease the frequency of the swing mode when the control loop is closed. Generally, the desynchro- 
nizing effect should be avoided. The preferred transfer function has between 0° and 45° of phase lag in 
the frequency range of the swing modes that the control is designed to damp. 


Gain Selection 


After the shape of the transfer function to meet the desired control phase characteristics is designed, the 
gain of the control is selected to obtain the desired level of damping. To maximize damping, the gain 
should be high enough to assure full utilization of the controlled device for the critical disturbances, but 
no higher, so that risks of adverse effects are minimized. Typically, the gain selection is done analytically 
with root-locus or Nyquist methods. However, the gain must ultimately be verified in the field (see 
Chapter 8 of CIGRE Technical Brochure No. 111 [1996]). 


Control Output Limits 


The output of a damping control must be limited to prevent it from saturating the device being modu- 
lated. By saturating a controlled device, the purpose of the damping control would be defeated. As a 
general rule of thumb for damping, when a control is at its limits in the frequency range of interarea 
oscillations, the output of the controlled device should be just within its limits (Larsen and Swann, 1981). 


Performance Evaluation 


Good simulation tools are essential to applying damping controls to power transmission equipment for 
the purpose of system stabilization. The controls must be designed and tested for robustness with such 
tools. For many system operating conditions, the only feasible means of testing the system is by simulation, 
so confidence in the power system model is crucial. A typical large-scale power system model may contain 
up to 15,000 state variables or more. For design purposes, a reduced-order model of the power system 
is often desirable (Wang et al., 1997). If the size of the study system is excessive, the large number of 
system variations and parametric studies required becomes tedious and prohibitively expensive for some 
linear analysis techniques and control design methods in general use today. A good understanding of the 
system performance can be obtained with a model that contains only the relevant dynamics for the 
problem under study. The key situations that establish the adequacy of controller performance and 
robustness can be identified from the reduced-order model, and then tested with the full-scale model. 
Note that CIGRE Technical Brochure No. 111 (1996) (CIGRE Technical Brochure, 2000) and Kundur 
(1994) contain information on the application of linear analysis techniques for very large systems. 

Field testing is also an essential part of applying supplemental controls to power systems. Testing needs 
to be performed with the controller open-loop, comparing the measured response at its own input and 
the inputs of other planned controllers, against the simulation models. Once these comparisons are 
acceptable, the system can be tested with the control loop closed. Again, the test results should have a 
reasonable correlation with the simulation program. Methods have been developed for performing such 
testing of the overall power system to provide benchmarks for validating the full-system model. Such 
testing can also be done on the simulation program to help arrive at the reduced-order models (Hauer, 
1991; Kamwa etal., 1993) needed for the advanced control design methods (Levine, 1995; CIGRE 
Technical Brochure, 2000). Methods have also been developed to improve the modeling of individual 
components. These issues are discussed in great detail in Chapters 6 and 8 of CIGRE Technical Brochure 
No. 111 (1996). 


Adverse Side Effects 


Historically in the power industry, each major advance in improving system performance has created 
some adverse side effects. For example, the addition of high-speed excitation systems over 40 years ago 


© 2001 CRC Press LLC 


caused the destabilization known as the “hunting” mode of the generators. The fix was power system 
stabilizers, but it took over 10 years to learn how to tune them properly and there were some unpleasant 
surprises involving interactions with torsional vibrations on the turbine-generator shaft (Larsen and 
Swann, 1981). 

HVDC systems were also found to interact adversely with torsional vibrations [the subsynchronous 
torsional interaction (SSTI) problem], especially when augmented with supplemental modulation controls 
to damp power swings. Similar SSTI phenomena exist with SVCs, although to a lesser degree than with 
HVDC. Detailed study methods have since been established for designing systems with confidence that 
these effects will not cause trouble for normal operation (Piwko and Larsen, 1982; Bahrman et al., 1980). 
Another potential adverse side effect is with SVC systems that can interact unfavorably with network 
resonances. This side effect caused a number of problems in the initial application of SVCs to transmission 
systems. Design methods now exist to deal with this phenomenon, and protective functions exist within 
SVC controls to prevent continuing exacerbation of an unstable condition (Larsen and Chow, 1987). 

As the available technologies continue to evolve, such as the current industry focus on Flexible AC 
Transmission Systems (FACTS), new opportunities arise for power system performance improvement. FACTS 
devices introduce capabilities that may be an order of magnitude greater than existing equipment applied 
for stability improvement. Therefore, it follows that there may be much more serious consequences if they 
fail to operate properly. Robust operation and noninteraction of controls for these FACTS devices are critically 
important for stability of the power system (CIGRE Technical Brochure, 2000; Clark et al., 1995). 


Summary 


In summary, this section on small signal stability and power system oscillations shows that power systems 
contain many modes of oscillation due to a variety of interactions among components. Many of the 
oscillations are due to synchronous generator rotors swinging relative to one another. The electrome- 
chanical modes involving these masses usually occur in the frequency range of 0.1 to 2 Hz. Particularly 
troublesome are the interarea oscillations, which are typically in the frequency range of 0.1 to 1 Hz. The 
interarea modes are usually associated with groups of machines swinging relative to other groups across 
a relatively weak transmission path. The higher frequency electromechanical modes (1 to 2 Hz) typically 
involve one or two generators swinging against the rest of the power system or electrically close machines 
swinging against each other. 

These oscillatory dynamics can be aggravated and stimulated through a number of mechanisms. Heavy 
power transfers, in particular, can create interarea oscillation problems that constrain system operation. 
The oscillations themselves may be triggered through some event or disturbance on the power system 
or by shifting the system operating point across some steady-state stability boundary where growing 
oscillations may be spontaneously created. Controller proliferation makes such boundaries increasingly 
difficult to anticipate. Once started, the oscillations often grow in magnitude over the span of many 
seconds. These oscillations may persist for many minutes and be limited in amplitude only by system 
nonlinearities. In some cases they cause large generator groups to lose synchronism where part or all of 
the electrical network is lost. The same effect can be reached through slow cascading outages when the 
oscillations are strong and persistent enough to cause uncoordinated automatic disconnection of key 
generators or loads. Sustained oscillations can disrupt the power system in other ways, even when they 
do not produce network separation or loss of resources. For example, power swings, which are not always 
troublesome in themselves, may have associated voltage or frequency swings that are unacceptable. Such 
concerns can limit power transfer even when oscillatory stability is not a direct concern. 

Information presented in this section addressing power system oscillations included: 


* Nature of oscillations 

* Criteria for damping 

* Study procedure 

* Mitigation of oscillations by control 
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As to the priority of selecting devices and controls to be applied for the purpose of damping power 
system oscillations, the following summarizing remarks can be made. 


1. Carefully tuned power system stabilizers (PSS) on the major generating units affected by the 
oscillations should be considered first. This is because of the effectiveness and relatively low cost 
of PSSs. 

2. Supplemental controls added to devices installed for other reasons should be considered second. 
Examples include HVDC installed for the primary purpose of long-distance transmission or power 
exchange between asynchronous regions and SVC installed for the primary purpose of dynamic 
voltage support. 

3. Augmentation of fixed or mechanically switched equipment with power-electronics, including 
damping controls can be considered third. Examples include augmenting existing series capacitors 
with a thyristor-controlled portion (TCSC). 

4. The fourth priority for consideration is the addition of a new device in the power system for the 
primary purpose of damping. 
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11.4 Voltage Stability 


Yakout Mansour 


Voltage stability refers to the ability of a power system to maintain its voltage profile under the full 
spectrum of its operating scenarios so that both voltage and power are controllable at all times. 

Voltage instability of radial distribution systems has been well recognized and understood for decades 
(Venikov, 1970; 1980) and was often referred to as load instability. Large interconnected power networks 
did not face the phenomenon until late 1970s and early 1980s. 

Most of the early developments of the major HV and EHV networks and interties faced the classical 
machine angle stability problem. Innovations in both analytical techniques and stabilizing measures made 
it possible to maximize the power transfer capabilities of the transmission systems. The result was increasing 
transfers of power over long distances of transmission. As the power transfer increased, even when angle 
stability was not a limiting factor, many utilities have been facing a shortage of voltage support. The result 
ranged from post contingency operation under reduced voltage profile to total voltage collapse. Major 
outages attributed to this problem were experienced in the northeastern part of the U.S., France, Sweden, 
Belgium, Japan, along with other localized cases of voltage collapse (Mansour, 1990). Accordingly, voltage 
stability imposed itself as a governing factor in both planning and operating criteria of a number of utilities. 
Consequently, major challenges in establishing sound analytical procedures, quantitative measures of 
proximity to voltage instability, and margins have been facing the industry for the last two decades. 

Voltage instability is associated with relatively slow variations in network and load characteristics. Net- 
work response in this case is highly influenced by the slow-acting control devices such as transformer on- 
load tap changers, automatic generation control, generator field current limiters, generator overload reactive 
capability, under-voltage load shedding relays, and switchable reactive devices. The characteristics of such 
devices as to how they influence the network response to voltage variations are generally understood and 
well covered in the literature. On the other hand, electric load response to voltage variation has only been 
addressed more recently, even though it is considered the single most important factor in voltage instability. 


Generic Dynamic Load-Voltage Characteristics 


While it might be possible to identify the voltage response characteristics of a large variety of individual 
equipment of which a power network load is comprised, it is not practical or realistic to model network 
load by individual equipment models. Thus, the aggregate load model approach is much more realistic. 

Field test results as reported by Hill (1992) and Xu et al. (1996) indicate that typical response of an 
aggregate load to step-voltage changes is of the form shown in Fig. 11.12. The response is a reflection of 
the collective effects of all downstream components ranging from OLTCs to individual household loads. 
The time span for a load to recover to steady-state is normally in the range of several seconds to minutes, 
depending on the load composition. Responses for real and reactive power are qualitatively similar. It can 
be seen that a sudden voltage change causes an instantaneous power demand change. This change defines 
the transient characteristics of the load and was used to derive static load models for angular stability 
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FIGURE 11.12 Aggregate load response to a step voltage change. 
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FIGURE 11.13 A generic dynamic load model. 


studies. When the load response reaches steady-state, the steady-state power demand is a function of the 
steady-state voltage. This function defines the steady-state load characteristics known as voltage-depen- 
dent load models in load flow studies. 

The typical load-voltage response characteristics can be modeled by a generic dynamic load model 
proposed in Fig. 11.13. In this model (Xu et al., 1993), x is the state variable. P,(V) and P,(V) are the 
transient and steady-state load characteristics, respectively, and can be expressed as: 


P=V* or P=C,V’+CV+C, 


t 


P=PV* ot P=P(d,V?+dV+d,) 
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where V is the per-unit magnitude of the voltage imposed on the load. It can be seen that, at steady- 
state, state variable x of the model is constant. The input to the integration block, E = P, — PB, must be 
zero and, as a result, the model output is determined by the steady-state characteristics P = P,. For any 
sudden voltage change, x maintains its predisturbance value initially because the integration block cannot 
change its output instantaneously. The transient output is then determined by the transient characteristics 
P—xP,. The mismatch between the model output and the steady-state load demand is the error signal e. 
This signal is fed back to the integration block that gradually changes the state variable x. This process 
continues until a new steady-state (e = 0) is reached. Analytical expressions of the load model, including 
real (P) and reactive (Q) power dynamics, are: 


T, &=P(V)-P,P=xP(V) 


T, =Q(V]-@,Q= ya(v) 


P(vj=v*,P(v)=PVs Q(v)=v8,Q(vj=avF 


Analytical Frameworks 


The slow nature of the network and load response associated with the phenomenon made it possible to 
analyze the problem in two frameworks: (1) long-term dynamic framework in which all slow-acting 
devices and aggregate bus loads are represented by their dynamic models (the analysis in this case is done 
through dynamic simulation of the system response to a contingency or load variation), or (2) steady- 
state framework (e.g., load flow) to determine if the system can reach a stable operating point following 
a particular contingency. This operating point could be a final state or a midpoint following a step of a 
discrete control action (e.g., transformer tap change). 

The proximity of a given system to voltage instability is typically assessed by indices that measure one 
or a combination of: 


* Sensitivity of load bus voltage to variations in active power of the load. 

+ Sensitivity of load bus voltage to variations in injected reactive power at the load bus. 

+ Sensitivity of the receiving end voltage to variations in sending end voltage. 

+ Sensitivity of the total reactive power generated by generators, synchronous condensers, and SVS 
to variations in load bus reactive power. 


Computational Methods 
Load Flow Analysis 


Consider a simple two-bus system of a sending end source feeding a P — Q load through a transmission 
line. The family of curves shown in Fig. 11.14 is produced by maintaining the sending end voltage constant 
while the load at the receiving end is varied at a constant power factor and the receiving end voltage is 
calculated. Each curve is calculated at a specific power factor and shows the maximum power that can 
be transferred at this particular power factor. Note that the limit can be increased by providing more 
reactive support at the receiving end [limit (2) vs. limit (1)], which is effectively pushing the power factor 
of the load in the leading direction. It should also be noted that the points on the curves below the limit 
line Vs characterize unstable behavior of the system where a drop in demand is associated with a drop 
in the receiving end voltage leading to eventual collapse. Proximity to voltage instability is usually 
measured by the distance (in PU power) between the operating point on the P-V curve and the limit of 
the same curve. 

Another family of curves similar to that of Fig. 11.15 can be produced by varying the reactive power 
demand (or injection) at the receiving end while maintaining the real power and the sending end voltage 
constant. The relation between the receiving end voltage and the reactive power injection at the receiving 
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FIGURE 11.14  Pr-Vr characteristics. 
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FIGURE 11.15 Q-Vr characteristics. 


end is plotted to produce the so called Q-Vr curves of Fig. 11.15. The bottom of any given curve 
characterizes the voltage stability limit. Note that the behavior of the system on the right side of the limit 
is such that an increase in reactive power injection at the receiving end results in a receiving end voltage 
rise while the opposite is true on the left side because of the substantial increase in current at the lower 
voltage, which, in turn, increases reactive losses in the network substantially. The proximity to voltage 
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instability is measured as the difference between the reactive power injection corresponding to the 
operating point and the bottom of the curve. As the active power transfer increases (upwards in 
Fig. 11.15), the reactive power margin decreases as does the receiving end voltage. 

The same family of relations in Figs. 11.14 and 11.15 can be and have been used to assess the voltage 
stability of large power systems. The P—V curves can be calculated using load flow programs. The demand 
of load center buses are increased in steps at a constant power factor while the generators’ terminal 
voltages are held at their nominal value. The P-V relation can then be plotted by recording the MW 
demand level against a central load bus voltage at the load center. It should be noted that load flow 
solution algorithms diverge past the limit and do not produce the unstable portion of the P—V relation. 
The Q-V relation, however, can be produced in full by assuming a fictitious synchronous condenser at 
a central load bus in the load center. The Q—V relation is then plotted for this particular bus as a 
representative of the load center by varying the voltage of the bus (now converted to a voltage control 
bus by the addition of the synchronous condenser) and recording its value against the reactive power 
injection of the synchronous condenser. If the limits on the reactive power capability of the synchronous 
condenser is made very high, the load flow solution algorithm will always converge at either side of the 
Q-V relation. 


Sequential Load Flow Method 


The P-V and Q-V relations produced results corresponding to an end state of the system where all tap 
changers and control actions have taken place in time and the load characteristics were restored to a 
constant power characteristics. It is always recommended and often common to analyze the system 
behavior in its transition following a disturbance to the end state. Aside from the full long-term time 
simulation, the system performance can be analyzed in a quasidynamic manner by breaking the system 
response down into several time windows, each of which is characterized by the states of the various 
controllers and the load recovery (Mansour, 1993). Each time window can be analyzed using load flow 
programs modified to reflect the various controllers’ states and load characteristics. Those time windows 
(Fig. 11.16) are primarily characterized by: 


1. Voltage excursion in the first second after a contingency as motors slow, generator voltage regu- 
lators respond, etc. 

2. The period 1 to 20 sec when the system is quiescent until excitation limiting occurs 

The period 20 to 60 sec when generator over excitation protection has operated 

4, The period 1 to 10 min after the disturbance when LTCs restore customer load and further increase 
reactive demand on generators 

5. The period beyond 10 min when AGC, phase angle regulators, operators, etc. come into play 


a 


Voltage Stability as Affected by Load Dynamics 


Voltage stability may occur when a power system experiences a large disturbance such as a transmission 
line outage. It may also occur if there is no major disturbance but the system’s operating point shifts 
slowly towards stability limits. Therefore, the voltage stability problem, as other stability problems, must 
be investigated from two perspectives, the large-disturbance stability and the small-signal stability. 

Large-disturbance voltage stability is event-oriented and addresses problems such as postcontingency 
margin requirement and response of reactive power support. Small-signal voltage stability investigates 
the stability of an operating point. It can provide such information as to the areas vulnerable to voltage 
collapse. In this section, the principle of load dynamics affecting both types of voltage stabilities is analyzed 
by examining the interaction of a load center with its supply network. Key parameters influencing voltage 
stability are identified. Since the real power dynamic behavior of an aggregate load is similar to its reactive 
power counterpart, the analysis is limited to reactive power only. 


Large-Disturbance Voltage Stability 
To facilitate explanation, assume that the voltage dynamics in the supply network are fast as compared to 
the aggregate dynamics of the load center. The network can then be modeled by three quasi-steady-state 
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FIGURE 11.16 Breaking the system response down into time periods. 
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FIGURE 11.17 Voltage dynamics as viewed from V-Q plane. 


V-Q characteristics (QV curves), predisturbance, postdisturbance and postdisturbance-with-reactive- 
support, as shown in Fig. 11.17. The load center is represented by a generic dynamic load. This load- 
network system initially operates at the intersection of the steady-state load characteristics and the 
predisturbance network V—Q curve, point a. 
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The network experiences an outage that reduces its reactive power supply capability to the postdis- 
turbance V—Q curve. The aggregate load responds (see section on Generic Dynamic Load-Voltage Char- 
acteristics) instantaneously with its transient characteristics ({ = 2, constant impedance in this example) 
and the system operating point jumps to point D. Since, at point b, the network reactive power supply is 
less than load demand for the given voltage: 


1,2 =Qv)-Av)>0 


The load dynamics will try to draw more reactive power by increasing the state variable y. This is equivalent 
to increasing the load admittance if 8 = 2 or the load current if B = 1. It drives the operating point to a 
lower voltage. If the load demand and the network supply imbalance persists, the system will continuously 
operate on the intersection of the postdisturbance V—Q curve and the drifting transient load curve with 
a monotonically decreasing voltage. 

If reactive power support is initiated shortly after the outage, the network is switched to the third V-Q 
curve. The load responds with its transient chracteristics and a new operating point is formed. Depending 
on the switch time of reactive power support, the new operating point can be either c, for fas response, 
or d, for slow response. At point c, power supply is greater than load demand (Q,(V) — Q(V) < 0). The 
load then draws less power by decreasing its state variable, and as a result, the operating voltage is 
increased. This dynamic process continues until the power imbalance is reduced to zero, namely a new 
steady-state operating point is reached (point e). On the other hand, for the case with slow response 
reactive support, the load demand is always greater than the network supply. A monotonic voltage collapse 
is the ultimate end. A numerical solution technique can be used to simulate the above process. Equations 
for the simulation are: 


T= Q(V)=QAr}: Qt) = vQ(V) 
Q(t) = Network{V,t) 


where the function Network V,t consists of three polynomials each representing one V—Q curve. 
Figure 11.17 shows the simulation results in V—Q coordinates. The load voltage as a function of time is 
plotted in Fig. 11.18. The results demonstrate the importance of load dynamics for explaining the voltage 
stability problem. 


Small-Signal Voltage Stability 

The voltage characteristics of a power system can be analyzed around an operating point by linearizing 
the load flow equations around the operating point and analyzing the resulting sensitivity matrices. 
Recent breakthroughs in the computational algorithms made those techniques efficient and helpful in 
analyzing large-scale systems, taking into account virtually all the important elements affecting the 
phenomenon. In particular, singular value decomposition and modal techniques should be of particular 
interest to the reader and are thoroughly described by Mansour (1993); Lof et al. (IEEE Paper, 1992); 
Lof et al. (1992); and Gao et al. (1992). 


Mitigation of Voltage Stability Problems 


The following methods can be used to mitigate voltage stability problems. 

Must-Run Generation. Operate uneconomic generators to change power flows or provide voltage 
support during emergencies or when new lines or transformers are delayed. 

Series Capacitors. Use series capacitors to effectively shorten long lines, thus decreasing the net 
reactive loss. In addition, the line can deliver more reactive power from a strong system at one end to 
one experiencing a reactive shortage at the other end. 

Shunt Capacitors. Though the heavy use of shunt capacitors can be part of the voltage stability 
problem, sometimes additional capacitors can also solve the problem by freeing “spinning reactive 
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FIGURE 11.18 Simulation of voltage collapse. 


reserve” in generators. In general, most of the required reactive power should be supplied locally, with 
generators supplying primarily active power. 

Static Var Compensators (SVC). SVCs, the modern counterpart to the synchronous condenser, are 
effective in controlling voltage and preventing voltage collapse, but have very definite limitations that 
must be recognized. Voltage collapse is likely in systems heavily dependent on SVCs when a disturbance 
exceeding planning criteria takes SVCs to ceiling. 

Operate at Higher Voltages. Operating at higher voltage may not increase reactive reserves, but does 
decrease reactive demand. As such, it can help keep generators away from reactive power limits, and thus 
help operators maintain control of voltage. The comparison of receiving end Q—V curves for two sending 
end voltages shows the value of higher voltages. 

Undervoltage Load Shedding. A small load reduction, even 5 to 10%, can make the difference between 
collapse and survival. Manual load shedding is used today for this purpose (some utilities use distribution 
voltage reduction via SCADA), though it may be too slow to be effective in the case of a severe reactive 
shortage. Inverse time-undervoltage relays are not widely used, but can be very effective. In a radial load 
situation, load shedding should be based on primary side voltage. In a steady-state stability problem, the 
load shed in the receiving system will be most effective even though voltages may be lowest near the 
electrical center (though shedding load in the vicinity of the lowest voltage may be more easily accom- 
plished, and will be helpful). 

Lower Power Factor Generators. Where new generation is close enough to reactive-short areas or 
areas that may occasionally demand large reactive reserves, a .80 or .85 power factor generator may 
sometimes be appropriate. However, shunt capacitors with a higher power factor generator having reactive 
overload capability, may be more flexible and economic. 

Use Generator Reactive Overload Capability. Generators should be used as effectively as possible. 
Overload capability of generators and exciters may be used to delay voltage collapse until operators can 
change dispatch or curtail load when reactive overloads are modest. To be most useful, reactive overload 
capability must be defined in advance, operators trained in its use, and protective devices set so as not 
to prevent its use. 
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11.5 Direct Stability Methods 


Vijay Vittal 


Direct methods of stability analysis determine the transient stability (as defined in Section 11.1 and 
described in Section 11.2) of power systems without explicitly obtaining the solutions of the differential 
equations governing the dynamic behavior of the system. The basis for the method is Lyapunov’s second 
method, also known as Lyapunov’s direct method, to determine stability of systems governed by differ- 
ential equations. The fundamental work of A. M. Lyapunov (1857-1918) on stability of motion was 
published in Russian in 1893, and was translated into French in 1907 (Lyapunov, 1907). This work 
received little attention and for a long time was forgotten. In the 1930s, Soviet mathematicians revived 
these investigations and showed that Lyapunov’s method was applicable to several problems in physics 
and engineering. This revival of the subject matter has spawned several contributions that have led to 
the further development of the theory and application of the method to physical systems. 

The following example motivates the direct methods and also provides a comparison with the con- 
ventional technique of simulating the differential equations governing the dynamics of the system. 
Figure 11.19 shows an illustration of the basic idea behind the use of the direct methods. A vehicle, 
initially at the bottom of a hill, is given a sudden push up the hill. Depending on the magnitude of the 
push, the vehicle will either go over the hill and tumble, in which case it is unstable, or the vehicle will 
climb only part of the way up the hill and return to a rest position (assuming that the vehicle’s motion 
will be damped), ie., it will be stable. In order to determine the outcome of disturbing the vehicle’s 
equilibrium for a given set of conditions (mass of the vehicle, magnitude of the push, height of the hill, 
etc.), two different methods can be used: 


1. Knowing the initial conditions, obtain a time solution of the equations describing the dynamics 
of the vehicle and track the position of the vehicle to determine how far up the hill the vehicle 
will travel. This approach is analogous to the traditional time domain approach of determining 
stability in dynamic systems. 

2. The approach based on Lyapunov’s direct method would consist of characterizing the motion of 
the dynamic system using a suitable Lyapunov function. The Lyapunov function should satisfy 
certain sign definiteness properties. These properties will be addressed later in this subsection. A 
natural choice for the Lyapunov function is the system energy. One would then compute the 
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FIGURE 11.19 


energy injected into the vehicle as a result of the sudden push, and compare it with the energy 
needed to climb the hill. In this method, there is no need to track the position of the vehicle as 
it moves up the hill. 


These methods are simple to use if the calculations involve only one vehicle and one hill. The com- 
plexity increases if there are several vehicles involved as it becomes necessary to determine (a) which 
vehicles will be pushed the hardest, (b) how much of the energy is imparted to each vehicle, (c) which 
direction will they move, and (d) how high a hill must they climb before they will go over the top. 

The simple example presented here is analogous to analyzing the stability of a one-machine-infinite- 
bus power system. The approach presented here is identical to the well-known equal area criterion 
(Kimbark, 1948; Anderson and Fouad, 1994) which is a direct method for determining transient stability 
for the one-machine-infinite-bus power system. For a more detailed discussion of the equal area criterion 
and its relationship to Lyapunov’s direct method refer to Pai (1981), chap. 4; Pai (1989), chap. 1; Fouad 
and Vittal (1992), chap. 3. 


Review of Literature on Direct Methods 


In the review presented here, we will deal only with work relating to the transient stability analysis of 
multimachine power systems. In this case the simple example presented above becomes quite complex. 
Several vehicles which correspond to the synchronous machines are now involved. It also becomes 
necessary to determine (a) which vehicles will be pushed the hardest, (b) what portion of the disturbance 
energy is distributed to each vehicle, (c) in which directions the vehicles move, and (d) how high a hill 
must the vehicles climb before they will go over. 

Energy criteria for transient stability analysis were the earliest of all direct methods of multimachine 
power system transient stability assessment. These techniques were extensions of the equal area criterion 
to power systems with more than two generators represented by the classical model (Anderson and Fouad, 
1994, chap. 2). Researchers from the Soviet Union conducted early work in this area (1930s and 1940s). 
There were very few results on this topic in Western literature during the same period. In the 1960s the 
application of Lyapunov’s direct method to power systems generated a great deal of activity in the 
academic community. In most of these investigations, the classical power system model was used. The 
early work on energy criteria dealt with two main issues: (a) characterization of the system energy, and 
(b) the critical value of the energy. 

Several excellent references that provide a detailed review of the development of the direct methods 
for transient stability exist. Ribbens-Pavella (1971) and Fouad (1975) are early review papers and provide 
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a comprehensive review of the work done in the period 1960-1975. Detailed reviews of more recent work 
are conducted in Bose (1984), Ribbens-Pavella and Evans (1985), Fouad and Vittal (1988), and Chiang 
et al. (1995). The following textbooks provide a comprehensive review and also present detailed descrip- 
tions of the various approaches related to direct stability methods: Pai (1981), Pai (1989), Fouad and 
Vittal (1992), Ribbens-Pavella (1971), and Pavella and Murthy (1994). These references provide a thor- 
ough and detailed review of the evolution of the direct methods. In what follows, a brief review of the 
field and the evolutionary steps in the development of the approaches are presented. 

Gorev (1971) first proposed an energy criteria based on the lowest saddle point or unstable equilibrium 
point (UEP). This work influenced the thinking of power system direct stability researchers for a long 
time. Magnusson (1947) presented an approach very similar to that of Gorev’s and derived a potential 
energy function with respect to the (posttransient) equilibrium point of the system. Aylett (1958) studied 
the phase-plane trajectories of multimachine systems using the classical model. An important aspect of 
this work is the formulation of the system equations based on the intermachine movements. In the period 
that followed, several important publications dealing with the application of Lyapunov’s method to power 
systems appeared. These works largely dealt with the aspects of obtaining better Lyapunov function, and 
determining the least conservative estimate of the domain of attraction. Gless (1966) applied Lyapunov’s 
method to the one machine classical model system. El-Abiad and Nagappan (1966) developed a Lyapunov 
function for multimachine system and demonstrated the approach on a four machine system. The 
stability results obtained were conservative, and the work that followed this largely dealt with improving 
the Lyapunov function. A sampling of the work following this line of thought is presented in Willems 
(1968), Pai et al. (1970), and Ribbens-Pavella (1971). These efforts were followed by the work of Tavora 
and Smith (1972) dealing with the transient energy of a multimachine system represented by the classical 
model. They formulated the system equations in the Center of Inertia (COI) reference frame and also 
in the internode coordinates which is similar to the formulation used by Aylett (1958). Tavora and Smith 
obtained expressions for the total kinetic energy of the system and the transient kinetic energy, which 
the authors say determines stability. This was followed by work of Gupta and El-Abiad (1976), which 
recognized that the UEP of interest is not the one with the lowest energy, but rather the UEP closest to 
the system trajectory. Uyemura et al. (1996) made an important contribution by developing a technique 
to approximate the path-dependent terms in the Lyapunov functions by path-independent terms using 
approximations for the system trajectory. 

The work by Athay, Podmore, and colleagues (Athay et al., 1979) is the basis for the transient energy 
function (TEF) method used today. This work investigated many issues dealing with the application of 
the TEF method to large power systems. These included: 


COI formulation and approximation of path-dependent terms. 

Search for the UEP in the direction of the faulted trajectory. 

Investigation of the Potential Energy Boundary Surface (PEBS). 

Application of the technique to power systems of practical sizes. 

5. Preliminary investigation of higher-order models for synchronous generators. 


HB Oe (Ns 


This work was followed by the work at Iowa State University by Fouad and colleagues (1981), which 
dealt with the determination of the correct UEP for stability assessment. This work also identified the 
appropriate energy for system separation and developed the concept of corrected kinetic energy. Details 
regarding this work are presented in Fouad and Vittal (1992). 

The work that followed largely dealt with developing the TEF method into a more practical tool, and 
with improving its accuracy, modeling features, and speed. An important development in this area was 
the work of Bergen and Hill (1981). In this work the network structure was preserved for the classical 
model. As a result, fast techniques that incorporated network sparsity could be used to solve the problem. 
A concerted effort was also carried out to extend the applicability of the TEF method to realistic systems. 
This included improvements in modeling features, algorithms, and computational efficiency. Work 
related to the large-scale demonstration of the TEF method is found in Carvalho et al. (1986). The work 
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dealing with extending the applicability of the TEF method is presented in Fouad et al. (1986). Significant 
contributions to this aspect of the TEF method can also be found in Padiyar and Sastry (1987), Padiyar 
and Ghosh (1989), and Abu-Elnaga et al. (1988). 

In Chiang (1985), Chiang et al. (1987), and Chiang et al. (1988), a significant contribution was made 
to provide an analytical justification for the stability region for multimachine power systems, and a 
systematic procedure to obtain the controlling UEP was also developed. Zaborsky et al. (1988) also 
provide a comprehensive analytical foundation for characterizing the region of stability for multimachine 
power systems. 

With the development of a systematic procedure to determine and characterize the region of stability, 
a significant effort was directed toward the application of direct methods for online transient stability 
assessment. This work, reported in Waight et al. (1994) and Chadalavada et al. (1997), has resulted in an 
online tool which has been implemented and used to rank contingencies based on their severity. Another 
online approach implemented and being used at B.C. Hydro is presented in Mansour et al. (1995). A 
recent effort with regard to classifying and ranking contingencies quite similar to the one presented in 
Chadalavada et al. (1997) is described in Chiang et al. (1998). 

Some recent efforts (Ni and Fouad, 1987; Hiskens et al., 1992; Jiang et al., 1995) also deal with the 
inclusion of FACTS devices in the TEF analysis. 


The Power System Model 


The classical power system model will now be presented. It is the “simplest” power system model used 
in stability studies and is limited to the analysis of first swing transients. For more details regarding the 
model, the reader is referred to Anderson and Fouad (1994), Fouad and Vittal (1992), Kundur (1994), 
and Sauer and Pai (1998). The assumptions commonly made in deriving this model are: 

For the synchronous generators 


1. Mechanical power input is constant. 

2. Damping or asynchronous power is negligible. 

3. The generator is represented by a constant EMF behind the direct axis transient (unsaturated) 
reactance. 

4. The mechanical rotor angle of a synchronous generator can be represented by the angle of the 
voltage behind the transient reactance. 


The load is usually represented by passive impedances (or admittances), determined from the predis- 
turbance conditions. These impedances are held constant throughout the stability study. This assumption 
can be improved using nonlinear models. See Fouad and Vittal (1992), Kundur (1994), and Sauer and 
Pai (1998) for more details. With the loads represented as constant impedances, all the nodes except the 
internal generator nodes can be eliminated. The generator reactances and the constant impedance loads 
are included in the network bus admittance matrix. The generators’ equations of motion are then given by 


M; o = i ei 
(11.13) 
aa pH Den 
dt : 
where 
P= Y [csinls, -8,)+D,cos(8,-8,)] (11.14) 
j=l 
j#i 
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P; = Py — E Gy 


C; =EEB,D,;= EEG, 

Pj = Mechanical power input 

G;; = Driving point conductance 

E, = Constant voltage behind the direct axis transient reactance 

@; 6; |= Generator rotor speed and angle deviations, respectively, with respect to a synchronously 


rotating reference frame 
M; = Inertia constant of generator 
B; (G;) = Transfer susceptance (conductance) in the reduced bus admittance matrix 


Equation (11.13) is written with respect to an arbitrary synchronous reference frame. Transformation 
of this equation to the inertial center coordinates not only offers physical insight into the transient stability 
problem formulation in general, but also removes the energy associated with the motion of the inertial 
center which does not contribute to the stability determination. Referring to Eq. (11.13), define 


then, 


i=l i=l j=l fait] (11.15) 


1=1,2,....n (11.16) 


and in this coordinate system the equations of motion are given by 


s M. 
M@,=P-—P,,-—B 
M, (11.17) 


Review of Stability Theory 


A brief review of the stability theory applied to the TEF method will now be presented. This will include 
a few definitions, some important results, and an analytical outline of the stability assessment formulation. 

The definitions and results that are presented are for differential equations of the type shown in 
Eqs. (11.13) and (11.17). These equations have the general structure given by 


x(t) = f(t,2(1)) (11.18) 
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The system described by Eq. (11.18) is said to be autonomous if f (t, x(t)) =f (x), i-e., independent of 
t and is said to be nonautonomous otherwise. 

A point x) € R" is called an equilibrium point for the system [Eq. (11.18)] at time tf, if f (f,x)) =0 for all t= t,. 

An equilibrium point x, of Eq. (11.18) is said to be an isolated equilibrium point if there exists some 
neighborhood S of x, which does not contain any other equilibrium point of Eq. (11.18). 

Some precise definitions of stability in the sense of Lyapunov will now be presented. In presenting 
these definitions, we consider systems of equations described by Eq. (11.18), and also assume that 
Eq. (11.18) possesses an isolated equilibrium point at the origin. Thus, f (t, 0) = 0 for all t= 0. 

The equilibrium x = 0 of Eq. (11.18) is said to be stable in the sense of Lyapunov, or simply stable if 
for every real number € > 0 and initial time f, > 0 there exists a real number 8(¢, ,) > 0 such that for 
all initial conditions satisfying the inequality ||x(t,)]| = ||xol| < 6, the motion satisfies ||x(t)|| < € for all t= ty. 

The symbol || . || stands for a norm. Several norms can be defined on an n-dimensional vector space. 
Refer to Miller and Michel (1983) and Vidyasagar (1978) for more details. The definition of stability 
given above is unsatisfactory from an engineering viewpoint, where one is more interested in a stricter 
requirement of the system trajectory to eventually return to some equilibrium point. Keeping this 
requirement in mind, the following definition of asymptotic stability is presented. 

The equilibrium x = 0 of Eq. (11.18) is asymptotically stable at time ty if 


1. x= Ois stable at t= t 


2. For every ft) 2 0, there exists an N(f)) > 0 such that Lim|x(¢)| — 0 whenever ix(+)) <n 


to 


(ATTRACTIVITY) 


This definition combines the aspect of stability as well as attractivity of the equilibrium. The concept 
is local, because the region containing all the initial conditions that converge to the equilibrium is some 
portion of the state space. Having provided the definitions pertaining to stability, the formulation of the 
stability assessment procedure for power systems is now presented. The system is initially assumed to be 
at a predisturbance steady-state condition governed by the equations 


x(t) = f*(x(+)) -oo<t<0 (11.19) 


The superscript p indicates predisturbance. The system is at equilibrium, and the initial conditions are 
obtained from the power flow solution. At t= 0, the disturbance or the fault is initiated. This changes 
the structure of the right-hand sides of the differential equations, and the dynamics of the system are 
governed by 


x(t)= f!(x(t)) O2¢e7; (11.20) 


where the superscript f indicates faulted conditions. The disturbance or the fault is removed or cleared 
by the protective equipment at time t,. As a result, the network undergoes a topology change and the 
right-hand sides of the differential equations are again altered. The dynamics in the postdisturbance or 
postfault period are governed by 


x(t) = f(x(*)) t,<t<eo (11.21) 


The stability analysis is done for the system in the postdisturbance period. The objective is to ascertain 
asymptotic stability of the postdisturbance equilibrium point of the system governed by Eq. (11.21). This 
is done by obtaining the domain of attraction of the postdisturbance equilibrium and determining if the 
initial conditions of the postdisturbance period lie within this domain of attraction or outside it. The 
domain of attraction is characterized by the appropriately determined value of the transient energy 
function. In the literature survey presented previously, several approaches to characterize the domain of 
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attraction were mentioned. In earlier approaches (El-Abiad and Nagappan, 1966; Tavora and Smith, 
1972), this was done by obtaining the unstable equilibrium points (UEP) of the postdisturbance system 
and determining the one with the lowest level of potential energy with respect to the postdisturbance 
equilibrium. This value of potential energy then characterized the domain of attraction. In the work that 
followed, it was found that this approach provided very conservative results for power systems. In Gupta 
and El-Abiad (1976), it was recognized that the appropriate UEP was dependent on the fault location, 
and the concept of closest UEP was developed. An approach to determine the domain of attraction was 
also presented by Kakimoto and colleagues (1978; 1981) based on the concept of the potential energy 
boundary surface (PEBS). For a given disturbance trajectory, the PEBS describes a “local” approximation 
of the stability boundary. The process of finding this local approximation is associated with the deter- 
mination of the stability boundary of a lower dimensional system (see Fouad and Vittal [1992], chap. 4 
for details). It is formed by joining points of maximum potential energy along any direction originating 
from the postdisturbance stable equilibrium point. The PEBS constructed in this manner is orthogonal 
to the equipotential curves. In addition, along the direction orthogonal to the PEBS, the potential energy 
achieves a local maximum at the PEBS. In Athay et al. (1979), several simulations on realistic systems 
were conducted. These simulations, together with the synthesis of previous results in the area led to the 
development of a procedure to determine the correct UEP to characterize the domain of attraction. The 
results obtained were much improved, but in terms of practical applicability there was room for improve- 
ment. The work presented in Fouad et al. (1981) and Carvalho et al. (1986) made several important 
contributions to determining the correct UEP. The term controlling UEP was established, and a systematic 
procedure to determine the controlling UEP was developed. This will be described later. In Chiang et al. 
(1985; 1987; 1988), a thorough analytical justification for the concept of the controlling UEP and the 
characterization of the domain of attraction was developed. This provides the analytical basis for the 
application of the TEF method to power systems. These analytical results in essence show that the stability 
boundary of the postdisturbance equilibrium point is made up of the union of the stable manifolds of 
those unstable equilibrium points contained on the stability boundary. The boundary is then approxi- 
mated locally using the energy function evaluated at the controlling UEP. The conceptual framework of 
the TEF approach is illustrated in Fig. 11.20. 


The Transient Energy Function 


The TEF can be derived from Eq. (11.17) using first principles. Details of the derivation can be found 
in Pai (1981), Pai (1989), Fouad and Vittal (1992), Athay et al. (1979). For the power system model 
considered in Eq. (11.17), the TEF is given by 


- Fs Hs ‘i 0; +0; 
v=! mar-S'2(0,-07)-S C,,cos(8, 85”) - JP, <0s0,d(0, +8, (11.22) 
i=1 i=1 i=l j=i+t] 0f?+052 


where 0; = 0; — 9;. 

The first term on the right-hand side of Eq. (11.22) is the kinetic energy. The next three terms represent 
the potential energy. The last term is path dependent. It is usually approximated (Uyemura et al., 1996; 
Athay et al., 1979) using a straight line approximation for the system trajectory. The integral between 
two points 6° and 0° is then given by 


9? -07+0' —6" 

s i i j j 
ij yj b a 
05,— 0, 


(sino? sin@). (11.23) 


In Fouad et al. (1981), a detailed analysis of the energy behavior along the time domain trajectory was 
conducted. It was observed that in all cases where the system was stable following the removal of a 
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disturbance, a certain amount of the total kinetic energy in the system was not absorbed. This indicates 
that not all the kinetic energy created by the disturbance, contributes to the instability of the system. 
Some of the kinetic energy is responsible for the intermachine motion between the generators and does 
not contribute to the separation of the severely disturbed generators from the rest of the system. The 
kinetic energy associated with the gross motion of k machines having angular speeds @,, @, ..., @, is 
the same as the kinetic energy of their inertial center. The speed of the inertial center of that group and 
its kinetic energy are given by 


6,= > Me, / YM, (11.24) 


Vex, => >™, (a,,) (11.25) 


The disturbance splits the generators of the system into two groups: the critical machines and the rest 
of the generators. Their inertial centers have inertia constants and angular speeds M,,, ®, and M,,, @,,., 


respectively. The kinetic energy causing the separation of the two groups is the same as that of an 
equivalent one-machine-infinite-bus system having inertia constant M,, and angular speed @,, given by 


MxM 
—_ cr sys 


eq sa ke 
M,,+M,, (11.26) 
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and the corresponding kinetic energy is given by 


Vee 5M (6,,) (11.27) 


The kinetic energy term in Eq. (11.22) is replaced by Eq. (11.27). 


Transient Stability Assessment 


As described previously, the transient stability assessment using the TEF method is done for the final 
postdisturbance configuration. The stability assessment is done by comparing two values of the transient 
energy V. The value of V is computed at the end of the disturbance. If the disturbance is a simple fault, 
the value of V at fault clearing V,, is evaluated. 

The other value of V that largely determines the accuracy of the stability assessment is the critical 
value of V, V.,, which is the potential energy at the controlling UEP for the particular disturbance being 
investigated. 

If V, < V,,, the system is stable, and if V, > V,,, the system is unstable. The assessment is made by 
computing the energy margin AV given by 


AV =V,,=V, (11.28) 


Substituting for V,, and V, from Eq. (11.22) and invoking the linear path assumption for the path 
dependent integral between the conditions at the end of the disturbance and the controlling UEP, we have 


n 


AV =-5M,@% - >7(6'-2") 


i=l 


(11.29) 


YY fesloos cos6)| D, ey tins sind") 
eee aa ij Gj 


where (6%, ®) are the conditions at the end of the disturbance and (6", 0) represents the controlling 
UEP. If AV is greater than zero the system is stable, and if AV is less than zero, the system is unstable. A 
qualitative measure of the degree of stability (or instability) can be obtained if AV is normalized with 
respect to the corrected kinetic energy at the end of the disturbance (Fouad et al., 1981). 


AV, =AV/Vyp_ (11.30) 


For a detailed description of the computational steps involved in the TEF analysis, refer to Fouad and 
Vittal (1992), chap. 6. 


Determination of the Controlling UEP 


A detailed description of the rationale in developing the concept of the controlling UEP is provided in 
Fouad and Vittal (1992), section 5.4. A criterion to determine the controlling UEP based on the normalized 
energy margin is also presented. The criterion is stated as follows. The postdisturbance trajectory approaches 
(if the disturbance is large enough) the controlling UEP. This is the UEP with the lowest normalized potential 
energy margin. The determination of the controlling UEP involves the following key steps: 


1. Identifying the correct UEP. 
2. Obtaining a starting point for the UEP solution close to the exact UEP. 
3. Calculation of the exact UEP. 
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Identifying the correct UEP involves determining the advanced generators for the controlling UEP. 
This is referred to as the mode of disturbance (MOD). These generators generally are the most severely 
disturbed generators due to the disturbance. The generators in the MOD are not necessarily those that 
lose synchronism. The computational details of the procedure to identify the correct UEP and obtain a 
starting point for the exact UEP solution are provided in Fouad and Vittal (1992), section 6.6. An outline 
of the procedure is provided below: 


1. Candidate modes to be tested by the MOD test depend on how the disturbance affects the system. 
The selection of the candidate modes is based on several disturbance severity measures obtained 
at the end of the disturbance. These severity measures include kinetic energy and acceleration. A 
ranked list of machines is obtained using the severity measures. From this ranked list, the machines 
or group of machines at the bottom of the list are included in the group forming the rest of the 
system and Vx, is calculated. In a sequential manner, machines are successively added to the 
group forming the rest of the system and Vx,_,, is calculated and stored. 

2. The list of Vxz,,,, calculated above is sorted in descending order and only those groups within 10% 
of the maximum V;,,.,, in the list are retained. 

3. Corresponding to the MOD for each of the retained groups of machines in step 2, an approxima- 
tion to the UEP corresponding to that mode is constructed using the postdisturbance stable 
equilibrium point. For a given candidate mode, where machines i and j are contained in the critical 
group, an estimate of the approximation to the UEP for an n-machine system is given by 
[or] = [er Oy acs [x -0"], ft; [x -0"], iii 0°]. This estimate can be further improved by accounting for 
the motion of the COI, and using the concept of the PEBS to maximize the potential energy along 
the ray drawn from the estimate and the postdisturbance stable equilibrium point 6°. 

4. The normalized potential energy margin for each of the candidate modes is evaluated at the 
approximation to the exact UEP, and the mode corresponding to the lowest normalized potential 
energy margin is then selected as the mode of the controlling UEP. 

5. Using the approximation to the controlling UEP as a starting point, the exact UEP is obtained by 
solving the nonlinear algebraic equation given by 


f=P-P,-—+Py,=0 i=1,2...,0 (11.31) 


The solution of these equations is a computationally intensive task for realistic power systems. Several 
investigators have made significant contributions to determining an effective solution. A detailed descrip- 
tion of the numerical issues and algorithms to determine the exact UEP solution are beyond the scope 
of this handbook. Several excellent references that detail these approaches are available. These efforts are 
described in Fouad and Vittal (1992), section 6.8. 


The BCU (Boundary Controlling UEP) Method 


The BCU method (Chiang et al., 1985, 1987, 1988) provides a systematic procedure to determine a 
suitable starting point for the controlling UEP solution. The main steps in the procedure are as follows: 


1. Obtain the faulted trajectory by integrating the equations 


M, (11.32) 
0.0, Tal ct 
Values of 8 obtained from Eq. (11.32) are substituted in the postfault mismatch equation given 


by Eq. (11.31). The exit point x* is then obtained by satisfying the condition y- f,, =0. 


Fa 
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2. Using 0° as the starting point, integrate the associated gradient system equations given by 


(11.33) 


n-1 


8, = -)' Mp, M,, 
i=l 


At each step of the integration, evaluate >y | = F and determine the first minimum of F along 


the gradient surface. Let 8* be the vector of rotor angles at this point. 
3. Using 0* as a starting point in Eq. (11.31), obtain the exact solution for the controlling UEP. 


Applications of the TEF Method and Modeling Enhancements 


The preceding subsections have provided the important steps in the application of the TEF method to 
analyze the transient stability of multimachine power systems. In this subsection, a brief mention of the 
applications of the technique and enhancements in terms of modeling detail and application to realistic 
power systems is provided. Inclusion of detailed generator models and excitation systems in the TEF 
method are presented in Athay et al. (1979), Fouad et al. (1986), and Waight et al. (1994). The sparse 
formulation of the system to obtain more efficient solution techniques is developed in Bergen and Hill 
(1981), Abu-Elnaga et al. (1988), and Waight et al. (1994). The application of the TEF method for a wide 
range of problems including dynamic security assessment are discussed in Fouad and Vittal (1992), 
chaps. 9-10; Chadalavada et al. (1997); and Mansour et al. (1995). The availability of a qualitative measure 
of the degree of stability or instability in terms of the energy margin makes the direct methods an attractive 
tool for a wide range of problems. The modeling enhancements that have taken place and the continued 
development in terms of computational efficiency and computer hardware, make direct methods a viable 
candidate for online transient stability assessment (Waight et al., 1994; Chadalavada et al., 1997; Mansour 
et al., 1995). This feature is particularly effective in the competitive market environment to calculate 
operating limits with changing conditions. There are several efforts underway dealing with the develop- 
ment of direct methods and a combination of time simulation techniques for online transient stability 
assessment. These approaches take advantage of the superior modeling capability available in the time 
simulation engines, and use the qualitative measure provided by the direct methods to derive preventive 
and corrective control actions and estimate limits. This line of investigation has great potential and could 
become a vital component of energy control centers in the near future. 
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11.6 Power System Stability Controls! 


Carson W. Taylor 


Power system synchronous or angle instability phenomenon limits power transfer, especially where 
transmission distances are long. This is well recognized and many methods have been developed to 
improve stability and increase allowable power transfers. 

The synchronous stability problem has been fairly well solved by fast fault clearing, thyristor exciters, 
power system stabilizers, and a variety of other stability controls such as generator tripping. Fault clearing 
of severe short circuits can be less than three cycles (50 ms for 60 Hz frequency), and the effect of the 
faulted line outage on generator acceleration and stability may be greater than that of the fault itself. 

Nevertheless, requirements for more intensive use of available generation and transmission, more 
onerous load characteristics, greater variation in power schedules, and industry restructuring pose new 
concerns. Recent large-scale power failures have heightened the concerns. 

In this section we describe the state-of-the art of power system angle stability controls. Controls for 
voltage stability are described in another section of this chapter and in other literature (CIGRE Brochure 
No. 101, 1995; CIGRE Brochure No. 128, 1998; IEEE THO 596-7 PWR, 1993; Taylor 1994; Van Cutsem 
and Vournas, 1998). 

We emphasize controls employing relatively new technologies that have actually been implemented 
by electric power companies, or that are seriously being considered for implementation. The technologies 
include applied control theory, power electronics, microprocessors, signal processing, transducers, and 
communications. 

Power system stability controls must be effective and robust. Effective in an engineering sense means 
“cost-effective.” Control robustness is the capability to operate appropriately for a wide range of power 
system operating and disturbance conditions. 


Review of Power System Synchronous Stability Basics 


Many publications, for example CIGRE Brochure No. 111 (1996), Kundur (1994), and IEEE Discrete 
Supplementary Controls Task Force (1978), describe the basics, which are briefly reviewed here. Power 
generation is largely by synchronous generators, which may be interconnected over thousands of kilo- 
meters in very large power systems. Thousands of generators must operate in synchronism during normal 
and disturbance conditions. Loss of synchronism of a generator or group of generators with respect to 
another group of generators is termed instability and could result in expensive widespread power black- 
outs. 

The essence of synchronous stability is balance of individual generator electrical and mechanical 
torques as described by Newton’s second law applied to rotation: 


where J is the moment of inertia of the generator and prime mover, @ is speed, T,, is mechanical prime 
mover torque, and T, is electrical torque related to generator electric power output. The generator speed 
determines the generator rotor angle changes relative to other generators. Figure 11.21 shows the basic 
“swing equation” block diagram relationship for a generator connected to a power system. 

The conventional equation form and notation are used. The block diagram is explained as follows: 


'This section is adapted from Chapter 1 of the CIGRE report, Advanced Angle Stability Controls (1999), which is 
based on U.S. government work not covered by copyright. 
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FIGURE 11.21 Block diagram of generator electromechanical dynamics. 


FIGURE 11.22 Remote power plant to large system. Short-circuit location is shown. 


+ The inertia constant, H, is proportional to the moment of inertia and is the kinetic energy at rated 
speed divided by the generator MVA rating. Units are MW-seconds/MVA, or seconds. 


+ T,, is mechanical torque in per unit. As a first approximation it is assumed to be constant. It is, 
however, influenced by speed controls (governors) and prime mover and energy supply system 
dynamics. 


* @, is rated frequency in radians/second. 
+ 6, is predisturbance rotor angle in radians relative to a reference generator. 


+ The power system block comprises the transmission network, loads, power electronic devices, and 
other generators/prime movers/energy supply systems with their controls. The transmission net- 
work is generally represented by algebraic equations. Loads and generators are represented by 
algebraic and differential equations. 


* Disturbances include short circuits, and line and generator outages. A severe disturbance is a three- 
phase short circuit near the generator. This causes electric power and torque to be zero, with 
accelerating torque equal to T,,. (Although generator current is very high for the short circuit, the 
power factor, active current, and active power are close to zero.) 


The generator electrical equations block represents the internal generator dynamics. Figure 11.22 shows 
a simple conceptual model: a remote generator connected to a large power system by two parallel 
transmission lines with an intermediate switching station. With some approximations adequate for a 
second or more following a disturbance, the Fig. 11.23 block diagram is realized. The basic relationship 
between power and torque is P = Ta. Since speed changes are quite small, power is considered equal to 
torque in per unit. The generator representation is a constant voltage, E’, behind a reactance. The 
transformer and transmission lines are represented by inductive reactances. Using the relation S = E’I*, 
the generator electrical power is the well-known relation: 
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FIGURE 11.23 
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where V is the large system (infinite bus) voltage and X is the total reactance from the generator internal 
voltage to the large system. The above equation approximates characteristics of a detailed, large-scale 
model, and illustrates that the power system is fundamentally a highly nonlinear system for large distur- 
bances. 

Figure 11.24a shows the relation graphically. The predisturbance operating point is at the intersection 
of the load or mechanical power characteristic and the electrical power characteristic. Normal stable 
operation is at 6,. For example, a small increase in mechanical power input causes an accelerating power 
that increases 6 to increase P, until accelerating power returns to zero. The opposite is true for the unstable 
operating point at m — 6,. 6, is normally less than 45°. 

During normal operation, mechanical and electrical torques are equal and a generator runs at close 
to 50 or 60 Hz rated frequency. If, however, a short circuit occurs (usually with removal of a transmission 
line), the electric power output will be partially blocked from reaching loads (momentarily) and the 
generator (or group of generators) will accelerate with increase in generator speed and angle. If the 
acceleration relative to other generators is too great, synchronism will be lost. Loss of synchronism is an 
unstable, runaway situation with large variations of voltages and currents that will normally cause 
protective separation of a generator or a group of generators. Following short-circuit removal, the 
electrical torque and power developed as angle increases will decelerate the generator. If deceleration 
reverses angle swing prior to m — 6/, stability can be maintained at new operating point 8( (Fig. 11.24). 
If the swing is beyond nm — 6/, accelerating power/torque again becomes positive resulting in runaway 
increase in angle and speed, and instability. Figure 11.24a illustrates the equal area stability criterion for 
“first swing” stability. If the decelerating area (energy) above the mechanical power load line is greater 
than the accelerating area below the load line, stability is maintained. 

Stability controls increase stability by decreasing the accelerating area or increasing the decelerating 
area. This may be done by either increasing the electrical power—angle relation, or by decreasing the 
mechanical power input. 

For small disturbances, the block diagram, Fig. 11.23, can be linearized. The block diagram would 
then be that of a second-order differential equation oscillator. For a remote generator connected to a 
large system, the oscillation frequency is 0.8 to 1.1 Hz. 

Figure 11.23 also shows a damping path (dashed, damping power/torque in phase with speed) that 
represents mechanical or electrical damping mechanisms in the generator, turbine, loads, and other 
devices. Mechanical damping arises from the turbine torque-speed characteristic, friction and windage, 
and components of prime mover control in phase with speed. At an oscillation frequency, the electrical 
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FIGURE 11.24 (a) Power angle curve and equal area criterion. Dark shading for acceleration energy during fault. 
Light shading for additional acceleration energy because of line outage. Black shading for deceleration energy. (b) 
Angle-speed phase plane. Dotted line is for unstable case. 


power can be resolved into a component in phase with angle (synchronizing power) and a quadrature 
(90° leading) component in phase with speed (damping power). Controls, notably generator automatic 
voltage regulators with high gain, can introduce negative damping at some oscillation frequencies. (In 
any feedback control system, high gain combined with time delays can cause positive feedback and 
instability.) For stability, the net damping must be positive for both normal conditions and for large 
disturbances with outages. 

Stability controls may also be added to improve damping. In some cases, stability controls are designed 
to improve both synchronizing and damping torques of generators. 

The above analysis can be generalized to large systems. For first swing stability, synchronous stability 
between two critical groups of generators is of concern. For damping, many oscillation modes are present, 
all of which require positive damping. The low frequency modes (0.1—0.8 Hz) are most difficult to damp. 
These modes represent interarea oscillations between large portions of a power system. 


Concepts of Power System Stability Controls 


Figure 11.25 shows the general structure for analysis of power system stability and for development of 
power system stability controls. 
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FIGURE 11.25 General power system structure showing stability controls. (From Hauer, J. E, Robustness Issues in 
Stability Control of Large Electric Power Systems, in 32nd IEEE Conf. Decision and Control, San Antonio, TX, 
Dec. 15-17, 1993. With permission.) 


Stability problems typically involve disturbances such as short circuits, with subsequent removal of 
faulted elements. Generation or load may be lost, resulting in generation—load imbalance and frequency 
excursions. These disturbances stimulate power system electromechanical dynamics. Improperly designed 
or tuned controls may contribute to stability problems; as mentioned, one example is negative damping 
torques caused by generator automatic voltage regulators. 

Because of power system synchronizing and damping forces (including the feedback controls shown 
on Fig. 11.25), stability is maintained for most disturbances and operating conditions. 


Feedback Controls 


The most important feedback (closed-loop) controls are the generator excitation controls (automatic 
voltage regulator often including power system stabilizer). Other feedback controls include prime mover 
controls, controls for reactive power compensation such as static var systems, and special controls for 
HVDC links. These controls are generally linear, continuously active, and based on local measurements. 

There are, however, interesting possibilities for very effective discontinuous feedback controls with 
microprocessors facilitating implementation. Discontinuous controls have certain advantages over con- 
tinuous controls. Continuous feedback controls are potentially unstable. In complex power systems, 
continuously controlled equipment may cause adverse modal interactions (Hauer, 1989). Modern digital 
controls, however, can be discontinuous, and take no action until variables are out-of-range. This is 
analogous to biological systems (that have evolved over millions of years) that operate on the basis of 
excitatory stimuli (Studt, 1998). 

Bang-bang discontinuous control can operate several times to control large amplitude oscillations, 
providing time for linear continuous controls to become effective. 

If stability is a problem, generator excitation control including power system stabilizers should be high 
performance. 


Feedforward Controls 


Also shown on Fig. 11.25 are specialized feedforward (open-loop) controls that are a powerful stabilizing 
force for severe disturbances and for highly stressed operating conditions. Short circuit or outage events 
can be directly detected to initiate preplanned actions such as generator or load tripping, or reactive 
power compensation switching. These controls are rule-based, with rules developed from simulations 
(Le., pattern recognition). These “event-based” controls are very effective since rapid control action 
prevents electromechanical dynamics from becoming stability threatening. 
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“Response-based” feedforward controls are also possible. These controls initiate stabilizing actions for 
arbitrary disturbances that cause significant “swing” of measured variables. 

Feedforward controls such as generator or load tripping can ensure a postdisturbance equilibrium 
with sufficient region of attraction. With fast control action the region of attraction can be small compared 
to requirements with only feedback controls. 

Feedforward controls have been termed discrete supplementary controls (IEEE, 1978), special stability 
controls (IEEE, 1996), special protection systems, remedial action schemes, and emergency control 
systems (Djakov et al., 1998). 

Feedforward controls are very powerful. Although the reliability of special stability controls is often 
an issue (IEEE/CIGRE, 1996), adequate reliability can be obtained by design. Generally, controls are 
required to be as reliable as primary protective relaying. Duplicated or multiple sensors, redundant 
communications, and duplicated or voting logic are common (Dodge et al., 1990). Response-based 
controls are often less expensive than event-based controls because fewer sensors and communications 
paths are needed. 

Undesired operation by some feedforward controls are relatively benign, and controls can be “trigger 
happy.” For example, infrequent misoperation or unnecessary operation of HVDC fast power change, 
reactive power compensation switching, and transient excitation boosting may not be very disruptive. 
Misoperation of generator tripping (especially of steam-turbine generators), fast valving, load tripping, 
or controlled separation, however, are disruptive and costly. 


Synchronizing and Damping Torques 


Power system electromechanical stability means that synchronous generators and motors must remain 
in synchronism following disturbances — with positive damping of rotor angle oscillations (“swings”). 
For very severe disturbances and operating conditions, loss of synchronism (instability) occurs on the 
first forward swing within about one second. For less severe disturbances and operating conditions, 
instability may occur on the second or subsequent swings because of a combination of insufficient 
synchronizing and damping torques at synchronous machines. 


Effectiveness and Robustness 


Power systems have many electromechanical oscillation modes, and each mode can potentially become 
unstable. Lower frequency interarea modes are the most difficult to stabilize. Controls must be designed 
to be effective for one or more modes, and must not cause adverse interactions for other modes. 

There are recent advances in robust control theory, especially for linear systems. For real nonlinear 
systems, emphasis should be on knowing uncertainty bounds and on sensitivity analysis using detailed 
nonlinear, large-scale simulation. For example, the sensitivity of controls to different operating conditions 
and load characteristics must be studied. Online simulation using actual operating conditions reduces 
uncertainty, and can be used for control adaptation. 


Actuators 


Actuators may be mechanical or power electronic. There are tradeoffs between cost and performance. 
Mechanical actuators (circuit breakers) are lower cost, and are usually sufficiently fast for electromechan- 
ical stability (e.g., two-cycle opening time, five-cycle closing time). They have restricted operating fre- 
quency and are generally used for feedforward controls. 

Circuit breaker technology and reliability have improved in recent years (CIGRE Task Force 13.00.1, 
1995; Brunke et al., 1994). Bang-bang control (up to perhaps five operations) for interarea oscillations 
with periods of two seconds or longer is feasible (Furumasu and Hasibar, 1992). Traditional controls for 
mechanical switching have been simple relays, but advanced controls can approach the sophistication of 
controls of, for example, thyristor-switched capacitor banks. 

Power electronic phase control or switching using thyristors has been widely used in generator exciters, 
HVDC, and static var compensators. Newer devices, especially gate-turn-off thyristors, now have voltage 
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and current ratings sufficient for high-power transmission applications. Advantages of power electronic 
actuators are very fast control, unrestricted switching frequency, and minimal transients. 

For economy, existing actuators should be used to the extent possible. These include generator exci- 
tation and prime mover equipment, HVDC equipment, and circuit breakers. For example, infrequent 
generator tripping may be cost-effective compared to new power electronic actuated equipment. 


Reliability Criteria 

Experience shows that instability incidents are usually not caused by three-phase faults near large gen- 
erating plants that are typically specified in deterministic reliability criteria. Rather they are the result of 
a combination of unusual failures and circumstances. The three-phase fault reliability criterion is often 
considered an umbrella criterion for less predictable disturbances involving multiple failures such as 


single-phase short circuits with “sympathetic” tripping of unfaulted lines. Of main concern are multiple 
related failures involving lines on the same right-of-way or with common terminations. 


Types of Power System Stability Controls and Possibilities for Advanced 
Control 


Stability controls are of many types, including: 


Generator excitation controls 


Prime mover controls, including fast valving 


Generator tripping 


Fast fault clearing 


High-speed reclosing, and single-pole switching 


Dynamic braking 


Load tripping and modulation 


Reactive power compensation switching or modulation (series and shunt) 
Current injection by voltage source inverter devices (STATCOM, UPFC, SMES, battery storage) 


Fast phase angle control 


HVDC link supplementary controls 


Adjustable-speed (doubly fed) synchronous machines 


Controlled separation and underfrequency load shedding 


We will summarize these controls. Chapter 17 of Kundur (1994) provides considerable additional 
information. Torizuka and Tanaka (1998) describe the use of many of these controls in Japan. 


Excitation Control 


Generator excitation controls are a basic stability control. Thyristor exciters with high ceiling voltage 
provide powerful and economical means to ensure stability for large disturbances. Modern automatic 
voltage regulators and power system stabilizers are digital, facilitating additional capabilities such as 
adaptive control and special logic (IEEE, 1997; Bollinger et al., 1993; Hajagos and Gerube, 1998; Arcid- 
iancone et al., 1998). 

Excitation control is almost always based on local measurements. Therefore, full effectiveness may not 
be obtained for interarea stability problems where the normal local measurements are not sufficient. Line 
drop compensation (Rubenstein and Walkley, 1957; Dehdashti et al., 1988) is one method to increase 
the effectiveness (sensitivity) of excitation control, and improve coordination with static var compensators 
that normally control transmission voltage with small droop. 

Several forms of discontinuous control have been applied to keep field voltage near ceiling levels during 
the first forward interarea swing (Kundur, 1994; Lee and Kundur, 1986; Taylor et al., 1993). Referring to 
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FIGURE 11.26 Rotor angle swing of Grand Coulee Unit 19 in Pacific Northwest relative to the San Onofre nuclear 
plant in Southern California. The effect of transient excitation boosting (TEB) at the Grand Coulee Third Power 
Plant following bipolar outage of the Pacific HVDC Intertie (3100 MW) is shown. (From Taylor, C. W., et al., Transient 
excitation boosting at Grand Coolee Third Power Plant, IEEE Trans. on Power Syst., 8, 1291-1298, August 1993. With 
permission.) 


the above discussion of angle measurement for stability control, the control described in Kundur (1994) 
and Lee and Kundur (1986) computes change in rotor angle locally from the power system stabilizer 
(PSS) speed change signal. The control described by Taylor et al. (1993) is a feedforward control that 
injects a decaying pulse into the voltage regulators at a large power plant following direct detection of a 
large disturbance. Figure 11.26 shows simulation results using this Transient Excitation Boosting — TEB. 


Prime Mover Control Including Fast Valving 


Fast power reduction (fast valving) at accelerating sending-end generators is an effective means of stability 
improvement. Use has been limited, however, because of the coordination required between character- 
istics of the electrical power system, the prime mover and prime mover controls, and the energy supply 
system (boiler). 

Digital prime mover controls facilitate addition of special features for stability enhancement. Digital 
boiler controls, often retrofitted on existing equipment, may improve the feasibility of fast valving. 

Fast valving is potentially lower cost than tripping of turbo-generators. Kundur (1994) and Bhatt 
(1996) describe investigations and recent implementations of fast valving. Sustained fast valving may be 
necessary for a stable postdisturbance equilibrium. 


Generator Tripping 


Generator tripping is an effective (cost-effective) control especially if hydro units are used. Tripping of 
fossil units, especially gas- or oil-fired units, may be attractive if tripping to house load is possible and 
reliable. Gas-turbine and combined-cycle plants constitute a large percentage of new generation. Occa- 
sional tripping of these units is feasible and can become an attractive stability control in the future. 

Most generator tripping controls are event-based (based on outage of generating plant outgoing lines 
or outage of tie lines). Several advanced response-based generator tripping controls, however, have been 
implemented. 

The Automatic Trend Relay (ATR) has been implemented at the Colstrip generating plant in eastern 
Montana (Stigers et al., 1997). The plant consists of two 330 MW units and two 700 MW units. The 
microprocessor-based controller measures rotor speed and generator power, and computes acceleration 
and angle. Tripping of 16—100% of plant generation is based on eleven trip algorithms involving accel- 
eration, speed, and angle changes. Because of the long distance to Pacific Northwest load centers, the 
ATR has operated many times, both desirably and undesirably. There are proposals to use voltage angle 
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FIGURE 11.27 R—Rdot phase plane for loss of Pacific HVDC Intertie (2000 MW). Solid trajectory is without 
additional generator tripping. Dashed trajectory is with additional 600 MW of generator tripping initiated by the 
R-Rdot controller generator trip switching line. (From Haner et al., Experience with the R-Rdot out-of-step relay, 
IEEE Trans. on Power Delivery, PWRD-1, 2, 35-39, April 1986. With permission.) 


measurement information (Colstrip 500-kV voltage angle relative to Grand Coulee and other Northwest 
locations) to adaptively adjust ATR settings, or as additional information for trip algorithms. Another 
possibility is to provide speed or frequency measurements from Grand Coulee and other locations to 
base algorithms on speed difference rather than only Colstrip speed (Kosterev et al., 1998). 

A Tokyo Electric Power Company stabilizing control predicts generator angle changes and decides the 
minimum number of generators to trip (Matsuzawa et al., 1995). Local generator electric power, voltage, 
and current measurements are used to estimate angles. The control has worked correctly for several actual 
disturbances. 

The Tokyo Electric Power Company is also developing an emergency control system that uses a 
predictive prevention method for step-out of pumped storage generators (Kojima et al., 1997; Imai et al., 
1998). In the new method, the generators in TEPCO’s network, which swing against their local pumped 
storage generators after serious faults, are treated as an external power system. The parameters in the 
external system, such as angle and moment of inertia, are estimated using local online information, and 
the behavior of local pumped storage generators is predicted based on equations of motion. Control 
actions (the number of generators to be tripped) are determined based on the prediction. 

Haner et al. (1986) describe response-based generator tripping using a phase-plane controller. The 
controller is based on the apparent resistance — rate-of-change of apparent resistance (R—Rdot) phase 
plane, which is closely related to an angle difference — speed difference phase plane between two areas. 
The primary use of the controller is for controlled separation of the Pacific AC Intertie. Figure 11.27 
shows simulation results where 600 MW of generator tripping reduces the likelihood of controlled 
separation. 


Fast Fault Clearing, High Speed Reclosing, and Single-Pole Switching 


Clearing time of close-in faults can be less than three cycles using conventional protective relays and 
circuit breakers. Typical EHV circuit breakers have two-cycle opening time. One-cycle breakers have been 
developed (Berglund et al., 1974), but special breakers are seldom justified. High magnitude short circuits 
may be detected as fast as one-fourth cycle by nondirectional overcurrent relays. Ultra high-speed 
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traveling wave relays are also available (Esztergalyos et al., 1978). With such short clearing times, and 
considering that most EHV faults are single-phase, the removed transmission lines or other elements 
may be the major contributor to generator acceleration. This is especially true if nonfaulted equipment 
is removed by “sympathetic” relaying. 

High speed reclosing is an effective method of improving stability and reliability. Reclosing is before 
the maximum of the first forward angular swing, but after 30-40 cycle time for arc extinction. During 
a lightning storm, high-speed reclosing keeps the maximum number of lines in service. High speed 
reclosing is effective when unfaulted lines trip because of relay misoperations. 

Unsuccessful high-speed reclosing into a permanent fault can cause instability and can also compound 
the torsional duty imposed on turbine-generator shafts. Solutions include reclosing only for single-phase 
faults, and reclosing from the weak end with hot-line checking prior to reclosing at the generator end. 
Communication signals from the weak end indicating successful reclosing can also be used to enable 
reclosing at the generator end (Behrendt, 1996). 

Single-pole switching is a practical means to improve stability and reliability in extra high voltage 
networks where most circuit breakers have independent pole operation (IEEE Committee, 1986; Belotelov 
et al., 1998). Several methods are used to ensure secondary arc extinction. For short lines, no special 
methods are needed. For long lines, the four-reactor scheme (Knutsen, 1962; Kimbark, 1964) is most 
commonly used. High speed grounding switches may be used (Hasibar et al., 1981). A hybrid reclosing 
method used by Bonneville Power Administration employs single-pole tripping, but with three-pole 
tripping on the backswing followed by rapid three-pole reclosure; the three-pole tripping ensures sec- 
ondary arc extinction (IEEE Committee, 1986). 

Single-pole switching may necessitate positive sequence filtering in stability control input signals. 

For advanced stability control, signal processing and pattern recognition techniques may be developed 
to detect secondary arc extinction (Finton et al., 1996; Djuric and Terzija, 1995). Reclosing into a fault 
is avoided and single-pole reclosing success is improved. 

High speed reclosing or single-pole switching may not allow increased power transfers because deter- 
ministic reliability criteria generally specifies permanent faults. Nevertheless, fast reclosing provides 
“defense-in-depth” for frequently occurring single-phase temporary faults and false operation of protec- 
tive relays. The probability of power failures because of multiple line outages is greatly reduced. 


Dynamic Braking 


Shunt dynamic brakes using mechanical switching have been used infrequently (Kundur, 1994). Normally 
the insertion time is fixed. One attractive method not requiring switching is neutral-to-ground resistors 
in generator step-up transformers. Braking automatically results for ground faults, which are most 
common. 

Often generator tripping, which helps ensure a post-disturbance equilibrium, is a better solution. 

Thyristor switching of dynamic brakes has been proposed. Thyristor switching or phase control 
minimizes generator torsional duty (Bayer et al., 1996), and can be a subsynchronous resonance coun- 
termeasure (Donnelly et al., 1993). 


Load Tripping and Modulation 


Load tripping is similar in concept to generator tripping but is at the receiving end to reduce deceleration 
of receiving-end generation. Interruptible industrial load is commonly used. For example, Taylor et al. 
(1981) describe tripping of up to 3000 MW of industrial load following outages during power import 
conditions. 

Rather than tripping large blocks of industrial load, it may be possible to trip low priority commercial 
and residential load such as space and water heaters, or air conditioners. This is less disruptive and the 
consumer may not even notice brief interruptions. The feasibility of this control depends on implemen- 
tation of direct load control as part of demand side management, and on the installation of high-speed 
communication links to consumers with high-speed actuators at load devices. Although unlikely because 
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of economics, appliances such as heaters could be designed to provide frequency sensitivity by local 
measurements. 

Load tripping is also used for voltage stability. Here the communication and actuator speeds are 
generally not as critical. 

It is also possible to modulate loads such as heaters to damp oscillations (Samuelsson and Eliasson, 
1997; Kamwa et al., 1998; Dagle, 1997). 

Clearly, load tripping or modulation of small loads will depend on the economics, and the development 
of fast communications and actuators. 


Reactive Power Compensation Switching or Modulation 


Controlled series or shunt compensation improves stability, with series compensation generally being 
the most powerful. For switched compensation, either mechanical or power electronic switches may be 
used. For continuous modulation, thyristor phase control of a reactor (TCR) is used. Mechanical switch- 
ing has the advantage of lower cost. The operating times of circuit breakers are usually adequate, especially 
for interarea oscillations. Mechanical switching is generally single insertion of compensation for synchro- 
nizing support. In addition to previously mentioned advantages, power electronic control has advantages 
in subsynchronous resonance performance. 

For synchronizing support, high-speed series capacitor switching has been used effectively on the 
North American Pacific AC intertie for over 25 years (Kimbark, 1966). The main application is for full 
or partial outages of the parallel Pacific HVDC intertie (event-driven control using transfer trip over 
microwave radio). Series capacitors are inserted by circuit breaker opening; operators bypass the series 
capacitors some minutes after the event. Response-based control using an impedance relay was also used 
for some years, and new response-based controls are being investigated. 

Thyristor-based series compensation switching or modulation has been developed, with several instal- 
lations in service or planned (Cristi et al., 1992; Piwko et al., 1994; Zhou et al., 1988). Thyristor-controlled 
series compensation (TCSC) allows significant time-current dependent increase in series reactance over 
nominal reactance. With appropriate controls, this increase in reactance can be a powerful stabilizing 
force. 

Thyristor-controlled series compensation was chosen for the 1020 km, 500-kV intertie between the 
Brazilian North—Northeast networks and the Brazilian Southeast network (Gama et al., 1998). The TCSCs 
at each end of the intertie are modulated using line power measurements to damp low-frequency 
(0.12 Hz) oscillations. Figure 11.28, from commissioning field tests (Gama, 1999), shows the powerful 
stabilizing benefits of TCSCs. 

Zhou et al. (1998) describe a TCSC application in China for integration of a remote power plant using 
two parallel 500-kV transmission lines (1300 km). Transient stability simulations indicate that 25% 
thyristor-controlled compensation is more effective than 45% fixed compensation. Several advanced 
TCSC control techniques are promising. The state-of-the-art is to provide both transient stability and 
damping control modes. 

Zhou and Liang (1999) surveyed TCSC stability controls, providing 85 references. 

For synchronizing support, high speed switching of shunt capacitor banks is also effective. Again on 
the Pacific AC intertie, four 200 MVAr shunt banks are switched for HVDC and 500-kV AC line outages 
(Furumasu and Hasibar, 1992); new response-based controls are being investigated. 

High speed mechanical switching of shunt banks as part of a static var system is common. For example, 
the Forbes SVS near Duluth, Minnesota, includes two 300 MVAr 500-kV shunt capacitor banks (Sybille 
et al., 1996). Generally, it is effective to augment power electronic controlled compensation with fixed 
or mechanically switched compensation. 

Static var compensators are applied along interconnections to improve synchronizing and damping 
support. Voltage support at intermediate points allow operation at angles above 90°. SVCs are modulated 
to improve oscillation damping. One study (CIGRE, 1996; Larsen and Chow, 1987) showed line current 
magnitude to be the most effective input signal. Synchronous condensers can provide similar benefits, 
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FIGURE 11.28 Effect of TCSCs for trip of a 300 MW generator in the North—Northeast Brazilian network. Results 
are from commissioning field tests in March 1999. The thin line without TCSC power oscillation damping shows 
interconnection separation after 70 seconds. The thick line with TCSC power oscillation damping shows rapid 
oscillation damping. 


but are not competitive today with power electronic control. Available SVCs in load areas may be used 
to indirectly modulate load to provide synchronizing or damping forces. 

Digital control allows many new control strategies. Gains in supervision and optimization adaptive 
control are common. For series or shunt power electronic devices, control mode selection allows bang- 
bang control, synchronizing versus damping control, and other nonlinear and adaptive strategies. 


Current Injection by Voltage Source Inverters 


Advanced power electronic controlled equipment employ gate turn-off thyristors. Reactive power injec- 
tion devices include static compensator (STATCOM), static synchronous series compensator (SSSC), and 
unified power flow controller (UPFC). CIGRE Task Force 38.01.07 (1996) describes the use of these 
devices for oscillation damping. 

As with conventional thyristor-based equipment, it is often effective for voltage source inverter control 
to also direct mechanical switching. 

Voltage source inverters may also be used for real power series or shunt injection. Superconducting 
magnetic energy storage (SMES) or battery storage is the most common. For angle stability control, 
injection of real power is more effective than reactive power. 

For transient stability improvement, SMES can be smaller MVA size and lower cost than a STATCOM. 
SMES is less location-dependent than a STATCOM. 


Fast Voltage Phase Angle Control 


Voltage phase angles, and thereby rotor angles, can be directly and rapidly controlled by power electronic 
controlled series compensation (discussed above) or phase shifting transformers. This provides powerful 
stability control. Although one type of thyristor-controlled phase shifting transformer was developed 
over fifteen years ago (Stemmler and Giith, 1982), high cost has presumably prevented installations. Fang 
and MacDonald (1998) describe an application study. 

The unified power flow controller incorporates GTO-thyristor phase shifting and series compensation 
control, and one installation (not a transient stability application) is in service (Rahman et al., 1997). 

One concept employs power electronic series or phase shifting equipment to control angles across an 
interconnection within a small range (Christensen, 1997). On a power—angle curve, this can be visualized 
as keeping high synchronizing coefficient (slope of power—angle curve) during disturbances. 

Bonneville Power Administration developed a novel method for transient stability by high speed 120° 
phase rotation of transmission lines between networks losing synchronism (Cresap et al., 1981). This 
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FIGURE 11.29 System response to Pacific AC Intertie series capacitor bypass with and without DC modulation. 
(From Cresap et al., Operating experience with modulation of the Pacific HVDC intertie, IEEE Trans. on Power Appar. 
and Syst., PAS-98, 1053-1059, July/August 1978. With permission.) 


technique is very powerful (perhaps too powerful!) and raises reliability and robustness issues, especially 
in the usual case where several lines form the interconnection. It has not been implemented. 


HVDC Link Supplementary Controls 


HVDC DC links are installed for power transfer reasons. In contrast to the above power electronic devices, 
the available HVDC converters provide the actuators so that stability control is inexpensive. For long 
distance HVDC links within a synchronous network, HVDC modulation can provide powerful stabili- 
zation, with active and reactive power injections at each converter. Control robustness, however, is a 
concern. 

HVDC link stability controls are described in CIGRE (1996), IEEE (1991), and reports by Cresap et al. 
(1978). The Pacific HVDC Intertie modulation control implemented in 1976 is unique in that a remote 
input signal from the parallel Pacific AC Intertie was used (Cresap et al., 1978). Figure 11.29 shows 
commissioning test results. 


Adjustable Speed (Doubly Fed) Synchronous Machines 


CIGRE (1996) summarizes stability benefits of adjustable speed synchronous machines that have been 
developed for pumped storage applications in Japan. Fast digital control of excitation frequency enables 
direct control of rotor angle. 


Controlled Separation and Underfrequency Load Shedding 


For very severe disturbances and failures, maintaining synchronism may not be possible or cost effective. 
Controlled separation based on out-of-step detection or parallel path outages mitigates the effects of 
instability. Stable islands are formed, but underfrequency load shedding may be required in islands that 
were importing power. 

Advanced controlled separation schemes are described in Ohura et al. (1990), Haner et al. (1986), 
Taylor et al. (1983), and Centeno et al. (1997). Recent proposals advocate use of voltage phase angle 
measurements for controlled separation. 


Dynamic Security Assessment 


Control design and settings, along with transfer limits, are usually based on off-line simulation (time 
and frequency domain), and on field tests. Controls must then operate appropriately for a variety of 
operating conditions and disturbances. 
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Recently, however, online dynamic (or transient) stability/security assessment software has been devel- 
oped. State estimation and online power flow determine the base operating conditions. Simulation of 
potential disturbances is then based on actual operating conditions, reducing uncertainty of the control 
environment. Dynamic security assessment is presently used to determine arming levels for generator 
tripping controls (Mansour et al., 1995; Ota et al., 1996). 

With today’s computer capabilities, hundreds or thousands of large-scale simulations may be run each 
day to provide an organized database of system stability properties. Security assessment is made efficient 
by techniques such as fast screening and contingency selection, and smart termination of strongly stable 
or unstable cases. Parallel computation is straightforward using multiple workstations for different 
simulation cases; common initiation may be used for the different contingencies. 

In the future, dynamic security assessment may be used for control adaptation to current operating 
conditions. Another possibility is stability control based on neural network or decision tree pattern 
recognition. Dynamic security assessment provides the database for pattern recognition techniques. 
Pattern recognition may be considered data compression of security assessment results. 

Industry restructuring requiring near real-time power transfer capability determination may accelerate 
the implementation of dynamic security assessment, facilitating advanced stability controls. 


“Intelligent” Controls 


Mention has already been made of rule-based controls and pattern recognition based controls. 

As a possibility, Chiang and Wong (1995) describes a sophisticated self-organizing neural fuzzy con- 
troller (SONFC) based on the speed—acceleration phase plane. Compared to the angle-speed phase plane, 
control tends to be faster and both final states are zero (using angle, the postdisturbance equilibrium angle 
is not known in advance). The controllers are located at generator plants. Acceleration and speed can be 
easily measured/computed using, for example, the techniques developed for power system stabilizers. 

The SONFC could be expanded to incorporate remote measurements. Dynamic security assessment 
simulations could be used for updating/retraining of the neural network fuzzy controller. The SONFC 
is suitable for generator tripping, series or shunt capacitor switching, HVDC control, etc. 


Effect of Industry Restructuring on Stability Controls 


Industry restructuring will have much impact on power system stability. New, frequently changing power 
transfer patterns cause new stability problems. Most stability and transfer capability problems must be 
solved by new controls and new substation equipment, rather than by new transmission lines. 

Different ownership of generation, transmission, and distribution makes necessary power system 
engineering more difficult. New power industry standards along with ancillary services mechanisms are 
being developed. Controls such as generator or load tripping, fast valving, higher than standard exciter 
ceilings, and power system stabilizers may be ancillary services. In large interconnections, independent 
grid operators or security coordination centers may facilitate dynamic security assessment and centralized 
stability controls. 


Experience from Recent Power Failures 


Recent cascading power outages demonstrated the impact of control and protection failures, the need 
for “defense-in-depth,” and the need for advanced stability controls. 

The July 2, 1996, and August 10, 1996, power failures (WSCC, 1996; Taylor and Erickson, 1997; Hauer 
et al., 1997; Kosterev et al., 1999) in western North America showed need for improvements and inno- 
vations in stability control areas such as: 


* Fast insertion of reactive power compensation, and fast generator tripping using response-based 
controls. 


* Special HVDC and SVC control. 
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* Power system stabilizer design and tuning. 
* Controlled separation. 
* Power system modeling and data validation for control design. 


+ Adaptation of controls to actual operating conditions. 


Summary 


Power system angle stability can be improved by a wide variety of controls. Some methods have been 
used effectively for many years, both at generating plants and in transmission networks. New control 
techniques and actuating equipment are promising. 

We provide a broad survey of available stability control techniques with emphasis on implemented 
controls, and on new and emerging technology. 


References 


Arcidiancone, V., Corsi, S., Ottaviani, G., Togno, S., Baroffio, G., Raffaelli, C., and Rosa, E., The ENEL’s 
experience on the evolution of excitation control systems through microprocessor technology, IEEE 
Trans. on Energy Conversion, 13, 3, 292-299, September 1998. 

Bayer, W., Habur, K., Povh, D., Jacobson, D. A., Guedes, J. M. G., and Marshall, D. A., Long Distance 
Transmission with Parallel AC/DC Link From Cahora Bassa (Mozambique) to South Africa and 
Zimbabwe, CIGRE paper 14-306, 1996. 

Behrendt, K. C., Relay-to-Relay Digital Logic Communication for Line Protection, Monitoring, and 
Control, in Proceedings of the 23rd Annual Western Protective Relay Conference, Spokane, Washing- 
ton, October 1996. 

Belotelov, A. K., Dyakov, A. E, Fokin, G. G., Ilynichnin, V. V., Leviush, A. L, and Strelkov, V. M., 
Application of Automatic Reclosing in High Voltage Networks of the UPG of Russia under New 
Conditions, CIGRE paper 34-203, 1998. 

Berglund, R. O., Mittelstadt, W. A., Shelton, M. L., Barkan, P., Dewey, C. G., and Skreiner, K. M., One- 
cycle fault interruption at 500 kV: System benefits and breaker designs, IEEE Trans. on Power Appar. 
Syst., PAS-93, 1240-1251, September/October 1974. 

Bhatt, N. B., Field experience with momentary fast turbine valving and other special stability controls 
employed at AEP’s Rockport Plant, IEEE Trans. on Power Syst., 11, 1, 155-161, February 1996. 

Bollinger, K. E., Nettleton, L., Greenwood-Madsen, T., and Salyzyn, M., Experience with digital power 
system stabilizers at steam and hydro generating plants, IEEE Trans. on Energy Conversion, 8, 2, 
June 1993. 

Brunke, J. H., Esztergalyos, J. H., Khan, A. H., and Johnson, D. S., Benefits of Microprocessor-Based 
Circuit Breaker Control, CIGRE paper 23/13-10, 1994. 

Centeno, V., Phadke, A. G., Edris, A., Benton, J., Gaudi, M., and Michel, G., An adaptive out of step relay, 
IEEE Trans. on Power Delivery, 12, 1, 61-71, January 1997. 

Chang, H.-C., and Wang, M.-H., Neural network-based self-organizing fuzzy controller for transient 
stability of multimachine power systems, IEEE Trans. on Energy Conversion, 10, 2, 339-347, June 
1995. 

Christensen, J. E, New control strategies for utilizing power system network more effectively, Electra, 
173, 5-16, August 1997, 

Christl, N., Sadek, K., Hedin, R., Ltitzelberger, P., Krause, P. E., Montoya, A. H., McKenna, S. M., and 
Torgerson, D., Advanced Series Compensation (ASC) with Thyristor Controlled Impedance, 
CIGRE paper 14/37/38-05, 1992. 

CIGRE Task Force 13.00.1, Controlled switching — A state-of-the-art survey, Electra, 163, 65-97, Decem- 
ber 1995. 

CIGRE TE 38.02.17, Advanced Angle Stability Controls, 2000 (in press). 

CIGRE TF 38.01.06 Load Flow Control in High Voltage Systems Using FACTS Controllers, October 1995. 


© 2001 CRC Press LLC 


CIGRE TF 38.01.07, Analysis and Control of Power System Oscillations, Brochure 111, December 1996. 

CIGRE TF 38.02.12, Criteria and Countermeasures for Voltage Collapse, CIGRE Brochure 101, October 
1995. Summary in Electra, October 1995. 

CIGRE WG 34.08, Protection against Voltage Collapse, CIGRE Brochure No. 128, 1998. Summary in 
Electra, No. 179, pp. 111-126, August 1998. 

Cresap, R. L., Scott, D. N., Mittelstadt, W. A., and Taylor, C. W., Damping of Pacific AC Intertie Oscillations 
via Modulation of the Parallel Pacific HVDC Intertie, CIGRE paper 14-05, 1978. 

Cresap, R. L., Scott, D. N., Mittelstadt, W. A., and Taylor, C. W., Operating experience with modulation of 
the Pacific HVDC Intertie, IEEE Trans. on Power Appar. Syst., PAS-98, 1053-1059, July/August 1978. 

Cresap, R. L., Taylor, C. W., and Kreipe, M. J., Transient stability enhancement by 120-degree phase 
rotation, IEEE Trans. on Power Appar. Syst., PAS-100, 745-753, February 1981. 

Dagle, J., Distributed-FACTS: End-Use Load Control for Power System Dynamic Stability Enhancement, in 
EPRI Conference, The Future of Power Delivery in the 21st Century, La Jolla, California, 18-20 November 
1997. 

Dehdashti, A. S., Luini, J. E, and Peng, Z., Dynamic voltage control by remote voltage regulation for 
pumped storage plants, IEEE Trans. on Power Syst., 3, 3, 1188-1192, August 1988. 

Djakov, A. E., Bondarenko, A., Portnoi, M. G., Semenov, V. A., Gluskin, I. Z., Kovalev, V. D., Berdnikov, 
V.L, and Stroev, V. A., The Operation of Integrated Power Systems Close to Operating Limits with 
the Help of Emergency Control Systems, CIGRE paper 39-109, 1998. 

Djuric, M. B., and Terzija, V. V., A new approach to the arcing faults detection for fast autoreclosure in 
transmission systems, IEEE Trans. on Power Delivery, 10, 4, 1793-1798, October 1995. 

Dodge, D., Doel, W., and Smith, S., Power system stability control using fault tolerant technology, ISA 
Instrumentation in Power Industry, paper 90-1323, 33, 33rd Power Instrumentation Symposium, 
May 21-23, 1990. 

Donnelly, M. K., Smith, J. R., Johnson, R. M., Hauer, J. E, Brush, R. W., and Adapa, R., Control of a 
dynamic brake to reduce turbine-generator shaft transient torques, IEEE Trans. on Power Syst., 8 
1, 67—73, February 1993. 

Esztergalyos, J. H., Yee, M. T., Chamia, M., and Lieberman, S., The Development and Operation of an 
Ultra High Speed Relaying System for EHV Transmission Lines, CIGRE paper 34-04, 1978. 

Fang, Y. J., and Macdonald, D. C., Dynamic quadrature booster as an aid to system stability, IEE 
Proc.—Gener. Transm. Distrib., 145, 1, 4147, January 1998. 

Fitton, D. S., Dunn, R. W., Aggarwal, R. K., Johns, A. T., and Bennett, A., Design and implementation 
of an adaptive single pole autoreclosure technique for transmission lines using artificial neural 
networks, IEEE Trans. on Power Delivery, 11, 2, 748-756, April 1996. 

Furumasu, B. C., and Hasibar, R. M., Design and Installation of 500-kV Back-to-Back Shunt Capacitor 
Banks, IEEE Trans. on Power Delivery, 7, 2, 539-545, April 1992. 

Gama, C., Brazilian North-South Interconnection — Control Application and Operating Experience 
with a TCSC, in Proceedings of 1999 IEEE/PES Summer Meeting, July 1999. 

Gama, C., Leoni, R. L., Gribel, J., Fraga, R., Eiras, M. J., Ping, W., Ricardo, A., Cavalcanti, J., and Tenorio, 
R., Brazilian North-South Interconnection — Application of thyristor controlled series compen- 
sation (TCSC) to damp inter-area oscillation mode, CIGRE paper 14-101, 1998. 

Hajagos, L. M., and Gerube, G. R., Utility experience with digital excitation systems, IEEE Trans. on Power 
Syst., 13, 1, 165-170, February 1998. 

Haner, J. M., Laughlin, T. D., and Taylor, C. W., Experience with the R-Rdot out-of-step relay, IEEE Trans. 
on Power Delivery, PWRD-1, 2, 35-39, April 1986. 

Hasibar, R. M., Legate, A. C., Brunke, J. H., and Peterson, W. G., The application of high-speed grounding 
switches for single-pole reclosing on 500-kV power systems, IEEE Trans. on Power Appar. Syst., 
PAS-100, 4, 1512-1515, April 1981. 

Hauer, J. E, Robust damping controls for large power systems, IEEE Control Systems Magazine, January 1989. 

Hauer, J. E, Robustness Issues in Stability Control of Large Electric Power Systems, 32nd IEEE Conference 
on Decision and Control, San Antonio, Texas, December 15-17, 1993. 


© 2001 CRC Press LLC 


Hauer, J., Trudnowski, D., Rogers, G., Mittelstadt, W., Litzenberger, W., and Johnson, J., Keeping an eye 
on power system dynamics, IEEE Computer Applications in Power, 10, 1, 26-30, January 1997. 

IEEE Committee Report, HVDC controls for system dynamic performance, [EEE Trans. on Power Syst., 
6, 2, 743-752, May 1991. 

IEEE Committee Report, Single-pole switching for stability and reliability, IEEE Trans. on Power Syst., 
PWRS-1, 25-36, May 1986. 

IEEE/CIGRE Committee Report (Anderson, P. M. and LeReverend, B. K.), Industry experience with 
special protection schemes, IEEE Trans. on Power Syst., 11, 3, 1166-1179, August 1996. 

IEEE Digital Excitation Applications Task Force, Digital excitation technology — A review of features, 
functions and benefits, [EEE Trans. on Energy Conversion, 12, 3, September 1997. 

IEEE Discrete Supplementary Control Task Force, A description of discrete supplementary controls for 
stability, IEEE Trans. on Power Appar. Syst., PAS-97, 149-165, January/February 1978. 

IEEE FACTS Working Group, FACTS Applications, IEEE/PES 96TP116-0. 

IEEE Power System Relaying Committee WG K12, System Protection and Voltage Stability, 93 THO 596-7 
PWR, 1993. 

IEEE Special Stability Controls Working Group, Annotated bibliography on power system stability con- 
trols: 1986-1994, IEEE Trans. on Power Syst., 11, 2, 794-800, August 1996. 

Imai, S., Syoji, T., Yanagihashi, K., Kojima, Y., Kowada, Y., Oshida, H., and Goda, T., Development of 
predictive prevention method for mid-term stability problem using only local information, Trans- 
actions of IEE Japan, 118-B, 9, 1998. 

Kamwa, I., Grondin, R., Asber, D., Gingras, J. P., and Trudel, G., Active power stabilizers for multimachine 
power systems: Challenges and prospects, IEEE Trans. on Power Syst., 13, 4, 1352-1358, November 
1998. 

Kimbark, E. W., Improvement of system stability by switched series capacitors, IEEE Trans. on Power 
Appar. Syst., PAS-85, 2, 180-188, February 1966. 

Kimbark, E. W., Suppression of ground-fault arcs on single-pole switched lines by shunt reactors, [EEE 
Trans. on Power Appar. Syst., PAS-83, 3, 285-290, March 1964. 

Knutsen, N., Single-Phase Switching of Transmission lines Using Reactors for Extinction of the Secondary 
Arc, CIGRE paper 310, 1962. 

Kojima, Y., Taoka, H., Oshida, H., and Goda, T., On-line modeling for emergency control systems, 
IFAC/CIGRE Symposium on Control of Power Systems and Power Plant, 627-632, 1997. 

Kosterev, D. N., Esztergalyos, J., and Stigers, C. A., Feasibility study of using synchronized phasor mea- 
surements for generator dropping controls in the Colstrip System, IEEE Trans. on Power Syst., 13, 
3, 755-762, August 1998. 

Kosterev, D. N., Taylor, C. W., and Mittelstadt, W. A., Model validation for the August 10, 1996 WSCC 
system outage, IEEE Trans. on Power Syst., 14, 3, 967-979, August 1999. 

Kundur, P., Power System Stability and Control, McGraw-Hill, New York, 1994. 

Larsen, E. V., and Chow, J. H., SVC control design concepts for system dynamic performance, Application 
of Static Var Systems for System Dynamic Performance, IEEE Special Publication 87TH1087-5-PWR, 
36-53, 1987. 

Lee, D. C., and Kundur, P., Advanced Excitation Controls for Power System Stability Enhancement, CIGRE 
paper 38-01, 1986. 

Mansour, Y., Vaahedi, E., Chang, A. Y., Corns, B. R., Garrett, B. W., Demaree, K., Athay, T., and Cheung, 
K., B. C. Hydro’s on-line Transient Stability Assessment (TSA) model development, analysis, and 
post-processing, IEEE Trans. on Power Syst., 10, 1, 241-253, February 1995. 

Matsuzawa, K., Yanagihashi, K., Tsukita, J., Sato, M., Nakamura, T., and Takeuchi, A., Stabilizing control 
system preventing loss of synchronism from extension and its actual operating experience, IEEE 
Trans. on Power Syst., 10, 3, 1606-1613, August 1995. 

Ohura, Y., Suzuki, M., Yanagihashi, K., Yamaura, M., Omata, K., Nakamura, T., Mitamura, S., and 
Watanabe, H., A predictive out-of-step protection system based on observation of the phase 
difference between substations, IEEE Trans. on Power Delivery, 5, 4, 1695-1704, November 1990. 


© 2001 CRC Press LLC 


Ota, H., Kitayama, Y., Ito, H., Fukushima, N., Omata, K., Morita, K., and Kokai, Y., Development of 
transient stability control system (TSC System) based on on-line stability calculation, IEEE Trans. 
on Power Syst., 11, 3, 1463-1472, August 1996. 

Piwko, R. J., Wegner, C. A., Furumasu, B. C., Damsky, B. L., and Eden, J. D., The Slatt Thyristor-Controlled 
Series Capacitor Project — Design, Installation, Commissioning and System Testing, CIGRE paper 
14-104, 1994. 

Rahman, M., Ahmed, M., Gutman, R., O’Keefe, R. J., Nelson, R. J., and Bian, J., UPFC application on 
the AEP system: Planning considerations, IEEE Trans. on Power Syst., 12, 4, 1695-1701, November 
1997. 

Rubenstein, A. S., and Walkley, W. W., Control of reactive KVA with modern amplidyne voltage regulators, 
AIEE Transactions, 961-970, December 1957. 

Samuelsson, O., and Eliasson, B., Damping of electro-mechanical oscillations in a multimachine system 
by direct load control, IEEE Trans. on Power Syst., 12, 4, 1604-1609, November 1997. 

Stemmler, H., and Giith, G., The thyristor-controlled static phase shifter—A new tool for power flow 
control in AC transmission systems, Brown Boveri Review, 69, 3, 73-78, March 1982. 

Stigers, C. A., Woods, C. S., Smith, J. R., and Setterstrom, R. D., The acceleration trend relay for generator 
stabilization at Colstrip, IEEE Trans. on Power Delivery, 12, 3, 1074-1081, July 1997. 

Studt, T., Computer Scientists search for ties to biological intelligence, R&D Magazine, 77-78, October 
1998. 

Sybille, G., Giroux, P., Dellwo, S., Mazur, R., and Sweezy, G., Simulator and field testing of forbes SVC, 
IEEE Trans. on Power Delivery, 11, 3, 1507-1514, July 1996. 

Taylor, C. W., Power System Voltage Stability, McGraw-Hill, New York, 1994. 

Taylor, C. W., and Erickson, D. C., Recording and analyzing the July 2 cascading outage, IEEE Computer 
Applications in Power, 10, 1, 26-30, January 1997. 

Taylor, C. W., Haner, J. M., Hill, L. A., Mittelstadt, W. A., and Cresap, R. L., A new out-of-step relay with 
rate of change of apparent resistance augmentation, IEEE Trans. on Power Appar. Syst., PAS-102, 
3, 631-639, March 1983. 

Taylor, C. W., Mechenbier, J. R., and Matthews, C. E., Transient excitation boosting at Grand Coulee 
Third Power Plant, IEEE Trans. on Power Syst., 8, 3, 1291-1298, August 1993. 

Taylor, C. W., Nassief, F. R., and Cresap, R. L., Northwest power pool transient stability and load shedding 
controls for generation—load imbalances, [EEE Trans. on Power Appar. Syst., PAS-100, 7, 3486-3495, 
July 1981. 

Torizuka, T., and Tanaka, H., An outline of power system technologies in Japan, Electric Power Systems 
Research, 44, 1-5, 1998. 

Van Cutsem, T., and Vournas, C., Voltage Stability of Electric Power Systems, Kluwer Academic Publishers, 
Dordrecht, the Netherlands, 1998. 

WSCC reports on July 2, 1996 and August 10, 1996 outages, available at www.wscc.com. 

Zhou, X., et al., Analysis and control of Yimin—Fentun 500 kV TCSC system, Electric Power Systems 
Research 46, 157-168, 1998. 

Zhou, X., and Liang, J., Overview of control schemes for TCSC to enhance the stability of power systems, 
IEE Proc.-Gener. Transm. Distrib., 146, 2, 125-130, March 1999. 


11.7 Power System Dynamic Modeling 
William W. Price 


Modeling Requirements 


Analysis of power system dynamic performance requires the use of computational models representing 
the nonlinear differential-algebraic equations of the various system components. While scale models or 
analog models are sometimes used for this purpose, most power system dynamic analysis is performed 
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FIGURE 11.30 Time scale of power system dynamic phenomena. 


with digital computers using specialized programs. These programs include a variety of models for 
generators, excitation systems, governor-turbine systems, loads, and other components. The user is 
therefore concerned with selecting the appropriate models for the problem at hand and determining the 
data to represent the specific equipment on his or her system. The focus of this article is on these concerns. 

The choice of appropriate models depends heavily on the time scale of the problem being analyzed. 
Figure 11.30 shows the principal power system dynamic performance areas displayed on a logarithmic 
time scale ranging from microseconds to days. The lower end of the band for a particular item indicates 
the smallest time constants that need to be included for adequate modeling. The upper end indicates the 
approximate length of time that must be analyzed. It is possible to build a power system simulation 
model that includes all dynamic effects from very fast network inductance/capacitance effects to very 
slow economic dispatch of generation. However, for efficiency and ease of analysis, normal engineering 
practice dictates that only models incorporating the dynamic effects relevant to the particular perfor- 
mance area of concern be used. 

This section focuses on the modeling required for analysis of power system stability, including transient 
stability, oscillatory stability, voltage stability, and frequency stability. For this purpose, it is normally 
adequate to represent the electrical network elements (transmission lines and transformers) by algebraic 
equations. The effect of frequency changes on the inductive and capacitive reactances is sometimes included, 
but is usually neglected, since for most stability analysis the frequency changes are small. The modeling of 
the various system components for stability analysis purposes is discussed in the remainder of this section. 
For greater detail, the reader is referred to (Kundur, 1994) and the other references cited below. 


Generator Modeling 


The model of a generator consists of two parts: the acceleration equations of the turbine-generator rotor, 
and the generator electrical flux dynamics. 


Rotor Mechanical Model 


The acceleration equations are simply Newton’s Second Law of Motion applied to the rotating mass of 
the turbine-generator rotor, as shown in block diagram form in Fig. 11.31. The following points should 
be noted: 


1. The inertia constant (H) represents the stored energy in the rotor in MW-seconds, normalized to 
the MVA rating of the generator. Typical values are in the range of 3 to 15, depending on the type 
and size of the turbine-generator. If the inertia (J) of the rotor is given in kg-m/sec, H is computed 
as follows: 
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FIGURE 11.31 Generator rotor mechanical model. 
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2. Sometimes the mechanical power and electrical power are used in this model instead of the 
corresponding torques. Since power equals torque multiplied by rotor speed, the difference is small 
for operation close to nominal speed. However, there will be some effect on the damping of 
oscillations (IEEE Trans., Feb. 1999). 

3. Most models include the damping factor (D) shown in Fig. 11.31. It is used to model oscillation 
damping effects that are not explicitly represented elsewhere in the system model. The selection 
of a value for this parameter has been the subject of much debate (IEEE Trans., Feb. 1999). Values 
from 0 to 4 or higher are sometimes used. The recommended practice is to avoid the use of this 
parameter by including sources of damping in other models, e.g., generator amortisseur and eddy 
current effects, load frequency sensitivity, etc. 


Generator Electrical Model 


The equivalent circuit of a three-phase synchronous generator is usually rendered as shown in Fig. 11.32. 
The three phases are transformed into a two-axis equivalent, with the direct (d) axis in phase with the 
rotor field winding and the quadrature (q) axis 90 electrical degrees ahead. For a more complete discussion 
of this transformation and of generator modeling, see IEEE Std. 1110-1991. In this equivalent circuit, r, 
and L, represent the resistance and leakage inductance of the generator stator, L,y and L,, represent the 
mutual inductance between stator and rotor, and the remaining elements represent rotor windings or 
equivalent windings. This equivalent circuit assumes that the mutual coupling between the rotor windings 
and between the rotor and stator windings are the same. Additional elements can be added (IEEE Std. 
1110-1991) to account for unequal mutual coupling, but most models do not include this since the data 
is difficult to obtain and the effect is small. 

The rotor circuit elements may represent either physical windings on the rotor or eddy currents flowing 
in the rotor body. For solid-iron rotor generators such as steam-turbine generators, the field winding to 
which the DC excitation voltage is applied, is normally the only physical winding. However, additional 
equivalent windings are required to represent the effects of eddy currents induced in the body of the 
rotor. Salient-pole generators, typically used for hydro-turbine generators, have laminated rotors with 
lower eddy currents. However, these rotors often have additional amortisseur (damper) windings embed- 
ded in the rotor. 

Data for generator modeling are usually supplied as synchronous, transient, and subtransient induc- 
tances and open circuit time constants. The relationships between these parameters and the equivalent 
network elements are shown in Table 11.1. Note that the inductance values are often referred to as 
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TABLE 11.1 Generator Parameter Relationships 
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reactances. At nominal frequency, the per unit inductance and reactance values are the same. However, 
as used in the generator model, they are really inductances, which do not change with changing frequency. 

These parameters are normally supplied by the manufacturer. Two values are often given for some of 
the inductance values, a saturated (rated voltage) and unsaturated (rated current) value. The unsaturated 
values should be used, since saturation is usually accounted for separately, as discussed below. 

For salient-pole generators, one or more of the time constants and inductances may be absent from 
the data, since fewer equivalent circuits are required. Depending on the program, either separate models 
are provided for this case or the same model is used with certain parameters set to zero or equal to each 
other. 


Saturation Modeling 


Magnetic saturation effects may be incorporated into the generator electrical model in various ways. The 
data required from the manufacturer is the open-circuit saturation curve, showing generator terminal 
voltage vs. field current. If the field current is given in amperes, it can be converted to per unit by dividing 
by the field current at rated terminal voltage on the air-gap (no saturation) line. (This value of field 
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current is sometimes referred to as AFAG.) Often the saturation data for a generator model is input as 
only two points on the saturation curve, e.g., at rated voltage and 120% of rated voltage. The model then 
automatically fits a curve to these points. 

The open circuit saturation curve characterizes saturation in the d-axis only. Ideally, saturation of the 
q-axis should also be represented, but the data for this is difficult to determine and is usually not provided. 
Some models provide an approximate representation of q-axis saturation based on the d-axis saturation 
data (IEEE Std. 1110-1991). 


Excitation System Modeling 


The excitation system provides the DC voltage to the field winding of the generator and modulates this 
voltage for control purposes. There are many different configurations and designs of excitation systems. 
Stability programs usually include a variety of models capable of representing most systems. These models 
normally include the IEEE standard excitation system models, described in IEEE Standard 421.5 (1992). 
Reference should be made to that document for a description of the various models and typical data for 
commonly used excitation system designs. 

The excitation system consists of several subsystems, as shown in Fig. 11.33. The excitation power 
source provides the DC voltage and current at the levels required by the generator field. The excitation 
power may be provided by a rotating exciter, either a DC generator or an AC generator (alternator) and 
rectifier combination, or by rectifiers supplied from the generator terminals (or other AC source). 
Excitation systems with these power sources are often classified as “DC,” “AC,” and “static,” respectively. 
The maximum (ceiling) field voltage available from the excitation power source is an important param- 
eter. Depending on the type of system, this ceiling voltage may be affected by the magnitude of the field 
current or the generator terminal voltage, and this dependency must be modeled since these values may 
change significantly during a disturbance. 

The automatic voltage regulator (AVR) provides for control of the terminal voltage of the generator 
by changing the generator field voltage. There are a variety of designs for the AVR, including various 
means of ensuring stable response to transient changes in terminal voltage. The speed with which the 
field voltage can be changed is an important characteristic of the system. For the “DC” and most of the 
“AC” excitation systems, the AVR controls the field of the exciter. Therefore, the speed of response is 
limited by the exciter’s time constant. The speed of response of excitation systems is characterized 
according to IEEE Standard 421.2 (1990). 

A power system stabilizer (PSS) is frequently, but not always, included in an excitation system. It is 
designed to modulate the AVR input in such a manner as to contribute damping to intermachine 
oscillations. The input to the PSS may be generator rotor speed, electrical power, or other signals. The 
PSS usually is designed with linear transfer functions whose parameters are tuned to produce positive 
damping for the range of oscillation frequencies of concern. It is important that reasonably correct values 
be used for these parameters. The output of the PSS is limited, usually to +5% of rated generator terminal 
voltage, and this limit value must be included in the model. 

The excitation system includes several other subsystems designed to protect the generator and excita- 
tion system from excessive duty under abnormal operating conditions. Normally, these limiters and 
protective modules do not come into play for analysis of transient and oscillatory stability. However, for 
longer-term simulations, particularly related to voltage instability, overexcitation limiters (OEL) and 
under-excitation limiters (UEL) may need to be modeled. While there are many designs for these limiters, 
typical systems are described in IEEE Trans. (Dec. and Sept., 1995). 


Prime Mover Modeling 


The system that drives the generator rotor is often referred to as the prime mover. The prime mover 
system includes the turbine (or other engine) driving the shaft, the speed control system, and the energy 
supply system for the turbine. The following are the most common prime mover systems: 
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FIGURE 11.33 Excitation system model structure. 


+ Steam turbine 
* Fossil fuel (coal, gas, or oil) boiler 
+ Nuclear reactor 

+ Hydro turbine 

* Combustion turbine (gas turbine) 


* Combined cycle (gas turbine and steam turbine) 


Other less common, and generally smaller prime movers include wind turbine, geothermal steam turbine, 


solar thermal steam turbine, and diesel engine. 


For analysis of transient and oscillatory stability, greatly simplified models of the prime mover are 
sufficient since, with some exceptions, the response times of the prime movers to system disturbances 
are slow compared with the time duration of interest, typically 10 to 20 sec or less. For simple transient 
stability analysis of only a few seconds duration, the prime mover model may be omitted altogether by 
assuming that the mechanical power output of the turbine remains constant. An exception is for a steam- 
turbine system equipped with “fast valving” or “early valve actuation” (EVA). These systems are designed 
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to reduce turbine power output rapidly for nearby faults by quickly closing the intercept valves between 
the high-pressure and low-pressure turbine sections (Younkins et al., 1987). 

For analysis of disturbances involving significant frequency excursions, the turbine and speed control 
(governor) systems must be modeled. Simplified models for steam and hydro turbine-governor systems 
are given in IEEE Trans. (Dec. 1973; Feb. 1992) and these models are available in most stability programs. 
Models for gas turbines and combined cycle plants are less standard, but typical models have been 
described in several references (Rowan, 1983; Hannett and Khan, 1993; IEEE Trans., Aug. 1994). 

For long-term simulations involving system islanding and large frequency excursions, more detailed 
modeling of the energy supply systems may be necessary. There are a great many configurations and 
designs for these systems. Models for typical systems have been published (IEEE Trans., May 1991). 
However, detailed modeling is often less important than incorporating key factors that affect the plant 
response, such as whether the governor is in service and where the output limits are set. 

For a fossil fuel steam plant, the coordination between the speed control and steam pressure control 
systems has an important impact on the speed with which the plant will respond to frequency excursions. 
If the governor directly controls the turbine valves (boiler-follow mode), the power output of the plant 
will respond quite rapidly, but may not be sustained due to reduction in steam pressure. If the governor 
controls fuel input to the boiler (turbine-follow mode), the response will be much slower but can be 
sustained. Modern coordinated controls will result in an intermediate response to these two extremes. 
The plant response will also be slowed by the use of “sliding pressure” control, in which valves are kept 
wide open and power output is adjusted by changing the steam pressure. 

Hydro plants can respond quite rapidly to frequency changes if the governors are active. Some reduc- 
tion in transient governor response is often required to avoid instability due to the “nonminimum phase” 
response characteristic of hydro turbines, which causes the initial response of power output to be in the 
opposite of the expected direction. This characteristic can be modeled approximately by the simple 
transfer function: (1 — sT,,)/(1 + sT,/2). The parameter T,, is called the water starting time and is a 
function of the length of the penstock and other physical dimensions. For high-head hydro plants with 
long penstocks and surge tanks, more detailed models of the hydraulic system may be necessary. 

Gas (combustion) turbines can be controlled very rapidly, but are often operated at maximum output 
(base load), as determined by the exhaust temperature control system, in which case they cannot respond 
in the upward direction. However, if operated below base load, they may be able to provide output in 
excess of the base load value for a short period following a disturbance, until the exhaust temperature 
increases to its limit. Typical models for gas turbines and their controls are found in Rowan (1983) and 
IEEE Trans. (Feb. 1993). 

Combined cycle plants come in a great variety of configurations, which makes representation by a 
typical model difficult (IEEE Trans., 1994). The steam turbine is supplied from a heat recovery steam 
generator (HRSG). Steam is generated by the exhaust from the gas turbine(s), sometimes with supple- 
mentary firing. Often the power output of the steam turbine is not directly controlled by the governor, 
but simply follows the changes in gas turbine output as the exhaust heat changes. 


Load Modeling 


For dynamic performance analysis, the transient and steady-state variation of the load P and Q with 
changes in bus voltage and frequency must be modeled. Accurate load modeling is difficult due to the 
complex and changing nature of the load and the difficulty in obtaining accurate data on its character- 
istics. Therefore, sensitivity studies are recommended to determine the impact of the load characteristics 
on the study results of interest. This will help to guide the selection of a conservative load model or focus 
attention on where load modeling improvements should be sought. 

For most power system analysis purposes, “load” refers to the real and reactive power supplied to lower 
voltage subtransmission or distribution systems at buses represented in the network model. In addition 
to the variety of actual load devices connected to the system, the “load” includes the intervening distri- 
bution feeders, transformers, shunt capacitors, etc. and may include voltage control devices, including 
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automatic tap-changing transformers, induction voltage regulators, automatically switched capacitors, 
etc. 

For transient and oscillatory stability analysis, several levels of detail can be used, depending on the 
availability of information and the sensitivity of the results to the load modeling detail. IEEE Trans. (May 
1993 and Aug. 1995) discuss recommended load modeling procedures. A brief discussion is given below. 


1. Static load model — The simplest model is to represent the active and reactive load components 
at each bus by a combination of constant impedance, constant current, and constant power 
components, with a simple frequency sensitivity factor, as shown in the following formula: 


2 
P=P, r{ -| ve Jn (1+L,,Af) 
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Q=Q, a(*] +0(¥}+0, (1+L Af) 


0 0 


If nothing is known about the characteristics of the load, it is recommended that constant current 
be used for the real power and constant impedance for the reactive power, with frequency factors 
of 1 and 2, respectively. This is based on the assumption that typical loads are about equally divided 
between motor loads and resistive (heating) loads. 

Most stability programs provide for this type of load model, often called a ZIP model. Sometimes 
an exponential function of voltage is used instead of the three separate voltage terms. An exponent 
of 0 corresponds to constant power, 1 to constant current, and 2 to constant impedance. Inter- 
mediate values or larger values can be used if available data so indicates. The following, more 
general model, permitting greater modeling flexibility, is recommended in IEEE Trans. (August 
1995): 


2 Npy1 Npy2 
Vv Vv Vv Vv 
P=P|K,, (| (eke ( (1+, .,Af)+ «,(¥] (1+n,,,Af) 


0 0 0 


4 


2 Novi Nov2 
Vv Vv V Vv 
O=0, Ko] +a K+] (ment) *Ko,( (1+ng.,Af) 


0 0 0 0 


2. Induction motor dynamic model — For loads subjected to large fluctuations in voltage and/or 
frequency, the dynamic characteristics of the motor loads become important. Induction motor 
models are usually available in stability programs. Except in the case of studies of large motors in 
an industrial plant, individual motors are not represented. But one or two motor models repre- 
senting the aggregation of all of the motors supplied from a bus can be used to give the approximate 
effect of the motor dynamics (Nozari et al., 1987). Typical motor data are given in the General 
Electric Company Load Modeling Reference Manual (1987). 

3. Detailed load model — For particular studies, more accurate modeling of certain loads may be 
necessary. This may include representation of the approximate average feeder and transformer 
impedance as a series element between the network bus and the bus where the load models are 
connected. For long-term analysis, the automatic adjustment of transformer taps may be repre- 
sented by simplified models. Several load components with different characteristics may be con- 
nected to the load bus to represent the composition of the load. 
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Load modeling data can be acquired in several ways, none of which are entirely satisfactory, but 
contribute to the knowledge of the load characteristics: 


1. Staged testing of load feeders — Measurements can be made of changes in real and reactive power 
on distribution feeders when intentional changes are made in the voltage at the feeder, e.g., by 
changing transformer taps or switching a shunt capacitor. The latter has the advantage of providing 
an abrupt change that may provide some information on the dynamic response of the load as well 
as the steady-state characteristics. This approach has limitations in that only a small range of 
voltage can be applied, and the results are only valid for the conditions (time of day, season, 
temperature, etc.) when the tests were conducted. This type of test is most useful to verify a load 
model determined by other means. 

2. System disturbance monitoring — Measurements can be made of power, voltage, and frequency 
at various points in the system during system disturbances, which may produce larger voltage 
(and possibly frequency) changes than can be achieved during staged testing. This requires instal- 
lation and maintenance of monitors throughout the system, but this is becoming common practice 
on many systems for other purposes. Again, the data obtained will only be valid for the conditions 
at the time of the disturbance, but over time many data points can be collected and correlated. 

3. Composition-based modeling — Load models can also be developed by obtaining information 
on the composition of the load in particular areas of the system. Residential, commercial, and 
various types of industrial loads are composed of various proportions of specific load devices. The 
characteristics of the specific devices are generally well-known (General Electric Company, 1987). 
The mix of devices can be determined from load surveys, customer SIC classifications, and from 
typical compositions of different types of loads (General Electric Company, 1987). 


Transmission Device Models 


For the most part, the elements of the transmission system, including overhead lines, underground cables, 
and transformers, can be represented by the same algebraic models used for steady-state (power flow) 
analysis. Lines and cables are normally represented by a pi-equivalent with lumped values for the series 
resistance and inductance and the shunt capacitance. Transformers are normally represented by their 
leakage inductance, resistance, and tap ratio. Transformer magnetizing inductance and eddy current (no- 
load) losses are sometimes included. 

Other transmission devices that require special modeling include high-voltage direct current (HVDC) 
systems (Kundur, 1994) and power electronic (PE) devices. The latter includes static Var compensators 
(SVC) (IEEE Trans., Feb. 1994) and a number of newer devices (TCSC, STATCON, UPFC, etc.) under 
the general heading of flexible AC transmission systems (FACTS) devices. Many of these devices have 
modulation controls designed to improve the stability performance of the power system. It is therefore 
important that these devices and their controls be accurately modeled. Due to the developmental nature 
of many of these technologies and specialized designs that are implemented, the modeling usually must 
be customized to the particular device. 


Dynamic Equivalents 


It is often not feasible or necessary to include the entire interconnected power system in the model being 
used for a dynamic performance study. A certain portion of the system that is the focus of the study, the 
“study system,” is represented in detail. The remainder of the system, the “external system,” is represented 
by a simplified model that is called a dynamic equivalent. The requirements for the equivalent depend 
on the objective of the study and the characteristics of the system. Several types of equivalents are discussed 
below. 


1. Infinite bus — If the external system is very large and stiff, compared with the study system, it 
may be adequate to represent it by an infinite bus, that is, a generator with very large inertia and 
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very small impedance. This is often done for studies of industrial plant power systems or distri- 
bution systems that are connected to higher voltage transmission systems. 

2. Lumped inertia equivalent — If the external system is not infinite with respect to the study system 
but is connected at a single point to the study system, a simple equivalent consisting of a single 
equivalent generator model may be used. The inertia of the generator is set approximately equal 
to the total inertia of all of the generators in the external area. The internal impedance of the 
equivalent generator should be set equal to the short-circuit (driving point) impedance of the 
external system viewed from the boundary bus. 

3. Coherent machine equivalent — For more complex systems, especially when interarea oscillations 
are of interest, some form of coherent machine equivalent should be used. In this case, groups of 
generators in the external system are combined into single lumped inertia equivalents if these 
groups oscillate together for interarea modes of oscillation. Determination of such equivalents 
requires specialized calculations for which software is available (Price et al., 1978; Price et al., 1996). 
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11.8 Direct Analysis of Wide Area Dynamics 


J. F. Hauer, W. A. Mittelstadt, M. K. Donnelly, 
W. H. Litzenberger, and Rambabu Adapa 


The material to follow deals with the direct analysis of power system dynamic performance. By “direct” 
we mean that the analysis is performed on the physical system, and that any use of system models is 
secondary. Many of the tools and procedures are as applicable to simulated response as to measured 
response, however. Comparison of the results thus obtained is strongly recommended as a means to test 
model validity. 

The resources needed for direct analysis of a large power system represent significant investments in 
measurement systems, mathematical tools, and staff expertise. New market forces in the electricity 
industry require that the “value engineering” of such investments be considered very carefully. Many 
guidelines for this can be found in collective utility experience of the Western Systems Coordinating 
Council (WSCC), in western North America. 


Dynamic Information Needs: The WSCC Breakup of August 10, 1996 


Large power systems are very rich in information that can be developed from direct measurements of 
dynamic behavior. Progressive electrical utilities are developing comprehensive data acquisition facilities. 
The emerging critical path challenge is to extract essential information from this data, and to distribute 
the pertinent information where and when it is needed. Otherwise, system control centers will be 
progressively inundated by potentially valuable data that they are not yet able to fully utilize. 

New factors are rapidly compounding this problem. Utility restructuring promises to sharply increase 
the need for measurement-based information while shrinking the time frame in which it must be 
produced and distributed. In addition, financial pressures dictate that cost recovery for the requisite 
technology investments be prompt and low risk. 

These issues were brought into sharp and specific focus by the massive breakup experienced by the 
Western North American Power System on August 10, 1996. The mechanism of failure (though perhaps 
not the cause) was a transient oscillation under conditions of high power transfer on long paths that had 
been progressively weakened through a series of seemingly routine transmission line outages. Later 
analysis of monitor records, as in Fig. 11.34, provides many indications of potential oscillation problems. 
Verbal accounts also suggest that less direct indications of a weakened system were observed by system 
operators for some hours, but that there had been no means for interpreting them. It is very likely that, 
buried within the measurements already at hand, lay the information that system behavior was abnormal 
and that the system itself was vulnerable. 

Utility restructuring, through several mechanisms, is making it impossible to predict system vulner- 
abilities as accurately or as promptly as the increasingly volatile market demands. It is quite possible that 
standard planning models could not have predicted the August 10 breakup, even if the conditions leading 
up to it had been known in full detail. This situation has deep roots and many ramifications (WSCC 
Work Group, 1990; Hauer and Hunt, 1996; Stahlkopf and Wilhelm, 1997; Kosterev et al., 1999; Hauer 
and Taylor, 1998; Taylor, 1999). Correcting the situation will require many years of concerted effort on 
many fronts. 
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FIGURE 11.34 Oscillation buildup for the WSCC breakup of August 10, 1996. 


An interim solution is to reinforce capabilities for predicting system vulnerability with the capability 
to detect and recognize its symptoms as evidenced in dynamic measurements. This can also be viewed 
as a form of measurement-based dynamic security assessment (DSA). In the Western Power System, the 
technology and infrastructure that this requires are being developed as extensions of the DOE/EPRI Wide 
Area Measurement System (WAMS) Project and related efforts (Hauer et al., 1997; Hauer et al., Jan. 1999; 
Hauer et al., May 1999). 


Background 


Comprehensive monitoring of a large power system is a long step beyond the monitoring of local devices 
or even regional performance. Developing a suitable investment plan calls for close attention to emerging 
information needs and information technologies. Even more important — perhaps decisively so — are 
the interutility practices and infrastructure through which dynamic information resources are collectively 
reinforced and operated. 

Timeliness of the information is becoming an increasingly important consideration. The pace of utility 
restructuring strongly encourages more aggressive use of power delivery assets, which translates into 
progressive encroachment upon customary operating margins. This can greatly increase the need for 
direct evidence concerning the proximity and nature of safe operating limits. 

The Western North America power system provides a useful example of the agencies at work. Driven 
by stability considerations, and in an earlier regulatory environment, the member utilities of the Western 
North America power system have made significant progress in the development of monitor facilities for 
examining system behavior. This development, coordinated through the WSCC, is a collective response 
to their shared needs for measurement-based information about system characteristics, model fidelity, 
and operational performance (WSCC Work Group, 1990; Hauer and Hunt, 1996; Kosterev et al., 1999). 

Utility restructuring is now carrying these and all utilities toward the future in large abrupt steps. 
Infrastructure development for acquiring wide-area dynamic information started in response to technical 
needs in a cost-based environment. Its value in the new price-based environment is likely to be much 
higher through direct services such as 
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+ Real-time determination of transmission capacities — assuming necessary progress with math- 
ematical tools. 

+ Early detection of system problems — this enables cost reductions through performance-based 
maintenance, and provides a safety check on network loading. 


* Refinement of planning, operation, and control processes — essential to best use of transmission 
assets. 


Such an infrastructure can also provide indirect benefits as an enterprise network (IEEE Spectrum, 
July 1991; Grenier and Metes, 1992), or “people net.” It is a proven means through which a wide range 
of technical skills can be accessed and shared among the utilities as a virtual technology staff. This may 
be very important to the future power system, especially in situations where difficult stability problems 
constrain the use of transmission assists. 


An Overview of WSCC WAMS 


Collectively, in response to the needs that utilities share in operating their facilities, these efforts are 
leading toward an integrated dynamic information network that spans the entire WSCC system. WSCC 
WAMS is evolving as a hierarchical network of dynamic monitors, plus the information tools and general 
infrastructure necessary for effective use of the acquired data. Data sources are of many kinds, and they 
may be located anywhere in the power system. This is also true for those who need the data, or those 
who need various kinds of information extracted from the data. 

It would not be practical or sufficient to just collect all WAMS data at one location and then permit 
users to retrieve it as needed. Data volume and information demands call for distributed storage and 
management. Central to this is a WAMS Information Manager having enough “intelligence” to route data 
and manage archives on the basis of the information contained. This issue is pursued in a later section. 


Direct Sources of Dynamic Information 


There are a variety of means by which dynamic information can be extracted from a large power system. 
These include 


* Disturbance analysis 
+ Ambient noise measurements 
— spectral signatures 
— open-loop/closed-loop spectral comparisons 
— correlation analysis 
+ Direct tests with 
— low level noise inputs 
— mid-level inputs with special waveforms 
— high level pulse inputs 


— network switching 


Each has its own merits, disadvantages, and technical implications (Hauer et al., 1999; Hauer, 1995; 
Phadke, 1993; EPRI, Dec. 1993; Hauer et al., 1995; Hauer, 1996). For comprehensive results, at best cost, 
a sustained program of direct power system analysis will draw upon all of these in combinations that are 
tailored to the circumstances at hand. 

Some of these operations, such as network switching tests, are outside the usual scope of power system 
monitoring. All of them represent required functionalities for the WAMS infrastructure, however, and 
for the monitor facilities within it. Monitoring is a subset of measurement operations. Even so, it is the 
monitor facilities that provide the backbone for the dynamic information infrastructure. 
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From a functional standpoint, wide-area monitoring for a large power system involves the following 
general functions: 


* Disturbance monitoring: characterized by large signals, short event records, moderate bandwidth, 
and straightforward processing. Highest frequency of interest is usually in the range of 2 Hz to 
perhaps 5 Hz. Operational priority tends to be very high. 


Interaction monitoring: characterized by small signals, long records, higher bandwidth, and fairly 
complex processing (such as correlation analysis). Highest frequency of interest ranges to 20-25 Hz 
for rms quantities, but may be substantially higher for direct monitoring of phase voltages and 
currents. Operational priority is variable with the application and usually less than for disturbance 
monitoring. 


System condition monitoring: characterized by large signals, very long records, very low band- 
width. Usually performed with data from SCADA or other EMS facilities. Highest frequency of 
interest is usually in the range of 0.1 Hz to perhaps 2 Hz. Core processing functions are simple, 
but associated functions such as state estimation and dynamic or voltage security analysis can be 
very complex. Operational priority tends to be very high. 


These functions are all quite different in their objectives, priorities, technical requirements, and 
information consumers. At many utilities they are supported by separate staff structures and by separate 
data networks. 


What is a Monitor? 


The power system contains many devices that can serve as monitors for some processes and purposes. 
This document narrows the field somewhat, through the following definition: 


A monitor is any device that automatically records power system data, either selectively or continuously, 
according to some mechanism that permits the data to be retrieved later for analysis and display. 


With exceptions as noted, present attention is further restricted to monitors that record one or more 
of the following: 


* Dynamic “swing” interactions among generators and loads through an interconnecting electrical 
transmission system. 

* The performance of specific facilities involved in swing interactions. This includes generators, 
loads, and control systems. 


This focus excludes most digital fault recorders and SCADA systems, since their typical record lengths 
and data rates are (respectively) not adequate for capturing swing dynamics. Network condition monitors 
might be included, depending upon the specifics of the device. 

Overall, monitor facilities often contain a wide range of recording devices that are not swing monitors. 
The ubiquitous (and underutilized) digital fault recorder, or DFR, is a particulary good example of this. 
The facilities may also include devices that have little or no direct recording capability, but that do provide 
essential “intelligence” to overall facility performance. It is becoming established practice to classify all 
of the aforementioned devices as intelligent electronic devices, or IEDs (Smith, 1996; Carolsfeld, 1997). 
Drawing upon this terminology, just about any modern measurement system reduces to an IED network. 


Monitor System Functionalities 


The primary rule in power system measurements is to record good data, and keep them safe! These are 
two distinct functions and both call for close attention. If monitor facilities are used to support direct 
tests, then an even more important rule enters the picture, which is to do no harm to the power system. 
In both cases it is the measurement of low-level interactions that define the most rigorous functionality 
requirements to the overall measurement system. This is due, in part, to long recording periods plus the 
need to resolve very small changes in large signals (Hauer, 1995). 

There is a more demanding need, however — the evaluation of system dynamic performance in nearly 
real time (NRT). This is particularly critical during staged tests when a close balance must be maintained 
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FIGURE 11.35 Information functions in measurement of low level interactions. 


between system security and the quality of test results. It is also important during routine monitor 
operations as a means for identifying important data and for generation of operator alerts. 

Figure 11.35, with the test signal deleted for the case of passive monitoring, represents core information 
functions that are needed in both situations. The functions are: 


Signal conditioning, to assure the measurement quality and prompt observability of important 
signal features. 


Archival recording, to assure safekeeping of important results. This should be as comprehensive 
as possible, and include all phases of testing that involve switching operations or application of 
test signals. 


Interactive recording, to permit prompt examination of data that cannot be fully assessed in real 
time. This also provides backup recording of high priority signals. 


Time domain display, to permit frequent review of signal waveforms for evidence of data quality 
and emerging trouble on the power system. 


Frequency domain display, to permit frequent review of signal spectra for evidence of data quality 
and possible trouble on the power system. 


The NRT displays permit appropriate actions to be taken by the test team or monitor operations staff. 
In some cases the analysis tools underlying these displays are also used in event detection logic (EDL) 
to trigger automatic functions such as accessory data capture, information routing, or operator alerts. 

Figure 11.35 represents a paradigm that is fundamental to low level measurements of power system 
dynamics. Not all monitors are interaction monitors, and many interaction monitors lack some of the 
functions shown. The required functionality resides in the overall measurement system. Figure 11.35 will 
reappear in many expanded forms throughout the sections to follow. 


Event Detection Logic 


Data recording in an individual monitor is either selective or continuous. In selective recording, data 
“snapshots” are collected upon command of “trigger logic.” This requires that dynamic event signatures 
be detected in real time — otherwise useful data is lost. Continuous recording requires very similar logic, 
but uses it to sort records already captured according to their information content. 

Triggers for initiating data capture can be classified in several ways. A “manual vs. automatic” classi- 
fication provides 


* manual 
— local 


— remote 
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* automatic 
— pre-scheduled 
— internal event detection 


— cross-trigger (from another monitor or IED) 
Another classification is 


* external 
— local manual 
— remote manual 
— prescheduled (clock initiated) 
— cross-trigger (from another monitor or IED) 


* internal event detection 


This highlights the fact that EDL is fundamentally different from some other triggers. EDL is also a core 
issue in monitor design and operation, whether recording is selective or continuous. 
There are four basic factors involved in detecting the onset of a dynamic event. They are 


* magnitude 
* persistence 
+ frequency content 


* context 


A simple disturbance trigger might examine just magnitude and persistence, in tests of form “Do the 
latest M samples each exceed threshold T(M)?” (Hauer and Vakili, 1990). It is useful to think of the 
context factor as adjusting such thresholds to system conditions, such as network stress or the operational 
status of key system resources. 

A partial list of signatures through which events can be detected, and perhaps recognized, includes 
the following: 


+ Steps or swings in tieline power. 

+ Large change, or rate of change, in bus voltage or frequency. 

+ Sustained or poorly damped oscillations, perhaps in conjunction with some other event. 
+ Large increase in system noise level. 

+ Increase of system activity in some critical frequency band. 


+ Unusual correlation or phasing between fluctuations in two given signals. 


The tools needed to extract useful signature information from measured data range from straightfor- 
ward heuristics to very advanced methods of signal analysis. Recognition of the underlying events calls 
for pattern recognition logic to match extracted signatures against known event templates. 


Monitor Architectures 


The vast majority of dynamic monitors only capture data for disturbances that are strongly observable 
in the monitor inputs. The “trigger to archive” or “snapshot” monitor in Fig. 11.36 is typical. A circulating 
prehistory buffer retains the most recently acquired data, assuring that a certain amount of information 
will be provided about system conditions before the disturbance is detected. Trigger logic causes the 
disturbance to be recorded as one or more data snapshots in the motor archives. The device shown also 
has the following accessory features: 


+ External trigger inputs for initiating data capture. 


* Flags and alarms sent out to indicate the triggering condition. 
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FIGURE 11.36 A simple “snapshot” disturbance monitor. 


+ External control of monitor settings via a modem port. 


* Retrieval of archive data via a modem port. 


The triggered monitor uses a rather conservative architecture that is necessary and appropriate when 
substantial amounts of data must be captured at high rates (as in digital fault recording). The reliance 
upon triggered recording — together with a general tendency toward short records and even shorter 
prehistories—are serious handicaps in wide area measurements, however. 

WSCC experience suggests that triggered data capture does not provide an adequate basis for wide- 
area measurements. Even rather large events may not be sensed by trigger logic that is remote from the 
site of the disturbance. Records for a cascading failure that develops slowly, from some fairly small 
initiating event, are very unlikely to present a comprehensive view of the mechanism by which the small 
failure propagated into a very large one. 

Figure 11.37 illustrates the point. The record there, collected on BPA’s earlier Power System Disturbance 
Monitor, indicates peak-to-peak 0.7 Hz swings of roughly 900 MW on the Pacific AC Intertie (PACI). 
However, as is usual with triggered monitors, it failed to capture the all-important interval during which 
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FIGURE 11.37 Western system oscillations of March 6, 1987 (sum for two parallel circuits). 
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FIGURE 11.38 Basic architecture for a continuously recording monitor. 


the oscillations started. Without this, whatever indications there may have been to warn system operators 
of pending trouble remain unknown. 

Some triggered monitors can support interaction measurements under manual control, provided that 
their storage capabilities and analog to digital (A/D) resolution are sufficient. Their functionality in this 
mode of operation is similar to that of a high-quality tape recorder. The more “intelligent” functions 
expected of a monitor are lost, and sorting through the data can become a very laborious manual exercise. 
Monitors that are explicitly designed to operate in a continuous recording mode are a far better option. 

Figure 11.38 shows a basic “stream to archive” monitor that, typically, will maintain a continuous data 
record for periods ranging to several weeks. While triggers are used, their role is rather different than for 
a triggered monitor. Data capture in a continuous monitor does not depend upon trigger logic. Instead, 
trigger logic is used to: 


* tag the acquired data in ways indicating its likely value. Factors in this are: 


— the magnitude, duration, and frequency content of dynamic activity. 


— the context in which the data were acquired — e.g., event specific external triggers and system 
stress levels (from condition monitoring). 


* generate external flags or alarms when data values reach critical levels. 


The value tags will also determine such matters as the priority, routing, archiving level, compression, 
and retention time for the associated data. In a fully developed monitor system, the value tags will be 
amended by an Archive Scanner that automatically reviews and restructures collective monitor archives. 

This continuous monitor also has some accessory features beyond those in Fig. 11.36. These are 


* Real-time analysis and display, with an option for manual triggering. 
+ NRT data sharing through the computer network. 


The next architecture takes the functionality progression several steps further. 
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FIGURE 11.39 A continuous monitor combining short and long EDL. 
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Figure 11.39 shows a configuration that is representative of a mature interactions monitor that is 
operating in a manned substation or in a system control center. Absence of an indicated perimeter for 
the monitor reflects the fact that this might well be a locally networked facility, containing several 
computers or other IEDs plus linkages to the energy management system (EMS). 

The indicated triggers are both external and internal, manual and automatic. The internal automatic 
triggers are classified as short or long (fast or slow), depending upon length of the data segment needed 
by the associated event detection logic. Short EDL can work with a short block of recent data and is 
usually sufficient for disturbance monitoring. 

A distinguishing feature in this architecture is the signal processing buffer (SPB) used for advanced 
triggers (in the long EDL) and in special displays. SPB functionality is essential for extracting interaction 
signatures, and for presenting those signatures to operations staff for their interpretation and review. At 
hardware level, however, this functionality can be distributed among one or more buffers internal to the 
monitor itself plus external buffers for shared access to the record stream at file level. 

A next step in monitor refinement is to enhance the EDL and trigger coordination functions of 
Fig. 11.39 through artificial intelligence. Figure 11.40 represents a Diagnostic Event Scanner (DES) suit- 
able for this purpose, and for the Archive Scanner mentioned earlier. 


Monitor Network Topologies 
With respect to their architecture, monitor facilities consist of 


* Central monitors that continually scan signals from transducers, and similar instruments, that 
are communicated from remote sites. 


* Distributed monitor networks, which are found in a variety of general forms 
+ Local monitors, for which remote access is usually weak and manually initiated. 
BPA operates a centralized monitor system, based at the Dittmer Control Center, that is interlaced 


with an expanding network of remote monitors and secondary recording devices. Many of the remote 
monitors provide local or regional surveillance over some important parts of the control system. The 
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FIGURE 11.40 Diagnostic Event Scanner (DES) within a continuous monitor. 


general strategy is to collect essential signals (including alarms) from such sites on the central monitors, 
at modest data rates, and to perform comprehensive high-speed monitoring locally. In most cases, the 
high-speed data is immediately available to site operators, but is selectively forwarded to the control 
center or to system analysts. 

BPA has three central monitors at or near the Dittmer Control Center (Fig. 11.41). The newest of 
these, based upon BPA’s rapidly evolving Phasor Data Concentrator (PDC), is discussed a bit later. The 
other two, the Power System Analysis Monitor (PSAM) and the Dittmer PPSM, are indicated in Fig. 11.42. 

The PSAM and PPSM have access, in parallel, to several hundred analog signals. Most of these signals 
represent power flowing within the BPA service area and contain useful information at frequencies up 
to perhaps 2 Hz. Signals associated with control projects are an increasingly common exception to this. 
They ordinarily use 20 Hz channels and the corresponding transducers, if any, tend to be conventional 
electronic units modified for either a 2 Hz or 20 Hz bandwidth. 

In this arrangement, the 2 Hz signals present a comprehensive view of interarea “swing” dynamics visible 
in BPA interchanges, plus information about voltages, reactive flow, important loads, and automatic gen- 
eration control (AGC). The 20 Hz signals convey a necessary minimum of essential information about 
controller behavior. They also facilitate alignment and cross analysis of central monitor records with more 
comprehensive local recordings. The total communications burden for this mixture of central plus distrib- 
uted monitoring is much less than for a fully centralized monitor system. Furthermore, much of the data 
can be moved with adequate speed and reliability using general purpose computer networking technology. 

This deployment of remote monitors on a general network represents an evolutionary step in the 
gradual transition from analog technology to digital. Direct replacement of BPA’s present point-to-point 
analog communications by digital channels of comparable bandwidth and resolution (about 14 bits, after 
filtering) would be needlessly expensive at this time. Best use of digital technology will call for new 
architectures, which should readily accommodate the rapid product enhancements so characteristic of 
the “information age.” 

The third monitor system at the Dittmer Control Center is entirely digital. The system consists of 
multiple Phasor Measurement Units (PMUs) that are linked together by one or more PDC units. The 
PMUs are synchronized digital transducers that stream their data, in real time, to the Dittmer PDC(s). 
The general functions and topology for this network resemble those for the Dittmer PSAM and PPSM. 
Data quality for the phasor technology appears to be very high, however, and secondary processing of 
the acquired phasors can provide a broader range of signal types. 
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FIGURE 11.41 BPA central monitor coverage. 


Phasor networks provide their best value in applications that are mission-critical, and that involve 
truly wide area measurements. Both factors encourage real-time data links among regional phasor 
networks. This can be accomplished at both the PMU and the PDC levels. Connecting a PMU to multiple 
PDC units is straightforward and has already been done. Selective forwarding of PDC signals to other 
PDC units seems feasible and is under very active development. A copy of the BPA PDC became 
operational at Southern California Edison (SCE) facilities in mid-1998, and another copy became oper- 
ational at WAPA in November 1998. The resulting network is evolving toward a topology of the sort 
indicated in Fig. 11.43. 

Central monitor systems, though very effective, are not a complete answer: 


+ They do not serve information needs at local or regional level. 


+ The dedicated communications can be very expensive. 
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FIGURE 11.42 Topology of BPA central monitor system for analog signals. 
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FIGURE 11.43 Partial topology of the emerging WSCC phasor measurements network. 


* Communication failures may cause important data to be lost. 


+ Data rates and data volumes for some dynamic processes are so high that continuous transmission 
to central facilities is not practical. This is especially likely for high performance control systems. 


* Under normal circumstances, a lot of data are too mundane to merit the costs of continuous 
transmission. Transmission should be selective, and based upon information value. 
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FIGURE 11.44 A distributed network for dynamic information. 


In many situations, better performance and better “value engineering” can be obtained through 
distributed monitor networks, in which local storage and selective messaging minimize reliance upon 
dedicated communications. 

Distributed monitor networks can take many forms, ranging from dial-up access among sites to NRT 
communication of data and information on full-time computer networks. A general computer network 
permits a much wider range of functions and technologies than those of the central monitors represented 
in Figs. 11.42 and 11.43. It is particularly valuable for broadening the staff support base for monitor 
operations. 

Figure 11.44 shows a dynamic information network that represents the topology and functionalities 
associated with distributed regional monitoring. The nomenclature there is based upon BPA/PNNL 
elements of the WAMS technology package. A “monitor” in this context generally means a measurements 
workstation, consisting of 


* a “core monitor” or data capture unit (DCU). 


* one or more analysis toolsets . Most of this functionality is applied to data already captured but, 
as indicated in Figs. 11.35 and 11.38, some may be used in near real time. 


The analysis toolsets, when operated separately from the DCU, provide an analysis workstation. 
The following comments apply to the network of Fig. 11.44: 


* All monitor units and most workstations can communicate with one another. 


+ PPSM data capture (in the DCU) follows the logic shown in Fig. 11.38. Continuous recording is 
customary but optional. 
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* PPSM units normally include LabVIEW” analysis station capabilities suitable for initial analysis 
of captured data. For in-depth analysis and design, this is augmented or replaced by a more 
advanced package based upon Matlab” (plus imbedded FORTRAN"). 

+ The diagram for Field Site B shows a PPSM variant in which the LabVIEW analysis tool has been 
replaced by a more extensive Matlab toolset for combined analysis and design. The result is a 
Portable Dynamic Analysis and Design System (PDADS). 

* Analysis in the FORTRAN environment is often performed on larger computers that do not 
communicate readily with the PPSM or other workstations. Then the communications may be 
limited to data transfers only. 


In point of fact, there are two monitor types shown in Fig. 11.44. The standard PPSM is entirely a 
LabVIEW-based virtual instrument (Santori, 1990; Schoukens, 1993). It finds its best uses in field analysis 
or in predefined environments where “pushbutton” analysis is appropriate. The other monitor is an 
extended PPSM that uses the standard LabVIEW DCU, while turning to Matlab to support its more 
advanced functions (Hauer et al., 1997; Matlab Reference Guide). 

This network topology is suitable when security requirements are modest. Dial-in modems can be 
particularly inviting points for external attack, however, and they may not be suitable for applications 
that need a high level of data security (Jones and Skelton, 1999). 


Networks of Networks 


A well-evolved monitor system will necessarily involve a mixture of technologies, data sources, functions, 
operators, and data consumers. In broad terms, 


+ Required functionalities are determined by who must see what, when, and in what form. 
+ System configuration is strongly influenced by geography, ownership, selected technology, and 
the technology already in service (legacy systems). 
+ Investment value is strongly enhanced through: 
— selective use of IEDs to supervise, integrate, or replace legacy systems. 
— organization of IEDs (including monitors) into local, regional, and wide area networks appro- 
priate to their functions and technologies. 


The choices that a particular utility will make are strongly colored by its operating and business 
requirements and more generally by the value it places upon information. 

Overall, the forces at work strongly favor wide area measurement systems that evolve as “networks of 
networks.” There are a lot of advantages to this. Interleaving networks that have different topologies and 
different base technologies can make the overall network much more reliable, while broadening the 
alternatives for value engineering. It also permits networks to be operated on the basis of ownership. 
The ability of a utility to retain data until it is no longer sensitive (delayed release) will almost certainly 
prove necessary for information sharing in the new power system. 

Figure 11.45 shows interleaved networks of PMU, PPSM, and DSM units (plus analysis workstations). 
These devices are proprietary to Macrodyne, BPA/PNNL, and Power Technologies Inc. In this case, 


+ The PMU network has dedicated microwave communications in addition to dial-up links. 


* The DSM “network” consists of individual units, accessed from a DSM base unit via dial-up links. 


* The PPSM network serves in several roles. In addition to advanced monitor functions, it also 
provides the PMU and DSM units with: 


— alternate communication paths, via the computer network. 
— local, high volume archiving. 


— analysis and display functions available both on site and through remote teleoperation. 
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FIGURE 11.45 Interleaved networks of PMU, PPSM, and DSM units (plus analysis workstations). 


Typical network details are shown in Figs. 11.46 and 11.47. Note that Fig. 11.46 indicates yet another 
layer of networking, for a digital transducer network. This could range from a basic PMU/PMT config- 
uration to the highly versatile Integrated Object Network produced by Power Measurement, Ltd. (Car- 
olsfeld, 1997). 

Figure 11.47 represents a local measurement network developing for the 500 kV Thyristor Controlled 
Series Capacitor (TCSC) that was installed at BPA’s Slatt substation under an EPRI FACTS project (Piwko 
et al., 1995; Hauer et al., 1996; Trudnowski et al., 1996). The functionalities there are highly desirable for 
any large control project. Guidelines for network organization are that: 


+ Any monitor (DFR, DSM, PPSM), through the local area network (LAN), triggers data collection 
on the others according to its own rules. 


+ The PPSM can supervise and control all other monitors or major instruments. All measurements 
are available to the PPSM for local display and analysis, for archiving, or for routing to other 
locations on the wide area network (WAN). 


* The WAN permits remote observation and control of all devices in the measurement LAN through 
the PPSM. 


* The PPSM can extract real time data from any other PPSM on the WAN and incorporate that 
data into its own processing. 


+ Every monitor, and the majority of major instruments can be accessed through a telephone 
connection as a (lower performance) backup to WAN failure. 
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FIGURE 11.46 PPSM interconnections to local transducers. 
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FIGURE 11.47. Monitor organization local to the Slatt TCSC. 
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FIGURE 11.48 Slatt measurement network for TCSC modulation tests of June 6-7, 1994. 


In addition to its usual functions, the DFR is used for waveform recording in controller performance 
tests. The DSA, by itself, is not quite a monitor. It does have good recording capabilities and it is readily 
networked. It is quite clearly a rather advanced IED and a valuable addition to overall monitor facilities. 

Figure 11.48 provides an expanded view of the Slatt measurement network and of the regional network 
containing it. Information facilities of this kind are particularly valuable for certification and operation 
of major control systems such as the TCSC. For example, control engineers can perform wide area 
performance tests without the cost and delay of special purpose communication links. Staged tests can 
be supported remotely, with a minimum of travel, and technical staff can time-share that support across 
several projects while remaining in their normal work areas. Workteam functionality is a major require- 
ment source in the proper design of dynamic information networks. 

The final network to consider in this “network of networks,” then, is the “people net.” As indicated in 
Fig. 11.48, the TCSC Project draws upon remote technical support from three institutions (BPA, PNNL, 
and Portland General Electric) at four different locations. Some of this support was provided interactively 
during commissioning tests (Hauer et al., 1999), and all of it is available as needed. 

Developing the proper interfaces between the “people net” and the monitor network(s) is critical to 
value engineering of the dynamic information system. The information users determine who must know 
what, when, and in what form. The information providers must deal with who must do what, when, and 
with what tools. Various aspects of these questions are treated below. The very important issue of placing 
a value on the information itself is reserved for separate discussion. 


WSCC Experience in Monitor Operations 


A competent monitor network is the “backbone” of the dynamic information infrastructure and it is a 
fundamental requirement for wide area control (CIGRE Task Force 38.01.07, 1996; CIGRE Task Force 
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38.02.17, 1999; CIGRE Task Force 38.03.17, 1999). We should expect (or hope) that most of measurement 
functions will be mundane ones, performed unobtrusively under routine operating conditions. However, 
the network must stand ready to provide mission-critical services with little or no warning. Some 
examples of high value support are 


* Early warnings of trouble arising on the system or in specific equipment. 
+ Integrated recording and information sharing for major system disturbances. 


* Real-time recording and analysis during tests of controller performance, or of wide area system 
dynamics. 


* Recording of anomalous system behavior that is too intermittent for scheduled examination. 


The reader is advised that these are performance objectives, and that they might not be fully mature 
operational realities. 

The WSCC utilities, individually and collectively, have been comparatively aggressive in their devel- 
opment of monitor facilities (Hauer et al., 1999; Clark et al., 1992; Taylor et al., 1996; Taylor and Erikson, 
1997; Martin, 1992; Agee and Girgis, 1996). Operation of those facilities has revealed a number of general 
problems: 


Of the triggered monitors installed on the system, expect no more than 50% to provide good 
records for a major disturbance. Leading problems are: 


— failure to detect the event (i.e., to trigger data capture) 

— failure to trigger soon enough, or to “retrigger” often enough during protracted disturbances. 
— inadequate data storage. 

— overwriting of stored data before they have been downloaded to secure archives. 

— monitor out of service. 


— monitor failure from loss of supply power. 


Of the continuous monitors installed on the system, expect about 90% to provide good records 
for a major disturbance. Leading problems are: 


— monitor out of service. 


— monitor failure from loss of supply power. 


The value of a particular event record may be higher for some other utility than for its owner. 
This situation may not be recognized for several days after the event, in which case the record 
may well have been deleted from the data system. 


Determination of predisturbance conditions, though fundamental to subsequent model studies, 
is seriously hampered by sparse monitor coverage plus failure to retain relevant EMS data. 


Operations staff are very cautious about high-level staged tests, and becoming more so (see Hauer 
and Hunt, 1996 and comments by Scottish Power in CIGRE Task Force 38.01.07, 1996). Better 
use must be made of chance disturbances, plus low-level (“non-intrusive”) tests and measurements. 


Very few triggered monitors are designed for low level tests and measurements. These are the 
defining tasks for a continuous interactions monitor such as BPA’s PPSM and PDC. 


Necessary tools and skills for conducting staged tests and extracting dynamic information from 
measured data, are not evenly distributed among the utilities. Some mechanism is needed for 
sharing these resources (and their costs) to meet shared utility needs. 


An emergency response plan is needed to assure safe retention and prompt integration of measured 
data following major disturbances. It is not realistic to task primary operations staff with this 
function, and it is one that should be automated anyway. 


The WAMS effort and the WAMS technologies are directly rooted in this experience. 
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12.1 Energy Management 


K. Neil Stanton, Jay C. Giri, and Anjan Bose 


Energy management is the process of monitoring, coordinating, and controlling the generation, trans- 
mission, and distribution of electrical energy. The physical plant to be managed includes generating 
plants that produce energy fed through transformers to the high-voltage transmission network (grid), 
interconnecting generating plants, and load centers. Transmission lines terminate at substations that 
perform switching, voltage transformation, measurement, and control. Substations at load centers trans- 
form to subtransmission and distribution levels. These lower-voltage circuits typically operate radially, 
i.e., no normally closed paths between substations through subtransmission or distribution circuits. 
(Underground cable networks in large cities are an exception.) 

Since transmission systems provide negligible energy storage, supply and demand must be balanced by 
either generation or load. Production is controlled by turbine governors at generating plants, and automatic 
generation control is performed by control center computers remote from generating plants. Load man- 
agement, sometimes called demand-side management, extends remote supervision and control to sub- 
transmission and distribution circuits, including control of residential, commercial, and industrial loads. 
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FIGURE 12.1 Manitoba Hydro Control Center in Winnipeg, Manitoba, Canada. (Photo used with permission of 
ALSTOM ESCA Corporation.) 


Events such as lightning strikes, short circuits, equipment failure, or accidents may cause a system 
fault. Protective relays actuate rapid, local control through operation of circuit breakers before operators 
can respond. The goal is to maximize safety, minimize damage, and continue to supply load with the 
least inconvenience to customers. Data acquisition provides operators and computer control systems 
with status and measurement information needed to supervise overall operations. Security control 
analyzes the consequences of faults to establish operating conditions that are both robust and economical. 

Energy management is performed at control centers (see Fig. 12.1), typically called system control 
centers, by computer systems called energy management systems (EMS). Data acquisition and remote 
control is performed by computer systems called supervisory control and data acquisition (SCADA) 
systems. These latter systems may be installed at a variety of sites including system control centers. An 
EMS typically includes a SCADA “front-end” through which it communicates with generating plants, 
substations, and other remote devices. 

Figure 12.2 illustrates the applications layer of modern EMS as well as the underlying layers on which 
it is built: the operating system, a database manager, and a utilities/services layer. 


Power System Data Acquisition and Control 


A SCADA system consists of a master station that communicates with remote terminal units (RTUs) for 
the purpose of allowing operators to observe and control physical plants. Generating plants and trans- 
mission substations certainly justify RTUs, and their installation is becoming more common in distri- 
bution substations as costs decrease. RTUs transmit device status and measurements to, and receive 
control commands and setpoint data from, the master station. Communication is generally via dedicated 
circuits operating in the range of 600 to 4800 bits/s with the RTU responding to periodic requests initiated 
from the master station (polling) every 2 to 10 s, depending on the criticality of the data. 
The traditional functions of SCADA systems are summarized: 


+ Data acquisition: Provides telemetered measurements and status information to operator. 

+ Supervisory control: Allows operator to remotely control devices, e.g., open and close circuit 
breakers. A “select before operate” procedure is used for greater safety. 

+ Tagging: Identifies a device as subject to specific operating restrictions and prevents unauthorized 
operation. 
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Since the master station is critical to power system operations, its functions are generally distributed 
among several computer systems depending on specific design. A dual computer system configured in 
primary and standby modes is most common. SCADA functions are listed below without stating which 


Alarms: Inform operator of unplanned events and undesirable operating conditions. Alarms are 
sorted by criticality, area of responsibility, and chronology. Acknowledgment may be required. 
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FIGURE 12.2 Layers of a modern EMS. 


Logging: Logs all operator entry, all alarms, and selected information. 


Load shed: Provides both automatic and operator-initiated tripping of load in response to system 
emergencies. 


Trending: Plots measurements on selected time scales. 


computer has specific responsibility. 


Manage communication circuit configuration 
Downline load RTU files 
Maintain scan tables and perform polling 


Check and correct message errors 


Convert to engineering units 


Detect status and measurement changes 


Monitor abnormal and out-of-limit conditions 


Log and time-tag sequence of events 


Detect and annunciate alarms 


Respond to operator requests to: 


Display information 
Enter data 
Execute control action 


Acknowledge alarms 
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* Transmit control action to RTUs 
* Inhibit unauthorized actions 

* Maintain historical files 

+ Log events and prepare reports 


+ Perform load shedding 


Automatic Generation Control 


Automatic generation control (AGC) consists of two major and several minor functions that operate on- 
line in realtime to adjust the generation against load at minimum cost. The major functions are load 
frequency control and economic dispatch, each of which is described below. The minor functions are 
reserve monitoring, which assures enough reserve on the system; interchange scheduling, which initiates 
and completes scheduled interchanges; and other similar monitoring and recording functions. 


Load Frequency Control 


Load frequency control (LFC) has to achieve three primary objectives, which are stated below in priority 
order: 


1. To maintain frequency at the scheduled value 
2. To maintain net power interchanges with neighboring control areas at the scheduled values 
3. To maintain power allocation among units at economically desired values 


The first and second objectives are met by monitoring an error signal, called area control error (ACE), 
which is a combination of net interchange error and frequency error and represents the power imbalance 
between generation and load at any instant. This ACE must be filtered or smoothed such that excessive 
and random changes in ACE are not translated into control action. Since these excessive changes are 
different for different systems, the filter parameters have to be tuned specifically for each control area. 
The filtered ACE is then used to obtain the proportional plus integral control signal. This control signal 
is modified by limiters, deadbands, and gain constants that are tuned to the particular system. This 
control signal is then divided among the generating units under control by using participation factors 
to obtain unit control errors (UCE). 

These participation factors may be proportional to the inverse of the second derivative of the cost of 
unit generation so that the units would be loaded according to their costs, thus meeting the third objective. 
However, cost may not be the only consideration because the different units may have different response 
rates and it may be necessary to move the faster generators more to obtain an acceptable response. The 
UCEs are then sent to the various units under control and the generating units monitored to see that 
the corrections take place. This control action is repeated every 2 to 6 s. 

In spite of the integral control, errors in frequency and net interchange do tend to accumulate over 
time. These time errors and accumulated interchange errors have to be corrected by adjusting the 
controller settings according to procedures agreed upon by the whole interconnection. These accumulated 
errors as well as ACE serve as performance measures for LFC. 

The main philosophy in the design of LFC is that each system should follow its own load very closely 
during normal operation, while during emergencies, each system should contribute according to its 
relative size in the interconnection without regard to the locality of the emergency. Thus, the most 
important factor in obtaining good control of a system is its inherent capability of following its own 
load. This is guaranteed if the system has adequate regulation margin as well as adequate response 
capability. Systems that have mainly thermal generation often have difficulty in keeping up with the load 
because of the slow response of the units. 

The design of the controller itself is an important factor, and proper tuning of the controller parameters 
is needed to obtain “good” control without “excessive” movement of units. Tuning is system-specific, 
and although system simulations are often used as aids, most of the parameter adjustments are made in 
the field using heuristic procedures. 
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Economic Dispatch 


Since all the generating units that are online have different costs of generation, it is necessary to find the 
generation levels of each of these units that would meet the load at the minimum cost. This has to take 
into account the fact that the cost of generation in one generator is not proportional to its generation 
level but is a nonlinear function of it. In addition, since the system is geographically spread out, the 
transmission losses are dependent on the generation pattern and must be considered in obtaining the 
optimum pattern. 

Certain other factors have to be considered when obtaining the optimum generation pattern. One is 
that the generation pattern provide adequate reserve margins. This is often done by constraining the 
generation level to a lower boundary than the generating capability. A more difficult set of constraints 
to consider are the transmission limits. Under certain real-time conditions it is possible that the most 
economic pattern may not be feasible because of unacceptable line flows or voltage conditions. The 
present-day economic dispatch (ED) algorithm cannot handle these security constraints. However, alter- 
native methods based on optimal power flows have been suggested but have not yet been used for real- 
time dispatch. 

The minimum cost dispatch occurs when the incremental cost of all the generators is equal. The cost 
functions of the generators are nonlinear and discontinuous. For the equal marginal cost algorithm to 
work, it is necessary for them to be convex. These incremental cost curves are often represented as 
monotonically increasing piecewise-linear functions. A binary search for the optimal marginal cost is 
conducted by summing all the generation at a certain marginal cost and comparing it with the total 
power demand. If the demand is higher, a higher marginal cost is needed, and vice versa. This algorithm 
produces the ideal setpoints for all the generators for that particular demand, and this calculation is done 
every few minutes as the demand changes. 

The losses in the power system are a function of the generation pattern, and they are taken into account 
by multiplying the generator incremental costs by the appropriate penalty factors. The penalty factor for 
each generator is a reflection of the sensitivity of that generator to system losses, and these sensitivities 
can be obtained from the transmission loss factors. 

This ED algorithm generally applies to only thermal generation units that have cost characteristics of 
the type discussed here. The hydro units have to be dispatched with different considerations. Although 
there is no cost for the water, the amount of water available is limited over a period, and the displacement 
of fossil fuel by this water determines its worth. Thus, if the water usage limitation over a period is 
known, say from a previously computed hydro optimization, the water worth can be used to dispatch 
the hydro units. 

LFC and the ED functions both operate automatically in realtime but with vastly different time periods. 
Both adjust generation levels, but LFC does it every few seconds to follow the load variation, while ED 
does it every few minutes to assure minimal cost. Conflicting control action is avoided by coordinating 
the control errors. If the unit control errors from LFC and ED are in the same direction, there is no 
conflict. Otherwise, a logic is set to either follow load (permissive control) or follow economics (man- 
datory control). 


Reserve Monitoring 


Maintaining enough reserve capacity is required in case generation is lost. Explicit formulas are followed 
to determine the spinning (already synchronized) and ready (10 min) reserves required. The availability 
can be assured by the operator manually, or, as mentioned previously, the ED can also reduce the upper 
dispatchable limits of the generators to keep such generation available. 


Interchange Transaction Scheduling 


The contractual exchange of power between utilities has to be taken into account by the LFC and ED 
functions. This is done by calculating the net interchange (sum of all the buy and sale agreements) and 
adding this to the generation needed in both the LFC and ED. Since most interchanges begin and end 
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on the hour, the net interchange is ramped from one level to the new over a 10- or 20-min period 
straddling the hour. The programs achieve this automatically from the list of scheduled transactions. 


Load Management 


SCADA, with its relatively expensive RTUs installed at distribution substations, can provide status and 
measurements for distribution feeders at the substation. Distribution automation equipment is now 
available to measure and control at locations dispersed along distribution circuits. This equipment can 
monitor sectionalizing devices (switches, interruptors, fuses), operate switches for circuit reconfiguration, 
control voltage, read customers’ meters, implement time-dependent pricing (on-peak, off-peak rates), 
and switch customer equipment to manage load. This equipment requires significantly increased function- 
ality at distribution control centers. 
Distribution control center functionality varies widely from company to company, and the following 

list is evolving rapidly. 

* Data acquisition: Acquires data and gives the operator control over specific devices in the field. 

Includes data processing, quality checking, and storage. 
* Feeder switch control: Provides remote control of feeder switches. 
+ Tagging and alarms: Provides features similar to SCADA. 


+ Diagrams and maps: Retrieves and displays distribution maps and drawings. Supports device 
selection from these displays. Overlays telemetered and operator-entered data on displays. 


+ Preparation of switching orders: Provides templates and information to facilitate preparation of 
instructions necessary to disconnect, isolate, reconnect, and reenergize equipment. 


+ Switching instructions: Guides operator through execution of previously prepared switching orders. 


* Trouble analysis: Correlates data sources to assess scope of trouble reports and possible dispatch 
of work crews. 


+ Fault location: Analyzes available information to determine scope and location of fault. 

* Service restoration: Determines the combination of remote control actions that will maximize 
restoration of service. Assists operator to dispatch work crews. 

* Circuit continuity analysis: Analyzes circuit topology and device status to show electrically con- 
nected circuit segments (either energized or deenergized). 

+ Power factor and voltage control: Combines substation and feeder data with predetermined oper- 
ating parameters to control distribution circuit power factor and voltage levels. 


Electrical circuit analysis: Performs circuit analysis, single-phase or three-phase, balanced or 
unbalanced. 


* Load management: Controls customer loads directly through appliance switching (e.g., water 
heaters) and indirectly through voltage control. 

+ Meter reading: Reads customers’ meters for billing, peak demand studies, time of use tariffs. 
Provides remote connect/disconnect. 


Energy Management 


Generation control and ED minimize the current cost of energy production and transmission within the 
range of available controls. Energy management is a supervisory layer responsible for economically 
scheduling production and transmission on a global basis and over time intervals consistent with cost 
optimization. For example, water stored in reservoirs of hydro plants is a resource that may be more 
valuable in the future and should, therefore, not be used now even though the cost of hydro energy is 
currently lower than thermal generation. The global consideration arises from the ability to buy and sell 
energy through the interconnected power system; it may be more economical to buy than to produce 
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from plants under direct control. Energy accounting processes transaction information and energy 
measurements recorded during actual operation as the basis of payment for energy sales and purchases. 
Energy management includes the following functions: 


+ System load forecast: Forecasts system energy demand each hour for a specified forecast period 
of 1 to 7 days. 

+ Unit commitment: Determines start-up and shut-down times for most economical operation of 
thermal generating units for each hour of a specified period of 1 to 7 days. 


Fuel scheduling: Determines the most economical choice of fuel consistent with plant require- 
ments, fuel purchase contracts, and stockpiled fuel. 

+ Hydro-thermal scheduling: Determines the optimum schedule of thermal and hydro energy produc- 
tion for each hour of a study period up to 7 days while ensuring that hydro and thermal constraints 
are not violated. 


+ Transaction evaluation: Determines the optimal incremental and production costs for exchange 
(purchase and sale) of additional blocks of energy with neighboring companies. 


+ Transmission loss minimization: Recommends controller actions to be taken in order to minimize 
overall power system network losses. 

+ Security constrained dispatch: Determines optimal outputs of generating units to minimize pro- 
duction cost while ensuring that a network security constraint is not violated. 

* Production cost calculation: Calculates actual and economical production costs for each generating 
unit on an hourly basis. 


Security Control 


Power systems are designed to survive all probable contingencies. A contingency is defined as an event 
that causes one or more important components such as transmission lines, generators, and transformers 
to be unexpectedly removed from service. Survival means the system stabilizes and continues to operate 
at acceptable voltage and frequency levels without loss of load. Operations must deal with a vast number 
of possible conditions experienced by the system, many of which are not anticipated in planning. Instead 
of dealing with the impossible task of analyzing all possible system states, security control starts with a 
specific state: the current state if executing the real-time network sequence; a postulated state if executing 
a study sequence. Sequence means sequential execution of programs that perform the following steps: 


1. Determine the state of the system based on either current or postulated conditions. 

2. Process a list of contingencies to determine the consequences of each contingency on the system 
in its specified state. 

3. Determine preventive or corrective action for those contingencies which represent unacceptable risk. 


Real-time and study network analysis sequences are diagramed in Fig. 12.3. 

Security control requires topological processing to build network models and uses large-scale AC 
network analysis to determine system conditions. The required applications are grouped as a network 
subsystem that typically includes the following functions: 


+ Topology processor: Processes real-time status measurements to determine an electrical connec- 
tivity (bus) model of the power system network. 

+ State estimator: Uses real-time status and analog measurements to determine the “best” estimate 
of the state of the power system. It uses a redundant set of measurements; calculates voltages, 
phase angles, and power flows for all components in the system; and reports overload conditions. 

* Power flow: Determines the steady-state conditions of the power system network for a specified 
generation and load pattern. Calculates voltages, phase angles, and flows across the entire system. 

* Contingency analysis: Assesses the impact of a set of contingencies on the state of the power system 
and identifies potentially harmful contingencies that cause operating limit violations. 
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FIGURE 12.3 Real-time and study network analysis sequences. 


* Optimal power flow: Recommends controller actions to optimize a specified objective function 
(such as system operating cost or losses) subject to a set of power system operating constraints. 


+ Security enhancement: Recommends corrective control actions to be taken to alleviate an existing 
or potential overload in the system while ensuring minimal operational cost. 


+ Preventive action: Recommends control actions to be taken in a “preventive” mode before a 
contingency occurs to preclude an overload situation if the contingency were to occur. 


+ Bus load forecasting: Uses real-time measurements to adaptively forecast loads for the electrical 
connectivity (bus) model of the power system network. 


+ Transmission loss factors: Determines incremental loss sensitivities for generating units; calculates 
the impact on losses if the output of a unit were to be increased by 1 MW. 


+ Short-circuit analysis: Determines fault currents for single-phase and three-phase faults for fault 
locations across the entire power system network. 


Operator Training Simulator 


Training simulators were originally created as generic systems for introducing operators to the electrical 
and dynamic behavior of power systems. Today, they model actual power systems with reasonable fidelity 
and are integrated with EMS to provide a realistic environment for operators and dispatchers to practice 
normal, every-day operating tasks and procedures as well as experience emergency operating situations. 
The various training activities can be safely and conveniently practiced with the simulator responding 
in a manner similar to the actual power system. 

An operator training simulator (OTS) can be used in an investigatory manner to recreate past actual 
operational scenarios and to formulate system restoration procedures. Scenarios can be created, saved, 
and reused. The OTS can be used to evaluate the functionality and performance of new real-time EMS 
functions and also for tuning AGC in an off-line, secure environment. 

The OTS has three main subsystems (Fig. 12.4). 


Energy Control System 


The energy control system (ECS) emulates normal EMS functions and is the only part of the OTS with 
which the trainee interacts. It consists of the supervisory control and data acquisition (SCADA) system, 
generation control system, and all other EMS functions. 
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FIGURE 12.4 OTS block diagram. 


Power System Dynamic Simulation 


This subsystem simulates the dynamic behavior of the power system. System frequency is simulated using 
the “long-term dynamics” system model, where frequency of all units is assumed to be the same. The 
prime-mover dynamics are represented by models of the units, turbines, governors, boilers, and boiler 
auxiliaries. The network flows and states (bus voltages and angles, topology, transformer taps, etc.) are 
calculated at periodic intervals. Relays are modeled, and they emulate the behavior of the actual devices 
in the field. 


Instructional System 


This subsystem includes the capabilities to start, stop, restart, and control the simulation. It also includes 
making savecases, retrieving savecases, reinitializing to a new time, and initializing to a specific real-time 
situation. 

It is also used to define event schedules. Events are associated with both the power system simulation 
and the ECS functions. Events may be deterministic (occur at a predefined time), conditional (based on 
a predefined set of power system conditions being met), or probabilistic (occur at random). 
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Further Information 


Current innovations and applications of new technologies and algorithms are presented in the following 
publications: 


* IEEE Power Engineering Review (monthly) 
+ IEEE Transactions on Power Systems (bimonthly) 
* Proceedings of the Power Industry Computer Application Conference (biannual) 


12.2 Generation Control: Economic Dispatch 
and Unit Commitment 


Charles W. Richter, Jr. 


An area of power system control having a large impact on cost and profit is the optimal scheduling of 
generating units. A good schedule identifies which units to operate, and the amount to generate at each 
online unit in order to achieve a set of economic goals. These are the problems commonly referred to 
as the unit commitment (UC) problem, and the economic dispatch calculation, respectively. The goal is 
to choose a control strategy that minimizes losses (or maximizes profits), subject to meeting a certain 
demand and other system constraints. The following sections define EDC, the UC problem, and discuss 
methods that have been used to solve these problems. Realizing that electric power grids are complex 
interconnected systems that must be carefully controlled if they are to remain stable and secure, it should 
be mentioned that the tools described in this chapter are intended for steady-state operation. Short-term 
(less than a few seconds) changes to the system are handled by dynamic and transient system controls, 
which maintain secure and stable operation, and are beyond the scope of this discussion. 


Economic Dispatch 


Economic Dispatch Defined 


An economic dispatch calculation (EDC) is performed to dispatch, or schedule, a set of online generating 
units to collectively produce electricity at a level that satisfies a specified demand in an economical 
manner. Each online generating unit may have many characteristics that make it unique, and which must 
be considered in the calculation. The amount of electricity demanded can vary quickly and the schedule 
produced by an EDC should leave units able to respond and adapt without major implications to cost 
or profit. The electric system may have limits (e.g., voltage, transmission, etc.) that impact the EDC and 
hence should be considered. Generating units may have prohibited generation levels at which resonant 
frequencies may cause damage or other problems to the system. The impact of transmission losses, 
congestion, and limits that may inhibit the ability to serve the load in a particular region from a particular 
generator (e.g., a low-cost generator) should be considered. The market structure within an operating 
region and its associated regulations must be considered in determining the specified demand, and in 
determining what constitutes economical operation. An independent system operator (ISO) tasked with 
maximizing social welfare would likely have a different definition of “economical” than does a generation 
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company (GENCO) wishing to maximize its profit in a competitive environment. The EDC must consider 
all of these factors and develop a schedule that sets the generation levels in accordance with an economic 
objective function. 


Factors to Consider in the EDC 


The Cost of Generation 

Cost is one of the primary characteristics of a generating unit that must be considered when dispatching 
units economically. The EDC is concerned with the short-term operating cost, which is primarily deter- 
mined by fuel cost and usage. Fuel usage is closely related to generation level. Very often, the relationship 
between power level and fuel cost is approximated by a quadratic curve: F = aP? + bP + c. c is a constant 
term that represents the cost of operating the plant, b is a linear term that varies directly with the level 
of generation, and a is the term that accounts for efficiency changes over the range of the plant output. 
A quadratic relationship is often used in the research literature. However, due to varying conditions at 
certain levels of production (e.g., the opening or closing of large valves may affect the generation cost 
[Walters and Sheblé, 1992]), the actual relationship between power level and fuel cost may be more 
complex than a quadratic equation. Many of the long-term generating unit costs (e.g., costs attributed 
directly to starting and stopping the unit, capital costs associated with financing the construction) can 
be ignored for the EDC, since the decision to switch on, or commit, the units has already been made. 
Other characteristics of generating units that affect the EDC are the minimum and maximum generation 
levels at which they may operate. When binding, these constraints will directly impact the EDC schedule. 


The Price 

The price at which an electric supplier will be compensated is another important factor in determining 
an optimal economic dispatch. In many areas of the world, electric power systems have been, or still are, 
treated as a natural monopoly. Regulations allow the utilities to charge rates that guarantee them a 
nominal profit. In competitive markets, which come in a variety of flavors, price is determined through 
the forces of supply and demand. Economic theory and common sense tell us that if the total supply is 
high and the demand is low, the price is likely to be low, and vice versa. If the price is consistently below 
a GENCO’s average total costs, the company may soon be bankrupt. 


The Quantity Supplied 

The amount of electric energy to be supplied is another fundamental input for the EDC. Regions of the 
world having regulations that limit competition often require electric utilities to serve all electric demand 
within a designated service territory. If a consumer switches on a motor, the electric supplier must provide 
the electric energy needed to operate the motor. In competitive markets, this obligation to serve is limited 
to those with whom the GENCO has a contract. Beyond its contractual obligations, the GENCO may 
be willing (if the opportunity arises) to supply additional consumer demand. Since the consumers have 
a choice of electric supplier, a GENCO determining the schedule of its own online generating units may 
choose to supply all, none, or only a portion of that additional consumer demand. The decision is 
dependent on the objective of the entity performing the EDC (e.g., profit maximization, improving 
reliability, etc.). 


EDC and System Limitations 


A complex network of transmission and distribution lines and equipment are required to move the 
electric energy from the generating units to the consumer loads. The secure operation of this network 
depends on bus voltage magnitudes and angles being within certain tolerances. Excessive transmission 
line loading can also affect the security of the power system network. Since superconductivity is a relatively 
new field, lossless transmission lines are expensive and are not commonly used. Therefore, some of the 
energy being transmitted over the system is converted into heat and is consequently lost. The schedule 
produced by the EDC directly affects losses and security; hence, constraints ensuring proper system 
operation must be considered when solving the EDC problem. 
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FIGURE 12.5 Relationship between fuel input and power output. 


The Objective of EDC 


In a regulated, vertically integrated, monopolistic environment, the obligated-to-serve electric utility 
performs the EDC for the entire service area by itself. In such an environment, providing electricity in 
an “economical manner” means minimizing the cost of generating electricity, subject to meeting all 
demand and other system operating constraints. In a competitive environment, the way an EDC is done 
can vary from one market structure to another. For instance, in a decentralized market, the EDC may 
be performed by a single GENCO wishing to maximize its expected profit given the prices, demands, 
costs, and other constraints described above. In a power pool, a central coordinating entity may perform 
an EDC to centrally dispatch generation for many GENCOs. Depending on the market rules, the gen- 
eration owners may be able to mask the cost information of their generators. In this case, bids would be 
submitted for various price levels and used in the EDC. 


The Traditional EDC Mathematical Formulation 


Assuming operation under a vertically integrated, monopolistic environment, we must meet all demand, 
D. We must also consider minimum and maximum limits for each generating unit, P™" and P™*. We 
will assume that the fuel costs of the ith operating plant may be modeled by a quadratic equation as 
shown in Eq. (12.1), and shown graphically in Fig. 12.5. Note that the average fuel costs are also shown 
in Fig. 12.5. 


F=aP?+bP+c, (fuel costs of ith generator) (12.1) 


1 vit 4 


Thus, for N online generating units, we can write a Lagrangian equation, L, which describes the total 
cost and associated demand constraint, D. 
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FE, = »» EF (Total fuel cost is a summation of costs for all online plants} (12.2) 


pms Psp (Generation must be set between the min and max amounts} 


Additionally, note that c; is a constant term that represents the cost of operating the ith plant, b, is a 
linear term that varies directly with the level of generation, P;, and a; are terms that account for efficiency 
changes over the range of the plant output. 

In this example, the objective will be to minimize the cost of supplying demand with the generating 
units that are online. From calculus, a minimum or a maximum can be found by taking the N+ 1 
derivatives of the Lagrangian with respect to its variables, and setting them equal to zero. The shape of 
the curves is often assumed well behaved — monotonically increasing and convex — so that determining 
the second derivative is unnecessary. 


or =2a,P+b-h=0=92=20,P +, (12.3) 
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A, is the commonly used symbol for the “marginal cost” of the i-th unit. At the margin of operation, 
the marginal cost tells us how many additional dollars the GENCO will have to spend to increase the 
generation by an additional MW. The marginal cost curve is an positively sloped line if a quadratic 
equation is being used to represent the fuel curve of the unit. The higher the quantity being produced, 
the greater the cost of adding an additional unit of the goods being produced. Economic theory says that 
if a GENCO has a set of plants and it wants to increase production by one unit, it should increase 
production at the plant that provides the most benefit for the least cost. The GENCO should do this 
until that plant is no longer providing the greatest benefit for a given cost. At that point it finds the plant 
now giving the highest benefit-to-cost ratio and increases its production. This is done until all plants are 
operating at the same marginal cost. When all unconstrained online plants have the same marginal cost, 
XV (ie, A, = Ay =... =A, =... = Acysrpm), then the cost is at a minimum for that amount of generation. 
If there were binding constraints, it would prevent the GENCO from achieving that scenario. 

If a constraint is binding on a particular unit (e.g., P; becomes P7** when attempting to increase 
production), the marginal cost of that unit is considered to be infinite. No matter how much money is 
available to increase plant production by one unit, it cannot do so. (Of course, in the long term, things 
may be done that can reduce the effect of the constraint, but that is beyond the scope of this discussion.) 


EDC Solution Techniques 


There are many ways to obtain the optimum power levels that will achieve the objective for the EDC 
problem being considered. For very simple situations, one may solve the solution directly; but when the 
number of constraints that introduce nonlinearities to the problem grows, iterative search techniques 
become necessary. Wood and Wollenberg (1996) describe many such methods of calculating economic 
dispatch, including the graphical technique, the lambda-iteration method, and the first- and second- 
order gradient methods. Another method that works well, even when fuel costs are not modeled by a 
simple quadratic equation, is the genetic algorithm. 
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TABLE 12.1 Generator Data and Solution for EDC Example 


Solution 
Unit Unit Parameters $/MW Cost 
Number Pain Pinax A B GC P; (MW) (A;) $/hour 
1 100 500 01 1.8 300 233.2456 6.4649 1263.90 
2 50 300 .012 2.24 210 176.0380 6.4649 976.20 
3 100 400 .006 2.35 290 342.9094 6.4649 1801.40 
4 100 500 .008 2D 340 247.8070 6.4649 1450.80 


In highly competitive scenarios, each inaccuracy in the model can result in losses to the GENCO. A 
very detailed model might include many nonlinearities, (e.g., valve-point loading, prohibited regions of 
operation, etc.). Such nonlinearities may mean that it is not possible to calculate a derivative. If the 
relationship is not well-behaved, there may be no proof that the solution can ever be optimal. With 
greater detail in the model comes an increase in the amount of time to perform the EDC. Since the EDC 
is performed quite frequently (on the order of every few minutes), and because it is a real-time calculation, 
the solution technique should be quick. Since an inaccurate solution may produce a negative impact on 
the company profits, the solution should also be accurate. 


An Example of Cost Minimizing EDC 


To illustrate how the EDC is solved via the graphical method, an example is presented here. Assume that 
a GENCO needs to supply 1000 MW of consumer demand, and that Table 12.1 describes the system on- 
line units that it is dispatching in a traditional, ie., vertically integrated, monopolistic environment. 
Figure 12.6 shows the marginal costs of each of the units over their entire range. It also shows an 
aggregated marginal cost curve that could be called the system marginal cost curve. This aggregated 
system curve was created by a horizontal summation of the four individual graphs. Once the system 
curve is created, one simply finds the desired power level (i.e., 1000 MW) along the x-axis. Follow it up 
to the curve, and then look to the left. On the y-axis, the system marginal cost can be read. Since no 
limits were reached, each of the individual As is the same as the system A. The GENCO can find the A; 
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FIGURE 12.6 Unit and aggregated marginal cost curves for solving EDC with the graphical method. 
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FIGURE 12.7 Economic dispatch and/or unit commitment as an auction. 


on each of the unit curves and draw a line straight down from the point where the marginal cost, A, 
crosses the curve to find its power level. The generation levels of each online unit are easily found and 
the solution is shown in the right-hand columns of Table 12.1. The procedure just described is the 
graphical method of EDC. If the system marginal cost had been above the diagonal portion of an 
individual unit curve, then we simply set that unit at its P™™. 


EDC and Auctions 


Competitive electricity markets vary in their operating rules, social objectives, and in the mechanism 
they use to allocate prices and quantities to the participants. Commonly, an auction is used to match 
buyers with sellers and to achieve a price that is considered fair. Auctions can be sealed bid, open out- 
cry, ascending ask English auctions, descending ask Dutch auctions, etc. Regardless of the solution 
technique used to find the optimal allocation, the economic dispatch is essentially performing the same 
allocation that an auction would. Suppose an auctioneer were to call out a price, and ask the participat- 
ing/online generators how much power they would generate at that level. The reply amounts could be 
summed to determine the production level at that price. If all of the constraints, including demand, are 
met, then the most economical dispatch has been achieved. If not, the auctioneer adjusts the price and 
asks for the amounts at the new price. This procedure is repeated until the constraints are satisfied. Prices 
may ascend as in the English auction, or they may descend as in the Dutch auction. See Fig. 12.7 for a 
graphical depiction of this process. For further discussion on this topic, the interested reader is referred 
to Sheblé (1999). 


The Unit Commitment Problem 


Unit Commitment Defined 


The unit commitment (UC) problem is defined as the scheduling of a set of generating units to be on, 
off, or in stand-by/banking mode for a given period of time to meet a certain objective. For a power 
system operated by a vertically integrated monopoly, committing units is performed centrally by the 
utility, and the objective is to minimize costs subject to supplying all demand (and reserve margins). In 
a competitive environment, each GENCO must decide which units to commit, such that profit is 
maximized, based on the number of contracted MW; the additional MWhr it forecasts that it can 
profitably wrest from its competitors in the spot market; and the prices at which it will be compensated. 


© 2001 CRC Press LLC 


UC Schedule 
Hour 


4 
Gen#1: ji) Ws | 


1 
Gen#2: 000111 
1 


Gen#3: 11000 


Gen#N: LPL ELE sa0 


O=unit off-line 1=unit on-line 


FIGURE 12.8 A typical unit commitment schedule. 


A UC schedule is developed for N units and T periods. A typical UC schedule might look like the one 
shown in Fig. 12.8. Since uncertainty in the inputs becomes large beyond one week into the future, the 
UC schedule is typically developed for the following week. It is common to consider schedules that allow 
unit-status change from hour to hour, so that a weekly schedule is made up of 168 periods. In finding 
an optimal schedule, one must consider fuel costs, which can vary with time, start-up and shut-down 
costs, maximum ramp rates, the minimum up-times and minimum down-times, crew constraints, 
transmission limits, voltage constraints, etc. Because the problem is discrete, the GENCO may have many 
generating units, a large number of periods may be considered, and because there are many constraints, 
finding an optimal UC is a complex problem. 


Factors to Consider in Solving the UC Problem 


The Objective of Unit Commitment 

The objective of the unit commitment algorithm is to schedule units in the most economical manner. 
For the GENCO deciding which units to commit in the competitive environment, economical manner 
means one that maximizes its profits. For the monopolist operating in a vertically integrated electric 
system, economical means minimizing the costs. 


The Quantity to Supply 

In systems with vertically integrated monopolies, it is common for electric utilities to have an obligation 
to serve all demand within their territory. Forecasters provide power system operators an estimated 
amount of power demanded. The UC objective is to minimize the total operational costs subject to 
meeting all of this demand (and other constraints they may be considering). 

In competitive electric markets, the GENCO commits units to maximize its profit. It relies on spot 
and forward bilateral contracts to make part of the total demand known a priori. The remaining share 
of the demand that it may pick up in the spot market must be predicted. This market share may be 
difficult to predict since it depends on how its price compares to that of other suppliers. 

The GENCO may decide to supply less demand than it is physically capable of. In the competitive 
environment, the obligation to serve is limited to those with whom the GENCO has a contract. The 
GENCO may consider a schedule that produces less than the forecasted demand. Rather than switching 
on an additional unit to produce one or two unsatisfied MW, it can allow its competitors to provide that 
1 or 2 MW that might have substantially increased its average costs. 


Compensating the Electricity Supplier 

Maximizing profits in a competitive environment requires that the GENCO know what revenue is being 
generated by the sale of electricity. While a traditional utility might have been guaranteed a fixed rate of 
return based on cost, competitive electricity markets have varying pricing schemes that may price 
electricity at the level of the last accepted bid, the average of the buy, ask, and sell offer, etc. When 
submitting offers to an auctioneer, the GENCO’s offer price should reflect its prediction market share, 
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FIGURE 12.9 Treating the market as an additional generator and/or load. 


since that determines how many units they have switched on, or in banking mode. GENCOs recovering 
costs via prices set during the bidding process will note that the UC schedule directly affects the average 
cost, which indirectly affects the offering price, making it an essential input to any successful bidding 
strategy. 

Demand forecasts and expected market prices are important inputs to the profit-based UC algorithm; 
they are used to determine the expected revenue, which in turn affects the expected profit. If a GENCO 
produces two UC schedules each having different expected costs and different expected profits, it should 
implement the one that provides for the largest profit, which will not necessarily be the one that costs 
the least. Since prices and demand are so important in determining the optimal UC schedule, price 
prediction and demand forecasts become crucial. An easy-to-read description of the cost-minimizing 
UC problem and a stochastic solution that considers spot markets has been presented in Takriti, Kra- 
senbrink, and Wu (1997). 


The Source of Electric Energy 

A GENCO may be in the business of electricity generation, but it should also consider purchasing electricity 
from the market, if it is less expensive than its own generating unit(s). The existence of liquid markets 
gives energy trading companies an additional source from which to supply power that may not be as 
prevalent in monopolistic systems. See Fig. 12.9. To the GENCO, the market supply curve can be thought 
of as a pseudo-unit to be dispatched. The supply curve for this pseudo-unit represents an aggregate supply 
of all of the units participating in the market at the time in question. The price forecast essentially sets 
the parameters of the unit. This pseudo-unit has no minimum uptime, minimum downtime, or ramp 
constraints; there are no direct start-up and shutdown costs associated with dispatching the unit. 

The liquid markets that allow the GENCO to schedule an additional pseudo unit, also act as a load 
to be supplied. The total energy supplied should consist of previously arranged bilateral or multilateral 
contracts arranged through the markets (and their associated reserves and losses). While the GENCO is 
determining the optimal unit commitment schedule, the energy demanded by the market (i.e., market 
demand) can be represented as another DISTCO or ESCO buying electricity. Each entity buying electricity 
should have its own demand curve. The market demand curve should reflect the aggregate of the demand 
of all the buying agents participating in the market. 


Mathematical Formulation for UC 


The mathematical formulation for UC depends upon the objective and the constraints that are considered 
important. Traditionally, the monopolist cost-minimization UC problem has been formulated (Sheblé, 
1985): 


nt nt nt nt 


N T 
Minimize F= ° ¥’|(C,,+ MAINT, )-U,, +SUP,-U,,(1-U,,) +SDOWN, ,-(1-U,,)-Uy.] (12.5) 
n t 
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subject to the following constraints: 


Sy, ie .) =D, (demand constraint) 
dy, o Pmax,) 2D,+R, (capacity constraint) 


yy, Rs max,,) 2R, (system reserve constraint) 


When formulating the profit-maximizing UC problem for a competitive environment, the obligation- 
to-serve is gone. The demand constraint changes from an equality to an inequality (<). In the formulation 
presented here, we lump the reserves in with the demand. Essentially we are assuming that buyers are 
required to purchase a certain amount of reserves per contract. In addition to the above changes, 
formulating the UC problem for the competitive GENCO changes the objective function from cost 
minimization to profit maximization as shown in Eq. (12.6) below. The UC solution process is shown 
in block diagram form in Fig. 12.10. 


Maxtt=>° > (P,- fy) U4 (12.6) 


Forecast Price And Demand 

Hour 1 Z <n 

Load: 400 425 450... 100 (MWhr) 
Price: 18 18.5 20... 5 ($/MWhr) 


UC Solver 
Switch units on/off to min. 
cost or max. profit. Do EDC 
each hour to set gen levels. 


Output UC Schedule 
Hour 


Gen# 1: 
Gen#2: 
Gen#3: 


Gen#N: LI ITI1I11 .. 


Cost: $X,000.00 
Profit: $Y,000.00 


FIGURE 12.10 Block diagram of the UC solution process. 
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subject to: 


N 
pose Yu, or ‘ <p! (demand constraint w/out obligation-to-serve] 


n 


Pmin, < P., < Pmax, (capacity limits) 


,|< Ramp, (ramp rate limits) 


where individual terms are defined as follows: 


Unt = up/down time status of unit n at time period t 
(U,,= 1 unit on, U,, = 0 unit off) 


Pat = power generation of unit n during time period t 

D, = load level in time period t 

Di = forecasted demand at period t (includes reserves) 

pa = contracted demand at period t (includes reserves) 
fp, = forecasted price/MWhr for period t 

R, = system reserve requirements in time period t 

Cit = production cost of unit n in time period t 


SUP: = start-up cost for unit n, time period t 
SDOWN,, = shut-down cost for unit n, time period t 
MAINT,, = maintenance cost for unit n, time period t 


N = number of units 

T = number of time periods 

Pmin,, = generation low limit of unit n 

Pmax, = generation high limit of unit n 

Rsmax, |= maximum contribution to reserve for unit n 


Although it may happen in certain cases, the schedule that minimizes cost is not necessarily the schedule 
that maximizes profit. Providing further distinction between the cost-minimizing UC for the monopolist 
and the profit maximizing competitive GENCO is the obligation-to-serve; the competitive GENCO may 
choose to generate less than the total consumer demand. This allows a little more flexibility in the UC 
schedules. In addition, our formulation assumes that prices fluctuate according to supply and demand. 
In cost-minimizing paradigms, it is assumed that leveling the load curve helps to minimize the cost. 
When maximizing profit, the GENCO may find that under certain conditions, it may profit more under 
a non-level load curve. The profit depends not only on cost, but also on revenue. If revenue increases 
more than the cost does, the profit will increase. 


The Importance of EDC to the UC Solution 


The economic dispatch calculation (EDC) is an important part of UC. It is used to assure that sufficient 
electricity will be available to meet the objective each hour of the UC schedule. For the monopolist in a 
vertically integrated environment, EDC will set generation so that costs are minimized subject to meeting 
the demand. For the price-based UC, the price-based EDC adjusts the power level of each online unit 
until each has the same incremental cost (ie.,A, =A, =... =A; X,). If a GENCO is operating 
in a competitive framework that requires its bids to cover fixed, start-up, shutdown, and other costs 
associated with transitioning from one state to another, then the incremental cost used by EDC must 
embed these costs. We shall refer to this modified marginal cost as a pseudo 2. The competitive generator 
will generate if the pseudo A is less than or equal to the competitive price. A simple way to allocate the 


fixed and transitional costs that result in a $/MWhr figure is shown in Eq. (12.7): 
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x (transition costs) + » > ( fixed costs) 
A, = {P, — T ON — 


Other allocation schemes that adjust the marginal cost/price according to the time of day or price of 
power would be just as easy to implement and should be considered in building bidding strategies. 
Transition costs include start-up, shutdown, and banking costs, and fixed costs (present for each hour 
that the unit is on), which would be represented by the constant term in the typical quadratic cost curve 
approximation. For the results presented later in this chapter, we approximate the summation of the 
power generated by the forecasted demand. 

The competitive price is assumed to be equal to the forecasted price. If the GENCO’s supply curve is 
indicative of the system supply curve, then the competitive price will correspond to the point where the 
demand and supply curves cross. EDC sets the generation level corresponding to the point where the 
GENCO’s supply curve crosses the demand curve, or to the point where the forecasted price is equal to 
the supply curve, whichever is lower. 


(ia) 


Solution Methods 


Solving the UC problem to find an optimal solution can be difficult. The problem has a large solution 
space that is discrete and nonlinear. As mentioned above, solving the UC problem requires that many 
economic dispatch calculations be performed. One possible way to determine the optimal schedule is to 
do an exhaustive search. Exhaustively considering all possible ways that units can be switched on or off 
for a small system can be done, but for a reasonably sized system this would take too long. Solving the 
UC problem for a realistic system generally involves using methods like Lagrangian relaxation, dynamic 
programming, genetic algorithms, or other heuristic search techniques. The interested reader may find 
many useful references regarding cost-minimizing UC for the monopolist in Sheblé and Fahd (1994) 
and Wood and Wollenberg (1996). Another heuristic technique that has shown much promise and that 
offers many advantages (e.g., time-to-solution for large systems and ability to simultaneously generate 
multiple solutions) is the genetic algorithm. 


A Genetic-Based UC Algorithm 


The Basics of Genetic Algorithms 

A genetic algorithm (GA) is a search algorithm often used in nonlinear discrete optimization problems. 
The development of GAs was inspired by the biological notion of evolution. Initially described by John 
Holland, they were popularized by David Goldberg who described the basic genetic algorithm very well 
(Goldberg, 1989). In a GA, data, initialized randomly in a data structure appropriate for the solution to 
the problem, evolves over time and becomes a suitable answer to the problem. An entire population of 
candidate solutions (data structures with a form suitable for solving for the problem being studied) is 
“randomly” initialized and evolves according to GA rules. The data structures often consist of strings of 
binary numbers that are mapped onto the solution space for evaluation. Each solution (often termed a 
creature) is assigned a fitness — a heuristic measure of its quality. During the evolutionary process, those 
creatures having higher fitness are favored in the parent selection process and are allowed to procreate. 
The parent selection is essentially a random selection with a fitness bias. The type of fitness bias is 
determined by the parent selection method. Following the parent selection process, the processes of 
crossover and mutation are utilized and new creatures are developed that ideally explore a different area 
of the solution space. These new creatures replace less fit creatures from the existing population. 
Figure 12.11 shows a block diagram of the general GA. 


GA for Price-Based UC 
The algorithm presented here solves the UC problem for the profit maximizing GENCO operating in 
the competitive environment (Richter et al., 1999). Research reveals that various GAs have been used by 
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If first time, gen=0 
Else, gen = gen +1 


Evaluate Fitness 


Report 
Results 


Parent Selection 
Crossover 
Mutation 

Replace less fit creatures 


FIGURE 12.11 A simple genetic algorithm. 


many researchers in solving the UC problem (Kondragunta, 1997; Kazarlis et al., 1995). However, the 
algorithm presented here is a modification of a genetic-based UC algorithm for the cost-minimizing 
monopolist described in Maifeld and Sheblé (1996). Most of the modifications are to the fitness function, 
which no longer rewards schedules that minimize cost, but rather those that maximize profit. The 
intelligent mutation operators are preserved in their original form. The schedule format is the same. The 
algorithm is shown in block diagram format in Fig. 12.12. 

The algorithm first reads in the contract demand and prices, the forecast of remaining demand, and 
forecasted spot prices (which are calculated for each hour by another routine not described here). During 
the initialization step, a population of UC schedules is randomly initialized. See Fig. 12.13. For each 
member of the population, EDC is called to set the level of generation of each unit. The cost of each 
schedule is calculated from the generator and data read in at the beginning of the program. Next, the 
fitness (i.e., the profit) of each schedule in the population is calculated. “Done?” checks to see whether 
the algorithm as either cycled through for the maximum number of generations allowed, or whether 
other stopping criteria have been met. If done, then the results are written to a file; if not done, the 
algorithm goes to the reproduction process. 

During reproduction, new schedules are created. The first step of reproduction is to select parents 
from the population. After selecting parents, candidate children are created using two-point crossover 
as shown in Fig. 12.14. Following crossover, standard mutation is applied. Standard mutation involves 
turning a randomly selected unit on or off within a given schedule. 

An important feature of the previously developed UC-GA (Maifeld and Sheblé, 1996) is that it spends 
as little time as possible doing EDC. After standard mutation, EDC is called to update the profit only for 
the mutated hour(s). An hourly profit number is maintained and stored during the reproduction process, 
which dramatically reduces the amount of time required to calculate the profit over what it would be if 
EDC had to work from scratch at each fitness evaluation. In addition to the standard mutation, the 
algorithm uses two “intelligent” mutation operators that work by recognizing that, because of transition 
costs and minimum uptime and downtime constraints, 101 or 010 combinations are undesirable. The 
first of these operators would purge this undesirable combination by randomly changing 1s to 0s or vice 
versa. The second of these intelligent mutation operators purges the undesirable combination by changing 
1 to 0 or 0 to 1 based on which of these is more helpful to the profit objective. 
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Load: Contract demand 
Demand prediction 
Spot price prediction 


Initialization of GA pop. 


Call EDC 


Calculate profit of schedules 


Print 
results 


gen += 1; 


Select parents 
Perform cross-over 
Do standard mutation 
Call EDC 


Intelligent mutation I 
Intelligent mutation II 
Call EDC for mutated hours 


FIGURE 12.12 GA-UC block diagram. 


UC Schedule 1 
Hour 

Gen#l: 
Gen#2: 
Gen#3: 


Gen#N: 


FIGURE 12.13 A population of UC schedules. 


Price-Based UC-GA results 

The UC-GA is run on a small system so that its solution can be easily compared to a solution by exhaustive 
search. Before running the UC-GA, the GENCO needs to first get an accurate hourly demand and price 
forecast for the period in question. Developing the forecasted data is an important topic, but beyond the 
scope of our analysis. For the results presented in this section, the forecasted load and prices are taken 
to be those shown in Table 12.2. In addition to loading the forecasted hourly price and demand, the 
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FIGURE 12.14 Two-point crossover on UC schedules. 


TABLE 12.2 Forecasted Demand and Prices for 2-Generator Case 


UC Schedule Child 2 


UC Schedule Parent 2 


Hour 


Gen#l: 
Gen#2: 
Gen#3: 
Gen#4: 
Gen#5S: 
Gen#6: 


Hour 


Gen#1: 
Gen#2: 
Gen#3: 
Gen#4: 
Gen#5: 
Gen#6: 


LE 2933425 


1 
1 
1 
1 
1 
1 


11 
11 
11 
11 
11 
a 


Load Forecast Price Forecast Load Forecast Price Forecast 
Hour (MWhr) ($/MWhr) Hour (MWhr) ($/MWhr) 
1 285 25.87 8 328 8.88 
2 293 23.06 9 326 9.12 
3 267 19.47 10 298 8.88 
4 247 18.66 11 267 25.23 
5 295 21.38 12 293 26.45 
6 292 12.46 13 350 25.00 
7 299 9.12 14 350 24.00 


TABLE 12.3 Unit Data for 2-Generator Case 


Generator 0 


Generator 1 


Pmin (MW) 
Pmax (MW) 
A (constant) 
B (linear) 

C (quadratic) 
Bank cost ($) 


Start-up cost($) 
Shut-down cost($) 
Min-uptime (hr) 
Min-downtime (hr) 


UC-GA program needs to load the parameters of each generator to be considered. We are modeling the 
generators with a quadratic cost curve (e.g., A + B(P) + C(P)*), where P is the power level of the unit. 


The data for the 2-generator case is shown in Table 12.3. 


In addition to the 2-unit cases, a 10-unit, 48-hour case is included in this chapter to show that the 
GA works well on larger problems. While dynamic programming quickly becomes too computationally 
expensive to solve, the GA scales up linearly with number of hours and units. Figure 12.15 shows the 
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FIGURE 12.15 Data for 10-unit, 48-hour case. 


TABLE 12.4 GA Control Parameters 


Parameter Setpoint Parameter Setpoint 
# of Units 2 System reserve (%) 10 

# of Hours 10 Children per generation 10 
Popsize 20 UC schedules to keep 1 
Generations 50 Random number seed 0.20 


costs and average costs (without transition costs) of the 10 generators, as well as the hourly price and 
load forecasts for the 48 hours. The data was chosen so that the optimal solution was known a priori. 
The dashed line in the load forecast represents the maximum output of the 10 units. 

Before running the UC-GA, the user specifies the control parameters shown in Table 12.4, including 
the number of generating units and number of hours to be considered in the study. The “popsize” is the 
size of the GA population. The execution time varies approximately linearly with the popsize. The number 
of generations indicates how many times the GA will go through the reproduction phase. System reserve 
is the percentage of reserves that the buyer must maintain for each contract. Children per generation 
tells us how much of the population will be replaced each generation. Changing this can affect the 
convergence rate. If there are multiple optima, faster convergence can trap the GA in a local suboptimal 
solution. “UC schedules to keep” indicates the number of schedules to write to file when finished. There 
is also a random number seed that is set between 0 and 1. 

In the 2-generator test cases, the UC-GA was run for the units listed in Table 12.3, and for the forecasted 
loads and prices listed in Table 12.2. The parameters listed in Table 12.4 were adjusted accordingly. To 
ensure that the UC-GA is finding optimal solutions, an exhaustive search was performed on some of the 
smaller cases. Table 12.5 shows the time to solution in seconds for the UC-GA and the exhaustive search 
methods. For small cases, the exhaustive search was performed and solution time compared to that of 
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TABLE 12.5 Comparing UC-GA with Exhaustive Search 


No. of Generators No. of Hours GA Finds Solution Time Solution Time 
in Schedule in Schedule Optimal Solution? for GA (s) Exhaustive Search (s) 
2 10 Yes 0.5 674 
2 12 Yes 2 6482 
2 14 Yes 10 (estimated) 62340 
10 48 Yes 730 (estimated) 2E138 


TABLE 12.6 The Best UC-GA Schedules of the Population 


Best Schedule for 2-Unit, 10-Hour Case 


Unit 1 1111100000 
Unit 2 0000000000 
Cost $17,068.20 
Profit $2,451.01 


Best Schedule for 2-Unit, 12-Hour Case 


Unit 1 111111000011 
Unit 2 000000000000 
Cost $24,408.50 
Profit $4,911.50 


Best Schedule Found by UC-GA for 10-Unit, 48-Hour Case 


nit 1 111111111111000000000000000000000000111111111111 
nit 2 111111111111000000000000000000000000000000000000 
nit 3 111111111111000000000000000000000000000000000000 
nit 4 111111111111000000000000000000000000000000000000 
nit 5 111111111111000000000000000000000000000000000000 
111111111111000000000000000000000000000000000000 
nit 7 111111111111000000000000000000000000111111111111 
nit 8 111111111111000000000000000000000000000000000000 
nit 9 111111111111000000000000000000000000111111111111 
nit 10 = 111111111111000000000000000000000000111111111111 
$325,733.00 

$676,267.00 


SEoeggegqcgs 
=o 
a 


9 
a 4 
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the UC-GA. Since the exhaustive search solution times were estimated to be prohibitively lengthy, the 
latter cases were not compared against exhaustive search solutions. Cases with known optimal solutions 
were used to verify that the UC-GA was, in fact, working for the large cases. 

Table 12.6 shows the optimal UC schedules found by the UC-GA for selected cases. Figure 12.16 shows 
the maximum, minimum and average fitnesses (profit) during each generation of the UC-GA on the 
2-generator, 14-hour/period case. The best individual of the population climbs quite rapidly to near the 
optimal solution. Half of the population is replaced each generation; often the child solutions are poor 
solutions, hence the minimum fitness tends to remain low over the generations, which is typical for GA 
optimization. 

In the schedules shown in Table 12.6, it may appear as though minimum up- and downtime constraints 
are being violated. When calculating the cost of such a schedule, the algorithm ensures that the profit is 
based on a valid schedule by considering a zero surrounded by ones to be a banked unit, and so forth. 
In addition, note that only the best solution of the population for each of the cases is shown. The existence 
of additional valid solutions, which may have been only slightly suboptimal in terms of profit, is one of 
the main advantages of using the GA. It gives the system operator the flexibility to choose the best schedule 
from a group of schedules to accommodate things like forced maintenance. 
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FIGURE 12.16 Max., min., and avg. fitness vs. GA generations for the 2-generator, 14-hour case. 


Unit Commitment and Auctions 


Regardless of the market framework, the solution method, and who is performing the UC, an auction can 
model and achieve the optimal solution. As mentioned previously in the section on EDC, auctions (which 
come in many forms, e.g., Dutch, English, sealed, double-sided, single-sided, etc.) are used to match buyers 
with sellers and to achieve a price that is considered fair. An auction can be used to find the optimal 
allocation, and the unit commitment algorithm essentially performs the same allocation that an auction 
would. Suppose an auctioneer was to call out a price, or a set of prices that is predicted for the schedule 
period. The auctioneer would then ask all generators how much power they would generate at that level. 
The generator must consider which units to switch on, and at what level to produce and sell. The reply 
amounts could be summed to determine the production level at that price. If all of the constraints, 
including demand, are met, then the most economical combination of units operating at the most 
economical settings has been found. If not, the auctioneer adjusts the price and asks for the amounts at 
the new price. This procedure is repeated until the constraints are satisfied. Prices may ascend as in the 
English auction, or they may descend as in the Dutch auction. See Fig. 12.7 for a graphical depiction of 
this process. For further discussion on this topic, the interested reader is referred to Sheblé (1999). 


Summary of Economical Generation Operation 


Since the introduction of electricity supply to the public in the late 1800s, people in many parts of the 
world have grown to expect an inexpensive reliable source of electricity. Providing that electric energy 
economically and efficiently requires the generation company to carefully control their generating units, 
and to consider many factors that may affect the performance, cost, and profitability of their operation. 
The unit commitment and economic dispatch algorithms play an important part in deciding how to 
operate the electric generating units around the world. The introduction of competition has changed 
many of the factors considered in solving these problems. Furthermore, advancements in solution tech- 
niques offer a continuum of candidate algorithms, each having its own advantages and disadvantages. 
Research continues to push these algorithms further. This chapter has provided the reader with an 
introduction to the problems of determining optimal unit commitment schedules and economic dis- 
patches. It is by no means exhaustive, and the interested reader is strongly encouraged to see the references 
at the end of the chapter for more details. 
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12.3 State Estimation 


Danny Julian 


An online AC power flow is a valuable application when determining the critical elements affecting power 
system operation and control such as overloaded lines, credible contingencies, and unsatisfactory voltages. 
It is the basis for any real-time security assessment and enhancement applications. 

AC power flow algorithms calculate real and reactive line flows based on a multitude of inputs with 
generator bus voltages, real power bus injections, and reactive power bus injections being a partial list. 
This implies that in order to calculate the line flows using a power flow algorithm, all of the input 
information (voltages, real power injections, reactive power injections, etc.) must be known a priori to 
the algorithm being executed. 

An obvious way to implement an online AC power flow is to telemeter the required input information 
at every location in the power system. This would require not only a large number of remote terminal 
units (RTUs), but also an extensive communication infrastructure to telemeter the data to the SCADA 
system, both of which are costly. Although the generator bus voltages are usually readily available, the 
injection data is frequently what is lacking. This is because it is much easier and cheaper to monitor the 
net injection at a bus than to measure separate injections directly. 

Also, this approach presents weaknesses for the online AC power flow that are due to meter accuracy 
and communication failure. An online power flow relying on a specific set of measurements could become 
unusable or give erroneous results if any of the predefined measurements became unavailable due to 
communication failure or due to misoperation of measurement devices. This is not a desirable outcome 
of an online application designed to alert system operators to unsecure conditions. 

Given the above obstacles of utilizing an online AC power flow, work was conducted in the late 1960s 
and early 1970s (Schweppe and Wildes, Jan. 1970) into developing a process of performing an online 
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power flow using not just the limited data needed for the classical AC power flow algorithm, but using 
all available measurements. This work led to the state estimator, which uses not only the aforementioned 
voltages but other telemetered measurements such as real and reactive line flows, circuit breaker statuses, 
and transformer tap settings. 


State Estimation Problem 


State estimators perform a statistical analysis using a set of m imperfect redundant data telemetered from 
the power system to determine the state of the system. The state of the system is a function of n state 
variables: bus voltages and relative phase angles, and tap changing transformer positions. Although the 
state estimation solution is not a “true” representation of the system, it is the “best” possible representation 
based on the telemetered measurements. 

Also, it is necessary to have the number of measurements greater than the number of states (m 2 n) 
to yield a representation of the complete state of the system. This is known as the observability criterion. 
Typically, m is two to three times the value of n, allowing for a considerable amount of redundancy in 
the measurement set. 


Underlying Assumptions 


Telemetered measurements usually are corrupted since they are susceptible to noise. Even when great 
care is taken to ensure accuracy, unavoidable random noise enters into the measurement process, which 
distorts the telemetered values. 

Fortunately, statistical properties associated with the measurements allow certain assumptions to be 
made to estimate the true measured value. First, it is assumed the measurement noise has an expected 
value, or average, of zero. This assumption implies the error in each measurement has equal probability 
of taking on a positive or negative value. It is also assumed that the expected value for the square of the 
measurement error is normal and has a standard deviation of 6, and the correlation between measure- 
ments is zero (i.e., independent).! A variable is said to be normal (or Gaussian) if its probability density 
function has the form 


f(v)= - aot, (12.8) 


This distribution is also known as the bell curve due to its symmetrical shape resembling a bell as can 
be seen in Fig. 12.17. The normal distribution is used for the modeling of measurement errors since it 
is the distribution that results when many factors contribute to the overall error. 

Figure 12.17 also illustrates the effect of standard deviation on the normal density function. Standard 
deviation, 6, is a measure of the spread of the normal distribution about the mean (1) and gives an 
indication of how many samples fall within a given interval around the mean. A large standard deviation 
implies there is a high probability the measurement noise will take on large values. Conversely, a small 
standard deviation implies there is a high probability the measurement noise will take on small values. 


Measurement Representations 


Since a measurement is not exact, it can be expressed with an error component of the form 


Z=Z,+Vv (12.9) 


'In practice, measurements i and j are not necessarily independent since one measurement device may measure 
more than one value. Therefore, if the measurement device is bad, probably both measurements i and j are bad also. 
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FIGURE 12.17 Normal probability distribution curve with a mean of pL. 


FIGURE 12.18 Transmission line representation. 


where z is the measured value, z; is the true value, and v is the measurement error that represents 
uncertainty in the measurement. In general, the measured value, as expressed in Eq. (12.9), can be related 
to the states, x, by 


z=h(x)+v (12.10) 


where h(x) is a vector of nonlinear functions relating the measurements to the state variables. An example 
of the h(x) vector can be shown using the transmission line in Fig. 12.18. 

Assuming real and reactive power measurements are being made at bus 7 in Fig. 12.18, the equations 
for line flow from bus i to j need to be determined as 


= v ‘(;+8,,)-\" V, [si:cos(8,) + b,sin(3,) (12.11) 
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v “(, +b. )- V\W,[g, sin(5,)+ b, cos(3;,) (12.12) 


'sh 


Q. = 


where |V, is the magnitude of the voltage at bus i, 1 is the magnitude of the voltage at bus j, 6; is the 
phase angle difference between bus i and bus j, g; and b, are the conductance and susceptance of line 
i-j, respectively, and g,, and b,, are the shunt conductance and susceptance at bus i, respectively. 

Using Eqs. (12.11) and (12.12), Eq. (12.10) can now be rewritten as? 


z=h(x)+7 

7) (s;+5,,)-1¥|¥il[s;c09(8,) +2, sin(8,,)] vp (12.13) 
Z 4 | 3 

v, ‘(4 = b,,)- v, vs, sin(5,) +, cos(5;,)| 94 


which expresses the measurements entirely in terms of network parameters (which are assumed known) 
and system states (bus voltage and phase angle). 


Solution Methods 
The solution to the state estimation problem has been addressed by a broad class of techniques (Filho 


et al., Aug. 1990) and differs from power flow algorithms in two modes: 


1. certain input data are either missing or inexact, and/or 
2. the algorithm used for the calculation may entail approximations and approximate methods 
designed for high speed processing in the online environment. 


In this section, two different solution methods to the state estimation problem will be introduced and 
described. 


Weighted Least Squares 

The most common approach to solving the state estimation problem is using the method of weighted 
least squares (WLS). This is accomplished by identifying the values of the state variables that minimize 
the performance index, J (the weighted sum of square errors): 


J=e'R'e (12.14) 


where the weighting factor, R, is the diagonal covariance matrix of the measurements and is defined as 


oc 30 0 
Y 0 
Ew" |=R= 0 0 0 (12.15) 
0 0 0 
|o 8600 0 oF 


By defining the error, e, in Eq. (12.14) as the difference between the true measured value, z, and the 
estimated measured value, z, 


@=Z-Z (12.16) 


?The superscript ~ represents a vector. 
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a new form for the performance index can be written as 


1=(e-H(3 eH) aain 


As shown in Eqs. (12.15) and (12.17), the weights are defined by the inverse of the measurements 
variances. As a result, measurements of a higher quality have smaller variances that correspond to their 
weights having higher values, while measurements with poor quality have smaller weights due to the 
correspondingly higher variance values. 

In order to minimize the performance index, J, a first-order necessary condition must hold, namely: 


a 


= 12.18 
ox : ( ) 


xk 


Evaluating Eq. (12.17) at the necessary condition gives the following: 


A(x!) R*(2-h(x))=0 (12.19) 


where H(x) represents the m x n> measurement Jacobian matrix evaluated at iteration k: 


[2% 9h Oh, 
Ox, Ox, Ox, 

H(x)= dx, 0%, ox, (12.20) 
| Ox, Ox, OK, || 4 


A linearized relationship between the measurements and the state variables is then found by expanding 
the Taylor series expansion of the function h(x) around a point x*: 


(x)= h( x*)+ Ax" ae + higher order terms. (12.21) 


This set of equations can be solved using an iterative approach such as Newton Raphson’s method. At 
the (k+1)" iteration, the refreshed values of the state variables can be obtained from their values in the 
previous iteration by: 


-1 


aia ata( (st) Rn(s!)] Hx)’ R"(2-H(+')) (12.22) 


At convergence, the solution x**! corresponds to the weighted least squares estimates of the state 
variables. Convergence can be determined either by satisfying 


3m represents the number of measurements; n represents the number of states. 
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max(x!""-x*)<e (12.23) 


or 
ae (12.24) 


where € is some predetermined convergence factor. 


Linear Programming 
Another solution method that addresses the state estimation problem is linear programming. Linear 
programming is an optimization technique that serves to minimize a linear objective function subject 
to a set of constraints: 


st. Ax=b (12.25) 


There are many different techniques associated with solving linear programming problems including 
the simplex and interior point methods. 

Since the objective function, as expressed in Eq. (12.17), is quadratic in terms of the unknowns (states), 
it must be rewritten in a linear form. This is accomplished by first rewriting the measurement error, as 
expressed in Eq. (12.10), in terms of a positive measurement error, Vps and a negative measurement error, v,: 


(12.26) 


Restricting the positive and negative measurement errors to only nonnegative values insures the 
problem is bounded. This was not a concern in the weighted least squares approach since a quadratic 
function is convex and is guaranteed to contain a global minimum. 

Using the new definition of a measurement described in Eq. (12.26) and the inverse of the diagonal 
covariance matrix of the measurements for weights as described in the weighted least squares approach, 
the objective function can now be written as: 


J=R"(9,+9,) (12.27) 


The constraints are the equations relating the state vector to the measurements as shown in Eq. (12.26). 
Once again, since h(x) is nonlinear, it must be linearized around a point x* by expanding the Taylor 
series, as was performed previously in the weighted least squares approach. The solution to the state 
estimation problem can then be determined by solving the following linear program: 


min{R"(¥, +¥,)} 


- (12.28) 
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where H(x*) represents the m X mn measurement Jacobian matrix evaluated at iteration k as defined in 
Eq. (12.20). 


State Estimation Operation 


State estimators are typically executed either periodically (i.e., every 5 min), on demand, or due to a 
status change such as a breaker operation isolating a line section. To illustrate the relationship of the 
state estimator with respect to other EMS applications, a simple depiction of an EMS is shown below in 
Fig. 12.19: 


a RAY 
— 


DataBase 


FIGURE 12.19 Simple depiction of an EMS. 


As shown, the state estimator receives inputs from the supervisory control and data acquisition 
(SCADA) system and the network topology assessment applications and stores the state of the system in 
a central location (i.e., database). Power system applications, such as contingency analysis and optimal 
power flow, can then be executed based on the state of the system as computed by the state estimator. 


Network Topology Assessment 


Before the state estimator is executed in realtime, the topology of the network is determined. This is 
accomplished by a system or network configurator that establishes the configuration of the power system 
network based on telemetered breaker and switch statuses. The network configurator normally addresses 
questions like: 


+ Have breaker operations caused individual buses to either be split into two or more isolated buses, 
or combined into a single bus? 
+ Have lines been opened or restored to service? 
The state estimator then uses the network determined by the network configurator, which consists 


only of energized (online) lines and devices, as a basis for the calculations to determine the state of the 
system. 
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Error Identification 


Since state estimators utilize telemetered measurements and network parameters as a foundation for their 
calculations, the performance of the state estimator depends on the accuracy of the measured data as 
well as the parameters of the network model. Fortunately, the use of all available measurements introduces 
a favorable secondary effect caused by the redundancy of information. This redundancy provides the 
state estimator with more capabilities than just an online AC power flow; it introduces the ability to 
detect “bad” data. Bad data can come from many sources, such as: 


* approximations, 
+ simplified model assumptions, 
+ human data handling errors, or 


* measurement errors due to faulty devices (e.g., transducers, current transformers). 


Telemetered Data 

The ability to detect and identify bad measurements is an extremely useful feature of the state estimator. 
Without the state estimator, obviously wrong telemetered measurements would have little chance of being 
identified. With the state estimator, operation personnel can have a greater confidence that telemetered 
data is not grossly in error. 

Data is tagged as “bad” when the estimated value is unreasonably different from the measured/tele- 
metered value obtained from the RTU. As a simple example, suppose a bus voltage is measured to be 
1.85 pu and is estimated to be 0.95 pu. In this case, the bus voltage measurement could be tagged as bad. 
Once data is tagged as bad, it should be removed from the measurement set before being utilized by the 
state estimator. 

Most state estimators rely on a combination of preestimation and postestimation schemes for detection 
and elimination of bad data. Preestimation involves gross bad data detection and consistency tests. Data 
is identified as bad in preestimation by the detection of gross measurement errors such as zero voltages 
or line flows that are outside reasonable limits using network topology assessment. Consistency tests 
classify data either as valid, suspect, or raw for use in postestimation analysis by using statistical properties 
of related measurements. Measurements are classified as valid if they pass a consistency test that separates 
measurements into subsets based on a consistency threshold. If the measurement fails the consistency 
test, it is classified as suspect. Measurements are classified as raw if a consistency test cannot be made 
and they cannot be grouped into any subset. Raw measurements typically belong to nonredundant 
portions of the complete measurement set. 

Postestimation involves performing a statistical analysis (e.g., hypothesis testing using chi-square tests) 
on the normalized measurement residuals. A normalized residual is defined as 


ee (12.29) 


where 6, is the i-th diagonal term of the covariance matrix, R, as defined in Eq. (12.15). Data is identified 
as bad in postestimation typically when the normalized residuals of measurements classified as suspect 
lie outside a predefined confidence interval (i.e., fail the chi-square test). 


Parameter Data 

In parameter error identification, network parameters (i.e., admittances) that are suspicious are identified 
and need to be estimated. The use of faulty network parameters can severely impact the quality of state 
estimation solutions and cause considerable error. A requirement for parameter estimation is that all 
parameters be identifiable by measurements. This requirement implies the lines under consideration have 
associated measurements, thereby increasing the size of the measurement set by |, where / is the number 
of parameters to be estimated. Therefore, if parameter estimation is to be performed, the observability 
criterion must be augmented to become m2 n+ I. 
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Unobservability 


By definition, a state variable is unobservable if it cannot be estimated. Unobservability occurs when the 
observability criterion is violated (m < n) and there are insufficient redundant measurements to determine 
the state of the system. Mathematically, the matrix H(x*)? R1H(x*) of Eq. (12.22) becomes singular and 
cannot be inverted. 

The obvious solution to the unobservability problem is to increase the number of measurements. The 
problem then becomes where and how many measurements need to be added to the measurement set. 
Adding additional measurements is costly since there are many supplementary factors that must be 
addressed in addition to the cost of the measuring device such as RTUs, communication infrastructure, 
and software data processing at the EMS. A number of approaches have been suggested that try to 
minimize the cost while satisfying the observability criterion (Baran et al., Aug. 1995; Park et al., Aug. 
1998). 

Another solution to address the problem of unobservability is to augment the measurement set with 
pseudomeasurements to reach an observability condition for the network. When adding pseudomea- 
surements to a network, the equation of the pseudomeasured quantity is substituted for actual measure- 
ments. In this case, the measurement covariance values in Eq. (12.15) associated with these measurements 
should have large values that allow the state estimator to treat the pseudomeasurements as if they were 
measured from a very poor metering device. 


Example State Estimation Problem 


This section provides a simple example to illustrate how the state estimation process is performed. The 
WLS method, as previously described, will be applied to a sample system. 


System Description 


A sample three-bus system is shown below in Fig. 12.20: 


where: 


Hi = Voltage Measurement (V) 
@ = Real Power Measurement (MW) 
@ = Reactive Power Measurement (MVAr) 


FIGURE 12.20 Sample three-bus power flow system. 
Bus 1 is assumed to be the reference bus with a corresponding angle of zero. All other relevant system 
data is given in Table 12.7. 


WLS State Estimation Process 


First, the states (x) are defined as the angles at bus 2 and bus 3 and the voltage magnitudes at all buses’: 


*The angle at bus one is not chosen as a state since it is designated as the reference bus. 
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TABLE 12.7 Sample System Data 


Measurement Measurement Measurement Measurement 
Typ Location Value (pu) Covariance (0) 
\V| Bus 1 1.02 0.05 
\V| Bus 2 1.0 0.05 
lV Bus 3 0.99 0.05 
P Bus 1 — Bus 2 1,5 0.1 
Q Bus 1 — Bus 2 0.2 0.1 
P Bus 1 — Bus 3 1.0 0.1 
Q Bus 2 — Bus 3 0.1 0.1 

5, 
5, 
| 1 
V, 
V, 


This gives a total of seven measurements and five states that satisfy the observability criterion requiring 
more measurements than states. 

Using the previously defined equations for the WLS state estimation procedure, the following can be 
determined: 


( 05) 0 0 0 0 0 0 

0 ( 05) 0 0 0 0 0 

0 0 ( 05) 0 0 0 0 

= 0 0 0 (a) 0 0 0 
0 0 0 0 (a) 0 0 

0 0 0 0 0 (1) 0 


5 

= 10x,x, sin x, 

10x; —10x,x, cos x, 
7X,X, SIN X, 


| 5X4 —5x,%, cos( x, - x,)| 


© 2001 CRC Press LLC 


| oh 
H(x)= oe 
l 0 1 0 0 | 
0 0 1 0 
0 0 0 1 
=| 10x,x, cos x, 0 10x, sin x, 10x, sin x, 0 
10x,x, sin x, 0 20x, —10x, cos x, —10x, cos x, 0 
0 7X;X, COS X, 7x, sin x, 0 7x, sin x, 
5x,x, sin| x, — x, —5x,x. sin| x, — x, 0 10x, —5x, cos| x, — x, —5x, cos{ x, — x, 
45 1 2 4°"5 1 2 4 5 i 2 4 | 2) ] 


Using zero as an initial guess for the states representing voltage angles (x, and x,) and the measured 
voltages as given in Table 12.7 for the states representing voltage magnitudes (x;, x,, and x;): 


— 0 
x 0 
x3 |=| 1.02], 
x} | | 1.00 
| x3| [0.99 | 


x!| [0.147] 
xi) | 0.142 
x, |=| 1.022 
x, | | 1.003 
| x;| [0.984 | 


x,| [0.147] 
x, 0.143 
x, |=| 1.016 
x,| | 1.007 
|x; ] [0.987 | 


Using the solved voltages and angles from the state estimation process, the line flows and bus injections 
can now be calculated. With the state of the system now known, other applications such as contingency 
analysis and optimal power flow may be performed. Notice, the state estimation process results in the 
state of the system, just as when performing a power flow but without a priori knowledge of bus injections. 


Defining Terms 


Remote Terminal Unit (RTU): Hardware that telemeters systemwide data from various field locations 
(Le., substations, generating plants) to a central location. 
State estimator: An application that uses a statistical process in order to estimate the state of the system. 
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State variable: The quantity to be estimated by the state estimator, typically bus voltage and angle. 

Network configurator: An application that determines the configuration of the power system based 
on telemetered breaker and switch statuses. 

Supervisory Control and Data Acquisition (SCADA): A computer system that performs data acqui- 
sition and remote control of a power system. 

Energy Management System (EMS): A computer system that monitors, controls, and optimizes the 
transmission and generation facilities with advanced applications. A SCADA system is a subset of 
an EMS. 
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12.4 Optimal Power Flow 


M. E. El-Hawary 


An Optimal Power Flow (OPF) function schedules the power system controls to optimize an objective 
function while satisfying a set of nonlinear equality and inequality constraints. The equality constraints 
are the conventional power flow equations; the inequality constraints are the limits on the control and 
operating variables of the system. Mathematically, the OPF can be formulated as a constrained nonlinear 
optimization problem. This section reviews features of the problem and some of its variants as well as 
requirements for online implementation. 

Optimal scheduling of the operations of electric power systems is a major activity, which turns out to 
be a large-scale problem when the constraints of the electric network are taken into account. This 
document deals with recent developments in the area emphasizing optimal power flow formulation and 
deals with conventional optimal power flow (OPF), accounting for the dependence of the power demand 
on voltages in the system, and requirements for online implementation. 

The OPF problem was defined in the early 1960s (Burchett et al., Feb. 1982) as an extension of con- 
ventional economic dispatch to determine the optimal settings for control variables in a power network 
respecting various constraints. OPF is a static constrained nonlinear optimization problem, whose devel- 
opment has closely followed advances in numerical optimization techniques and computer technology. It 
has since been generalized to include many other problems. Optimization of the electric system with losses 
represented by the power flow equations was introduced in the 1960s (Carpentier, 1962; Dommel and 
Tinney, Oct. 1968). Since then, significant effort has been spent on achieving faster and robust solution 
methods that are suited for online implementation, operating practice, and security requirements. 

OPF seeks to optimize a certain objective, subject to the network power flow constraints and system 
and equipment operating limits. Today, any problem that involves the determination of the instantaneous 
“optimal” steady state of an electric power system is referred to as an Optimal Power Flow problem. The 
optimal steady state is attained by adjusting the available controls to minimize an objective function 
subject to specified operating and security requirements. Different classes of OPF problems, designed 
for special-purpose applications, are created by selecting different functions to be minimized, different 
sets of controls, and different sets of constraints. All these classes of the OPF problem are subsets of the 
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general problem. Historically, different solution approaches have been developed to solve these different 

classes of OPF. Commercially available OPF software can solve very large and complex formulations in 

a relatively short time, but may still be incapable of dealing with online implementation requirements. 
There are many possible objectives for an OPE. Some commonly implemented objectives are: 


* fuel or active power cost optimization, 

* active power loss minimization, 

* minimum control-shift, 

* minimum voltage deviations from unity, and 


* minimum number of controls rescheduled. 


In fuel cost minimization, the outputs of all generators, their voltages, LTC transformer taps and LTC 
phase shifter angles, and switched capacitors and reactors are control variables. The active power losses 
can be minimized in at least two ways (Happ and Vierath, July, 1986). In both methods, all the above 
variables are adjusted except for the active power generation. In one method, the active power generation 
at the swing bus is minimized while keeping all other generation constant at prespecified values. This 
effectively minimizes the total active power losses. In another method, an actual expression for the losses 
is minimized, thus allowing the exclusion of lines in areas not optimized. 

The behavior of the OPF solutions during contingencies was a major concern, and as a result, security 
constrained optimal power flow was introduced in the early 1970s. Subsequently, online implementations 
became a new thrust in order to meet the challenges of new deregulated operating environments. 


Conventional Optimal Economic Scheduling 


Conventional optimal economic scheduling minimizes the total fuel cost of thermal generation, which 
may be approximated by a variety of expressions such as linear or quadratic functions of the active power 
generation of the unit. The total active power generation in the system must equal the load plus the 
active transmission losses, which can be expressed by the celebrated Kron’s loss formula. Reserve con- 
straints may be modeled depending on system requirements. Area and system spinning, supplemental, 
emergency, or other types of reserve requirements involve functional inequality constraints. The forms 
of the functions used depend on the type of reserve modeled. A linear form is evidently most attractive 
from a solution method point of view. However, for thermal units, the spinning reserve model is nonlinear 
due to the limit on a unit’s maximum reserve contribution. Additional constraints may be modeled, such 
as area interchange constraints used to model network transmission capacity limitations. This is usually 
represented as a constraint on the net interchange of each area with the rest of the system (i.e., in terms 
of limits on the difference between area total generation and load). 

The objective function is augmented by the constraints using a Lagrange-type multiplier lambda, A. 
The optimality conditions are made up of two sets. The first is the problem constraints. The second set 
is based on variational arguments giving for each thermal unit: 


#-)1-— =] i=1,...,N (12.30) 


The optimality conditions along with the physical constraints are a set of nonlinear equations that 
requires iterative methods to solve. Newton’s method has been widely accepted in the power industry as 
a powerful tool to solve problems such as the load flow and optimal load flow. This is due to its reliable 
and fast convergence, known to be quadratic. 

A solution can usually be obtained within a few iterations, provided that a reasonably good initial 
estimate of the solution is available. It is therefore appropriate to employ this method to solve the present 
problem. 
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Conventional OPF Formulation 


The optimal power flow is a constrained optimization problem requiring the minimization of: 


f =(xu) (12.31) 
subject to 
g( xu) =0 (12.32) 
I(x,u) <0 (12.33) 
yen < u< yo (12.34) 
x™™" <Sx<x™™ (12.35) 


Here f(x,u) is the scalar objective function, g(x,u) represents nonlinear equality constraints (power 
flow equations), and h(x,u) is the nonlinear inequality constraint of vector arguments x and u. The 
vector x contains dependent variables consisting of bus voltage magnitudes and phase angles, as well as 
the MVAr output of generators designated for bus voltage control and fixed parameters such as the 
reference bus angle, noncontrolled generator MW and MVAr outputs, noncontrolled MW and MVAr 
loads, fixed bus voltages, line parameters, etc. The vector u consists of control variables including: 


+ real and reactive power generation 

* phase-shifter angles 

* net interchange 

* load MW and MVAr (load shedding) 
+ DC transmission line flows 

* control voltage settings 

- LTC transformer tap settings 


Examples of equality and inequality constraints are: 


limits on all control variables 
* power flow equations 


generation/load balance 

* branch flow limits (MW, MVAr, MVA) 
* bus voltage limits 

* active/reactive reserve limits 

* generator MVAr limits 

* corridor (transmission interface) limits 


The power system consists of a total of N buses, N, of which are generator buses. M buses are voltage 
controlled, including both generator buses and buses at which the voltages are to be held constant. The 
voltages at the remaining (N — M) buses (load buses), must be found. 

The network equality constraints are represented by the load flow equations: 


P(V,8)-P, +P, =0 (12.36) 


Q(V,8)-Q,+Q,=0 (12.37) 
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Two different formulation versions can be considered. 


(a) Polar Form: 


N 
av.8}=) > Mpsleos(8,-8;-¢) 
1 
N 
Q(v.s)=|V| > \v,|¥,|sin(8,-8,-4,) 
1 
%= Pil) 
where 
P; = Active power injection into bus i. 
Q; = Reactive power injection into bus i. 
IV, = Voltage magnitude of bus i. 
oF = Angle at bus i. 
l¥, , Qj = Magnitude and angle of the admittance matrix. 


Pi, Q3, = Active and reactive load on bus i. 


(b) Rectangular Form: 


e, = Real part of complex voltage at bus i. 


i 


f, = Imaginary part of the complex voltage at bus i. 


G,, = Real part of the complex admittance matrix. 
B;, = Imaginary part of the complex admittance matrix. 


(12.38) 


(12.39) 


(12.40) 


(12.41) 


(12.42) 


The control variables vary according to the objective being minimized. For fuel cost minimization, 


they are usually the generator voltage magnitudes, generator active powers, and transformer tap ratios. 
The dependent variables are the voltage magnitudes at load buses, phase angles, and reactive generations. 


Application of Optimization Methods to OPF 


Various optimization methods have been proposed to solve the optimal power flow problem, some of 


which are refinements on earlier methods. These include: 


Generalized Reduced Gradient (GRG) method. 
Reduced gradient method. 

Conjugate gradient methods. 

Hessian-based method. 

Newton’s method. 

Linear programming methods. 

Quadratic programming methods. 

Interior point methods. 


O82 TO Sie es eS 
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Some of these techniques have spawned production OPF programs that have achieved a fair level of 
maturity and have overcome some of the earlier limitations in terms of flexibility, reliability, and perfor- 
mance requirements. 


Generalized Reduced Gradient Method 

The Generalized Reduced Gradient method (GRG), due to Abadie and Carpentier (1969), is an extension 
of the Wolfe’s reduced gradient method (Wolfe, 1967) to the case of nonlinear constraints. Peschon in 
1971 and Carpentier in 1973 used this method for OPE. Others have used this method to solve the optimal 
power flow problem since then (Lindqvist et al., 1984; Yu et al., 1986). 


Reduced Gradient Method 

A reduced gradient method was used by Dommel and Tinney (1968). An augmented Lagrangian function 
is formed. The negative of the gradient dL/du is the direction of steepest descent. The method of reduced 
gradient moves along this direction from one feasible point to another with a lower value of f, until the 
solution does not improve any further. At this point an optimum is found, if the Kuhn-Tucker conditions 
(1951) are satisfied. Dommel and Tinney used Newton’s method to solve the power flow equations. 


Conjugate Gradient Method 

In 1982, Burchett et al. used a conjugate gradient method, which is an improvement on the reduced 
gradient method. Instead of using the negative gradient Vfas the direction of steepest descent, the descent 
directions at adjacent points are linearly combined in a recursive manner. 


= Vit BI. 


TH 
r) 
ll 
j=) 


(12.43) 


Here, r, is the descent direction at iteration “k.” 
Two popular methods for defining the scalar value B, are the Fletcher-Reeves method (Carpentier, 
June 1973) and the Polak-Ribiere method (1969). 


Hessian-Based Methods 

Sasson (Oct. 1969) discusses methods (Fiacco and McCormick, 1964; Lootsma, 1967; Zangwill, 1967) 
that transform the constrained optimization problem into a sequence of unconstrained problems. He 
uses a transformation introduced by Powell and Fletcher (1963). Here, the Hessian matrix is not evaluated 
directly. Instead, it is built indirectly starting initially with the identity matrix so that at the optimum 
point it becomes the Hessian itself. 

Due to drawbacks of the Fletcher-Powell method, Sasson et al. (1973) developed a Hessian load flow 
with an extension to OPE. Here, the Hessian is evaluated and solved unlike in the previous method. The 
objective function is transformed as before to an unconstrained objective. An unconstrained objective is 
formed. All equality constraints and only the violating inequality constraints are included. The sparse 
nature of the Hessian is used to reduce storage and computation time. 


Newton OPF 

Newton OPF has been formulated by Sun etal. (1984), and later by Maria et al. (Aug. 1987). An 
augmented Lagrangian is first formed. The set of first derivatives of the augmented objective with respect 
to the control variables gives a set of nonlinear equations as in the Dommel and Tinney method. Unlike 
in the Dommel and Tinney method where only a part of these are solved by the N-R method, here, all 
equations are solved simultaneously by the N-R method. 

The method itself is quite straightforward. It is the method of identifying binding inequality constraints 
that challenged most researchers. Sun et al. use a multiply enforced, zig-zagging guarded technique for 
some of the inequalities, together with penalty factors for some others. Maria et al. used an LP-based 
technique to identify the binding inequality set. Another approach is to use purely penalty factors. Once 
the binding inequality set is known, the N-R method converges in a very few iterations. 
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Linear Programming-Based Methods 

LP methods use a linear or piecewise-linear cost function. The dual simplex method is used in some 
applications (Bentall, 1968; Shen and Laughton, Nov. 1970; Stott and Hobson, Sept./Oct. 1978; Wells, 
1968). The network power flow constraints are linearized by neglecting the losses and the reactive powers, 
to obtain the DC load flow equations. Merlin (1972) uses a successive linearization technique and repeated 
application of the dual simplex method. 

Due to linearization, these methods have a very high speed of solution, and high reliability in the sense 
that an optimal solution can be obtained for most situations. However, one drawback is the inaccuracies 
of the linearized problem. Another drawback for loss minimization is that the loss linearization is not 
accurate. 


Quadratic Programming Methods 

In these methods, instead of solving the original problem, a sequence of quadratic problems that converge 
to the optimal solution of the original problem are solved. Burchett et al. use a sparse implementation 
of this method. The original problem is redefined as simply, to minimize, 


f(x) (12.44) 

subject to: 
g(x) =0 (12.45) 

The problem is to minimize 

8" p+ p" Hp (12.46) 

subject to: 
Jp=0 (12.47) 

where 

p=x-x, (12.48) 


«lo 


Here, g is the gradient vector of the original objective function with respect to the set of variables “x. 
“J” is the Jacobian matrix that contains the derivatives of the original equality constraints with respect 
to the variables, and “H” is the Hessian containing the second derivatives of the objective function and 
a linear combination of the constraints with respect to the variables. x, is the current point of linearization. 
The method is capable of handling problems with infeasible starting points and can also handle ill- 
conditioning due to poor R/X ratios. This method was later extended by El-Kady et al. (May 1986) in a 
study for the Ontario Hydro System for online voltage/var control. A nonsparse implementation of the 
problem was made by Glavitsch (Dec. 1983) and Contaxis (May, 1986). 


Interior Point Methods 

The projective scaling algorithm for linear programming proposed by N. Karmarkar is characterized by 
significant speed advantages for large problems reported to be as much as 50:1 when compared to the 
simplex method (Karmarkar, 1984). This method has a polynomial bound on worst-case running time 
that is better than the ellipsoid algorithms. Karmarkar’s algorithm is significantly different from Dantzig’s 
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simplex method. Karmarkar’s interior point rarely visits too many extreme points before an optimal 
point is found. The IP method stays in the interior of the polytope and tries to position a current solution 
as the “center of the universe” in finding a better direction for the next move. By properly choosing the 
step lengths, an optimal solution is achieved after a number of iterations. Although this IP approach 
requires more computational time in finding a moving direction than the traditional simplex method, 
better moving direction is achieved resulting in less iterations. Therefore, the IP approach has become a 
major rival of the simplex method and has attracted attention in the optimization community. Several 
variants of interior points have been proposed and successfully applied to optimal power flow (Momoh, 
1992; Vargas et al., 1993; Yan and Quintana, 1999). 


OPF Incorporating Load Models 
Load Modeling 


The area of power systems load modeling has been well explored in the last two decades of the twentieth 
century. Most of the work done in this area has dealt with issues in stability of the power system. Load 
modeling for use in power flow studies has been treated in a few cases (Concordia and Ihara, 1982; IEEE 
Committee Report, 1973; IEEE Working Group Report, 1996; Iliceto et al., 1972; Vaahedi et al., 1987). 
In stability studies, frequency and time are variables of interest, unlike in power flow and some OPF 
studies. Hence, load models for use in stability studies should account for any load variations with 
frequency and time as well. These types of load models are normally referred to as dynamic load models. 
In power flow, OPF studies neglecting contingencies, and security-constrained OPF studies using pre- 
ventive control, time, and frequency, are not considered as variables. Hence, load models for this type 
of study need not account for time and frequency. These load models are static load models. 

In security-constrained OPF studies using corrective control, the time allowed for certain control 
actions is included in the formulation. However, this time merely establishes the maximum allowable 
correction, and any dynamic behavior of loads will usually end before any control actions even begin to 
function. Hence, static load models can be used even in this type of formulation. 


Static Load Models 


Several forms of static load models have been proposed in the literature, from which the exponential 
and quadratic models are most commonly used. The exponential form is expressed as: 


Peay (12.49) 


m 


Q,=4,V" (12.50) 


The values of the coefficients a, and a, can be taken as the specified active and reactive powers at that 
bus, provided the specified power demand values are known to occur at a voltage of 1.0 per unit, measured 
at the network side of the distribution transformer. A typical measured value of the demand and the 
network side voltage is sufficient to determine approximately the values of the coefficients, provided the 
exponents are known. The range of values reported for the exponents vary in the literature, but typical 
values are 1.5 and 2.0 for b, and b,, respectively. 


Conventional OPF Studies Including Load Models 


Incorporation of load models in OPF studies has been considered in a couple of cases (El-Din et al., 
1989; Vaahedi and El-Din, May 1989) for the Ontario Hydro energy management system. In both cases, 
loss minimization was considered to be the objective. It is concluded by Vaahedi and El-Din (1989) that 
the modeling of ULTC operation and load characteristics is important in OPF calculations. 

The effects of load modeling in OPF studies have been considered for the case where the generator 
bus voltages are held at prespecified values (Dias and El-Hawary, 1989). Since the swing bus voltage is 
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held fixed at all times (and also the generator bus voltages in the absence of reactive power limit 
violations), the average system voltage is maintained in most cases. Thus, an increase in fuel cost due to 
load modeling was noticed for many systems that had a few (or zero) reactive limit violations, and a 
decrease for those with a noticeable number of reactive limit violations. Holding the generator bus 
voltages at specified values restricts the available degrees of freedom for OPF and makes the solution less 
optimal. 

Incorporation of load models in OPF studies minimizing fuel cost (with all voltages free to vary within 
bounds) can give significantly different results when compared with standard OPF results. The reason 
for this is that the fuel cost can now be reduced by lowering the voltage at the modeled buses along with 
all other voltages wherever possible. The reduction of the voltages at the modeled buses lowers the power 
demand of the modeled loads and will thus give the lower fuel cost. When a large number of loads are 
modeled, the total fuel cost may be lower than the standard OPE. However, a lowering of the fuel cost 
via a lowering of the power demand may not be desirable under normal circumstances, as this will 
automatically decrease the total revenue of the operation. This can also give rise to a lower net revenue 
if the decrease in the total revenue is greater than the decrease in the fuel cost. This is even more 
undesirable. What is needed is an OPF solution that does not decrease the total power demand in order 
to achieve a minimum fuel cost. The standard OPF solution satisfies this criterion. However, given a fair 
number of loads that are fed by fixed tap transformers, the standard OPF solution can be significantly 
different from the practically observed version of this solution. 

Before attempting to find an OPF solution incorporating load models that satisfies the required 
criterion, we deal with the reason for the problem. In a standard OPF formulation, the total revenue is 
constant and independent of the solution. Hence, we can define net revenue Ry, which is linearly related 
to the total fuel cost F, by the formula: 


Ry, =—F.+ constant (12.51) 


N 
The constant term is the total revenue dependent on the total power demand and the unit price of 
electricity charged to the customers. From this relationship we see that a solution with minimum fuel 
cost will automatically give maximum net revenue. Now, when load models are incorporated at some 
buses, the total power demand is not a constant, and hence the total revenue will also not be constant. 
As a result, 


Ry =—F.+R, (12,62) 


where “R,” is the total demand revenue and is no longer a constant. 

If instead of minimizing the fuel cost, we now maximize the net revenue, we will definitely avoid the 
difficulties encountered earlier. This is equivalent to minimizing the difference between the fuel cost and 
the total revenue. Hence we see that, in the standard OPF, the required maximum net revenue is implied, 
and the equivalent minimum fuel cost is the only function that enters the computations. 


Security Constrained OPF Including Load Models 


A conventional OPF result can have optimal but insecure states during certain contingencies. This can 
be avoided by using a security constrained OPE. Unlike in the former, for a security constrained OPE, 
we can incorporate load models in a variety of ways. For example, we can consider the loads as inde- 
pendent of voltage for the intact system, but dependent on the voltage during contingencies. This can 
be justified by saying that the voltage deviations encountered during a standard OPF and modeled OPF 
are small compared to those that can be encountered during contingencies. Since the total power demand 
for the intact system is not changed, fuel cost comparisons between this case and a standard SCOPF 
seem more reasonable. We can also incorporate load models for the intact system as well as during 
contingencies, while minimizing the fuel cost. However, we then encounter the problem discussed in the 
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previous section regarding net earnings. Another approach is to incorporate load models for the intact 
case as well as during contingencies, while minimizing the total fuel cost minus the total revenue. 


Inaccuracies of Standard OPF Solutions 


It was stated earlier that the standard OPF (or standard security constrained OPF) solution can give 
results not compatible with practical observations (i.e., using the control variable values from these 
solutions) when a fair number of loads are fed by fixed tap transformers. The discrepancies between the 
simulated and observed results will be due to discrepancies between the voltage at a bus feeding a load 
through a fixed tap transformer, and the voltage at which the specified power demand for that load 
occurs. The observed results can be simulated approximately by performing a power flow incorporating 
load models. The effects of load modeling in power flow studies have been treated in a few cases (Dias 
and El-Hawary, 1990; El-Hawary and Dias, Jan. 1987; El-Hawary and Dias, 1987; El-Hawary and Dias, 
July 1987). In all these studies, the specified power demand of the modeled loads was assumed to occur 
at a bus voltage of 1.0 per unit. The simulated modeled power flow solution will be same as the practically 
observed version only when exact model parameters are utilized. 


SCOPF Including Load Modeling 


Security constrained optimal power flow (abbreviated SCOPF) takes into account outages of certain 
transmission lines or equipment (Alsac and Stott, May/June 1974; Schnyder and Glavitsch, 1987). Due 
to the computational complexity of the problem, more work has been devoted to obtaining faster 
solutions requiring less storage, and practically no attention has been paid to incorporating load models 
in the formulations. A SCOPF solution is secure for all credible contingencies or can be made secure by 
corrective means. In a secure system (level 1), all load is supplied, operating limits are enforced, and no 
limit violations occur in a contingency. Security level 2 is one where all load is supplied, operating limits 
are satisfied, and any violations caused by a contingency can be corrected by control action without loss 
of load. Level 1 security is considered in Dias and El-Hawary (Feb. 1991). 

Studies of the effects of load voltage dependence in PF and OPF (Dias and El-Hawary, Sept. 1989) 
concluded that for PF incorporating load models, the standard solution gives more conservative results 
with respect to voltages in most cases. However, exceptions have been observed in one test system. Fuel 
costs much lower than those associated with the standard OPF are obtained by incorporating load models 
with all voltages free to vary within bounds. This is due to the decrease in the power demand by the 
reduction of the voltages at buses whose loads are modeled. When quite a few loads are modeled, the 
minimum fuel costs may be much lower than the corresponding standard OPF fuel cost with a significant 
decrease in power demand. 

A similar effect can be expected when load models are incorporated in security constrained OPF 
studies. The decrease in the power demand when load models are incorporated in OPF studies may not 
be desirable under normal operating conditions. This problem can be avoided in a security constrained 
OPF by incorporating load models during contingencies only. This not only gives results that are more 
comparable with standard OPF results, but may also give lower fuel costs without lowering the power 
demand of the intact system. The modeled loads are assumed to be fed by fixed tap transformers and 
are modeled using an exponential type of load model. 

In Dias and El-Harawy (1990), some selected buses were modeled using an exponential type of load 
model in three cases. In the first, the specified load at modeled buses is obtained with unity voltage. In 
the second case, the transformer taps have been adjusted to give all industrial-type consumers 1.0 per 
unit at the low-voltage panel when the high-side voltage corresponds to the standard OPF solution. In 
the third case, the specified power demand is assumed to take place when the high-side voltages 
correspond to the intact case of the standard security constrained OPF solution. It is concluded that a 
decrease in fuel cost can be obtained in some instances when load models are incorporated in security 
constrained OPF studies during contingencies only. In situations where a decrease in fuel cost is obtained 
in this manner, the magnitude of decrease depends on the total percentage of load fed by fixed tap 
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transformers and the sensitivity of these loads to modeling. The tap settings of these fixed tap transformers 
influence the results as well. An increase in fuel cost can also occur in some isolated cases. However, in 
either case, given accurate load models, optimal power flow solutions that are more accurate than the 
conventional OPF solutions can be obtained. An alternate approach for normal OPF as well as security 
constrained OPF is also suggested. 


Influence of Fixed Tap Transformer Fed Loads 


A standard OPF assumes that all loads are independent of other system variables. This implies that all 
loads are fed by ULTC transformers that hold the load-side voltage to within a very narrow bandwidth 
sufficient to justify the assumption of constant loads. However, when some loads are fed by fixed tap 
transformers, this assumption can result in discrepancies between the standard OPF solution and its 
observed version. In systems where the average voltage of the system is reasonably above 1.0 per unit 
(specifically where the loads fed by fixed tap transformers have voltages greater than the voltage at which 
the specified power demand occurs), the practically observed version of the standard OPF solution will 
have a higher total power demand, and hence a higher fuel cost, and total revenue, and net revenue. 
Conversely, where such voltages are lower than the voltage at which the specified power demand occurs, 
the total power demand, fuel cost, total and net revenues will be lower than expected. For the former 
case, the system voltages will usually be slightly less than expected, while for the latter case they will 
usually be slightly higher than expected. 

The changes in the power demand at some buses (in the observed version) will alter the power flows 
on the transmission lines, and this can cause some lines to deliver more power than expected. When this 
occurs on transmission lines that have power flows near their upper limit, the observed power flows may 
be above the respective upper limit, causing a security violation. Where the specified power demand 
occurs at the bus voltages obtained by a standard OPF solution, the observed version of the standard 
OPF solution will be itself, and there will ideally be no security violations in the observed version. 

Most of the above conclusions apply to security constrained OPF as well (Dias and El-Hawary, Nov. 
1991). However, since a security constrained OPF solution will in general have higher voltages than its 
normal counterpart (in order to avoid low voltage limit violations during contingencies), the increase in 
power demand, and total and net revenues will be more significant while the decrease in the above 
quantities will be less significant. Also, the security violations due to line flows will now be experienced 
mainly during contingencies, as most line flows will now usually be below their upper limits for the 
intact case. For security constrained OPF solutions that incorporate load models only during contingen- 
cies, the simulated and observed results will mainly differ in the intact case. Also, with loads modeled 
during contingencies, the average voltage is lower than for the standard security constrained OPF solution 
and hence there will be more cases with a decrease in the power demand, fuel cost, and total and net 
revenues in the observed version of the results than for its standard counterpart. 


Operational Requirements for Online Implementation 


The most demanding requirements on OPF technology are imposed by online implementation. It was 
argued that OPE, as expressed in terms of smooth nonlinear programming formulations, produces results 
that are far too approximate descriptions of real-life conditions to lead to successful online implemen- 
tations. Many OPF formulations do not have the capability to incorporate all operational considerations 
into the solutions. Moreover, some operating practices are occasionally incompatible with such OPF 
formulations. Consequently, many proposed “theoretical optimal solutions” are of little value to the 
operators who are almost constantly presented with simultaneous events that are outside the scope of 
OPF definition. These limitations, if properly addressed, do not have to prevent OPF programs from 
being used in practice, especially when the operational optimal solution may also not be known. Papal- 
exopoulos (1996) offers some of the requirements that need to be met so that OPF applications are useful 
to, and usable by, the dispatchers in online applications. 
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Speed Requirements 


Fast OPF programs designed for online application are needed because under normal conditions, the 
state of the power system changes continuously and can change abruptly during emergency conditions. 
The changes involve the evolution of bus active and reactive power generation and loads with time, 
control variables moving to and off their limits as time changes, and topology changes due to switching 
operations and other planned or forced outages. The need for fast OPF solutions is especially true when 
an excessive amount of calculations due to modeling of contingency constraints or repeated OPF runs 
is involved. 

In general, an online OPF calculation should have been completed before the state of the power system 
has changed to another state that is appreciably different from the earlier state. Determining the optimal 
execution frequency to maximize the benefits of the computations depends on the specific situation and 
is limited by finite computing resources. It may be preferable to develop incrementally correct and flexible 
algorithms to offer fast and more frequent scheduling. This leads us to conclude that conventional 
formulations and algorithms characterized with quadratic convergence that give very accurate and “math- 
ematically optimal” solutions, but neglect operational realities are not appropriate for online implemen- 
tation. Fast and frequent scheduling requires “hot start” OPF capabilities developed to take advantage of 
the optimal status of previously optimized operating points. The hot start option is significant when the 
rate of change of system state is small and previously optimized points are still “relevant” to the current 
operating conditions. 


Robustness of OPF Solutions with Respect to Initial Guess Point 


An OPF program needs to produce consistent solutions and thus must not be sensitive to the selected 
initial guess used. In addition, changes in the OPF solutions between operating states need to be consistent 
with the changes in the power system operating constraints. The OPF solutions will never be exactly the 
same when starting from different initial guess points because the solution process is iterative. Any 
differences should be within the tolerances specified by the convergence criterion, and of a magnitude 
that would be considered insignificant to the operator. First-order OPF solution methods were not well 
received because noticeably different solutions could be obtained when an OPF algorithm was initialized 
from different initial guess points, with only one (or even none) of the solutions actually constituting a 
local optimum. Theoretically, if the objective function and the feasible region can be shown to be convex, 
then the optimal solution will be unique (Gill et al., 1981). Unfortunately, the complexity of the nonlinear 
equations and inequality constraints involved in OPF problems make it untenable to rigorously prove 
convexity. If multiple local minima actually exist, then additional computational or heuristic methods 
must be used to resolve the issue. 

A normally feasible OPF solution space may become nonconvex (thus leading to multiple OPF 
solutions) due to two considerations. The first is due to use of discontinuous techniques to model specific 
operating practices and preferences, and the second is due to modeling of local controls. The conventional 
power flow problem with local control capability, whose implicit objective is feasible with respect to a 
limited set of inequalities, does not have a unique solution. Nevertheless, solutions of the same problem 
from different starting conditions usually match quite closely. Occasionally, different initial guess solu- 
tions can lead to different solutions. This takes place when two or more feasible voltage levels can satisfy 
nonlinear loads. OPF applications, however, should be able to overcome this type of ambiguity. 


Discrete Modeling 


Discrete control is widely used in the electric network. For example, transformers are used for voltage 
control, shunt capacitors and reactors are switched on or off to correct voltage profiles and to reduce 
active power transmission losses, and phase shifters are used to regulate the MW flows of transmission 
lines. An efficient and effective OPF discretization procedure is needed to assist the operators in utilizing 
discrete controls in a realistic and optimal or near-optimal manner. Discrete elements to be included in 
the OPF formulation are branch switching; prohibited zones of generator cost curves; and priority 
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sequence levels for unfeasibility handling. OPF algorithms designed for online applications should be 
able to appropriately handle the discrete aspects of the problem. 

Using both discrete and continuous controls converts the OPF into a mixed discrete-continuous 
optimization problem. A possible accurate solution using a method such as mixed-integer nonlinear 
programming would be orders of magnitude slower than ordinary nonlinear programming methods 
(Gill et al., 1981). Linear programming-based OPF algorithms allow substantial recognition of discrete 
controls by setting the cost curve segment break points at discrete control steps. However, most methods 
that solve for a nonseparable objective function by nonlinear programming methods do not properly 
model discrete controls. 

Current OPF algorithms treat all controls as continuous variables during the initial solution process. 
Once the continuous solution is obtained, each discrete variable is moved to the nearest discrete setting. 
This produces acceptable solutions, assuming that the step sizes for the discrete controls are sufficiently 
small, which is usually the case for transformer taps and phase shifter angles (Papalexopoulos et al., 1996). 
Approximate solutions that can produce near-optimal results appear to be a reasonable alternative to 
rigorous solution methods. One such scheme (Liu et al., 1991) uses penalty functions for discrete controls. 
The object is to penalize the continuous approximations of discrete control variables for movements 
away from their discrete steps. This scheme is well suited for Newton-based OPF algorithms. The scheme 
consists of a set of rules to determine the timing of introduction and criteria of updating the penalties 
in the optimization process. This heuristic algorithm is of limited scope. Substantially more work is 
needed to effectively resolve all problems associated with the discrete nature of controls and other discrete 
elements of the OPF problem. 


Detecting and Handling Infeasibility 


As the requirements for satisfactory system operation increase, the region of feasible solutions that satisfy 
all constraints simultaneously may become too small. In this case, there is a need to establish criteria to 
prioritize the constraints. For OPF applications, this means that when a feasible solution cannot be found, 
it is still very important for the algorithm to suggest the “best optimal” engineering solution in some 
sense, even though it is infeasible. This is even more critical for OPF applications that incorporate 
contingency constraints. 

There are several approaches to deal with this problem. In one approach, all power flow equations are 
satisfied and only the soft constraints that truly cause the bottlenecks are allowed to be violated using a 
least squares approximation process. An LP approach introduces a weighted slack variable for each 
binding constraint. If a constraint can be enforced, the slack variable will be reduced to zero and the 
constraint will be satisfied. The constraints causing infeasibility will have non-zero slack variables whose 
magnitudes are proportional to the amounts they need to be relaxed to achieve feasibility. Usually, all 
binding constraints of a particular type are modeled as if they have identical infeasibility characteristics. 
That is, all slack variables corresponding to these binding constraints share the same cost curve, and their 
sensitivities are scaled by a weighting factor associated with the type of the corresponding constraint. 
Using Newton’s method, if the OPF does not converge in the first specified set of iterations, the constraint 
weighting factors, corresponding to the penalty functions associated with the load bus voltage limits and 
the branch flow limits, will be reduced successively until a solution is reached. This normally results in 
all constraints being met except for those load bus voltage and branch flow limits that contribute to 
infeasibility. Special care should be taken in selecting the proper weighting factors to avoid numerical 
problems and produce acceptable solutions. 

Another approach develops hierarchical rules that operate on the controls and constraints of the OPF 
problem. The rules introduce discontinuous changes in the original OPF formulation. These changes 
include using a different set of control/constraint limits, expansion of the control set by class or individ- 
ually, branch switching, load shedding, etc. They are usually implemented in a predefined priority 
sequence to be consistent with utility practices. The decision as to when to proceed to the next priority 
level of modifications to achieve feasibility is critical, especially when it involves radial overloads, normally 
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overloaded constraints and constraints known to have “soft” limits. The selection of a final optimal 
solution among all the others in the set is achieved with the implementation of a “preference index.” An 
application of the preference index approach that minimizes postcontingency line overloads due to 
generator outages is given in (Yokoyama et al., 1988). 


Consistency of OPF Solutions with Other Online Functions 


Online OPF is implemented in either study or closed-loop mode. In study mode, the OPF solutions are 
presented as recommendations to the operator. In closed-loop mode, control actions are implemented 
in the system via the SCADA system of the EMS (IEEE Trans., June, 1983). In closed-loop mode, OPF 
is triggered by a number of events, including an operator request, the execution of the real-time sequence 
and security analysis, structural change, large load change, etc. A major concern for an OPF in closed- 
loop mode is the design of its interface with the other online functions, which are executed at different 
frequencies. Some of these functions are unit commitment, economic dispatch (ED), real-time sequence, 
security analysis, automatic generation control (AGC), etc. To reduce the discrepancy between ideal and 
realistic OPF solutions, emphasis should be placed on establishing consistency between these functions 
and static optimal solutions produced by OPE. This requires proper interfacing and integration of OPF 
with these functions. The integration design should be flexible enough to allow OPF formulation mod- 
ifications consistent with the ever dynamic and sometimes ill-defined security problem definition. 


Ineffective “Optimal” Rescheduling 


Production-grade OPF algorithms use all available control actions to obtain an optimal solution, but for 
many applications it is not practical to execute more than a limited number of control actions. The OPF 
problem then becomes one of selecting the best set of actions of a limited size out of a much larger set 
of possible actions. The problem was identified but no concrete remedies were offered. It is not possible 
to select the best and most effective set of a given size from existing OPF solutions that use all controls 
to solve each problem. The control actions cannot be ranked and the effectiveness of an action is not 
related to its magnitude. Each control facility participates in both minimization of the objective function 
and enforcement of the constraints. Separation of the two effects for evaluation purposes is not feasible. 
The problem is difficult to define analytically and existing conventional technologies are not adequate. 
It is important to note that emerging computational intelligence tools such as fuzzy reasoning and neural 
networks may offer some resolution. The problem of ineffective rescheduling is related to but is not 
identical to the “minimum number of controls” objective. It is also closely linked to the problem of 
discrete control variables, since methods that recognize the discrete nature of some control facilities tend 
to decrease the number of control actions by keeping inefficient discrete controls at their initial settings. 


OPF-Based Transmission Service Pricing 


OPF programs are capable of computing marginal costs. Information about the optimal states with 
respect to changes, such as load variations, operating limit changes, or constraint parameter changes, 
can be used in many practical applications. Specifically, the sensitivities of the production cost of gen- 
eration with respect to changes in the bus active power injections are called Bus Incremental Costs (BICs). 
BICs can be used as nodal prices for pricing transmission services, as they reflect the transmission loss 
and the congestion components for transferring power from one point to another. In a lossless network 
with no binding constraints, all BICs should be equal. However, when an operating limit is reached, the 
congestion component takes effect and all BICs in the network can be different. This means that nodal 
price differences across uncongested lines can be much larger than marginal losses. Extensive experience 
has shown that it is possible for power to flow from a bus with higher nodal price to a bus with lower 
nodal price, resulting in negative transmission charges. Failure to properly account for this effect can 
lead to unacceptable incentives for transmission users. The same applies in the case of transmission 
reinforcements to mitigate congestion. If as a result of the upgrades, the incremental transmission rights 
(positive or negative) are not accounted for properly, similar distortions are possible. 
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Conclusions 


A review of recent developments in optimal economic operation of electric power systems with emphasis 
on the optimal power flow formulation was given. We dealt with conventional formulations of economic 
dispatch, conventional optimal power flow, and accounting for the dependence of the power demand on 
voltages in the system. Challenges to OPF formulations and solution methodologies for online application 
were also outlined. 
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12.5 Security Analysis 
Nouredine Hadjsaid 


The power system as a single entity is considered the most complex system ever built. It consists of various 
equipment with different levels of sophistication, complex and nonlinear loads, various generations with 
a wide variety of dynamic responses, a large-scale protection system, a wide-area communication network, 
and numerous control devices and control centers. This equipment is connected with a large network 
(transformers, transmission lines) where a significant amount of energy transfer often occurs. This system, 
in addition to the assurance of good operation of its various equipment, is characterized by an important 
and simple rule: electricity should be delivered to where it is required in due time and with appropriate 
features such as frequency and voltage quality. Environmental constraints, the high cost of transmission 
investments and low/long capital recovery, and the willing of utilities to optimize their network for more 
cost effectiveness makes it very difficult to expand or oversize power systems. These constraints have pushed 
power systems to be operated close to their technical limits, thus reducing security margins. 

On the other hand, power systems are continuously subjected to random and various disturbances 
that may, under certain circumstances, lead to inappropriate or unacceptable operation and system 
conditions. These effects may include cascading outages, system separation, widespread outages, violation 
of emergency limits of line current, bus voltages, system frequency, and loss of synchronism (Debs and 
Benson, 1975). Furthermore, despite advanced supervisory control and data acquisition systems that 
help the operator to control system equipment (circuit breakers, on-line tap changers, compensation and 
control devices, etc.), changes can occur so fast that the operator may not have enough time to ensure 
system security. Hence, it is important for the operator not only to maintain the state of the system 
within acceptable and secure operating conditions but also to integrate preventive functions. These 
functions should allow him enough time to optimize his system (reduction of the probability of occur- 
rence of abnormal or critical situations) and to ensure recovery of a safe and secure situation. 

Even though for small-scale systems the operator may eventually, on the basis of his experience, prevent 
the consequences of most common outages and determine the appropriate means to restore a secure state, 
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this is almost impossible for large systems. It is therefore essential for operators to have at their disposal, 
efficient tools capable of handling a systematic security analysis. This can be achieved through the diagnosis 
of all contingencies that may have serious consequences. This is the concern of security analysis. 

The term contingency is related to the possibility of losing any component of the system, whether it 
is a transmission line, a transformer, or a generator. Another important event that may be included in 
this definition concerns busbar faults (bus split). This kind of event is, however, considered rare but with 
(serious) dangerous consequences. Most power systems are characterized by the well-known N - 1 
security rules where N is the total number of system components. This rule is the basic requirement for 
the planning stage where the system should be designed in order to withstand (or to remain in a normal 
state) any single contingency. Some systems also consider the possibility of N — 2/k (k is the number of 
contingencies), but mostly for selected and specific cases. 


Definition 


The term security as defined by NERC (1997) is the ability of the electric systems to withstand sudden 
disturbance such as electric short-circuits or unanticipated loss of system elements. (See Appendix A). 

Security analysis is usually handled for two time frames: static and dynamic. For the static analysis, 
only a “fixed picture” or a snapshot of the network is considered. The system is supposed to have passed 
the transient period successfully or be dynamically stable. Therefore, the monitored variables are line 
flows and bus voltages. Hence, all voltages should be within a predefined secure range, usually around 
+5% of nominal voltage (for some systems, such as distribution networks, the range may be wider). In 
fact, if bus voltages drop below a certain level, there will be a risk of voltage collapse in addition to high 
losses. On the other hand, if bus voltages are too high compared to nominal values, there will be 
equipment degradation or damage. Furthermore, overload of transmission lines may be followed by 
unpredictable line tripping that accelerates the degradation of the voltage profile. 

Line flows are related to circuit overload (lines and transformers) and should keep below a maximum 
limit, usually settled according to line thermal limits. The dynamic security is related to loss of synchro- 
nism (transient stability) and oscillatory swings or dynamic instability. In that case the evolution of 
essential variables are monitored based upon a required time frame (transient period). 

Normally, system security is analyzed differently whether it is considered for planning studies or for 
monitoring and operational purposes. The difference comes from the type of action that should be 
initiated in case of expected harmful contingencies. However, for both stages, all variables should remain 
within the bounded domain defining or determining system normal state (Fink, 1978). 


Time Frames for Security-Related Decision (McCaulley et al., 1999) 


There are generally three different time frames for security-related decisions. In operations, the decision- 
maker is the operator, who must continuously monitor and operate his system economically in such a 
way that the normal state is appropriately preserved (maintained). For this purpose, he has specific tools 
for diagnosing his system and operating rules that allow the required decisions to be made in due time. 
In operational planning, the operating rules are developed recognizing that the bases for the decision are 
reliability/security criteria specifying minimum operating requirements, which define acceptable perfor- 
mance for the credible contingencies. In facility planning, the planner must determine the best way to 
reinforce the transmission system, based on reliability/security criteria for system design, which generally 
adhere to the same disturbance-performance criteria specified by minimum operating requirements. 

One may think that since these systems are designed to operate “normally” or in “a secure state” for 
a given security rule (N — k), there is nothing to worry about during operations. The problem is that, 
during the planning stage and for a set of given economical constraints, a number of assumptions are 
made for operating conditions that concern topology, generation, and consumption. Since there may be 
several years between the planning stage and the operations, the uncertainties in the system’s security 
may be very significant. Therefore, security analysis is supplemented by operational planning and oper- 
ations studies. 
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FIGURE 12.21 Contingency analysis procedure. 


The decision following any security analysis can be placed in one of two categories: preventive or 
corrective actions. For corrective actions, once a contingency or an event is determined as potentially 
dangerous, the operator should be confident that in case of that event, he will be able to correct the 
system by means of appropriate actions on system conditions (generation, load, topology) in order to 
keep the system in a normal state and even away from the insecure region. The operator should also 
prepare a set of preventive actions that may correct the effect of the expected dangerous event. 

In operations, the main constraint is the time required for the analysis of the system’s state and for the 
required decision to be made following the security analysis results. The security analysis program should 
be able to handle all possible contingencies, usually on the N — 1 basis or on specific N — 2. For most utilities, 
the total time window considered for this task is between 10 min and 30 min. Actually for this time window, 
the system’s state is considered as constant or quasi-constant allowing the analysis to be valid within this 
time frame. This means that changes in generation or in consumption are considered as negligible. 

For large systems, this time frame is too short even with very powerful computers. Since it is known 
that only a small number of contingencies may really cause system violations, it has been realized that 
it is not necessary to perform a detailed analysis on all possible contingencies, which may be on the order 
of thousands. For this purpose, the operator may use his engineering judgment to select those contin- 
gencies that are most likely to cause system violation. This procedure has been used (and is still in use) 
for many years in many control centers around the world. However, as system conditions are characterized 
by numerous uncertainties, this approach may not be very efficient especially for large systems. 

The concept of contingency selection has arisen in order to reduce the list of all possible contingencies 
to only the potentially harmful. The selection process should be very fast and accurate enough to identify 
dangerous cases (Hadjsaid, 1992). This process has existed for many years, and still is a major issue in 
all security studies for operations whether for static or dynamic and transient purposes. 


Models 


The static security analysis is mainly based on load flow equations. Usually, active/angle and reactive/volt- 
age problems are viewed as decoupled. The active/angle subproblem is expressed as (Stott and Alsac, 
1974): 


A@=[dP/d0] AP (12.53) 


where AO is a vector of angular changes with a dimension of Nb— 1 (Nb = number of buses), AP a vector 
of active injection changes (Nb — 1) and [dP/d8] is a part of the Jacobian matrix. In the DC approach, 
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this Jacobian is approximated by the B’ (susceptance) matrix representing the imaginary part of the Ybus 
matrix. This expression is used to calculate the updated angles following a loss of any system component. 
With appropriate numerical techniques, it is straightforward to update only necessary elements of the 
equation. Once the angles are calculated, the power flows of all lines can be deducted. Hence, it is possible 
to check for line limit violation. 

Another approach that has been, and still is used in many utilities for assessing the impact of any 
contingency on line flows is known as shift factors. The principle used recognizes that the outage of any 
line will result in a redistribution of the power previously flowing through this line on all the remaining 
lines. This distribution is mainly affected by the topology of the network. Hence, the power flow of any 
line ij following an outage of line km can be expressed as (Galiana, 1984) (see Appendix B for more 
details): 

Pp, 


P fon =P.+0, km 


+ Oli an * (12.54) 

where P;;;,,, is the active power flow on line ij after the outage of line km 

Pi, Pym is the active power previously flowing respectively on line ij and km (before the outage) 
Obi is the shift factor for line ij following the outage of line km 

Equation (12.54) shows that the power flow of line ij (Pjg,) when line km is tripped, is determined 
as the initial power flow on line ij (P;,) before the outage of line km plus a proportion of the power flow 
previously flowing on line km. This proportion is defined by the terms Ojja, * Phin: 

The shift factors are determined in a matrix form. The important features of these factors are the 
simplicity of computing and their dependency on network topology. Therefore, if the topology does not 
change, the factors remain constant for any operating point. The main drawback of these factors is that 
they are determined on the basis of DC approximation and the shift factor matrix should be updated 
for any change in the topology. In addition, for some complex disturbances such as bus split, updating 
these factors becomes a complicated task. 

A similar method based on reactive power shift factors has been developed. Interested readers may 
refer to Ilic-Spong and Phadke (1986) and Taylor and Maahs (1991) for more details. 

The reactive/voltage subproblem can be viewed as (Stott and Alsac, 1974): 


AV =[dQ/adv] “AQ (12.55) 


where AV is the vector of voltages change (Nb — Ng, Ng is the number of generators) 
AQ is the vector of reactive power injections change (Nb — Ng, Ng is the number of generators) 
[dQ/dV] is the Jacobean submatrix 


In the well-known FDLF (Fast Decoupled Load Flow) model (Stott and Alsac, 1974), the Jacobian 
submatrix is replaced by the B” (susceptance) matrix representing the imaginary part of the Ybus matrix 
with a dimension of Nb — Ng, where Ng is the number of voltage regulated (generator) buses. In addition, 
the vector AQ is replaced by AQ/V. 

Once bus voltages are updated to account for the outage, the limit violations are checked and the 
contingency effects on bus voltages can be assessed. 

The most common framework for the contingency analysis is to use approximate models for the 
selection process, such as the DC model, and use the AC power flow model for the evaluation of the 
actual impact of the given contingency on line flows and bus voltages. 

Concerning the dynamic security analysis, the framework is similar to the one in static analysis in 
terms of selection and evaluation. The selection process uses simplified models, such as Transient Energy 
Functions (TEF), and the evaluation one uses detailed assessing tools such as time domain simulations. 
The fact that the dynamic aspect is more related to transient/dynamic stability technique makes the 
process much more complicated than for the static problem. In fact, in addition to the number of 
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contingencies to be analyzed, each analysis will require detailed stability calculations with an appropriate 
network and system component model such as the generator model (park, saturation, etc.), exciter (AVR: 
Automatic Voltage Regulator; PSS: Power System Stabilizer), governor (nuclear, thermal, hydroelectric, 
etc.), or loads (non-linear, constant power characteristics, etc.). In addition, integration and numerical 
solutions are an important aspect for these analyses. 


Determinist vs. Probabilistic 


The basic requirement for security analysis is to assess the impact of any possible contingency on system 
performance. For the purpose of setting planning and operating rules that will enable the system to be 
operated in a secure manner, it is necessary to consider all credible contingencies, different network 
configurations, and different operating points for given performance criteria. Hence, in the deterministic 
approach, these assessments may involve a large number of computer simulations even if there is a 
selection process at each stage of the analysis. The decision in that case is founded on the requirement 
that each outage event in a specified list, the contingency set, results in system performance that satisfies 
the criteria of the chosen performance evaluation (Fink and Carlsen, 1978). To handle these assessments 
for all possible situations by an exhaustive study is generally not reasonable. Since the resulting security 
rules may lead to the settlement and schedule of investment needs as well as operating rules, it is important 
to optimize the economical impact of security measures that have to be taken in order to be sure that 
there is no unnecessary or unjustified investment or operating costs. This has been the case for many 
years, since the emphasis was on the most severe, credible event leading to overly conservative solutions. 

One way to deal with this problem is the concept of the probability of occurrence (contingencies) in 
the early stage of security analysis. This can be jointly used with a statistical approach (Schlumberger 
et al., 1999) that allows the generation of appropriate scenarios in order to fit more with the reality of 
the power system from the technical point of view as well as from the economical point view. 


Security under Deregulation 


With deregulation, the power industry has pointed out the necessity to optimize the operations of their 
systems leading to less investment in new facilities and pushing the system to be exploited closer to its 
limits. Furthermore, the open access has resulted in increased power exchanges over the interconnections. 
In some utilities, the number of transactions previously processed in one year is now managed in one 
day. These increased transactions and power exchanges have resulted in increased parallel flows leading 
to unpredictable loading conditions or voltage problems. A significant number of these transactions are 
non-firm and volatile. Hence, the security can no longer be handled on a zonal basis but rather on large 
interconnected systems. 


Appendix A 
The current NERC basic reliability requirement from NERC Policy 2- transmission (Pope, 1999) is: 


Standards 


1. Basic reliability requirement regarding single contingencies: All control areas shall operate so that 
instability, uncontrolled separation, or cascading outages will not occur as a result of the most 
severe single contingency. 


1.1 Multiple contingencies: Multiple outages of credible nature, as specified by regional policy, shall 
also be examined and, when practical, the control areas shall operate to protect against insta- 
bility, uncontrolled separation, or cascading outages resulting from these multiple outages. 


1.2 Operating security limits: Define the acceptable operating boundaries 


2. Return from Operating security limit violation: Following a contingency or other event that results 
in an operating security limit violation, the control area shall return its transmission system to 
within operating security limits soon as possible, but no longer than 30 minutes. 
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FIGURE 12.22 Current NERC basic reliability requirement. (Pope, J. W., Transmission Reliability under Restruc- 
turing, in Proceedings of IEEE SM 1999, Edmonton, Alberta, Canada, 162-166, July 18-22, 1999. With permission.) 


Appendix B 


Shift factor derivation (Galiana, 1984) 
Consider a DC load flow for a base case: 


[B'Je=P 


where 6 is the vector of phase angles for the base case 
[B’] is the susceptance matrix for the base case 
P is the vector of active injections for the base case 


Suppose that the admittance of line jk is reduced by AY,, and the vector AP is unchanged, then: 


[e' ~ AY), ein ex | g=E 


where e;,, is the vector (Nb — 1) containing 1 in the position j, —1 in the position k and 0 elsewhere 
T is the Transpose 


Now we can compute the power flow on an arbitrary line lm when line jk is outaged: 
T 
Pin/jk = Nig (0, ~ 0. ) = Yim €im 8 
T Fe ty]? 
=Yin€im |[B']-AYenen | P 


By using the matrix inversion lemma, we can compute: 


Pp, 


i= Yow’ |] +((8] xen"), ((av)-1~e5"] en) P 
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Finally: 


Pin/jk = Bai Bs Oi fix . Py 


where 


Oh = Yim (AY) %)*(em By'e.)/- AY. [B’ : ex} 
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13.1 Planning 
Gerald B. Sheblé 


Capacity expansion decisions are made daily by government agencies, private corporations, partnerships, 
and individuals. Most decisions are small relative to the profit and loss sheet of most companies. However, 
many decisions are sufficiently large to determine the future financial health of the nation, company, 
partnership, or individual. Capacity expansion of hydroelectric facilities may require the commitment 
of financial capital exceeding the income of most small countries. Capacity expansion of thermal fossil 
fuel plants is not as severe, but does require a large number of financial resources including bank loans, 
bonds for long-term debt, stock issues for more working capital, and even joint-venture agreements with 
other suppliers or customers to share the cost and the risk of the expansion. This section proposes several 
mathematical optimization techniques to assist in this planning process. These models and methods are 
tools for making better decisions based on the uncertainty of future demand, project costs, loan costs, 
technology change, etc. Although the material presented in this section is only a simple model of the 
process, it does capture the essence of real capacity expansion problems. 
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This section relies on a definition of electric power industry restructuring presented in (Sheblé, 1999). 
The new environment within this work assumes that the vertically integrated utility has been segmented 
into a horizontally integrated system. Specifically, GENCOs, DISTCOs, and TRANSCOs exist in place of 
the old. This work does not assume that separate companies have been formed. It is only necessary that 
comparable services are available for anyone connected to the transmission grid. 

As can be concluded, this description of a deregulated marketplace is an amplified version of the 
commodity market. It needs polishing and expanding. The change in the electric utility business envi- 
ronment is depicted generically below. The functions shown are the emerging paradigm. This work 
outlines the market organization for this new paradigm. 

Attitudes toward restructuring still vary from state to state and from country to country. Many electric 
utilities in the U.S. have been reluctant to change the status quo. Electric utilities with high rates are very 
reluctant to restructure since the customer is expected to leave for the lower prices. Electric utility 
companies in regions with low prices are more receptive to change since they expect to pick up more 
customers. In 1998, California became the first state in the U.S. to adopt a competitive structure, and 
other states are observing the outcome. Several states on the eastern coast of the U.S. have also restruc- 
tured. Some offer customer selection of supplier. Some offer markets similar to those established in the 
United Kingdom, Norway, and Sweden, but not Spain. Several countries have gone to the extreme 
competitive position of treating electricity as a commodity as seen in New Zealand and Australia. As 
these markets continue to evolve, governments in all areas of the world will continue to form opinions 
on what market, operational, and planning structures will suit them best. 


Defining a Competitive Framework 


There are many market frameworks that can be used to introduce competition between electric utilities. 
Almost every country embracing competitive markets for its electric system has done so in a different 
manner. The methods described here assume an electric marketplace derived from commodities 
exchanges like the Chicago Mercantile Exchange, Chicago Board of Trade, and New York Mercantile 
Exchange (NYMEX) where commodities (other than electricity) have been traded for many years. 
NYMEX added electricity futures to their offerings in 1996, supporting this author’s previous predictions 
(Sheblé, 1991; 1992; 1993; 1994) regarding the framework of the coming competitive environment. The 
framework proposed has similarities to the Norwegian-Sweden electric systems. The proposed structure 
is partially implemented in New Zealand, Australia, and Spain. The framework is being adapted since 
similar structures are already implemented in other industries. Thus, it would be extremely expensive to 
ignore the treatment of other industries and commodities. The details of this framework and some of 
its major differences from the emerging power markets/pools are described in Sheblé (1999). 

These methods imply that the ultimate competitive electric industry environment is one in which 
retail consumers have the ability to choose their own electric supplier. Often referred to as retail access, 
this is quite a contrast to the vertically integrated monopolies of the past. Telemarketers are contacting 
consumers, asking to speak to the person in charge of making decisions about electric service. Depending 
on consumer preference and the installed technology, it may be possible to do this on an almost real- 
time basis as one might use a debit card at the local grocery store or gas station. Real-time pricing, where 
electricity is priced as it is used, is getting closer to becoming a reality as information technology advances. 
Presently, however, customers in most regions lack the sophisticated metering equipment necessary to 
implement retail access at this level. 

Charging rates that were deemed fair by the government agency, the average monopolistic electric 
utility of the old environment met all consumer demand while attempting to minimize their costs. During 
natural or man-made disasters, neighboring utilities cooperated without competitively charging for their 
assistance. The costs were always passed on to the rate payers. The electric companies in a country or 
continent were all members of one big happy family. The new companies of the future competitive 
environment will also be happy to help out in times of disaster, but each offer of assistance will be priced 
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recognizing that the competitor’s loss is gain for everyone else. No longer guaranteed a rate of return, 
the entities participating in the competitive electric utility industry of tomorrow will be profit driven. 


Preparing for Competition 


Electric energy prices recently rose to more than $7500/MWh in the Midwest (1998) due to a combination 
of high demand and the forced outage of several units. Many midwestern electric utilities bought energy 
at that high price, and then sold it to consumers for the normal rate. Unless these companies thought 
they were going to be heavily fined, or lose all customers for a very long time, it may have been more 
fiscally responsible to terminate services. 

Under highly competitive scenarios, the successful supplier will recover its incremental costs as well 
as its fixed costs through the prices it charges. For a short time, producers may sell below their costs, but 
will need to make up the losses during another time period. Economic theory shows that eventually, 
under perfect competition, all companies will arrive at a point where their profit is zero. This is the point 
at which the company can break even, assuming the average cost is greater than the incremental cost. At 
this ideal point, the best any producer can do in a competitive framework, ignoring fixed costs, is to bid 
at the incremental cost. Perfect competition is not often found in the real world for many reasons. The 
prevalent reason is technology change. Fortunately, there are things that the competitive producer can do 
to increase the odds of surviving and remaining profitable. 

The operational tools used and decisions made by companies operating in a competitive environment 
are dependent on the structure and rules of the power system operation. In each of the various market 
structures, the company goal is to maximize profit. Entities such as commodity exchanges are responsible 
for ensuring that the industry operates in a secure manner. The rules of operation should be designed 
by regulators prior to implementation to be complete and “fair.” Fairness in this work is defined to include 
noncollusion, open market information, open transmission and distribution access, and proper price 
signals. It could call for maximization of social welfare (i.e., maximize everyone’s happiness) or perhaps 
maximization of consumer surplus (i.e., make customers happy). 

Changing regulations are affecting each company’s way of doing business and to remain profitable, 
new tools are needed to help companies make the transition from the old environment to the competitive 
world of the future. This work describes and develops methods and tools that are designed for the 
competitive component of the electric industry. Some of these tools include software to generate bidding 
strategies, software to incorporate the bidding strategies of other competitors, and updated common 
tools like economic dispatch and unit commitment to maximize profit. 


Present View of Overall Problem 


This work is motivated by the recent changes in regulatory policies of interutility power interchange 
practices. Economists believe that electric pricing must be regulated by free market forces rather than by 
public utilities commissions. A major focus of the changing policies is “competition” as a replacement 
for “regulation” to achieve economic efficiency. A number of changes will be needed as competition 
replaces regulation. The coordination arrangements presently existing among the different players in the 
electric market would change operational, planning, and organizational behaviors. 

Government agencies are entrusted to encourage an open market system to create a competitive 
environment where generation and supportive services are bought and sold under demand and supply 
market conditions. The open market system will consist of generation companies (GENCOs), distribution 
companies (DISTCOs), transmission companies (TRANSCOs), a central coordinator to provide inde- 
pendent system operation (ISO), and brokers to match buyers and sellers (BROCOs). The interconnection 
between these groups is shown in Fig. 13.1. 

The ISO is independent and a dissociated agent for market participants. The roles and responsibilities 
of the ISO in the new marketplace are yet not clear. This work assumes that the ISO is responsible for 
coordinating the market players (GENCOs, DISTCOs, and TRANSCOs) to provide a reliable power 
system functions. Under this assumption, the ISO would require a new class of optimization algorithms 
to perform price-based operation. Efficient tools are needed to verify that the system remains in operation 
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FIGURE 13.1 New organizational structure. 


with all contracts in place. This work proposes an energy brokerage model for all services as a novel 
framework for price-based optimization. The proposed foundation is used to develop analysis and 
simulation tools to study the implementation aspects of various contracts in a deregulated environment. 

Although it is conceptually clean to have separate functions for the GENCOs, DISTCOs, TRANSCOs, 
and the ISO, the overall mode of real-time operation is still evolving. Presently, two possible versions of 
market operations are debated in the industry. One version is based on the traditional power pool concept 
(POOLCO). The other is based on transactions and bilateral transactions as presently handled by com- 
modity exchanges in other industries. Both versions are based on the premise of price-based operation and 
market-driven demand. This work presents analytical tools to compare the two approaches. Especially with 
the developed auction market simulator, POOLCO, multilateral, and bilateral agreements can be studied. 

Working toward the goal of economic efficiency, one should not forget that the reliability of the electric 
services is of the utmost importance to the electric utility industry in North America. In the words of 
the North American Electric Reliability Council (NERC), reliability in a bulk electric system indicates 
“the degree to which the performance of the elements of that system results in electricity being delivered to 
customers within accepted standards and in the amount desired. The degree of reliability may be measured 
by the frequency, duration, and magnitude of adverse effects on the electric supply.” The council also suggests 
that reliability can be addressed by considering the two basic and functional aspects of the bulk electric 
system — adequacy and security. In this work, the discussion is focused on the adequacy aspect of power 
system reliability, which is defined as the static evaluation of the system’s ability to satisfy the system load 
requirements. In the context of the new business environment, market demand is interpreted as the 
system load. However, a secure implementation of electric power transactions concerns power system 
operation and stability issues: 


1. Stability issue: The electric power system is a nonlinear dynamic system comprised of numerous 
machines synchronized with each other. Stable operation of these machines following disturbances 
or major changes in the network often requires limitations on various operating conditions, such 
as generation levels, load levels, and power transmission changes. Due to various inertial forces, 
these machines, together with other system components, require extra energy (reserve margins 
and load following capability) to safely and continuously actuate electric power transfer. 

2. Thermal overload issue: Electrical network capacity and losses limit electric power transmission. 
Capacity may include real-time weather conditions as well as congestion management. The impact 
of transmission losses on market power is yet to be understood. 

3. Operating voltage issues: Enough reactive power support must accompany the real power transfer 
to maintain the transfer capacity at the specified levels of open access. 


In the new organizational structure, the services used for supporting a reliable delivery of electric energy 
(e.g., various reserve margins, load following capability, congestion management, transmission losses, 
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reactive power support, etc.) are termed supportive services. These have been called “ancillary services” 
in the past. In this context, the term “ancillary services” is misleading since the services in question are 
not ancillary but closely bundled with the electric power transfer as described earlier. The open market 
system should consider all of these supportive services as an integral part of power transaction. 

This work proposes that supportive services become a competitive component in the energy market. 
It is embedded so that no matter what reasonable conditions occur, the (operationally) centralized service 
will have the obligation and the authority to deliver and keep the system responding according to adopted 
operating constraints. As such, although competitive, it is burdened by additional goals of ensuring 
reliability rather than open access only. The proposed pricing framework attempts to become econom- 
ically efficient by moving from cost-based to price-based operation and introduces a mathematical 
framework to enable all players to be sufficiently informed in decision-making when serving other 
competitive energy market players, including customers. 


Economic Evolution 


Some economists speculate that regional commodity exchanges within the U.S. would be oligopolistic 
in nature (having a limited numbers of sellers) due to the configuration of the transmission system. Some 
postulate that the number of sellers will be sufficient to achieve near-perfect competition. Other countries 
have established exchanges with as few as three players. However, such experiments have reinforced the 
notion that collusion is all too tempting, and that market power is the key to price determination, as it 
is in any other market. Regardless of the actual level of competition, companies that wish to survive in 
the deregulated marketplace must change the way they do business. They will need to develop bidding 
strategies for trading electricity via an exchange. 

Economists have developed theoretical results of how variably competitive markets are supposed to 
behave under varying numbers of sellers or buyers. The economic results are often valid only when 
aggregated across an entire industry and frequently require unrealistic assumptions. While considered 
sound in a macroscopic sense, these results may be less than helpful to a particular company (not fitting 
the industry profile) that is trying to develop a strategy that will allow it to remain competitive. 

Generation companies (GENCOs), energy service companies (ESCOs), and distribution companies 
(DISTCOs) that participate in an energy commodity exchange must learn to place effective bids in order 
to win energy contracts. Microeconomic theory states that in the long term, a hypothetical firm selling 
in a competitive market should price its product at its marginal cost of production. The theory is based 
on several assumptions (e.g., all market players will behave rationally, all market players have perfect 
information) that may tend to be true industry-wide, but might not be true for a particular region or a 
particular firm. As shown in this work, the normal price offerings are based on average prices. Markets 
are very seldom perfect or in equilibrium. 

There is no doubt that deregulation in the power industry will have many far-reaching effects on the 
strategic planning of firms within the industry. One of the most interesting effects will be the optimal 
pricing and output strategies generator companies (GENCOs) will employ in order to be competitive 
while maximizing profits. This case study presents two very basic, yet effective means for a single generator 
company (GENCO) to determine the optimal output and price of their electrical power output for 
maximum profits. 

The first assumption made is that switching from a government regulated, monopolistic industry to 
a deregulated competitive industry will result in numerous geographic regions of oligopolies. The market 
will behave more like an oligopoly than a purely competitive market due to the increasing physical 
restrictions of transferring power over distances. This makes it practical for only a small number of 
GENCOs to service a given geographic region. 


Market Structure 


Although nobody knows the exact structure of the emerging deregulated industry, this research predicts 
that regional exchanges (i.e., electricity mercantile associations [EMAs]) will play an important role. 
Electricity trading of the future will be accomplished through bilateral contracts and EMAs where traders 
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FIGURE 13.2 Business environmental model. 


bid for contracts via a double auction. The electric marketplace used in this section has been refined and 
described by various authors. Fahd and Sheblé (1992a) demonstrated an auction mechanism. Sheblé 
(1994b) described the different types of commodity markets and their operation, outlining how each 
could be applied in the evolved electric energy marketplace. Sheblé and McCalley (1994e) outlined how 
spot, forward, future, planning, and swap markets can handle real-time control of the system (e.g., 
automatic generation control) and risk management. Work by Kumar and Sheblé (1996b) brought the 
above ideas together and demonstrated a power system auction game designed to be a training tool. That 
game used the double auction mechanism in combination with classical optimization techniques. 

In several references (Kumar, 1996a, 1996b; Sheblé 1996b; Richter 1997a), a framework is described 
in which electric energy is only sold to distribution companies (DISTCOs), and electricity is generated 
by generation companies (GENCOs) (see Fig. 13.2). The North American Electric Reliability Council 
(NERC) sets the reliability standards. Along with DISTCOs and GENCOs, energy services companies 
(ESCOs), ancillary services companies (ANCILCOs), and transmission companies (TRANSCOs) interact 
via contracts. The contract prices are determined through a double auction. Buyers and sellers of 
electricity make bids and offers that are matched subject to approval of the independent contract 
administrator (ICA), who ensures that the contracts will result in a system operating safely within limits. 
The ICA submits information to an independent system operator (ISO) for implementation. The ISO is 
responsible for physically controlling the system to maintain its security and reliability. 


Fully Evolved Marketplace 


The following sections outline the role of a horizontally integrated industry. Many curious acronyms 
have described generation companies (IPP, QF, Cogen, etc.), transmission companies (IOUTS, NUTS, 
etc.), and distribution companies (IOUDC, COOPS, MUNIES, etc.). The acronyms used in this work 
are described in the following sections. 


Horizontally Integrated 

The restructuring of the electric power industry is most easily visualized as a horizontally integrated 
marketplace. This implies that interrelationships exist between generation (GENCO), transmission 
(TRANSCO), and distribution (DISTCO) companies as separate entities. Note that independent power 
producers (IPP), qualifying facilities (QF), etc. may be considered as equivalent generation companies. 
Nonutility transmission systems (NUTS) may be considered as equivalent transmission companies. 
Cooperatives and municipal utilities may be considered as equivalent distribution companies. All com- 
panies are assumed to be coordinated through a regional Transmission Corporation (or regional trans- 
mission group). 


Federal Energy Regulatory Commission (FERC) 

FERC is concerned with the overall operation and planning of the national grid, consistent with the 
various energy acts and public utility laws passed by Congress. Similar federal commissions exist in other 
government structures. The goal is to provide a workable business environment while protecting the 
economy, the customers, and the companies from unfair business practices and from criminal behavior. 
GENCOs, ESCOs, and TRANSCOs would be under the jurisdiction of FERC for all contracts impacting 
interstate trade. 


© 2001 CRC Press LLC 


State Public Utility Commission (SPUC) 

SPUCs protect the individual state economies and customers from unfair business practices and from 
criminal behavior. It is assumed that most DISTCOs would still be regulated by SPUCs under perfor- 
mance-based regulation and not by FERC. GENCOs, ESCOs, and TRANSCOs would be under the 
jurisdiction of SPUCs for all contracts impacting intrastate trade. 


Generation Company (GENCO) 

The goal for a generation company, which has to fill contracts for the cash and futures markets, is to 
package production at an attractive price and time schedule. One proposed method is similar to the 
classic decentralization techniques used by a vertically integrated company. The traditional power system 
approach is to use Dantzig-Wolfe decomposition. Such a proposed method may be compared with 
traditional operational research methods used by commercial market companies for a “make or buy” 
decision. 


Transmission Company (TRANSCO) 

The goal for transmission companies, which have to provide services by contracts, is to package the 
availability and the cost of the integrated transportation network to facilitate transportation from sup- 
pliers (GENCOs) to buyer (ESCOs). One proposed method is similar to oil pipeline networks and energy 
modeling. Such a proposed method can be compared to traditional network approaches using optimal 
power flow programs. 


Distribution Company (DISTCO) 

The goal for distribution companies, which have to provide services by contracts, is to package the 
availability and the cost of the radial transportation network to facilitate transportation from suppliers 
(GENCOs) to buyers (ESCOs). One proposed method is similar to distribution outlets. Such proposed 
methods can be compared to traditional network approaches using optimal power flow programs. The 
disaggregation of the transmission and the distribution system may not be necessary, as both are expected 
to be regulated as monopolies at the present time. 


Energy Service Company (ESCO) 

The goal for energy service companies, which may be large industrial customers or customer pools, is 
to purchase power at the least cost when needed by consumers. One proposed method is similar to the 
decision of a retailer to select the brand names for products being offered to the public. Such a proposed 
method may be compared to other retail outlet shops. 


Independent System Operator (ISO) 

The primary concern is the management of operations. Real-time control (or nearly real-time) must be 
completely secure if any amount of scheduling is to be implemented by markets. The present business 
environment uses a fixed combination of units for a given load level, and then performs extensive analysis 
of the operation of the system. If markets determine schedules, then the unit schedules may not be fixed 
sufficiently ahead of realtime for all of the proper analysis to be completed by the ISO. 


Regional Transmission Organization (RTO) 

The goal for a regional transmission group, which must coordinate all contracts and bids among the 
three major types of players, is to facilitate transactions while maintaining system planning. One proposed 
method is based on discrete analysis of a Dutch auction. Other auction mechanisms may be suggested. 
Such proposed methods are similar to a warehousing decision on how much to inventory for a future 
period. As shown later in this work, the functions of the RTG and the ISO could be merged. Indeed, this 
should be the case based on organizational behavior. 


Independent Contract Administrator (ICA) 

The goal for an Independent Contract Administrator is a combination of the goals for an ISO and an 
RIG. Northern States Power Company originally proposed this term. This term will be used in place of 
ISO and RTG in the following to differentiate the combined responsibility from the existing ISO companies. 
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Market 


Electric Markets 

Competition may be enhanced through the various markets: cash, futures, planning, and swap. The cash 
market facilitates trading in spot and forward contracts. This work assumes that such trading would be 
on an hourly basis. Functionally, this is equivalent to the interchange brokerage systems implemented in 
several states. The distinction is that future time period interchange (forward contracts) are also traded. 

The futures market facilitates trading of futures and options. These are financially derived contracts 
used to spread risk. The planning market facilitates trading of contracts for system expansion. Such a 
market has been proposed by a west coast electric utility. The swap market facilitates trading between 
all markets when conversion from one type of contract to another is desired. It should be noted that 
multiple markets are required to enable competition between markets. 

The structure of any spot market auction must include the ability to schedule as far into the future as 
the industrial practice did before deregulation. This would require extending the spot into the future for 
at least six months, as proposed by this author (Sheblé, 1994). Future month production should be traded 
for actual delivery in forward markets. Future contracts should be implemented at least 18 months into 
the future if not 3 years. Planning contracts must be implemented for at least 20 years into the future, 
as recently offered by TVA, to provide an orderly, predictable expansion of the generation and transmis- 
sion systems. Only then can timely addition of generation and transmission be assured. Finally, a swap 
market must be established to enable the transfer of contracts from one period (market) to another. 

To minimize risk, the use of option contracts for each market should be implemented. Essentially, all 
of the players share the risk. This is why all markets should be open to the public for general trading and 
subject to all rules and regulations of a commodity exchange. Private exchanges, not subject to such 
regulations, do not encourage competition and open price discovery. 

The described framework (Sheblé, 1996b) allows for cash (spot and forward), futures, and planning 
markets as shown in Fig. 13.3. The spot market is most familiar within the electric industry (Schweppe, 
1988). A seller and a buyer agree (either bilaterally or through an exchange) upon a price for a certain 
amount of power (MW) to be delivered sometime in the near future (e.g., 10 MW from 1:00 p.m. to 
4:00 p.m. tomorrow). The buyer needs the electricity, and the seller wants to sell. They arrange for the 
electrons to flow through the electrical transmission system and they are happy. A forward contract is a 
binding agreement in which the seller agrees to deliver an amount of a particular product in a specified 
quality at a specified time to the buyer. The forward contract is further into the future than is the spot 
market. In both the forward and spot contracts, the buyer and seller want physical goods (e.g., the 
electrons). A futures contract is primarily a financial instrument that allows traders to lock in a price for 
a commodity in some future month. This helps traders manage their risk by limiting potential losses or 
gains. Futures contracts exist for commodities in which there is sufficient interest and in which the goods 
are generic enough that it is not possible to tell one unit of the good from another (e.g., 1 MW of 
electricity of a certain quality, voltage level, etc.). A futures option contract is a form of insurance that 
gives the option purchaser the right, but not the obligation, to buy (sell) a futures contract at a given 
price. For each options contract, there is someone “writing” the contract who, in return for a premium, 
is obligated to sell (buy) at the strike price (see Fig. 13.3). Both the options and the futures contracts are 
financial instruments designed to minimize risk. Although provisions for delivery exist, they are not 
convenient (i.e., the delivery point is not located where you want it to be located). The trader ultimately 
cancels his position in the futures market, either with a gain or loss. The physicals are then purchased 
on the spot market to meet demand with the profit or loss having been locked in via the futures contract. 


© 2001 CRC Press LLC 


Auction Mechanism Contract Evaluations 


Communication Player to Auction 


FIGURE 13.4 Computerized markets. 


EST eee PE CECE ET TS PEER PDTC EET ELTY PEEP. © Level 
| Bids | Bids | | _ Bids | Communication | 
| Planning | Markets __—| 
| Market 


Po Swaps 
ICA/ISO/RTO 
GENCO ESCO | Players 
[os | 


FIGURE 13.5 Electric market. 


A swap is a customized agreement in which one firm agrees to trade its coupon payment for one held 
by another firm involved in the swap. Finally, a planning market is needed to establish a basis for financing 
long term projects like transmission lines and power plants (Sheblé, 1993). 


Computerized Auction Market Structure 


Auction market structure is a computerized market, as shown in Fig. 13.4. Each of the agents has a 
terminal (PC, workstation, etc.) connected to an auctioneer (auction mechanism) and a contract eval- 
uator. Players generate bids (buy and sell) and submit the quotation to the auctioneer. A bid is a specified 
amount of electricity at a given price. The auctioneer binds bids (matching buyers and sellers) subject 
to approval of the contract evaluation. This is equivalent to the pool operating convention used in the 
vertically integrated business environment. 

The contract evaluator verifies that the network can remain in operation with the new bid in place. 
If the network cannot operate, then the match is denied. The auctioneer processes all bids to determine 
which matches can be made. However, the primary problem is the complete specification of how the 
network can operate and how the agents are treated comparably as the network is operated closer to 
limits. The network model must include all constraints for adequacy and security. 

The major trading objectives are hedging, speculation, and arbitrage. Hedging is a defense mechanism 
against loss and/or supply shortages. Speculation is assuming an investment risk with a chance for profit. 
Arbitrage is crossing sales (purchases) between markets for riskless profit. This work assumes that there 
are four markets commonly operated: forward, futures, planning, and swaps (Fig. 13.5). 

Forward Market: The forward contracts reflect short term future system conditions. In the forward 
market, prices are determined at the time of the contract but the transactions occur at some future time. 
Optimization tools for short term scheduling problems can be enhanced to evaluate trading opportunities 
in the forward market. For example, short term dispatching algorithms, such as economic unit commit- 
ment dispatch, can be used to estimate and earn profit in the forward market. 

Futures Market: A futures market creates competition because it unifies diverse and scattered local 
markets and stabilizes prices. The contracts in the futures market are risky because price movements 
over time can result in large gains or losses. There is a link between forward markets and futures markets 
that restricts price volatility. Options (options contracts) allow the agent to exercise the right to activate 
a contract or cancel it. Claims to buy are called “call” options. Claims to sell are called “put” options. 
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A more detailed discussion of an electric futures contract is discussed in Sheblé (1994b). The compo- 
nents include trading unit, trading hours, trading months, price quotation, minimum price fluctuation, 
maximum daily price fluctuation, last trading day, exercise of options, option strike prices, delivery, 
delivery period, alternate delivery procedure, exchange of futures for, or in connection with, physicals, 
quality specifications, and customer margin requirements. 

Swap Market: In the swap market, contract position can be closed with an exchange of physical or 
financial substitutions. The trader can find another trader who will accept (make) delivery and end the 
trader’s delivery obligation. The acceptor of the obligation is compensated through a price discount or 
a premium relative to the market rate. 

The financial drain inflicted on traders when hedging their operations in the futures market is slightly 
higher than the one inflicted through direct placement in the forward market. An optimal mix of options, 
forward commitments, futures contracts, and physical inventories is difficult to assess and depends on 
hedging, constraints imposed by different contracts, and the cost of different contracts. A clearinghouse 
such as a swap market handles the exchange of various energy instruments. 

Planning Market: The growth of transmission grid requires transmission companies to make con- 
tracts based on the expected usage to finance projects. The planning market would underwrite equipment 
usage subject to the long term commitments to which all companies are bound by the rules of network 
expansion to maintain a fair marketplace. The network expansion would have to be done to maximize 
the use of transmission grid for all agents. Collaboration would have to be overseen and prohibited with 
a sufficiently high financial penalty. The growth of the generation supply similarly requires such markets. 
However, such a market has been started with the use of franchise rights (options) as established in recent 
Tennessee Valley Authority connection contracts. This author has published several papers outlining the 
need for such a market. Such efforts are not documented in this work. 


Capacity Expansion Problem Definition 


The capacity expansion problem is different for an ESCO, GENCO, TRANSCO, DISTCO, and ANSILCO. 
This section assumes that the ICA will not own equipment but will only administer the contracts between 
players. The capacity expansion problem is divided into the following areas: generation expansion, 
transmission expansion, distribution expansion, and market expansion. ESCOs are concerned with 
market expansion. GENCOs are concerned with generation expansion. TRANSCOs are concerned with 
transmission expansion. DISTCOs are concerned with distribution expansion. ANSILCOs are concerned 
with supportive devices expansion. This author views ancillary services as a misnomer. Such services are 
necessary supportive services. Thus, the term “supportive” will be used instead of ancillary. Also, since 
supportive devices are inherently part and parcel of the transmission or distribution system, these devices 
will be assumed into the TRANSCO and DISTCO functions without loss of generality. Thus, ANSILCOs 
are not treated separately. 

Based on the above idealized view of the marketplace, the following generalizations are made. GENCOs 
are concerned with the addition of capacity to meet market demands while maximizing profit. Market 
demands include bilateral contracts with the EMA as well as bilateral contracts with ESCOs or with the 
ICA. ESCOs are concerned with the addition of capacity of supplying customers with the service desired 
to maintain market share. ESCOs are thus primarily concerned with the processing of information from 
marketplace to customer. However, ESCOs are also concerned with additional equipment supplied by 
DISTCOs or TRANSCOs to provide the level of service required by some customers. ESCOs are thus 
concerned with all aspects of customer contracts and not just the supply of “electrons.” 

The ICA is concerned with the operation of the overall system subject to the contracts between the 
buyers and the sellers and between all players with ICA. The overall goal of the ICA is to enable any 
customer to trade with any other customer with the quick resolution of contract enforcement available 
through mercantile associations. The ICA maintains the reliability of the network by resolving the 
unexpected differences between the contracts, real operation, and unplanned events. The ICA has the 
authority, through contracts, to buy generation services, supportive services, and/or transmission services, 
or to curtail contracts if the problems cannot be resolved with such purchases as defined in these contracts. 
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Thus, the ICA has the authority to connect or disconnect generation and demand to protect the integrity 
of the system. The ICA has the authority to order new transmission or distribution expansion to maintain 
the system reliability and economic efficiency of the overall system. The economic efficiency is determined 
by the price of electricity in the cash markets on a periodic basis. If the prices are approximately the same 
at all points in the network, then the network is not preventing customers from getting to the suppliers. 
Similarly, the suppliers can get to the buyers. Since all buyers and suppliers are protected from each other 
through the default clauses of the mercantile agreement, it does not matter which company deals with 
other companies as the quick resolution of disputes is guaranteed. This strictness of guarantee is the 
cornerstone of removing the financial uncertainty at the price of a transaction fee to cover the costs of 
enforcement. 

The goal of each company is different but the tools are the same for each. First, the demand must be 
predicted for future time periods sufficiently into the future to maintain operation financially and 
physically. Second, the present worth of the expansion projects has to be estimated. Third, the risks 
associated with each project and the demand-forecast uncertainty must be estimated. Fourth, the accept- 
able value at risk acceptable for the company has to be defined. Fifth, the value at risk has to be calculated. 
Sixth, methods of reducing the value at risk have to be identified and evaluated for benefits. Seventh, the 
overall portfolio of projects, contracts, strategies, and risk has to be assessed. Only then can management 
decide to select a project for implementation. 

The characteristics of expansion problems include: 


1. The cost of equipment or facilities should exhibit economies of scale for the same risk level baring 
technology changes. 

2. Time is a primary factor since equipment has to be in place and ready to serve the needs as they 
arise. Premature installation results in idle equipment. Delayed installation results in lost market 
share. 

3. The risk associated with the portfolio of projects should decrease as time advances. 

4. The portfolio has to be revalued at each point when new information is available that may change 
the project selection, change the strategy, or change the mix of contracts. 


The capital expansion problem is often referred to as the “capital budgeting under uncertainty” 
problem (Aggarwal, 1993). Thus, capital expansion is an exercise in estimating the present net value of 
future cash flows and other benefits as compared to the initial investment required for the project given 
the risk associated with the project(s). The key concept is the uncertainty and thus the risk of all business 
ventures. Uncertainties may be due to estimation (forecasting) and measurement errors. Such uncertain- 
ties can be reduced by the proper application of better tools. Another approach is to investment in 
information technology to coordinate the dissemination of information. Indeed, information technology 
is one key to the appropriate application of capital expansion. 

Another uncertainty factor is that the net present value depends on market imperfections. Market 
imperfections are due to competitor reactions to each other’s strategies, technology changes, and market 
rule changes (regulatory changes). The options offered by new investment are very hard to forecast. Also 
the variances of the options to reduce the risk of projects are critical to proper selection of the right 
project. Management has to constantly revalue the project, change the project (including termination), 
integrate new information, or modify the project to include technology changes. 

Estimates have often been biased by management pressure to move ahead, to not investigate all risks, 
or to maintain strategies that are not working as planned. Uncertainties in regulations and taxes are often 
critical for the decision to continue. 

There are three steps to any investment plan: investment alternative identification, assessment, selection 
and management of the investment as events warrant. 

The remaining sections outline the necessity of each step by simple models of the problem to be solved 
at each step. Since simple problems are given, linear programming solution techniques may be used to 
solve them. Indeed, the theory of optimization can yield valuable insight as to the importance of further 
investigations. The inclusion of such models is beyond the scope of this work. 
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Capacity expansion is one aspect of capital budgeting. Marketing and financial investments are also 
capital budgeting problems. Often, the capacity expansion has to be evaluated not only on the projects 
merits, but also the merits of the financing bundled with the project. 


Other Sections on Planning 


The following sections on planning deal with the overall approach as described by Dr. H. Merrill and 
include sections on forecasting, power system planning, transmission planning, and system reliability. 
Forecasting demand is a key issue for any business entity. Forecasting for a competitive industry is more 
critical than for a regulated industry. Transmission planning is discussed based on probabilistic techniques 
to evaluate the expected advantages and costs of present and future expansion plans. Reliability of the 
supply is covered, including transmission reliability. The most interesting aspect of the electric power 
industry is the massive changes presently occurring. It will be interesting to watch as the industry adapts 
to regulatory changes and as the various market players find their corporate niche in this new framework. 
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13.2 Short-Term Load and Price Forecasting with Artificial 
Neural Networks! 


Alireza Khotanzad 


Artificial Neural Networks 


Artificial neural networks (ANN) are systems inspired by research into how the brain works. An ANN 
consists of a collection of arithmetic computing units (nodes or neurons) connected together in a network 
of interconnected layers. A typical node of an ANN is shown in Fig. 13.6. At the input side, there are a 
number of so-called “connections” that have a weight of “W,,;” associated with them. The input denoted 
by X; gets multiplied by W;, before reaching node j via the respective connection. Inside the neuron, all 
the individual inputs are first summed up. The summed inputs are passed through a nonlinear single- 
input, single-output function “S” to produce the output of the neuron. This output in turn is propagated 
to other neurons via corresponding connections. 

While there are a number of different ANN architectures, the most widely used one (especially in 
practical applications) is the multilayer feed-forward ANN, also known as a multilayer perceptron (MLP), 
shown in Fig. 13.7. An MLP consists of n input nodes, h so called “hidden layer” nodes (since they are 
not directly accessible from either input or output side), and m output nodes connected in a feed-forward 
fashion. The input layer nodes are simple data distributors whereas neurons in the hidden and output 
layers have an S-shaped nonlinear transfer function known as the “sigmoid activation function,” f (z) = 
1/1 + e? where z is the summed inputs. 

For hidden layer nodes, the output is: 


where H; is the output of the jth hidden layer node, j = 1, ..., h, and X; represents the ith input connected 
to this hidden node via Wi with i= 1,..., n. 
The output of the kth output node is given by 


where Y, is the output of the kth output layer node with k =h + 1, ...,m, and W;, representing connection 
weights from hidden to output layer nodes. 

One of the main properties of ANNs is the ability to model complex and nonlinear relationships 
between input and output vectors through a learning process with “examples.” During learning, known 
input-output examples, called the training set, are applied to the ANN. The ANN learns by adjusting or 
adapting the connection weights through comparing the output of the ANN to the expected output. 
Once the ANN is trained, the extracted knowledge from the process resides in the resulting connection 
weights in a distributed manner. 


'This work was supported in part by the Electric Power Research Institute and 1997 Advanced Technology Program 
of the State of Texas. 
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Output 


O=S(d) 


FIGURE 13.6 Model of one node of an ANN. 


FIGURE 13.7 An example of an MLP with 3 input, 3 hidden, and 2 output nodes. 


A trained ANN can generalize (i.e., produce the expected output) if the input is not exactly the same 
as any of those in the training set. This property is ideal for forecasting applications where some historical 
data exists but the forecast indicators (inputs) may not match up exactly with those in the history. 


Error Back-Propagation Learning Rule 


The MLP must be trained with historical data to find the appropriate values for W; and the number of 
required neurons in the hidden layer. The learning algorithm employed is the well-known error back- 
propagation (BP) rule (Rumelhart and McClelland, 1986). In BP, learning takes place by adjusting W;,. 
The output produced by the ANN in response to inputs is repeatedly compared with the correct answer. 
Each time, the W;; values are adjusted slightly in the direction of the correct answers by back-propagating 
the error at the output layer through the ANN according to a gradient descent algorithm. 

To avoid overtraining, the cross-validation method is used. The training set is divided into two sets. 
For instance, if three years of data is available, it is divided into a two-year and a one-year set. The first 
set is used to train the MLP and the second set is used to test the trained model after every few hundred 
passes over the training data. The error on the validation set is examined. Typically this error decreases 
as the number of passes over the training set is increased until the ANN is overtrained, as signified by a 
rise in this error. Therefore, the training is stopped when the error on the validation set starts to increase. 
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This procedure yields the appropriate number of epochs over the training set. The entire three years of 
data is then used to retrain the MLP using this number of epochs. 

In a forecasting application, the number of input and output nodes is equal to the number of utilized 
forecast indicators and the number of desired outputs, respectively. However, there is no theoretical 
approach to calculate the appropriate number of hidden layer nodes. This number is determined using 
a similar approach for training epochs. By examining the error over a validation set for a varying number 
of hidden layer nodes, a number yielding the smallest error is selected. 


Adaptive Update of the Weights During Online Forecasting 


A unique aspect of the MLPs used in the forecasting systems described in this section is the adaptive 
update of the weights during online operation. In a typical usage of an MLP, it is trained with the historical 
data and the weights of the trained MLP are then treated as fixed parameters. This is an acceptable 
procedure for many applications. However, if the modeled process is a nonstationary one that can go 
through rapid changes, e.g., variations of electric load due to weather swings or seasonal changes, a 
tracking mechanism with sensitivity to the recent trends in the data can aid in producing better results. 

To address this issue, an adaptive weight adjustment strategy that takes place during online operation 
is utilized. The MLP is initially trained using the BP algorithm; however, the trained weights are not 
treated as static parameters. During online operation, these weights are adaptively updated on a sample- 
by-sample basis. Before forecasting for the next instance, the forecasts of the past few samples are compared 
to the actual outcome (assuming that actual outcome for previous forecasts have become available) and 
a small scale error BP operation is performed with this data. This mini-training with the most recent 
data results in a slight adjustment of the weights and biases them toward the recent trend in data. 


Short-Term Load Forecasting 


The daily operation and planning activities of an electric utility requires the prediction of the electrical 
demand of its customers. In general, the required load forecasts can be categorized into short-term, mid- 
term, and long-term forecasts. The short-term forecasts refer to hourly prediction of the load for a lead 
time ranging from one hour to several days out. The mid-term forecasts can either be hourly or peak 
load forecasts for a forecast horizon of one to several months ahead. Finally, the long-term forecasts refer 
to forecasts made for one to several years in the future. 

The quality of short-term hourly load forecasts has a significant impact on the economic operation 
of the electric utility since many decisions based on these forecasts have significant economic conse- 
quences. These decisions include economic scheduling of generating capacity, scheduling of fuel pur- 
chases, system security assessment, and planning for energy transactions. The importance of accurate 
load forecasts will increase in the future because of the dramatic changes occurring in the structure of 
the utility industry due to deregulation and competition. This environment compels the utilities to 
operate at the highest possible efficiency, which, as indicated above, requires accurate load forecasts. 
Moreover, the advent of open access to transmission and distribution systems calls for new actions such 
as posting the available transmission capacity (ATC), which will depend on the load forecasts. 

In the deregulated environment, utilities are not the only entities that need load forecasts. Power 
marketers, load aggregators, and independent system operators (ISO) will all need to generate load 
forecasts as an integral part of their operation. 

This section describes the third generation of an artificial neural network (ANN) hourly load forecaster 
known as ANNSTLF (Artificial Neural Network Short-Term Load Forecaster). ANNSTLE, developed by 
Southern Methodist University and PRT, Inc. under the sponsorship of the Electric Power Research 
Institute (EPRI), has received wide acceptance by the electric utility industry and is presently being used 
by over 40 utilities across the U.S. and Canada. 

Application of the ANN technology to the load forecasting problem has received much attention in 
recent years (Bakirtzis et al., 1996; Dillon et al., 1991; Ho et al., 1992; Khotanzad et al., 1998; Khotanzad 
et al., 1997; Khotanzad et al., 1996; Khotanzad et al., 1995; Lee et al., 1992; Lu et al., 1993; Mohammed 
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et al., 1995; Papalexopoulos et al., 1994; Park et al., 1991; Peng etal., 1993). The function learning 
property of ANNs enables them to model the correlations between the load and such factors as climatic 
conditions, past usage pattern, the day of the week, and the time of the day, from historical load and 
weather data. Among the ANN-based load forecasters discussed in published literature, ANNSTLF is the 
only one that is implemented at several sites and thoroughly tested under various real-world conditions. 

A noteworthy aspect of ANNSTLEF is that a single architecture with the same input-output structure 
is used for modeling hourly loads of various size utilities in different regions of the country. The only 
customization required is the determination of some parameters of the ANN models. No other aspects 
of the models need to be altered. 


ANNSTLE Architecture 


ANNSTLIEF consists of three modules: two ANN load forecasters and an adaptive combiner (Khotanzad 
et al., 1998). Both load forecasters receive the same set of inputs and produce a load forecast for the same 
day, but they utilize different strategies to do so. The function of the combiner module is to mix the two 
forecasts to generate the final forecast. 

Both of the ANN load forecasters have the same topology with the following inputs: 


+ 24 hourly loads of the previous day 


+ 24 hourly weather parameters of the previous day (temperatures or effective temperatures, as 
discussed later) 


* 24 hourly weather parameters forecasts for the coming day 
+ Day type indices 


The difference between the two ANNs is in their outputs. The first forecaster is trained to predict the 
regular (base) load of the next day, i.e., the 24 outputs are the forecasts of the hourly loads of the next 
day. This ANN will be referred to as the “Regular Load Forecaster (RLF).” On the other hand, the second 
ANN forecaster predicts the change in hourly load from yesterday to today. This forecaster is named the 
“Delta Load Forecaster (DLF).” 

The two ANN forecasters complement each other because the RLF emphasizes regular load patterns 
whereas the DLF puts stronger emphasis on yesterday’s load. Combining these two separate forecasts 
results in improved accuracy. This is especially true for cases of sudden load change caused by weather 
fronts. The RLF has a tendency to respond slowly to rapid changes in load. On the other hand, since the 
DLF takes yesterday’s load as the basis and predicts the changes in that load, it has a faster response to 
a changing situation. 

To take advantage of the complimentary performance of the two modules, their forecasts are adaptively 
combined using the recursive least squares (RLS) algorithm (Proakis et al., 1992). The final forecast for 
each hour is obtained by a linear combination of the RLF and DLF forecasts as: 


Ee ali)= 1g (i)E5 (3) +00 ()IPE (i), 251,015.24 


The O,(i) and o,(i) coefficients are computed using the RLS algorithm. This algorithm produces 
coefficients that minimize the weighted sum of squared errors of the past forecasts denoted by J, 


where L,(i) is the actual load at hour i, N is the number of previous days for which load forecasts have 
been made, and f is a weighting factor in the range of 0 < B < 1 whose effect is to de-emphasize (forget) 
old data. 

The block diagram of the overall system is shown in Fig. 13.8. 
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FIGURE 13.8 Block diagram of ANNSTLFE. 


Humidity and Wind Speed 


Although temperature (T) is the primary weather variable affecting the load, other weather parameters, 
such as relative humidity (H) and wind speed (W), also have a noticeable impact on the load. The effects 
of these variables are taken into account through transforming the temperature value into an effective 
temperature, T_eff, using the following transformation: 


T_eff=T+a*H 

: i W *(65°-T) 

eff =T —-——-__—_— 
-ff 100 


Holidays and Special Days 


Holidays and special days pose a challenge to any load forecasting program since the load of these days 
can be quite different from a regular workday. The difficulty is the small number of holidays in the 
historical data compared to the typical days. For instance, there would be three instances of Christmas 
Day in a training set of three years. The unusual behavior of the load for these days cannot be learned 
adequately by the ANNs since they are not shown many instances of these days. 

It was observed that in most cases, the profile of the load forecast generated by the ANNs using the 
concept of designating the holiday as a weekend day, does resemble the actual load. However, there usually 
is a significant error in predicting the peak load of the day. The ANNSTLF package includes a function 
that enables the user to reshape the forecast of the entire day if the peak load forecast is changed by the 
user. Thus, the emphasis is placed on producing a better peak load forecast for holidays and reshaping 
the entire day’s forecast based on it. 

The holiday peak forecasting algorithm uses a novel weighted interpolation scheme. This algorithm 
will be referred to as “Reza algorithm” after the author who developed it (Khotanzad et al., 1998). The 
general idea behind the Reza algorithm is to first find the “close” holidays to the upcoming one in the 
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FIGURE 13.9 Example of peak load vs. temperature at peak load for a three-holiday database. 


historical data. The closeness criterion is the temperature at the peak-load hour. Then, the peak load of 
the upcoming holiday is computed by a novel weighted interpolation function described in the following. 

The idea is best illustrated by an example. Let us assume that there are only three holidays in the 
historical data. The peak loads are first adjusted for any possible load growths. Let (t;, p;) designate the 
i-th peak-load hour temperature and peak load, respectively. Fig. 13.9 shows the plot of p; vs. ¢, for an 
example case. 

Now assume that f, represents the peak-load hour temperature of the upcoming holiday. 4, falls in 
between ft, and ¢, with the implication that the corresponding peak load, p,, would possibly lie in the 
range of [p,, p.] = R, + R). But, at the same time, f, is also between f, and ft; implying that p, would lie 
in [p,, p3] = R;. Based on this logic, p, can lie in either R, or R; + R,. However, note that R, is common 
in both ranges. The idea is to give twice as much weight to the R, range for estimating p, since this range 
appears twice in pair-wise selection of the historical data points. 

The next step is to estimate p, for each nonoverlapping interval, R, and R,, on the y axis, i.e., [p,, ps3] 


and [p3, p2]. 
For R, = [p,, p3] interval: 


~ _P3—P; 
Pu = fait) +B, 
3 1 
For R, = [p3, p,] interval: 
- P,—P. 
Pro = : L(t, —t,)+D, 
t,—-t, 


If any of the above interpolation results in a value that falls outside the respective range, R;, the closest 
Pp» Le., maximum or minimum of the interval, is used instead. 

The final estimate of p, is a weighted average of p,, and p;. with the weights decided by the number 
of overlaps that each pair-wise selection of historical datapoints creates. In this case, since R, is visited 
twice, it receives a weighting of two whereas the interval R, only gets a weighting coefficient of one. 


en Wy * Pin + Wy * Pir _ 2* Pin t+ 1* Pio 
P, = _ 
w,t+w, 24+1 
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TABLE 13.1 Utility Information for Performance Study 


Utility No. Days in Testing Period Weather Variable Location 


1 141 T Canada 
2 131 T South 
3 365 T,H,W Northeast 
4 365 T East Coast 
5 134 T Midwest 
6 365 T West Coast 
7 365 T,H Southwest 
8 365 T,H South 
9 174 Ez North 

10 275 T,W Midwest 


TABLE 13.2 Summary of Performance Results in Terms of MAPE 


Days-Ahead 

Utility © MAPE OF 1 2 3 4 5 6 7 
1 All hours 1.91 2.29 2.53 2.71 2.87 3.03 3.15 
Pea 1.70 2.11 2.39 2.62 2.73 2.94 3.10 
2 All hours 2.72 344 3.63 3.77 3.79 3.83 3.80 
Peak 2.64 3.33 3.46 3.37 3.42 3.52 3.40 
3 All hours 1.89 2.25 2.38 2.45 2.53 2.58 2.65 
Pea 1.96 2.26 2.41 249 2.60 2.69 2.82 
4 All hours 2.02 2.37 2.51 2.58 2.61 2.65 2.69 
Pea 2.26 2.59 2.69 2.83 2.85 2.93 2.94 
b) All hours 1.97 2.38 = 2.61 2.66 2.65 2.65 2.74 
Peak 2.03 2.36 2.49 2.37 2.49 2.51 2.55 
6 All hours 1.57 1.86 1.99 2.08 2.14 2.17 2.18 
Peak 182 2.25 2.38 2.50 2.61 2.62 2.63 
7 All hours 2.29 2.79 2.90 3.00 3.05 3.10 3.18 
Peak 242 2.78 2.90 2.98 3.07 3.17 3.28 
8 All hours 2.22 2.91 3.15 3.28 3.39 3.45 3.50 
Peak 2.38 3.00 3.12 3.29 3.40 3.45 3.52 
9 All hours 1.63 2.04 2.20 2.32 2.40 2.41 2.50 
Peak 183 2.25 2.36 2.51 2.54 2.64 2.78 
10 All hours 2.32 2.97 3.25 3.38 3.44 3.52 3.56 
Peak 2.15 2.75 2.93 3.08 3.16 3.27 3.27 
Average All hours 2.05 2.53 2.72 2.82 2.89 2.94 2.99 
Peak 2.12 2.57 2.71 2.80 2.89 2.97 3.03 


Performance 


The performance of ANNSTLEF is tested on real data from ten different utilities in various geographical 
regions. Information about the general location of these utilities and the length of the testing period are 
provided in Table 13.1. 

In all cases, three years of historical data is used to train ANNSTLF. Actual weather data is used so 
that the effect of weather forecast errors do not alter the modeling error. The testing is performed in a 
blind fashion meaning that the test data is completely independent from the training set and is not shown 
to the model during its training. 

One-to-seven-day-ahead forecasts are generated for each test set. To extend the forecast horizon beyond 
one day ahead, the forecast load of the previous day is used in place of the actual load to obtain the next 
day’s load forecast. 

The forecasting results are presented in Table 13.2 in terms of mean absolute percentage error (MAPE) 
defined as: 
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TABLE 13.3 Training and Test Periods for the Price Forecaster Performance Study 


MAE of Day-Ahead 


Database Training Period Test Period Hourly Price Forecasts ($) 
CALPX Apr 23, 98—Dec 31, 98 Jan 1, 99-Mar 3, 99 1.73 
PJM Apr 2, 97—Dec 31, 97 Jan 2, 98—Mar 31, 98 3.23 


nee 100 . ‘Actuall i) - Hein) 
N Actual{ii) 


i=l 


with N being the number of observations. Note that the average MAPEs over ten utilities as reported in 
the last row of Table 13.3 indicate that the third-generation engine is quite accurate in forecasting both 
hourly and peak loads. In the case of hourly load, this average remains below 3% for the entire forecast 
horizon of seven days ahead, and for the peak load it reaches 3% on the seventh day. A pictorial example 
of one-to-seven-day-ahead load forecasts for utility 2 is shown in Fig. 13.10. 

As pointed out earlier, all the weather variables (T or T_eff) used in these studies are the actual data. 
In online usage of the model, weather forecasts are used. The quality of these weather forecasts vary 
greatly from one site to another. In our experience, for most cases, the weather forecast errors introduce 
approximately 1% of additional error for one-to-two-days out load forecasts. The increase in the error 
for longer range forecasts is more due to less accurate weather forecasts for three or more days out. 


Short-Term Price Forecasting 


Another forecasting function needed in a deregulated and competitive electricity market is prediction of 
future electricity prices. Such forecasts are needed by a number of entities such as generation and power 
system operators, wholesale power traders, retail market and risk managers, etc. Accurate price forecasts 
enable these entities to refine their market decisions and energy transactions leading to significant 
economic advantages. Both long-term and short-term price forecasts are of importance to the industry. 
The long-term forecasts are used for decisions on transmission augmentation, generation expansion, and 
distribution planning whereas the short-term forecasts are needed for daily operations and energy trading 
decisions. In this work, the emphasis will be on short-term hourly price forecasting with a horizon 
extending up to the next 24 hours. 


Actual 
Forecast 


20 40 60 80 100 120 140 160 
Hour 


FIGURE 13.10 An example of a one-to-seven-day-ahead load forecast. 
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In general, energy prices are tied to a number of parameters such as future demand, weather conditions, 
available generation, planned outages, system reserves, transmission constraints, market perception, etc. 
These relationships are nonlinear and complex and conventional modeling techniques cannot capture 
them accurately. In a similar manner to load forecasting, ANNs could be utilized to “learn” the appropriate 
relationships. Application of ANN technology to electricity price forecasting is relatively new and there 
are few published studies on this subject (Szkuta et al., 1998). 

The adaptive BP MLP forecaster described in the previous section is used here to model the relationship 
of hourly price to relevant forecast indicators. The system is tested on data from two power pools with 
good performance. 


Architecture of Price Forecaster 


The price forecaster consists of a single adaptive BP MLP with the following inputs: 


* Previous day’s hourly prices 

* Previous day’s hourly loads 

* Next day’s hourly load forecasts 

* Next day’s expected system status for each hour 


The expected system status input is an indicator that is used to provide the system with information 
about unusual operating conditions such as transmission constraints, outages, or other subjective matters. 
A bi-level indicator is used to represent typical vs. atypical conditions. This input allows the user to 
account for his intuition about system condition and helps the ANN better interpret sudden jumps in 
price data that happen due to system constraints. 

The outputs of the forecaster are the next day’s 24 hourly price forecasts. 


Performance 


The performance of the hourly price forecaster is tested on data collected from two sources, the California 
Power Exchange (CALPX) and the Pennsylvania-New Jersey-Maryland Independent System Operator 
(PJM). The considered price data are the Unconstrained Market Clearing Price (UMCP) for CALPX, 
and Market Clearing Price (MCP) for PJM. The average of Locational Marginal Prices (LMP) uses a 
single MCP for PJM. The training and test periods for each database are listed in Table 13.3. Testing is 
performed in a blind fashion, meaning that the test data is completely independent from the training 
set and is not shown to the model during its training. Also, actual load data is used in place of load forecast. 

The day-ahead forecast results are presented in the first column of Table 13.4 in terms of mean absolute 
error (MAE) expressed in dollars. This measure is defined as: 


MAE = = x Actual Price(i) — Forecast Price(i) 
N 


i=1 


with N being the total number of hours in the test period. 

To put these results in perspective, the sample mean and standard deviation of hourly prices in the 
test period are also listed in Table 13.4. Note the correspondence between MAE and the standard deviation 
of data, i.e., the smaller standard deviation results in a lower MAE and vice versa. 


TABLE 13.4 Results of Performance Study for the Test Period 


MAE of Day-Ahead Sample Mean of Sample Standard Deviation 
Database Hourly Price Forecasts ($) | Actual Hourly Prices ($) of Actual Hourly Prices ($) 
CALPX 1.73 19.98 5.45 
PJM 3.23 17.44 7.67 
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FIGURE 13.11 An example of the ANN price forecaster performance for CALPX price data. 
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FIGURE 13.12 An example of the price forecaster performance for PJM price data. 


Figures 13.11 and 13.12 show a representative example of the performance for each of the databases. 
It can be seen that the forecasts closely follow the actual data. 
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13.3. Transmission Plan Evaluation — Assessment 
of System Reliability 


N. Dag Reppen and James W. Feltes 


Bulk Power System Reliability and Supply Point Reliability 


Transmission systems must meet performance standards and criteria that ensure an acceptable level of 
quality of electric service. Service quality means continuity of supply and constancy of voltage waveform 
and power system frequency. Frequency is typically not an issue in large interconnected systems with 
adequate generation reserves. Similarly, voltage quality at the consumer connection is typically addressed 
at the distribution level and not by reinforcing the transmission system. This leaves continuity of power 
supply as the main criterion for acceptable transmission system performance. 

Requirements for continuity of supply are traditionally referred to as power system reliability. Reli- 
ability criteria for transmission systems must address both local interruptions of power supply at points 
in the network as well as widespread interruptions affecting population centers or entire regions. Local 
and widespread interruptions are typically caused by different types of events and require different 
evaluation approaches. 

Additional transmission facilities will virtually always increase reliability, but this remedy is constrained 
by the cost of new facilities and environmental impacts of new construction. Reliability objectives, 
therefore, must be defined explicitly or implicitly in terms of the value of reliable power supply to the 
consumer and to society at large. Reflecting the different concerns of local interruptions and widespread 
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interruptions, reliability objectives are different for the bulk transmission system than for the local area 
transmission or subtransmission systems supplying electric power to electric distribution systems. These 
two aspects of power system reliability will be referred to as bulk power system reliability (Endrenyi et al., 
1982, Parts 1 and 2) and supply point reliability. 


Bulk Transmission Systems Reliability is Evaluated Using Deterministic 

Reliability Criteria 

A distinguishing characteristic of bulk transmission systems is that severe disturbances arising in them 
can have widespread impact. Major failures of bulk transmission systems have resulted in interruption 
of thousands of MW of load and interruption of service to millions of customers. Three important 
characteristics of reliable bulk transmission system performance are: 


1. Low risk of widespread shutdown of the bulk transmission system, 
2. Confinement of the extent of bulk transmission system shutdown when it occurs, and 
3. Rapid restoration of operation following shutdown of the bulk transmission system. 


Most interconnected systems have reliability criteria and design standards that explicitly aim at limiting 
the risk of widespread shutdowns or blackouts. Such criteria may call for transmission reinforcements 
or limitations of power transfers across the system. The two other characteristics are addressed by 
sharpening operating command and control functions and improving control and communication 
facilities. Therefore, transmission system plans are typically evaluated with respect to reliability criteria 
that are aimed at limiting the risk of system shutdowns. 

The U.S. National Electric Reliability Council (NERC), formed in response to the 1965 Northeast 
blackout, has developed basic design criteria aimed at reducing the risk of “instability and uncontrolled 
cascading” that may lead to system blackouts. The various regional reliability councils have interpreted 
these requirements in various ways and produced additional criteria and guides to address this problem 
(NERC, 1988). Deterministic criteria for bulk power systems will typically include the following require- 
ments: 


1. Test criteria for simulated tests aimed at avoiding overload cascading and instability, including 
voltage collapse. These test criteria specify in generic form: 

a. the system conditions to be tested: e.g., peak load conditions, lines or generators assumed out 
on maintenance, transfer levels 

b. the type of failure that initiates a disturbance: e.g., type and location of short circuit 

c. assumptions to be applied regarding the operation of protection systems and other control 
systems 

d. the allowable limits of system response: line and transformer loading limits, high and low 
voltage limits, and criteria for stable operation 

The system must be reinforced to meet these criteria. 

2. Requirements to test extreme contingencies such as the simultaneous outage of two or more 
parallel lines or the loss of entire substations. These tests are made to determine and understand 
the vulnerability of the system to such events. When critical extreme contingencies are identified, 
steps should be taken to minimize the risk of occurrence of such events. 

3. Criteria and guides for protection system design to reduce the risk of critical protection initiated 
disturbances and for protection misoperation that may aggravate a serious system condition. 


Evaluations of the system response to specified severe but rare types of failure events are labeled 
deterministic. The likelihood of the event specified is not considered, except in a qualitative way when 
the criteria were created. Since only a small subset of all potentially critical events can be tested, the tests 
are sometimes referred to as “umbrella” tests. A system that passes these selected tests is believed to have 
a degree of resiliency that will protect it not only for the specific disturbances simulated, but also for a 
multitude of other disturbances of similar type and severity. 
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FIGURE 13.13 Prediction of supply point reliability. 
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Supply Point Reliability is Evaluated Using Either Deterministic or Probabilistic 
Reliability Criteria 

Reliability objectives at the local area transmission or subtransmission level focus on the reliability of 
supply to specific supply points as shown in Fig. 13.13. Statistically, the reliability of supply may be 
expressed in terms of the frequency of occurrence of load interruptions, the amount of load interrupted, 
and the duration of the interruptions. Frequency of interruptions and MWh not served over a period 
such as a year are commonly used measures for the observed or predicted reliability of power supply to 
a particular node in a transmission system. Probabilistic reliability methods are required to predict 
reliability in these terms (Billinton and Allan, 1984; Endrenyi, 1978; Salvaderi et al., 1990). These methods 
will typically consider more likely events rather than the more extreme and very rare events that can lead 
to system shutdown. This is justified since system shutdown occurrences are not frequent enough to 
significantly impact the reliability measures calculated. 

While it is practical to perform probabilistic calculations to assess supply point reliability, deterministic 
simulation tests are also commonly used. As a minimum, deterministic criteria call for load flow testing 
of all single line and single transformer outages. This is referred to as single contingency testing or N-1 
testing. For each of these outages, no line or transformer shall exceed its emergency rating, and no voltage 
shall violate specified high and low emergency voltage limits. Violation of these criteria calls for system 
reinforcements. Exceptions are typically made for supply points with low peak demand where it is judged 
to be too expensive to provide for redundant service. Some utilities use a peak load criterion such as 25 
MW, above which redundant transmission connections to a supply point are called for. 
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Methods for Assessing Supply Point Reliability 
Supply point reliability may be assessed in four different ways in order of increasing complexity: 


1. Deterministic: System alternatives must meet criteria specifying allowable system response to 
specified contingencies. 

2. Probabilistic — System Trouble: System alternatives must meet criteria specified in terms of 
probabilistic reliability indices reflecting risk of unacceptable system response. 

3. Probabilistic — Consumer Impact: Same as (2), but criteria are specified in terms of consumer 
impact such as risk of supply interruption or risk of load curtailment. 

4. Cost/Benefit Analysis: This approach is based on the concept that the proper level of service 
reliability should be defined by the balance of incremental worth of service reliability improvement 
and incremental cost of providing that improvement. The approach is also referred to as “effec- 
tiveness analysis” or “value based” reliability assessment. 


The limitation of the deterministic approach (1) is that it considers only the initial system problems 
for a few contingencies. These contingencies have typically been selected by committee based on a mixture 
of judgment, tradition, and experience. If the selected contingencies do not cover all important reliability 
concerns, the resulting system may be unreliable. If the selected contingencies put undue emphasis on 
severe but rare events, an unnecessarily expensive system alternative may be selected. 

The probabilistic approach (2) aims at eliminating the dependency on judgment in the selection of 
contingencies by attempting to look at all significant contingencies. In addition, it weighs the importance 
of the results for each contingency according to the severity of the system problems caused by each 
contingency and the frequency of occurrence of each contingency. 

Approach (3) looks deeper into the problem, in that it is concerned with the impact on the consumer. 
However, the criteria used to define an acceptable level of reliability are still judgmental. For example, 
how many interruptions per year would be acceptable or what percentage of total MWh demand is it 
acceptable to interrupt or curtail? In the cost/benefit approach (4), the criterion for acceptable reliability 
is implicit in the methodology used. 


Reliability Measures — Reliability Indices 


Reliability can be measured by the frequency of events having unacceptable impacts on the system or on 
the consumer, and by the severity and duration of the unacceptable impacts. Thus, there are three 
fundamental components of reliability measures: 


1. Frequency of unacceptable events, 
2. Duration of unacceptable events, and 
3. Severity of unacceptable events. 


From these, other measures, such as probability of unacceptable events, can be derived. An expectation 
index, such as the loss of load expectation (LOLE) index commonly used to measure the reliability of a 
generating system is, in its nature, a probability measure. While probability measures have proved useful 
in generation reliability assessment, they may not be as meaningful in assessing the reliability of a 
transmission system or a combined generation/transmission system. It is, for example, important to 
differentiate between 100 events which last 1 sec and 1 event which lasts 100 sec. Since probability 
measures cannot provide such differentiation, it is often necessary to apply frequency and duration 
measures when assessing the reliability of transmission systems. 

Probabilistic reliability measures or indices can express the reliability improvements of added resources 
and reinforcements quantitatively. However, several indices are required to capture various reliability 
aspects. There are two major types of indices: system indices and consumer or load indices (Guertin 
et al., 1978; Fong et al., 1989). The former concerns itself with system performance and system effects, 
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the latter with the impact on the consumer. The reliability cost measure used in cost/benefit analysis may 
be classified as a consumer index. 


System Indices 


Indices suitable for transmission system reliability evaluation may be divided into system problem indices 
and load curtailment indices. 

System problem indices measure frequency, duration, probability, and severity of system problems. 
Some examples: 


* Frequency of circuit overloads (overloads/year), 
+ Average duration of circuit overloads (hours), and 
* Probability of circuit overloads. 
Load curtailment indices measure severity in terms of load interrupted or curtailed. The salient 
characteristic of these indices is that the severity of any event, regardless of the system problems resulting 
from the event, is expressed in terms of load curtailment. From the three fundamental reliability measures 


(frequency, duration, and load curtailment), a series of derived reliability indices may be defined as 
illustrated by the following examples. 


Basic Annual Indices 


* Frequency of load curtailment F= >y FE (yr) 


* Hours of load curtailment D= yA D,(h yt | 

* Power curtailed C= yc, (mw yr") 

+ Energy curtailed E= Dave, (MWh yr") 
where 


F, = frequency of event i (yr!) 

D, = duration of event i (h) 

C, = MW load curtailed for event i (MW) 
i =all events for which C, > 0 


Energy curtailment (E), expressed in MWh not served, is often referred to as Energy Not Served (ENS), 
Expected Energy Not Served (EENS), or Expected Unserved Energy (EUE). 
Load curtailment indices are sometimes normalized to system size. Two commonly used indices are: 
+ Power interruption index Cy = C/CMX (yr) 
+ Energy curtailment index Ey = E/CMX (h yr) 


where CMX = peak load for system, area, or bus. 


E,, X 60 is referred to as system minutes, the equivalent number of minutes per year of total system 
shutdown during peak load conditions. 
Cost of Interruptions to Consumers 


The fact that a sudden interruption of very short duration can have a significant impact and that an 
outage of 4h may have a significantly more severe impact than two outages of 2 h each, illustrates the 
limitations of simple aggregated reliability measures such as MWh not served. This is an important 
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FIGURE 13.14 Illustration of customer damage functions for residential, commercial, and industrial load for 
process-oriented industrial load. The cost of very short duration outages may be much higher than shown here. 


limitation since the various transmission reinforcement options considered may have dramatically dif- 
ferent impacts as far as interruption durations are concerned. Since it is difficult to use a multiparameter 
measure when comparing reinforcement alternatives, a single aggregate measure is much preferred as 
long as it includes the main reliability factors of concern. The concept of cost to consumers of unreliability 
expressed in dollars per year has emerged as a practical measure of reliability when comparing transmis- 
sion reinforcement alternatives. As a measure, reliability cost has the additional important advantage that 
it can be aggregated with installation cost and operating cost to arrive at a minimum “total cost” design 
in a cost/benefit analysis. 

Conceptually, the annual reliability cost for a group of customers is the aggregated worth the customers 
put on avoiding load interruptions. In some cases the costs are tangible, allowing reliable dollar cost 
estimates; in other instances the impacts of interruptions are intangible and subjective, but still real in 
the eyes of the consumer. Surveys aimed at estimating what consumers would be willing to pay, either 
in increased rates or for backup service, have been used in the past to estimate the intangible costs of 
load interruptions. The results of these investigations may be expressed as Customer Damage Functions, 
(CDF), as illustrated in Fig. 13.14 (Mackay and Berk, 1978; Billinton et al., 1983). 

Customer damage functions can be used to estimate the dollar cost of any particular load interruption 
given the amount of load lost and the duration of the interruption. If a customer damage function can 
be assigned for each supply point, then a cost of interrupted load may be determined. 


Outage Models 


Generation and transmission outages may be classified in two categories — forced outages and scheduled 
outages. While forced outages are beyond the control of the system operators, scheduled outages can 
usually be postponed if necessary to avoid putting the system in a precarious state. These two outage 
categories must, therefore, be treated separately (Forrest et al., 1985). 
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FIGURE 13.15 Sample system illustrating outage types. 


Forced Outage Models 
The variety and characteristics of forced outage events may be illustrated with reference to Fig. 13.15. 
Transmission lines and transformers that can be isolated from the system by the opening of circuit 
breakers are referred to as “elements.” 

Three categories of forced outage events are recognized: 


1. Single Component Outage Event — The outage event involves only one element. For example, 
a fault on circuit 1, cleared by circuit breakers in a normal manner, would only affect circuit 1. 

2. Common Mode Outage Event — This is a multiple element outage event where a single initiating 
cause results in multiple element outages where the outages are not consequences of each other. 
For example, a single lightning stroke taking out both circuits of the double circuit line exiting 
substation B would be a common mode outage. This event results in the simultaneous outage of 
circuits 1 and 7. 

3. Substation Related Outage Events — This is a multiple element outage event that depends on 
the protection system response to a fault on a component in the substation or on an element 
connected to the substation. Examples of substation related outage events are: 

a. Stuck breaker — if the breaker common to circuits 1 and 6 is stuck, a fault on either circuits 
1 and 6 would result in both circuits out. 

b. Tapped circuits — a fault on circuit 2 would result in circuits 2, 3 and 4 going out together. 

c. Breaker fault —if there is a fault on the breaker common to circuits 1 and 6, both circuits 1 and 
6 would be outaged. 

d. Bus section fault — a fault on the bus section in substation B would outage circuits 1 and 7. 


A common mode outage event may be combined with substation related outage events. For example, 
a common mode failure of circuits 1 and 2 would result in an outage event encompassing circuits 1, 2, 
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3, and 4. Two or more independent outage events from either of the three outage categories may overlap 
in time, creating more complex outages. Accurate tools for the prediction of reliability measures include 
most if not all of these outage types. 


Probabilistic Reliability Assessment Methods 
Probabilistic reliability assessment tools falls in one of two categories (Endrenyi et al., 1982): 


1. The contingency enumeration method 
2. The Monte Carlo method 


In general, the contingency enumeration method is capable of looking at severe and rare events such 
as transmission events in great detail, but cannot practically look at many operating conditions. In 
contrast, the Monte Carlo methods are capable of looking at operating conditions in great detail (Noferi 
et al., 1975). However, from a computational standpoint, it is not possible to capture with precision, the 
impact of infrequent but severe transmission contingencies. Thus, the two methods are capturing different 
aspects of the reliability problem. 


Contingency Enumeration Approach 

The contingency enumeration approach to reliability analysis includes the systematic selection and 
evaluation of disturbances, the classification of each disturbance according to failure criteria, and the 
accumulation of reliability indices. Contingency enumeration techniques are structured so as to minimize 
the number of disturbances that need to be investigated in detail. This is achieved by testing, to the extent 
possible, only those disturbances that are sufficiently severe to cause trouble and sufficiently frequent to 
impact the risk indices to be computed. 

The contingency enumeration approach is structured as shown in Fig. 13.16. For a specific predistur- 
bance condition, a contingency is selected and tested to determine whether the contingency causes any 
immediate system problem such as a circuit overload or a bus voltage out of limits. If it does not, a new 
contingency is selected and tested. 

The occurrence of a system problem may by itself be logged as a failure. However, in many cases, it 
will be possible to adjust generation or phase shifters to relieve overloads and to adjust generator voltages 
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FIGURE 13.16 Contingency enumeration approach. 
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or transformer taps to bring bus voltages back within range. It is, therefore, of interest to determine 
whether it is possible to eliminate a system problem by such corrective actions. A failure is logged when 
corrective actions, short of curtailing consumer loads, are insufficient to eliminate the system problems. 
The severity of such system problems may be assessed by computing the amount and location of load 
curtailment necessary to eliminate the problem. In this way, it is possible to compute supply point 
reliability indices that measure the frequency, duration, and amount of expected load curtailment. 


Monte Carlo Approach 

Monte Carlo methods (Oliveira et al., 1989) may be sequential or nonsequential. The sequential approach 
simulates the occurrences of random events through time, recognizing the statistical properties of the 
various types of events. Typically, the time functions of load and planned generation schedules are 
established for a period of a year. Starting at the beginning of the year, a sequence of forced shutdown 
and restoration of transmission and generating equipment is then determined based on random sampling 
in accordance with the statistical characteristics of the equipment failure processes. The response of the 
power system during equipment outages is simulated by power flow solutions. Whenever a system 
condition violating predefined failure criteria is encountered, the occurrence and characteristic of this 
failure is recorded. At the end of one year of simulation, parameters describing the “observed” reliability 
of the system can be determined. These parameters may include frequency of equipment overload, 
frequency of voltage violations, MWh not served, average duration and severity of specified types of 
failures, etc. This process is illustrated in Fig. 13.17. 

One year of simulation constitutes one particular sample scenario governed by the random properties 
of equipment failure. In order to obtain a measure of the inherent reliability of the system, it is necessary 
to repeat the simulation over the annual period many times and calculate the reliability measures as the 
mean of the results obtained over the repeated annual simulations. For reliable systems, several hundred 
annual simulations may be required to obtain convergence in the reliability measures calculated. 

When using the sequential approach, it is possible to model time dependencies between key variables. 
This allows elaborate modeling of energy limited resources such as hydro plants and pumped hydro. It 
is also possible to simulate environmental effects such as the occurrence of lightning storms that may 
impact the failure rate of transmission equipment. A brute-force sequential Monte Carlo simulation 
would be prohibitively time-consuming when applied to large systems. Practical techniques rely on special 
sampling techniques and acceptable approximations in power system modeling. 

If time dependencies are not essential, the nonsequential approach may be used. In this case, hours 
of simulation may be selected at random rather than in sequence. For a specific hour, a precontingency 
state is established including bus loads and matching generation dispatch. When it can be used, the 
nonsequential approach is typically much faster than the sequential approach. 


Comparison of Contingency Enumeration and Monte Carlo Simulation 


From the preceding discussion, it is clear that the Monte Carlo method differs from the contingency 
enumeration method in the way power system states including load, generation dispatch, and component 
outages are selected. The actual network solution and corrective action models used may be the same or 
similar for both methods. The major advantage of the Monte Carlo method is the ease with which 
comprehensive statistics of power system states can be included. This makes the method suitable for 
computing period reliability indices such as annual indices (CIGRE, 1992). 

The Monte Carlo method may not be suitable for estimating the probability or frequency of occurrence 
of infrequent events. The contingency enumeration method may, therefore, be a more practical approach 
in system design. In comparing system alternatives to strengthen a local area, the Contingency Enumer- 
ation approach will provide consistent and real differences in reliability indices computed for specific 
situations. Unless the reliability of the alternatives are far apart, it would be very time-consuming and 
perhaps impractical to obtain acceptable differences in reliability by means of the Monte Carlo method. 
One way to mitigate this problem is to remove time-consuming calculations from the inner loop of the 
Monte Carlo calculations. In one approach, which is used to assess the reliability of supply to load centers, 
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FIGURE 13.17 Possible computational sequence for Monte Carlo method. 


the impact of rare transmission failures are obtained from precomputed look-up tables of transmission 
import limits. Using this approach and various sampling techniques, several thousand years of operation 
can be simulated in minutes. 


Application Examples 


The techniques described above are presently used for transmission planning by major utilities. The 
following examples illustrate some of these methods. The first example uses contingency enumeration 
while the second example uses Monte Carlo techniques. 
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Calculation of the Reliability of Electric Power Supply to a Major Industrial Complex 


Contingency enumeration techniques were used to assess the reliability of the power supply to a major 
manufacturing complex (Reppen et al., 1990). In this analysis, the reliability concerns encompassed 
system events and conditions that are capable of disturbing or shutting down all or portions of the 
manufacturing processes. The events of concern included initial interruptions, sustained interruptions, 
overloads, voltage violations, voltage collapse, and overload cascading. The reliability effects of possible 
system reinforcements in the immediate local power supply area and in the main grid supplying this area 
were evaluated by a comprehensive probabilistic reliability analysis. 

The characteristics of the power system were radial feeds to the plant with provisions for automatic 
and manual switchover to alternative supply in case of loss of voltage on primary supply feeders, an 
extensive local 132 kV system, and a regional 300 kV and 420 kV transmission system. Contingency 
enumeration methods allow detailed modeling of the network, including the modeling of automatic 
responses of the power system to disturbances such as special relaying schemes for line tripping, gener- 
ation runback, and load transfer. 

Three typical categories of outages — single element outages, independent overlapping outages of 
multiple elements, and dependent multiple element outages — were considered in the reliability studies. 
The term “element” encompasses generating units as well as “transmission elements” such as transmission 
lines, transformers, capacitor banks, and static var devices. The reliability computations included network 
analysis of outages, classification of failure events according to type and severity, and calculation of 
reliability indices. Reliability indices representing the predicted frequency of each of the types of failure 
events were computed as well as load interruption and energy curtailment indices. The indices computed 
are referred to as annualized indices reflecting the reliability level that would be experienced if the 
precontingency condition considered should exist for an entire year. 

The full analysis included assessment of existing power supply conditions, impact of system reconfig- 
uration on the reliability of supply, reliability effects of system reinforcements, and impact of conditions 
in the main grid. Here we will concentrate on the reliability effects of system reinforcements. Two 
reinforcements were analyzed: construction of a new 132 kV line completing a loop at some distance 
from the plant and construction of a 300 kV ring connecting several of the power supply buses to the plant. 

Figure 13.18 presents the results of the investigation using the energy curtailment index defined earlier. 
The energy curtailment index aggregates the expected loss of energy on an annualized basis. The results 
indicate that reinforcement A (the remote line) has no significant effect on the reliability of power supply 
to the plant. Reinforcement B (the 300 kV ring) provides a substantial overall improvement, although 
there is no significant improvement in the energy curtailment index for the winter case. 

While some of the suggested means of improving reliability could have been predicted prior to the 
analysis, the relative effectiveness of the various actions would not be apparent without a formal reliability 
analysis. Performing a reliability analysis of this type gives excellent insights into the dominating failure 
phenomena that govern system performance. The detailed contingency information available promotes 
understanding of the way systems fail, while the reliability indices computed provide the perspective 
necessary to make appropriate system design decisions. 


Local Area Reliability 


The second example considers the task of improving the reliability of electric power to a local area such 
as a city, major industrial complex, or other load center (Reppen, 1998). In simple terms, the reliability 
of the supply is a function of the following parameters: 


* The load in the area as it fluctuates over time. 


+ The maximum amount of power that can be imported from the main grid. This import limit 
varies by maintenance and forced outage of transmission and generating equipment. 


* Maximum available local generation at any particular time as it is affected by generation mainte- 
nance and forced outages. 


© 2001 CRC Press LLC 


Energy Curtailment (MWh/yr) 


135 kV Line 


FIGURE 13.18 Benefit of system reinforcements. Annualized energy curtailment (MWh/yr). Sustained interrup- 
tions only. 


At any particular time, load curtailment will occur if the load exceeds the maximum import capability 
into the area plus the maximum generation available in the area. Therefore, reliability of supply to 
consumers in the area can be measured in terms of statistics of load curtailment. Popular load curtailment 
measures include frequency of interruptions and energy not served (MWh/year). In addition, the expected 
annual customer interruption cost can be predicted using Monte Carlo techniques that simulate system 
conditions repeatedly over a time period to develop reliability measures by aggregating and averaging 
the impacts of individual load curtailment events. This allows the use of interruption cost functions 
(customer damage function) to estimate the expected annual cost of load interruptions. 

Accepting calculated annual interruption costs as a realistic measure of the economic impact on the 
consumer, one might declare a system reinforcement alternative to be justified from a reliability stand- 
point if the reduction in interruption cost is greater than the net cost of investment and operation. While 
such a criterion may not necessarily be appropriate in all cases, it should provide a relevant benchmark 
in most environments. 

Figure 13.19 shows key components of the power supply picture for a small city with a peak load of 
210 MW. The city is supplied by two generators totaling 150 MW, and by a 138 kV double circuit 
transmission line from the main grid. Prime reinforcement options are as follows: 


1. Add a new single circuit transmission line as indicated in Fig. 13.19. 
2. Add one gas turbine generator of size to be determined. 
3. Add two identical gas turbine generators of size to be determined. 


Key questions of interest are: 


1. Can the line addition be justified on the basis of savings in customer interruption cost? 
2. What generator capacities will produce the same reliability improvements as the line addition? 
3. What size generators can be justified on the basis of customer interruption? 


Figure 13.20 shows results obtained from the Monte Carlo calculations along with the annual fixed 
charges for investment cost and net annual operating costs. Significant observations that can be made 
from Fig. 13.20 are: 
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FIGURE 13.19 Power supply configuration for a small city. 


+ The additions of a new 138 kV line, a 50 MW generator, or two 25 MW generators have approx- 
imately the same interruption cost savings. However, the reason for this is that all three alternatives 
are an effective overkill, reducing the interruption cost to almost 0. If load is anticipated to grow, 
the line addition will be the better performer at a lower cost. 


* One 15 MW to 25 MW generator would give much improved performance and at a cost which 
can be justified (marginally) based on reliability worth as expressed by the interruption cost curves. 
* The line addition is clearly the most cost-effective alternative. 


The first set of calculations compared the benefit of reinforcement by transmission or generation. 
While such additions are typically the most powerful reinforcements from the standpoint of improved 
reliability, they are typically also the most expensive. In addition, when dealing with small local systems, 
the natural or cost-effective line and generation additions are often more than what’s needed to satisfy 
reliability needs for the next few years. This is particularly true for low load growth scenarios. Thus, there 
is a need for less expensive alternatives that typically will have smaller incremental reliability benefits 
than the addition of transmission lines and generators. The results of four such alternatives are shown 
in Fig. 13.20: 


1. Improve reliability performance of existing generators. 
2. Improve grounding of transmission lines. 
3. Introduce live line maintenance. 

4, Interruptible load contracts. 


All of the short term measures except live line maintenance can be justified as the annual interruption 
cost is greater than the total expense associated with the reliability improvement. Also, live line mainte- 
nance and transmission line grounding have too small an impact to be of interest. 
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FIGURE 13.20 Annual savings in cost of interruption vs. annual combined investment and operating costs of 
transmission and generation reinforcements and short term measures. Measures in the upper left triangle can be 
justified on account of savings in interruption cost. 


The most cost effective short term measure comes from improvements in the reliability performance 
of the 100 MW generator, closely followed by interruptible load contracts. If both of these short term 
measures are taken, the reliability improvement matches that obtainable from the addition of a 25 MW 
gas turbine generator and at a much lower cost. 

This example illustrates how it is possible to use Monte Carlo reliability calculations to predict and 
compare the benefit-cost trade-off of transmission and generation reinforcements and various short term 
measures. 
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13.4 Power System Planning 
Hyde M. Merrill 


Power system planning is the recurring process of studying and determining what facilities and procedures 
should be provided to satisfy and promote appropriate future demands for electricity. The electric power 
system as planned should meet or balance societal goals. These include availability of electricity to all 
potential users at the lowest possible cost, minimum environmental damage, high levels of safety and 
reliability, etc. Plans should be technically and financially feasible. Plans also should achieve the objectives 
of the entity doing the planning, including minimizing risk. 

The electric power system is a force-at-a-distance energy-conversion system. It consists of three principal 
elements: 


* Current- and voltage-producing, transmitting, and consuming hardware, 
* Control and protective devices, and 


+ Planning, operating, commercial, and regulatory practices and procedures. 


These definitions are very different from would have appeared on these pages 25 years ago. They no 
doubt will seem quaint 25 years hence. At this writing, the electric power industry worldwide is experi- 
encing its most dramatic changes in two generations. These changes affect planning, but this section is 
intended as a practical exposition, not as a history lesson or a prophesy. We therefore will focus on how 
planning is or should be done today, avoiding flights of fantasy into the past or future (Sullivan, 1977; 
Stoll et al., 1989; Kahn, 1988; Ringlee, 1989). 
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Planning considers: 


* Options, 
* Uncertainties, and 
* Attributes. 


Options are the choices available to the planner. Uncertainties are parameters whose values are not 
known precisely or cannot be forecast without error. Attributes are measures of “goodness.” Stakeholder 
objectives are expressed in terms of attributes. Physical, economic, and institutional realities determine 
how different options and uncertainties affect the attributes. 

The planning problem is to identify and choose among options, in the presence of uncertainties, so 
as to maximize or minimize (as the case may be) the attributes. 


Planning Entities 


Planners generally are trained as engineers, economists, civil servants, businessmen, or mathematicians. 
They do power system planning for the following entities: 


* Vertically integrated utilities owning generation, transmission, and distribution systems. 


* Transmission companies, independent system operators (ISO), and regional transmission orga- 
nizations (RTO). Transmission companies own transmission assets; the latter do not, but may 
have some responsibility for their planning. 


* Pools or combinations of vertically integrated utilities. 
Other organizations do planning studies and higher-level power sector planning. A step removed from 
the operation and management of the power system, their interest is in seeing that it meets society’s goals: 
* Various levels of government. 
+ International development banks. 
Still other organizations do power system planning studies, but without system responsibility. They 


wish to understand the market for various services and how they might compete in it — its economics 
and technical requirements for entry. 


Independent power producers (IPP) or nonutility generators (NUG). These include qualifying 
facilities (QF as defined by the U.S. Public Utilities Regulatory Policy Act of 1978) and exempt 
wholesale generators (EWG as defined by the U.S. Energy Policy Act of 1992). These are subject 
to less stringent regulation than are utilities. They neither enjoy monopoly protection nor have 
an obligation to provide electricity at cost-based tariffs. 


Large industrial users. 


Commercial middlemen who buy and sell electrical energy services. 


Investors. 


All of these are supported by independent purveyors of planning information. Consultants with 
specialized analytic skills also do planning studies. 


Arenas 


Planning is done in several arenas, distinguished by the planning horizon and by the types of options 
under consideration. These arenas include: 


- Long-term vs. short-term planning. Economists distinguish these by whether capital investment 
options are considered. For engineers, long-term planning has a distant horizon (perhaps 30 years 
for generation and half of that for transmission). Short-term planning considers about 5 years. 
Operations planning is for as short as a few hours and is not treated here. 
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* Generation vs. transmission vs. least-cost planning. Generation and transmission planning focus 
on supply options. Least-cost planning includes demand-side options for limiting or shaping load. 

+ Products and services. Some entities provide power (kW) and energy (kWh). Others plan the 
transmission system. Others provide for auxiliary services (voltage and power control, electrical 
reserves, etc.). Still others plan for diversified services like conservation and load management. 


Other arenas require engineering and economic skills, but are within the purview of a book on business 
or policy rather than an engineering handbook. 


* Competitive markets. Strategic planning is particularly concerned with financial and business 
plans in competitive markets. 


* Sector evolution. Defining the form of the future power sector, including the relationships between 
competitive forces, regulation, and the broadest social objectives, is a particularly vital planning 
function. 


The Planning Problem 
Options 


Power generation, transformer, transmission system, substation, protection, and operation and control 
options are discussed in other chapters of this handbook. Other options are discussed below. 


Planning and Operating Standards or Criteria 

Planning and operating criteria have a dual nature: they are both attributes and options. Here we will 
emphasize the fact that they are options, subject to change. Though they have no intrinsic value, standards 
or criteria are important for several reasons. Their consistent application allows independent systems to 
interconnect electrically in symmetrical relationships that benefit all. Criteria can also eliminate the need for 
planners to ask constantly, “How much reliability, controllability, etc., do I need to provide?” Criteria include: 


* Maximum acceptable loss-of-load probability (LOLP) or expected unserved demand, minimum 
required reserve margins, and similar generation planning standards, 

+ What constitutes a single contingency (transmission systems are often designed to withstand “any” 
single contingency) and whether particular single contingencies are excluded because they are 
unlikely or expensive to forestall, 


Permissible operating ranges (voltages, power flows, frequency, etc.) in the normal or preventative 
state, the emergency state, and the restorative state, and 


+ How criteria are to be measured or applied. 
Most power systems in industrialized nations are designed and operated so that: 


1. With all elements in service, power flows, voltages, and other parameters are within normal ranges 
of the equipment, 

2. The system remains stable after any single contingency, and 

3. Power flows, voltages, and other operating parameters are within emergency ranges following any 
single contingency. 


For financial and economic reasons, developing countries choose weaker criteria. 


Demand Management 

Demand-side planning often is tied to generation planning because it affects the power and energy that 
the power plants will need to provide. There is no perfect classification scheme for demand-side options. 
Some overlapping classifications are: 


* Indirect load control vs. direct load control by the bulk system operator, 
* Power (kW) or energy (kWh) modification or both, and 
+ Type of end-use targeted. 
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TABLE 13.5 Appliances and Sectors under Direct Utility Control, U.S. — 1983 


Appliance or Sector Number Controlled Percent of Total Controlled 
Electric water heaters 648,437 43% 
Air conditioners 515,252 34% 
Irrigation pumps 14,261 1% 
Space heating 50,238 3% 
Swimming pool pumps 258,993 17% 
Other 13,710 1% 
Total 1,500,891 100% 
Residential 1,456,212 97% 
Commercial 29,830 2% 
Industrial 588 — 
Agricultural 14,261 1% 


Source: New Electric Power Technologies: Problems and Prospects for the 1990s, Wash- 
ington, D.C.: U.S. Congress, Office of Technology Assessment, OTA-E-246, July 1985. 


Table 13.5 shows the type of load under direct utility control in the U.S. early in the 1980s, when 
enthusiasm for demand-side options was especially high. 

One of the most effective examples of load control was reported by a German utility. Typical off-peak 
winter demand was less than 70% of the peak for the same day. An indirect program promoted storage 
space heaters that use electricity at night, when demand is low, to heat ceramic bricks. During the day, 
air forced among the bricks transfers the heat to the living space. Within five years the program was so 
popular that direct control was added to avoid creating nighttime peaks. The winter daily load shape 
became practically flat. 


Market and Strategic Options 
Market and strategic options are also important. These range from buying a block of power from a 
neighboring utility to commodity trading in electricity futures to mergers, divestitures, and acquisitions. 


Uncertainties 


Uncertainty can seldom be eliminated. Planning and forecasting are linked so that even if the forecasts 
are wrong, the plans are right (Bjorkland, 1987). 


Models of Uncertainty (Schweppe, 1973) 
Probabilistic models, where different outcomes are associated with different probabilities, are valid if the 
probability structure is known. The events involved must occur often enough for the law of large numbers 
to apply, or else the probabilities will have little relationship to the frequencies of the outcomes. Gener- 
ation planners have excellent probabilistic reliability models. (Generation and transmission reliability 
evaluation are treated in more detail in a separate section.) 

Unknown-but-bounded (set theoretic) models are used when one or both of the conditions above are 
not met. For instance, transmission planners design to withstand any of a set of single contingencies, 
usually without measuring them probabilistically. 


Demand Growth 
Planners forecast the use of energy (MWh) for a period (e.g., a year) first. They divide this by the hours 
in the period to calculate average demand, and divide again by the projected load factor (average MW 
demand/peak MW demand) to forecast peak demand. Three techniques are used most often to forecast 
energy. 
Extrapolation — Exponential growth (e.g., 4%/year) appears as a straight line on semi-log paper. 
Planners plot past loads on semi-log paper and use a straight edge to extrapolate to the future. 
Econometric models — Econometric models quantify relationships between such parameters as 
economic activity and population and use of electricity. The simplest models are linear or log-linear: 
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D, = £(P, GDP, etc.)=k,D,_, +k,P +k,GDP +... (13.1) 


D, = Demand or log(demand) in period i 


P, = Population or log(population) in period i 
GDP, = Gross domestic product or log(gross domestic product) or some measure of local eco- 
nomic activity 


k,, k,, k,, etc. are coefficients 


Econometric models are developed in a trial-and-error process. Variants of Eq. (13.1) are hypothesized 
and least squares (regression) analysis is used to find values of coefficients that make Eq. (13.1) fit 
historical data. Econometric models are used by first forecasting population, economic activity, etc., and 
from them calculating future energy demand using Eq. (13.1). 

End-use models — First, the number of households is forecast. Then the per-household penetration 
of various appliances is projected. The average kWh used by each appliance is estimated and is multiplied 
by the two previous numbers. The results are summed over all types of appliances. 

Performance — Extrapolation became suspect after U.S. load forecasts in the 1970s were consistently 
too high. Econometric modeling is more work but is more satisfying. End-use modeling requires con- 
siderable effort but gives the most accurate forecasts of residential load. 

Real drivers — One fundamental driver for per-capita load growth is the replacement by electricity 
of other forms of energy use. The second is the creation of new uses of energy that are uniquely satisfied 
by electricity. 

During the decades when U.S. electric demand grew at over 7% per year, the demand for all forms of 
energy (of which electricity is a part) grew at about 2% per year. This obviously could not continue: the 
two cannot cross. The growth of electricity demand began to drop off about 1955, declining noticably 
in the 1970s and thereafter. The drop in load growth was attributed to the oil crises of the 1970s. Post- 
1973 conservation played a part, but by then electricity had captured about all the market share it was 
going to get by replacement and creation of new demands for energy. 

In developing countries, both fundamental drivers are limited by the ability of the electric companies 
to finance the necessary generation and distribution infrastructure, which is very expensive. Demand is 
also limited by their ability to generate. In industrialized countries, availability of capital and power plant 
performance are not constraining. In all countries, elasticity reduces demand if electricity is costly. This 
effect is much stronger in countries with low per-capita income and for energy-intensive industrial load. 


Fuel and Water 

In the near term, strikes, weather, and natural disasters can interrupt production or delivery. Fuel 
inventories and the ability to redispatch provide good hedges. In the intermediate term, government 
action can make fuel available or unavailable. For instance, in 1978, the U.S. Congress forbade burning 
natural gas by utilities, perceiving that there was a shortage. The shortage became a glut once the U.S. 
natural gas market was deregulated. In the long term, any single source of fuel is finite and will run out. 
British coal, which had fueled the industrial revolution, was shut down in the 1990s because it had been 
worked out. 

The more important fuel uncertainties, however, are in price. For instance, Fig. 13.21 shows that the 
price of crude oil doubled in 1974 and again in 1979. Recognizing the high variability, in 1983 the U.S. 
Department of Energy forecast a fuzzy band instead of a single trajectory (U.S. Dept. of Energy, 1983). 
It is interesting that within a year of the publication of this projection, the price of oil had dropped below 
the low limit of the band, and it has remained there until this writing. Planners must consider extreme 
possibilities for all uncertainties. 

Brazil, Norway, the Pacific Northwest, Quebec, and a number of developing countries are highly 
dependent on hydropower. Systems usually are planned and operated so that there will not be a shortfall 
unless one of the worst hydrological years in recorded history recurs. 
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FIGURE 13.22 Budget vs. actual costs, power projects in developing countries. 


Construction 
Three major construction uncertainties are: How long will it take to build? How much will it cost? Will 
the project be completed? 

A World Bank study of 41 hydro projects revealed that 37% experienced a schedule slip of 30% or 
more, including 17% with schedule slips of 60%—100% (Crousillat, 1989). 

Figure 13.22 shows the range of actual versus budgeted cost for a number of World Bank-financed 
projects. The distribution is not symmetrical — overruns are much more frequent than under-budget 
projects. Some of the worst cases in the Fig. 13.22 data occurred during periods of unexpected high 
inflation (Crousillat, 1989). A 1983 report projected that the cost of some 40 U.S. nuclear plants scheduled 
for completion by 1990 would be close to normally distributed, with the least expensive costing a bit 
under $2000/kW and the most expensive three times higher, at $6000/kW (U.S. Dept. of Energy, 1989). 

Possibly the most expensive nuclear plant ever built, the Shoreham Plant on Long Island, was completed 
at a cost of some $16 billion U.S. It was shut down by the state before producing a single kWh of 
commercial energy. 
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Technology 
New technologies are generally less certain than mature technologies in their cost, construction time, 
and performance. 

Even mature technologies may have important uncertainties. For example, transmission transfer 
capability is an important measure of transmission system capability. It is usually expressed as a single 
number, but it is actually a time-varying random variable. 


Demand Management 
Demand management programs are risky, in part because of uncertainty in the public’s response to them. 
The two major uncertainties are: 


+ What fraction of eligible customers will respond to a particular program? 
* How much will the average customer change his use of electricity? 


These uncertainties are affected strongly by the design of the program, the incentives offered, how it 
is marketed, etc. Carrying out a carefully designed pilot program can reduce the uncertainty. The pilot 
program should be done in the region of the future commercial program. 


Markets and Capital Recovery 
For many years, vertically integrated utilities were guaranteed the recovery of all costs, including capital 
invested, plus a modest but sure profit. The customer paid this and absorbed the market uncertainties. 
At this writing, the regulated monopoly, cost-recovery market is being replaced in many states and 
countries by a more competitive market. Some market risks are being transferred from customers to 
utilities, power marketers, generating companies, speculators, and others. 

This creates new uncertainties. For example, in competitive generation markets it is not known which 
potential generating units will be built. This affects both transmission and generation planning. 


Regulation 
For the foreseeable future, government will play a key role. The uncertainty in what governments will 
do propagates into uncertainties in profitability of various players, in market entry, in prices, etc. 

For example, in the 1980s, U.S. state and federal governments encouraged utilities to implement 
demand-side programs. Program costs, and in some cases costs of foregone sales, were recovered through 
tariffs. The government interest later switched to competitive markets. These markets do not have such 
a convenient mechanism for encouraging demand-side management. As a result, demand-side programs 
became less attractive. 


Severe Events 

High-risk, low-probability events usually are not considered by standard planning practices. For example, 
transmission planners design so that the system will withstand any single contingency. Planning proce- 
dures, criteria, and methods generally ignore several simultaneous or near-simultaneous contingencies. 
The power system is not designed to withstand them — whether or not it does is happenstance. 

In January 1998 an ice storm of unprecedented magnitude struck the northeastern U.S. and Quebec. 
Ice on transmission lines greatly exceeded design standards. Many towers collapsed. All lines feeding 
Montreal, and all lines south and east of the city, were on the ground. The government later announced 
a high-risk, low-probability standard: the system should be designed and operated to prevent loss of 
more than half of the Montreal load should such an event recur. 


Attributes 


Attributes measure “goodness” in different ways, from different perspectives. Each stakeholder has objec- 
tives; they are expressed in terms of attributes. 
Customers of various kinds (residential, commercial, industrial, etc.): 


* Cost of electricity 
* Other costs absorbed by the customer 
* Quality of service (reliability, voltage control, etc.) 
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FIGURE 13.23 Options, uncertainties, and attributes. 


Investors in various providers of energy and services 


+ New capital required 
+ Net income, earnings per share, and other measures of income 


* Cash flow, coverage ratios, and other measures of cash use and replacement 
Employees 


* Security 
+ Promotion opportunities 
+ Salaries 


* Healthiness and safety of working conditions 
Taxpayers 


* Tax revenues 


+ Expenditures from public funds 
Neighbors (environmentalists, visitors, local inhabitants, competitors, etc.) 


+ Emissions or thermal discharges 

* Community disruption 

+ Employment opportunities 

* Rights-of-way and other intrusions 
* Flooding 


+ Measures of market power 


The list of attributes given above is not complete, and different attributes are important for different 
studies. Deciding on the planning objectives and the attributes for a given study is an important initial 
step in power system planning. 

Some attributes are measured using complex computer models. For others, approximate or ad hoc 
models may be adequate or may be the best that is available. The planner calculates how the options and 
the uncertainties (Fig. 13.23) affect the attributes. 

Standards or criteria are surrogates for some attributes that are difficult or impossible to compute. 


Planning Processes 


Setting Standards or Criteria 


Planning objectives often conflict. For example, maximizing reliability and minimizing environmental 
impacts generally conflict with minimizing costs. 

Since all attributes cannot be measured in dollars, achieving the right trade-off can be a difficult socio- 
technico-economic-institutional problem. Doing this every day would burden the planning process. 
Having standards avoids having to revisit such judgments continually. For instance, once it is decided 
that (say) 20% generation reserve provides adequate reliability at an acceptable cost, the planner accepts 
20% as a standard and designs to meet it. Testing whether a particular plan meets the reserve criterion 
is easy; the planner can concentrate on other issues. 
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Standards should be examined from time to time. If society becomes poorer or richer, its pocketbook 
may speak for lower or higher standards of service. Changes in technology may justify a change in 
standards — for instance, development of better scrubbers may make it reasonable to insist on reduced 
SO, or NOx emissions. Increased reliance on electricity may require more reliability: a proposal to shut 
off the power throughout the U.S. for one minute to salute Edison’s death was quashed. Had he died in 
1900 instead of 1931, it might have been practical. 


Assessment 


Forecasts and Projections 
Not all uncertainties create risk for every planning study. Those that do for a particular study are 
identified. Forecasts and projections are developed for these uncertainties. 


System State 
The state assessment begins with an evaluation of the technical and economic attributes of the present 
and future power system. Does it and will it satisfy established technical standards? Is it economical? 
Does it meet other objectives? 

Chapter 8 of this handbook, “Power System Analysis and Simulation,” describes the analytical tools 
available to planners. It also describes how these tools are used. The phenomena analyzed are described 
in Chapters 10 through 12. 


Generation Planning 


Chapter 2 of this handbook, “Electric Power Generation: Conventional Methods,” describes generation 
planning options and their characteristics. The generation planner does a preliminary selection from 
among them, recognizing any special features of his planning problem. 

Planners measure how the various options would alleviate deficiencies discovered in the assessment 
step. The effects of various options or combinations of options and the effects of uncertainties on other 
attributes are also measured. 

In particular, planners compute reserve margin or other measures of reliability. They simulate the 
operation of the system to measure operating cost and to determine if the operation is within acceptable 
ranges of other parameters. 


Transmission Planning 


Traditional transmission options and new technologies are described in Chapters 3, 4, 11, 14, and 15 of 
this handbook. Like the generation planner, the transmission planner makes a preliminary selection based 
on the needs and development pattern of his system. 

For instance, for technical and commercial reasons, a given system will use only a few distinct voltage 
classes. So a system whose existing transmission consists of 138-kV, 345-kV, and 765-kV equipment will 
rarely add new circuits at 230 kV or 400 kV, even though these may be popular elsewhere. 

Transmission planners then identify a set of specific options and measure how these options in various 
combinations, along with the important uncertainties, affect the attributes. Load flow, short circuit, and 
stability analyses are performed to determine if voltages and currents are within acceptable bounds under 
various system states, and if the system will remain stable for all contingencies. How often and how much 
the operation of the generation system will be constrained by transmission limitations is an important 
consideration. 


Least-Cost Planning 


Least-cost planning is also known as integrated resource planning or integrated demand/supply planning. 
It considers supply-side options (generally generation options) on a level playing field with demand-side 
options (generally conservation, indirect load shifting, or direct load control). These options include 
incentives to encourage utilities and consumers to change energy consumption patterns. 

As with generation planning and transmission planning, a preliminary selection weeds out options 
that are clearly not of interest in a particular area. 


© 2001 CRC Press LLC 


The least-cost planning process includes computing values of key attributes for various options and 
uncertainties. 


Making Choices 


A key question in generation, transmission, and least-cost planning is: How is one plan selected over 
another? A few distinctive approaches will be described. 


Minimize Revenue Requirements 
The planner selects the best option from the ratepayer’s perspective. He selects the plan that will minimize 
the ratepayer’s cost of electricity while satisfying reliability, environmental, and other criteria. 

The ratepayer’s cost — an attribute — is the revenue that the utility will have to collect to recover all 
operating and capital costs and to earn a commission-approved return on unrecovered investor capital: 


RR, (O,U)=FC,(0,U)+VC,(0,U) (13.2) 


RR,(O,U) = Revenue requirements in period i 

FC,(O,U) = Fixed costs in period i 

VC;(O,U) = Variable costs in period i 

O = A selection of the various options 

U = Realizations or values of the various uncertainties 


Fixed costs are independent of how much or how little a piece of equipment is used. Depreciation 
(recovery of investors’ capital), interest on debt, and profit (return on unrecovered capital) are typical 
fixed costs. 

Variable costs — fuel cost — for example, are related to how much a piece of equipment is used. These 
costs include all system costs, not just the cost of the individual option. For instance, old plants may run 
less when a new plant is built. The variable cost includes fuel cost for all plants. 

To apply this traditional method, the planner must know his company’s return rate, which is set by 
the regulator. In a closely related method, the market defines the cost of electricity and Eq. (13.2) is solved 
for the internal rate of return (IRR). The option selected is the one that maximizes the IRR, the investor’s 
profit. 


Cost-Benefit Analysis 
If the benefits exceed the costs, a project is worth doing. 

Typically, costs are incurred first, and benefits come later. A dollar of benefit later is not worth the 
same as a dollar of cost today. Present worth analysis is a way to compare dollars at different times. The 
basic equation is: 


p=s/(i+i)’ (13.3) 


In Eq. (13.3), P is the present worth or equivalent value today of an amount S, n years in the future, with 
i the discount rate or annual cost of capital. 

Cost-benefit analysis is also used to rank mutually exclusive projects — the one with the highest 
benefit/cost ratio wins. 


Multi-Objective Decision Analysis 


Utility Function Methods 
Table 13.6 compares two options for a new power plant in Utah (Keeney et al., 1981). Which choice is 
better? The attributes are combined in a utility function of the form: 


U(x) =k,Economics+k,Environment+ ... + k,Feasibility (13.4) 
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TABLE 13.6 Attributes: Nuclear Plant vs. Coal Plant 


Wellington Coal Plant | Green River Nuclear Plant 


Economics ($/MWh) 60.7 47.4 
Environment (corridor-miles) 532.6 500.8 
Public disbenefits ($ x 000,000) 15.0 22.6 
Tax revenues ($ x 000,000/year) 35 1.0 
Health lost (equivalent years) 446.7 6.3 
Public attitudes 0.33 -1.0 
Feasibility 60.0 37.0 


From Keeney, R. L. et al., Decision Framework for Technoloy Choice, Report EA-2153, 
Electric Power Research Institute, Palo Alto, CA, 1981. With permission. 
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FIGURE 13.24 Trade-off: cost vs. SO, emissions. 


In Eq. (13.4), x takes on one of two values, “coal” or “nuclear.” [The actual functional form for a 
particular study may be more complicated than Eq. (13.4).] The coefficients k, reflect the relative impor- 
tance of each attribute. These coefficients convert the different attributes to a common measure. The 
choice that minimizes the utility function wins. In this study, for the values of coefficients selected U(coal) 
was $131.4/MWh; U(nuclear) was $162.9/MWh. 

This approach has many variants. Uncertainties can be included, making U(x) a random variable. 
Work has been done to develop methods for determining the decision-maker’s values (the coefficients) 
and risk tolerance. 


Trade-Off Analysis 
Trade-off analysis measures each attribute in its natural units, without reducing them all to a common 
measure, and seeks reasonable compromises at points of saturation or diminishing return. A good com- 
promise will not necessarily optimize any of the attributes, but will come close to optimizing all of them. 
For example, Fig. 13.24 shows 22 plans examined in an energy strategy study. The plans in region A 
minimize SO, emissions, but are very costly. The plans in region B are cheap but have high emissions. 
The plans at the knee of the trade-off curve are at the point of diminishing returns for one attribute 
against the other. Significant reductions in emissions can be had at little cost by moving from B to the 
knee. Going beyond the knee toward A will not reduce SO, much more but will increase the cost 
significantly. The plans at the knee come close to minimizing both cost and emissions. 
Trade-off analysis can be done graphically for two-attribute problems. More than two attributes cannot 
be graphed easily but can be analyzed mathematically (Crousillat, 1993). 


Risk 
Risk is the hazard due to uncertainty. Risk is also associated with decisions. Without uncertainties and 
alternatives, there is no risk. 
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System planning, engineering, and operating procedures have evolved to reduce the risks of widespread 
or local service interruptions. Another section of this handbook describes methods for modeling and 
enhancing reliability. 

Not all risks are included in reliability analysis, however. Much talk about risk is directed to financial 
risks. Other important risks are not quantified in dollars. 

One measure of risk is robustness, the likelihood that a particular decision will not be regretted. Exposure 
is the possible loss (in terms of an attribute) under adverse realizations of uncertainties. Regret is the 
difference between the value of an attribute for a particular set of decisions and realizations of uncertainties, 
and the value of the attribute for optimized decisions with perfect foreknowledge of the uncertainties. 

Planners develop hedges, options that increase robustness or decrease exposure or regret. Building 
small generating units instead of large ones is an example; an insurance policy is another (De la Torre 
et al., 1999). 
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13.5 Power System Reliability 


Richard E. Brown 


The electric power industry began in the late 1800s as a component of the electric lighting industry. At 
this time, lighting was the only application for electricity, and homes had other methods of illumination 
if the electricity supply was interrupted. Electricity was essentially a luxury item and reliability was not 
an issue. 

As electricity became more common, new applications began to appear. Examples include electric 
motors, electric heating, irons, and phonographs. People began to grow accustomed to these new electric 
appliances, and their need for reliable electricity increased. This trend culminated with the invention of 
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the radio. No nonelectrical appliance could perform the same function as a radio. If a person wanted to 
listen to the airwaves, electricity was required. As radio sales exploded in the 1920s, people found that 
reliable electricity was a necessity. By the late 1930s, electricity was regarded as a basic utility (Philipson 
and Willis, 1999). 

As electric utilities expanded and increased their transmission voltage levels, they found that they 
could improve reliability by interconnecting their system to neighboring utilities. This allowed connected 
utilities to “borrow” electricity in case of an emergency. Unfortunately, a problem on one utility’s system 
could now cause problems to other utilities. This fact was made publicly evident on November 9, 1965. 
On this day, a major blackout left cities in the northeastern U.S. and parts of Ontario without power for 
several hours. Homes and businesses had become so dependent on electricity that this blackout was 
crippling. Action was needed to help prevent such occurrences from happening in the future. 


NERC Regions 


The North American Electric Reliability Council (NERC) was formed in 1968 as a response to the 1965 
blackout. By this time, reliability assessment was already a mature field and was being applied to many 
types of engineered systems (Billinton and Allan, 1988; Ramakumar, 1993). NERC’s mission is to promote 
the reliability of the North America’s bulk power system (generation and transmission). It reviews past 
events; monitors compliance with policies, standards, principles, and guides; and assesses future reliability 
for various growth and operational scenarios. NERC provides planning recommendations and operating 
guidelines, but has no formal authority over electric utilities. 

Since most of the transmission infrastructure in the U.S. and Canada is interconnected, bulk power 
reliability must look at systems larger than a single utility. The territory covered by NERC is far too large 
to study and manage as a whole, and is divided into ten regions. These NERC regions are: East Central 
Area Reliability Coordination Agreement (ECAR), Electric Reliability Council of Texas (ERCOT), Florida 
Reliability Coordinating Council (FRCC), Mid-Atlantic Area Council (MAAC), Mid-Atlantic Intercon- 
nected Network (MAIN), Mid-Continent Area Power Pool (MAPP), Northeast Power Coordinating 
Council (NPCC), Southeastern Electric Reliability Council (SERC), Southwest Power Pool (SPP), and 
the Western Systems Coordinating Council (WSCC). The geographic territories assigned to the ten NERC 
regions are shown in Fig. 13.25. 

Even though there are ten NERC regions, there are only four major transmission grids in the U.S. and 
Canada: the area associated with the Western Systems Coordinating Council, the area associated with 
the Electric Reliability Council of Texas, Quebec, and the Eastern United States. These are usually referred 
to as the Western Interconnection, the ERCOT Interconnection, the Quebec Interconnection, and the 
Eastern Interconnection. Each of these grids is highly interconnected within their boundaries, but only 
has weak connections to the other grids. The geographic territories associated with these four intercon- 
nections are shown in Fig. 13.25. 

NERC looks at two aspects of bulk power system reliability: system adequacy and system security. A 
system must have enough capacity to supply power to its customers (adequacy), and it must be able to 
continue supplying power to its customers if some unforeseen event disturbs the system (security). Each 
of these two aspects of reliability is further discussed below. 


System Adequacy Assessment 


System adequacy is defined as the ability of a system to supply all of the power demanded by its customers 
(Billinton and Allan, 1988). Three conditions must be met to ensure system adequacy. First, its available 
generation capacity must be greater than the demanded load plus system losses. Second, it must be able 
to transport this power to its customers without overloading any equipment. Third, it must serve its 
loads within acceptable voltage levels. 

System adequacy assessment is probabilistic in nature (Allan et al., 1994; Schilling et al., 1989). Each 
generator has a probability of being available, P,, a probability of being available with a reduced capacity, 
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TABLE 13.7. Generator State Probabilities 


Generator State 


Generator 1 Generator 2 Probability 
Available Available Pi Pag 
Available Reduced Py-Pas 
Available Unavailable Py, Pry 
Reduced Available Pr; Pay 
Reduced Reduced Pr; Pro 
Reduced Unavailable Pr, Puy 
Unavailable Available Py, Par 
Unavailable Reduced Pu, Pro 
Unavailable Unavailable Py, Py 


P,, and a probability of being unavailable, P,,. This allows the probability of all generator state combi- 
nations to be computed. A simple two-generator example is shown in Table 13.7. There are nine possible 
generator state combinations, and the probability of being in a particular combination is the product of 
the individual generator state probabilities. In general, if there are n generators and x possible states for 
each generator, the number of possible generator state combinations is: 


Generator State Combinations = x" (13.5) 


In addition to generator state combinations, loading behavior must be known. Information is found 
by looking at historical load bus demand in recent years. For the best accuracy, 8760 hour peak demand 
curves are used for each load bus. These correspond to hourly peak loads for a typical year. To reduce 
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computational and data requirements, it is usually acceptable to reduce each set of 8760-hour load curves 
to three weekly load curves (168 hours each). These correspond to typical weekly load patterns for winter 
conditions, spring/autumn conditions, and summer conditions. Weekly load curves can be scaled up or 
down to represent temperatures that are above or below normal. Sample weekly load curves for a winter 
peaking load bus are shown in Fig. 13.26. 

To perform an adequacy assessment, each generation state combination is compared with all hourly 
loading conditions. For each combination of generation and loading, a power flow is performed. If the 
available generation cannot supply the loads or if any constraints are violated, the system is inadequate 
and certain loads must be shed. After all generation/load combinations are examined, the adequacy 
assessment is complete. 

An adequacy assessment produces the following information for each load bus: (1) the combinations 
of generation and loading that result in load interruptions, and (2) the probability of being in each of 
these inadequate state combinations. From this information, it is simple to compute the expected number 
of interruptions for each load bus, the expected number of interruption minutes for each load bus, and 
the expected amount of unserved energy for each load bus. These load bus results can then be aggregated 
to produce the following system indices: 


+ LOLE (Loss of Load Expectation) — the expected number of hours per year that the system will 
have to shed load. 


* EENS (Expected Energy Not Served) — the expected number of megawatt hours per year that a 
system will not be able to supply. 


System adequacy assessment assumes that the transmission system is available. This may not always 
be the case. A classic example is the 1965 blackout, which was initiated by the unexpected loss of a 
transmission line. To address such events, system security assessment in required. 


System Security Assessment 


System security is defined as the ability of a power system to supply all of its loads in the event of one or 
more contingencies (a contingency is an unexpected event such as a system fault or a component outage). 
This is divided into two separate areas: static security assessment and dynamic security assessment. 
Static security assessment determines whether a power system is able to supply peak demand after one 
or more pieces of equipment (such as a line or a transformer) are disconnected. The system is tested by 
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removing a piece (or multiple pieces) of equipment from the normal power flow model, rerunning the 
power flow, and determining if all bus voltages are acceptable and all pieces of equipment are loaded 
below emergency ratings. If an unacceptable voltage or overload violation occurs, load must be shed for 
this condition and the system is insecure. If removing any single component will not result in the loss of 
load, the system is N-1 Secure. If removing any X arbitrary components will not result in the loss of load, 
the system is N-X Secure. N refers to the number of components on the system and X refers to the number 
of components that can be safely removed. 

Performing a static security assessment can be computationally intensive. For example, an N-2 assess- 
ment on a modest system with 5000 components (1500 buses, 500 transformers, and 3000 lines) will 
require more than 25 million power flows to be performed. For this reason, contingency ranking methods 
are often used. These methods rank each contingency based on its likelihood of resulting in load 
curtailment. Contingencies are examined in order of their contingency ranking, starting with the most 
severe. If a prespecified number of contingencies are tested and found to be secure, it is assumed that 
contingencies with less severe rankings are also secure and do not need to be examined. 

Static security assessment is based on steady state power flow solutions. For each contingency, it 
assumes that the system protection has properly operated and the system has reached a steady state. In 
fact, the power system may not actually reach a steady state after it has been disturbed. Checking whether 
a system will reach a steady state after a fault occurs is referred to as dynamic security assessment (also 
referred to as transient security assessment). 

When a fault occurs, the system is less able to transfer power from synchronous generators to syn- 
chronous motors. Since the instantaneous power input has not changed, generators will begin to speed 
up and motors will begin to slow down (analogous to the chain slipping while riding a bicycle). This 
increases the rotor angle difference between generators and motors. If this rotor angle exceeds a critical 
value, the system will become unstable and the machines will not be able to regain synchronism. After 
the protection system clears the fault, the rotor angle difference will still increase since the power transfer 
limits of the system are still less than the prefault condition. If the fault is cleared quickly enough, this 
additional increase will not cause the rotor angle difference to exceed the critical angle and the system 
will return to a synchronous state (ABB Power, 1997). 

An example of a transient stability test is shown in Fig. 13.27. This shows the rotor angle difference 
between a synchronous generator and a synchronous motor during a fault sequence. When the fault 
occurs, the rotor angle begins to increase. If the fault is not cleared, the rotor angle quickly exceeds the 
critical angle. If the fault is cleared at 0.3 sec, the rotor angle still increases beyond the critical value. The 
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system is dynamically stable for this fault if it is cleared in 0.2 sec. The rotor angle will still increase after 
the fault occurs, but will stabilize below the critical value. 

A dynamic security assessment will consist of many transient stability tests that span a broad range 
of loading conditions, fault locations, and fault types. To reduce the number of tests required, contingency 
rankings (similar to static security assessment) can be used. 


Probabilistic Security Assessment 


Although the “N-1 Criterion” remains popular, it has received much criticism since it treats unlikely 
events with the same importance as more frequent events. Using the N-1 Criterion, large amounts of 
money may be spent to reinforce a system against a very rare event. From a reliability perspective, this 
money might be better spent in other areas such as replacing old equipment, decreasing maintenance 
intervals, adding automation equipment, adding crews, and so on. To make such value judgments, both 
the impact of each contingency and its probability of occurrence must be considered (Endrenyi, 1978). 
This is referred to as probabilistic security assessment. To do this type of assessment, each piece of 
equipment needs at least two fundamental pieces of information: the failure rate of the equipment (usually 
denoted A, in failures per year), and the mean time to repair of the equipment (usually denoted MTTR, 
in hours). 

Performing a probabilistic security assessment is similar to a performing a standard static security 
assessment. First, contingencies are ranked and simulated using a power flow. If a contingency results in 
the loss of load, information about the number and size of interrupted loads, the frequency of the 
contingency, and the repair time of the contingency are recorded. This allows quantities such as EENS 
(Expected Energy Not Served) to be easily computed. If contingency i causes kW, amount of kilowatts 
to be interrupted, then EENS is equal to: 


EENS =) kWA,MTTR, (13.6) 


It is important to note that this is the EENS due to contingencies, and is separate from the EENS due 
to generation unavailability. It is also important to note that this formula assumes that A,;MTTR; is small 
when compared to one year. If this is not the case, a component will experience fewer failures per year 
than its failure rate and the equation must be adjusted accordingly. 


Distribution System Reliability 


The majority of customer reliability problems stem from distribution systems. For a typical residential 
customer with 90 min of interrupted power per year, between 70 and 80 minutes will be attributable to 
problems occurring on the distribution system that it is connected to (Billinton and Jonnavitihula, 1996). 
This is largely due to radial nature of most distribution systems, the large number of components involved, 
the sparsity of protection devices and sectionalizing switches, and the proximity of the distribution system 
to end-use customers. 

Since reliability means different things to different people, it is necessary to address the definition of 
“distribution system reliability” in more detail. In distribution systems, reliability primarily relates to 
equipment outages and customer interruptions: 


+ Outage — when a piece of equipment is deenergized. 
+ Momentary interruption — when a customer is deenergized for less than a few minutes. 


+ Sustained interruption — when a customer is deenergized for more than a few minutes. 


Customers do not, in the strictest sense, experience power outages. Customers experience power 
interruptions. If power is restored within a few minutes, it is considered a momentary interruption. If 
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not, it is considered a sustained interruption. The precise meaning of “a few minutes” varies from utility 
to utility, but is typically between 1 and 5 min. The IEEE defines a momentary interruption based on 
5 min. (Note: some references classify interruptions into four categories rather than two. Instantaneous 
interruptions last a few seconds, momentary interruptions last a few minutes, temporary interruptions 
last a few hours, and sustained interruptions last many hours.) 

On a historical note, momentary interruptions used to be considered a “power quality issue” rather 
than a “reliability issue.” It is now generally agreed that momentary interruptions are an aspect of 
reliability since (1) momentary interruptions can cause substantial problems to all types of customers, 
and (2) many trade-offs must be made between momentary interruptions and sustained interruptions 
during system planning, operation, and control. It can also be observed that customer voltage sags, 
typically considered a power quality issue, are slowly becoming a reliability issue for similar reasons. 

Distribution system reliability is not dependent solely upon component failure characteristics. It is 
also dependent upon how the system responds to component failures. To understand this, it is necessary 
to understand the sequence of events that occurs after a distribution system fault. 


Typical Sequence of Events after an Overhead Distribution Fault 


1. The fault causes high currents to flow from the source to the fault location. These high currents 
may result in voltage sags for certain customers. These sags can occur on all feeders that have a 
common coupling at the distribution substation. 

2. An instantaneous relay trips open the feeder circuit breaker at the substation. This causes the 
entire feeder to be deenergized. A pause allows the air around the fault to deionize, and then a 
reclosing relay will close the circuit breaker. If no fault current is detected, the fault has cleared 
itself and all customers on the feeder have experienced a momentary interruption. 

3. If the fault persists, time overcurrent protection devices are allowed to clear the fault. If the fault 
is on a fused lateral, the fuse will blow and customers on the lateral will be interrupted. If the 
feeder breaker trips again, the reclosing relay will repeat the reclosing process a preset number of 
times before locking out. After the feeder breaker locks out, all customers on the feeder will be 
interrupted. 

4. The electric utility will receive trouble calls from customers with interrupted power. It will dispatch 
a crew to locate the fault and isolate it by opening up surrounding sectionalizing switches. It may 
also attempt to reconfigure the distribution system in an attempt to restore power to as many 
customers as possible while the fault is being repaired. Fault isolation can be very fast if switches 
are motor operated and remotely controlled, but switching usually takes between 15 and 60 min. 

5. The crew repairs the faulted equipment and returns the distribution system to its normal operating 
state. 


As can be seen, a fault on the distribution system will impact many different customers in many different 
ways. In general, the same fault will result in voltage sags for some customers, momentary interruptions 
for other customers, and varying lengths of sustained interruptions for other customers, depending on 
how the system is switched and how long the fault takes to repair. 

Distribution system reliability assessment methods are able to predict distribution system reliability based 
on system configuration, system operation, and component reliability data (Brown et al., 1996). This 
ability is becoming increasingly important as the electric industry becomes more competitive, as regu- 
latory agencies begin to regulate reliability, and as customers begin to demand performance guarantees. 
The most common reliability assessment methods utilize the following process: (1) they simulate a 
system’s response to a contingency, (2) they compute the reliability impact that this contingency has on 
each customer, (3) the reliability impact is weighted by the probability of the contingency occurring, and 
(4) steps 1-3 are repeated for all contingencies. Since this process results in the reliability that each 
customer can expect, new designs can be compared, existing systems can be analyzed, and reliability 
improvement options can be explored. 
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Distribution Reliability Indices 


Utilities typically keep track of customer reliability by using reliability indices. These are average customer 
reliability values for a specific area. This area can be the utility’s entire service area, a particular geographic 
region, a substation service area, a feeder service area, and so on. The most commonly used reliability 
indices give each customer equal weight. This means that a large industrial customer and a small 
residential customer will each have an equal impact on computed indices. The most common of these 
customer reliability indices are: System Average Interruption Frequency Index (SAIFI), System Average 
Interruption Duration Index (SAIDI), Customer Average Interruption Duration Index (CAIDI), and 
Average System Availability Index (ASAI) (IEEE Working Group, 1998). Notice that these indices are 
redundant. If SAIFI and SAIDI are known, both CAIDI and ASAI can be calculated. Formulae for these 
indices are: 


Total Number of Customer Interruptions 


SAIFI = per year (13.7) 
Total Number of Customers Served 
Customer Interruption Durations 
SAIDI = hours per year (13.8) 
Total Number of Customers Served 
by Customer Interruption Durations SAIDI 
CAIDI = —= hours per interruption (13.9) 
Total Number of Customer Interruptions SAIFI 
ASAI = Customer Hours Service Availability _ 8760—SAIDI pera (13.10) 


Customer Hours Service Demand 8760 


Some less commonly used reliability indices are not based on the total number of customers served. 
The Customer Average Interruption Frequency Index (CAIFI) and the Customer Total Average Interrup- 
tion Duration Index (CTAIDI) are based upon the number of customers that have experienced one or 
more interruptions in the relevant year. The Average System Interruption Frequency Index (ASIFI) and 
the Average System Interruption Duration Index (ASIDI) are based upon the connected kVA of customers 
(these are sometimes referred to as load-based indices). Formulae for these indices are: 


CAIFI = Total Se as asad aid pete (13.11) 
Customers Experiencing 1 or more Interruptions 


y Customer Interruption Durations 


CTAIDI = — - hours per year (13.12) 
Customers Experiencing 1 or more Interruptions 
ted kVA Int ted 
ASIFI = owe — per year (13.13) 
Total Connected kVA Served 
ASIDI = Connected kVA Hours Interrupted ieee 3a8 


Total Connected kVA Served 
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As momentary interruptions become more important, it becomes necessary to keep track of indices 
related to momentary interruptions. Since the duration of momentary interruptions is of little conse- 
quence, a single frequency related index, the Momentary Average Interruption Frequency Index (MAIFI), 
is all that is needed. MAIFI, like SAIFI, weights each customer equally (there is currently no load-based 
index for momentary interruptions). The formula for MAIFI is: 


MAIFI = Total Number of Customer Momentary Interruptions 


per year (13.15) 
Total Number of Customers Served 


The precise application of MAIFI varies. This variation is best illustrated by an example. Assume that 
a customer experiences three recloser operations followed by a recloser lockout, all within a period of 
one minute. Some utilities would not count this event as a momentary interruption since the customer 
experiences a sustained interruption. Other utilities would count this event as three momentary inter- 
ruptions and one sustained interruption. Similarly, if a customer experiences three recloser operations 
within a period of one minute with power being restored after the last reclosure, some utilities would 
count the event as three momentary interruptions and other utilities would could the event as a single 
momentary interruption. 


Storms and Major Events 


When electric utilities compute reliability indices, they often exclude interruptions caused by “storms” 
and “major events.” The definition of a major event varies from utility to utility, but a typical example 
is when more than 10% of customers experience an interruption during the event. The event starts when 
the notification of the first interruption is received and ends when all customers are restored service. 

In nonstorm conditions, equipment failures are independent events — the failure of one device is 
completely independent of another device. In contrast, major events are characterized by common-mode 
failures. This means that a common cause is responsible for all equipment failures. The result is that 
many components tend to fail at the same time. This puts a strain on utility resources, which can only 
handle a certain number of concurrent failures (Brown et al., 1997). The most common causes of major 
events are wind storms, ice storms, and heat waves. 

Wind storms refer to linear winds that blow down trees and utility poles. The severity of wind storms 
is dependent upon sustained wind speed, gust speed, wind direction, and the length of the storm. Severity 
is also sensitive to vegetation management and the time elapsed since the last wind storm. Since a wind 
storm will tend to blow over all of the weak trees, a similar storm occurring a few months later may have 
little impact. A U.S. map showing wind speeds for the worst expected storm in 50 years is shown in 
Fig. 13.28. 

Ice storms refer to ice buildup on conductors. This has four major effects: (1) it places a heavy physical 
load on the conductors and support structures, (2) it increases the cross-sectional area that is exposed 
to the wind, (3) ice can break off and cause a conductor to jump into the phase wires located above it, 
and (4) galloping. Galloping occurs when ice buildup assumes a teardrop shape and acts as an airfoil. 
During high winds, this can cause conductors to swing wildly and with great force. Ice can also cause 
problems by accumulating in trees, causing limbs to break off, and causing entire trunks to fall over into 
power lines. 

Heat waves are extended periods of exceedingly hot weather. This hot weather causes electricity demand 
to skyrocket due to air-conditioning loads. At the same time, conductors cannot carry as much electricity 
since they cannot transfer heat as effectively to their surroundings. This combination of heavy loading 
and conductor de-rating can cause overhead wires to become overloaded and sag to dangerous levels. 
Overloaded cables will cause insulation to lose life. In a worst-case scenario, the maximum power transfer 
capabilities of the system can be approached, resulting in a voltage collapse condition. Humidity exac- 
erbates the impact of heat waves since it causes air conditioners to consume more energy. 
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FIGURE 13.28 50-year wind storm (sustained wind speed in mi/hr). 


Component Reliability Data 


For a reliability model to be accurate, component reliability data must be representative of the system 
being modeled. Utilities recognize this and are increasing their efforts to keep track of component failure 
rates, failure modes, repair times, switching times, and other important reliability parameters. Unfortu- 
nately, reliability statistics vary widely from utility to utility and from country to country. The range of 
equipment reliability data that can be found in published literature is shown in Table 13.8. 


TABLE 13.8 Equipment Reliability Data 


Component Failure Rate (per year) ©MTTR (hours) 


Substation Equipment 


Power transformers 0.015-0.07 15-480 
Circuit breakers 0.003-0.02 6-80 
Disconnect switches 0.004—0.16 1.5-12 
Air insulated buswork 0.002—0.04 2-13 


Overhead Equipment 


Transmission lines* 0.003-0.140 4-280 
Distribution lines* 0.030-0.180 4-110 
Switches/fused cutouts 0.004—0.014 1-4 
Pole mounted transformer 0.001—0.004 3-8 


Underground Equipment 


Cable* 0.005-0.04 3-30 
Padmount switches 0.001-0.01 1-5 
Padmount transformers 0.002—0.003 2-6 
Cable terminations/joints 0.0001—0.002 2-4 


* Failure rates for lines and cable are per mile. 
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Because component reliability is very system specific, it is beneficial to calibrate reliability models to 
historical reliability indices. In this process, component reliability parameters are adjusted until historical 
reliability indices match computed reliability indices (Brown et al., 1998). The amount that each param- 
eter is adjusted should depend on the confidence of the original value and the sensitivity of the reliability 
indices to changes in this value. To illustrate, consider an overhead distribution system. A reliability 
model of this system is created using component reliability data from published literature. Unfortunately, 
the reliability indices that the model produces do not agree with the historical performance of the system 
over the past few years. To fix this, the failure rate and repair times of overhead lines (along with other 
component parameters) can be adjusted until predicted reliability matches historical reliability. 


Utility Reliability Problems 


To gain a broader understanding of power system reliability, it is necessary to understand the root causes 
of system faults and system failures. A description of major failure modes is now provided. 


Underground Cable 


A major reliability concern pertaining to underground cables is electrochemical treeing. Treeing occurs 
when moisture penetration in the presence of an electric field reduces the dielectric strength of cable 
insulation. When the dielectric strength is degraded sufficiently, transients caused by lightning or switch- 
ing can result in dielectric breakdown. Electrochemical treeing usually affects extruded dielectric cable 
such as cross-linked polyethylene (XLPE) and ethylene-propylene rubber (EPR), and is largely attributed 
to insulation impurities and bad manufacturing. To reduce failures related to electrochemical treeing, a 
utility can install surge protection on riser poles (transitions from overhead to underground), can 
purchase tree-retardant cable, and can test cable reels before accepting them from the manufacturer. 

Existing cable can be tested and replaced if problems are found. One way to do this is to apply a DC 
voltage withstand test (approximately 3 times nominal RMS voltage). Since cables will either pass or not 
pass this test, information about the state of cable deterioration cannot be determined. Another popular 
method for cable testing is to inject a small signal into one end and check for reflections that will occur 
at partial discharge points. Other methods are measuring the power factor over a range of frequencies 
(dielectric spectroscopy), analyzing physical insulation samples in a lab for polymeric breakdown (degree 
of polymerization), and using cable indentors to test the hardness of the insulation. 

Not all underground cable system failures are due to cable insulation. A substantial percentage occurs 
at splices, terminations, and joints. Major causes are due to water ingress and poor workmanship. Heat 
shrink covers can be used to waterproof these junctions and improve reliability. 

The last major reliability concern for underground cable is dig-ins. This is when excavation equipment 
cuts through one or more cables. To prevent dig-ins, utilities should encourage the public to have cable 
routes identified before initiating site excavation. In extreme cases where high reliability is required, 
utilities can place cable in concrete-encased duct banks. 


Transformer Failures 


Transformers are critical links in power systems, and can take a long time to replace if they fail. Through- 
faults cause extreme physical stress on transformer windings, and are the major cause of transformer 
failures. Overloads rarely result in transformer failures, but do cause thermal aging of winding insulation. 

When a transformer becomes hot, the insulation on the windings slowly breaks down and becomes 
brittle over time. The rate of thermal breakdown approximately doubles for every 10°C. 10°C is referred 
to as the “Montsinger Factor” and is a rule of thumb describing the Arrhenius theory of electrolytic 
dissociation. Because of this exponential relationship, transformer overloads can result in rapid trans- 
former aging. When thermal aging has caused insulation to become sufficiently brittle, the next fault 
current that passes through the transformer will mechanically shake the windings, a crack will form in 
the insulation, and an internal transformer fault will result. 

Extreme hot-spot temperatures in liquid-filled transformers can also result in failure. This is because 
the hot spot can cause free bubbles that reduce the dielectric strength of the liquid. Even if free bubbles 
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FIGURE 13.29 Number of thunderstorm days per year. 


are not formed, high temperatures will increase internal tank pressure and may result in overflow or tank 
rupture. 

Many transformers are fitted with load tap changers (LTCs) for voltage regulation. These mechanically 
moving devices have historically been prone to failure and can substantially reduce the reliability of a 
transformer (Willis, 1997). Manufacturers have addressed this problem and new LTC models using 
vacuum technology have succeeded in reducing failure rates. 

Lightning 

A lightning strike occurs when the voltage generated between a cloud and the ground exceeds the dielectric 
strength of the air. This results in a massive current stroke that usually exceeds 30,000 amps. To make 
matters worse, most strokes consist of multiple discharges within a fraction of a second. Lightning is the 
major reliability concern for utilities located in high keraunic areas (Burke, 1994). An isokeraunic map 
for the U.S. is shown in Fig. 13.29. 

Lightning can affect power systems through direct strikes (the stroke contacts the power system) or 
through indirect strikes (the stroke contacts something in close proximity and induces a traveling voltage 
wave on the power system). Lightning can be protected against by having a high system BIL, by using 
shield wires, by using surge arrestors to clamp voltages across equipment, and by having a low impedance 
ground. Direct strikes are virtually impossible to protect against on a distribution system. 


Tree Contact 


Trees continuously grow, can fall over onto conductors, can drop branches onto conductors, can push 
conductors together, and can serve as gateway for animals. This is why many utilities spend more on tree 
trimming than on any other preventative maintenance activity. 

When a tree branch bridges two conductors, a fault does not occur immediately. This is because a moist 
tree branch has a substantial resistance. A small current begins to flow and starts to dry out the wood fibers. 
After several minutes, the cellulose will carbonize, resistance will be greatly reduced, and a short circuit will 
occur. Branches brushing against a single phase conductor typically do not result in system faults. 

Faults due to tree contact can be reduced by using tree wire. This is overhead wire with an insulated 
jacket similar to cable. Tree wire can be effective, but faults tend to result in conductor burndown since 
they will not motor (move themselves along the conductor) like faults on bare conductor. 
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Birds 


Birds are the most common cause of animal faults on both transmission systems and air insulated 
substations. Different types of birds cause different types of problems, but they can generally be classified 
as nesting birds, roosting birds, raptors, and woodpeckers. 

Nesting birds commonly build their homes on transmission towers and in substations. Nesting mate- 
rials can cause faults, and bird excrement can contaminate insulators. Nesting birds also attract predators 
such as raccoons, snakes, and cats. These predators can be a worse reliability problem than the birds 
themselves. 

Roosting birds use electrical equipment to rest on or to search for prey. They can be electrocuted by 
bridging conductors with their wings, and their excrement can contaminate insulators. To prevent birds 
from roosting, anti-roosting devices can be placed on attractive sites. For locations that cater to thousands 
of roosting birds, more extreme deterrent methods such as pyrotechnics can be used. 

Raptors are birds of prey such as eagles, hawks, ospreys, owls, and vultures. Reliability problems are 
similar to other roosting and nesting birds, but special consideration may be required since most raptors 
are protected by the federal government. 

Woodpeckers peck holes in wood with their beaks as they search for insects. This does not harm trees 
(the bark regenerates), but can cause devastating damage to utility poles. This can be prevented by using 
steel poles, by using repellent, or by tricking a woodpecker into believing that there is already a resident 
woodpecker (woodpeckers are quite territorial). 


Squirrels 


Squirrels are a reliability concern for all overhead distribution systems near wooded areas. Squirrels will 
not typically climb utility poles, but will leap onto them from nearby trees. They cause faults by bridging 
grounded equipment with phase conductors. Squirrel problems can be mitigated by cutting down nearby 
access trees or by installing animal guards on insulators. 


Snakes 


Snakes are major reliability concerns in both substations and underground systems. They can squeeze 
through very small openings, can climb almost anything, and have the length to easily span phase 
conductors. Snakes are usually searching for food (birds in substations and mice in underground systems), 
and removing the food supply can often remove the snake problem. Special “snake fences” are also 
available. 


Insects 


It is becoming more common for fire ants to build nests in pad mounted equipment. Their nesting 
materials can cause short circuits, the ants can eat away at conductor insulation, and they make equipment 
maintenance a challenge. 


Bears, Bison, and Cattle 


These large animals do not typically cause short circuits, but degrade the structural integrity of poles by 
rubbing on guy wires. Bears can also destroy wooden poles by using them as scratching posts, and black 
bears can climb wooden utility poles. These problems can be addressed by placing fences around poles 
and guy wire anchors. 


Mice, Rats, and Gophers 


These rodents cause faults by gnawing through the insulation of underground cable. They are the most 
common cause of animal-related outages on underground equipment. To make matters worse, they will 
attract snakes (also a reliability problem). Equipment cabinets should be tightly sealed to prevent these 
small animals from entering. Ultrasonic devices can also be used to keep rodents away (ultrasonic devices 
will not keep snakes away). 
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Customer Cost ($/kW) 


Durétion of Interruption (hours) 


FIGURE 13.30 Typical U.S. customer interruption costs (1999 dollars). 


Vandalism 


Vandalism can take many different forms, from people shooting insulators with rifles to professional 
thieves stealing conductor wire for scrap metal. Addressing these reliability problems will vary greatly 
from situation to situation. 


Reliability Economics 


When a power interruption occurs, both the utility and the interrupted customers are inconvenienced. 
The utility must spend money to fix the problem, will lose energy sales during the interruption, and may 
be sued by disgruntled customers. From the customer perspective, batch processes may be ruined, 
electronic devices may crash, production may by lost, retail sales may be lost, and inventory (such as 
refrigerated food) may be ruined. 

When a customer experiences an interruption, there is an amount of money that it would be willing 
to pay to have avoided the interruption. This amount is referred to as the customer’s incurred cost of 
poor reliability, and consists of a base cost plus a time dependent cost. The base cost is the same for all 
interruptions, relates to electronic equipment shutdown and interrupted processes, and is equivalent to 
the cost of a momentary interruption. The time dependent cost relates to lost production and extended 
inconvenience, and reflects that customers would prefer interruptions to be shorter rather than longer. 

The customer cost of an interruption varies widely from customer to customer and from country to 
country. Other important factors include the time of year, the day of the week, the time of day, and 
whether advanced warning is provided. Specific results are well documented by a host of customer surveys 
(Billinton et al., 1983; Tollefson et al., 1991; Tollefson et al., 1994; IEEE Std. 493-1990). For planning 
purposes, it is useful to aggregate these results into a few basic customer classes: commercial, industrial, 
and residential. Since larger customers will have a higher cost of reliability, results are normalized to the 
peak kW load of each customer. Reliability cost curves for typical U.S. customers are shown in Fig. 13.30. 

Average customer cost curves tend to be linear and can be modeled as an initial cost plus a first order, 
time dependent cost. Specific customer cost curves may be extremely nonlinear. For example, a meat 
packing warehouse depending upon refrigeration may be unaffected by interruptions lasting many hours. 
At a certain point, the meat will begin to spoil and severe economic losses will quickly occur. After the 
meat spoils, additional interruption time will harm this particular customer much more. 


Annual Variations in Reliability 


Power system reliability varies from year to year. In a lucky year, a system may have a SAIDI of 30 min. 
The next year, this exact same system may experience a SAIDI of 8 h. This type of variation is inevitable 
and must be considered when comparing reliability indices. It is also important to note that the variance 
of reliability indices will tend to be less for areas serving more customers. Individual customer reliability 
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will tend to be the most volatile, followed by feeder reliability, substation reliability, regional reliability, 
and so forth. 

The importance of annual reliability variance will grow as utilities become subject to performance- 
based rates and as customer reliability guarantees become more common. These types of contracts expose 
utilities to new risks that must be understood and managed. Since performance-based contracts penalize 
and reward utilities based on reliability, annual variations must be understood for fair contracts to be 
negotiated and managed. 

Contractual issues concerning service reliability are becoming important as the electric industry 
becomes more competitive. Customers can choose between suppliers, and realize that there is a trade- 
off between reliability and rates. Some customers will demand poor reliability at low rates, and other 
customers will demand high reliability at premium rates. To address the wide variation in customer 
needs, utilities can no longer be suppliers of energy alone, but must become suppliers of both energy 
and reliability. Power system reliability is now a bona fide commodity with explicit value for utilities to 
supply and explicit value that customers demand. 
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14.1 Power Semiconductor Devices 


Kaushik Rajashekara 


The modern age of power electronics began with the introduction of thyristors in the late 1950s. Now there 
are several types of power devices available for high-power and high-frequency applications. The most 
notable power devices are gate turn-off thyristors, power Darlington transistors, power MOSFETs, and 
insulated-gate bipolar transistors (IGBTs). Power semiconductor devices are the most important functional 
elements in all power conversion applications. The power devices are mainly used as switches to convert 
power from one form to another. They are used in motor control systems, uninterrupted power supplies, 
high-voltage DC transmission, power supplies, induction heating, and in many other power conversion 
applications. A review of the basic characteristics of these power devices is presented in this section. 


Thyristor and Triac 


The thyristor, also called a silicon-controlled rectifier (SCR), is basically a four-layer three-junction pnpn 
device. It has three terminals: anode, cathode, and gate. The device is turned on by applying a short pulse 
across the gate and cathode. Once the device turns on, the gate loses its control to turn off the device. 
The turn-off is achieved by applying a reverse voltage across the anode and cathode. The thyristor symbol 
and its volt-ampere characteristics are shown in Fig. 14.1. There are basically two classifications of 
thyristors: converter grade and inverter grade. The difference between a converter-grade and an inverter- 
grade thyristor is the low turn-off time (on the order of a few microseconds) for the latter. The converter- 
grade thyristors are slow type and are used in natural commutation (or phase-controlled) applications. 
Inverter-grade thyristors are used in forced commutation applications such as DC-DC choppers and 
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FIGURE 14.1 (a) Thyristor symbol and (b) volt-ampere characteristics. (Source: B.K. Bose, Modern Power Electron- 
ics: Evaluation, Technology, and Applications, p. 5. © 1992 IEEE.) 


DC-AC inverters. The inverter-grade thyristors are turned off by forcing the current to zero using an 
external commutation circuit. This requires additional commutating components, thus resulting in 
additional losses in the inverter. 

Thyristors are highly rugged devices in terms of transient currents, di/dt, and dv/dt capability. The 
forward voltage drop in thyristors is about 1.5 to 2 V, and even at higher currents of the order of 1000 
A, it seldom exceeds 3 V. While the forward voltage determines the on-state power loss of the device at 
any given current, the switching power loss becomes a dominating factor affecting the device junction 
temperature at high operating frequencies. Because of this, the maximum switching frequencies possible 
using thyristors are limited in comparison with other power devices considered in this section. 

Thyristors have I?t withstand capability and can be protected by fuses. The nonrepetitive surge current 
capability for thyristors is about 10 times their rated root mean square (rms) current. They must be protected 
by snubber networks for dv/dt and di/dt effects. If the specified dv/dt is exceeded, thyristors may start 
conducting without applying a gate pulse. In DC-to-AC conversion applications, it is necessary to use an 
antiparallel diode of similar rating across each main thyristor. Thyristors are available up to 6000 V, 3500 A. 

A triac is functionally a pair of converter-grade thyristors connected in antiparallel. The triac symbol 
and volt-ampere characteristics are shown in Fig. 14.2. Because of the integration, the triac has poor 
reapplied dv/dt, poor gate current sensitivity at turn-on, and longer turn-off time. Triacs are mainly used 
in phase control applications such as in AC regulators for lighting and fan control and in solid-state AC relays. 


Gate Turn-Off Thyristor (GTO) 


The GTO is a power switching device that can be turned on by a short pulse of gate current and turned 
off by a reverse gate pulse. This reverse gate current amplitude is dependent on the anode current to be 
turned off. Hence there is no need for an external commutation circuit to turn it off. Because turn-off 
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FIGURE 14.2 (a) Triac symbol and (b) volt-ampere characteristics. (Source: B.K. Bose, Modern Power Electronics: 
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FIGURE 14.3 (a) GTO symbol and (b) turn-off characteristics. (Source: B.K. Bose, Modern Power Electronics: 
Evaluation, Technology, and Applications, p. 5. © 1992 IEEE.) 


is provided by bypassing carriers directly to the gate circuit, its turn-off time is short, thus giving it more 
capability for high-frequency operation than thyristors. The GTO symbol and turn-off characteristics 
are shown in Fig. 14.3. 

GTOs have the /?t withstand capability and hence can be protected by semiconductor fuses. For reliable 
operation of GTOs, the critical aspects are proper design of the gate turn-off circuit and the snubber 
circuit. A GTO has a poor turn-off current gain of the order of 4 to 5. For example, a 2000-A peak current 
GTO may require as high as 500 A of reverse gate current. Also, a GTO has the tendency to latch at 
temperatures above 125°C. GTOs are available up to about 4500 V, 2500 A. 
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Reverse-Conducting Thyristor (RCT) and Asymmetrical Silicon-Controlled 
Rectifier (ASCR) 


Normally in inverter applications, a diode in antiparallel is connected to the thyristor for commuta- 
tion/freewheeling purposes. In RCTs, the diode is integrated with a fast switching thyristor in a single 
silicon chip. Thus, the number of power devices could be reduced. This integration brings forth a 
substantial improvement of the static and dynamic characteristics as well as its overall circuit performance. 

The RCTs are designed mainly for specific applications such as traction drives. The antiparallel diode 
limits the reverse voltage across the thyristor to 1 to 2 V. Also, because of the reverse recovery behavior of 
the diodes, the thyristor may see very high reapplied dv/dt when the diode recovers from its reverse voltage. 
This necessitates use of large RC snubber networks to suppress voltage transients. As the range of appli- 
cation of thyristors and diodes extends into higher frequencies, their reverse recovery charge becomes 
increasingly important. High reverse recovery charge results in high power dissipation during switching. 

The ASCR has similar forward blocking capability to an inverter-grade thyristor, but it has a limited 
reverse blocking (about 20-30 V) capability. It has an on-state voltage drop of about 25% less than an 
inverter-grade thyristor of a similar rating. The ASCR features a fast turn-off time; thus it can work at 
a higher frequency than an SCR. Since the turn-off time is down by a factor of nearly 2, the size of the 
commutating components can be halved. Because of this, the switching losses will also be low. 

Gate-assisted turn-off techniques are used to even further reduce the turn-off time of an ASCR. The 
application of a negative voltage to the gate during turn-off helps to evacuate stored charge in the device 
and aids the recovery mechanisms. This will, in effect, reduce the turn-off time by a factor of up to 2 
over the conventional device. 


Power Transistor 


Power transistors are used in applications ranging from a few to several hundred kilowatts and switching 
frequencies up to about 10 kHz. Power transistors used in power conversion applications are generally 
npn type. The power transistor is turned on by supplying sufficient base current, and this base drive has 
to be maintained throughout its conduction period. It is turned off by removing the base drive and 
making the base voltage slightly negative (within —Vp:,,,,)). The saturation voltage of the device is 
normally 0.5 to 2.5 V and increases as the current increases. Hence, the on-state losses increase more 
than proportionately with current. The transistor off-state losses are much lower than the on-state losses 
because the leakage current of the device is of the order of a few milliamperes. Because of relatively larger 
switching times, the switching loss significantly increases with switching frequency. Power transistors can 
block only forward voltages. The reverse peak voltage rating of these devices is as low as 5 to 10 V. 

Power transistors do not have [’t withstand capability. 
In other words, they can absorb only very little energy 
before breakdown. Therefore, they cannot be protected by 
semiconductor fuses, and thus an electronic protection 
method has to be used. 

To eliminate high base current requirements, Darling- 
ton configurations are commonly used. They are available 
in monolithic or in isolated packages. The basic Darlington 
configuration is shown schematically in Fig. 14.4. The Dar- 
lington configuration presents a specific advantage in that 
it can considerably increase the current switched by the 
transistor for a given base drive. The Voy.) for the Dar- 
lington is generally more than that of a single transistor of 
similar rating with corresponding increase in on-state FIGURE14.4 A two-stage Darlington transis- 
power loss. During switching, the reverse-biased collector tor with bypass diode. (Source: B.K. Bose, Mod- 
junction may show hot-spot breakdown effects that are ern Power Electronics: Evaluation, Technology, 
specified by reverse-bias safe operating area (RBSOA) and = 4”"d Applications, p. 6. © 1992 IEEE.) 
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forward-bias safe operating area (FBSOA). Modern devices with highly interdigited emitter base geometry 
force more uniform current distribution and therefore considerably improve secondary breakdown effects. 
Normally, a well-designed switching aid network constrains the device operation well within the SOAs. 


Power MOSFET 


Power MOSFETs are marketed by different manufacturers with differences in internal geometry and with 
different names such as MegaMOS, HEXFET, SIPMOS, and TMOS. They have unique features that make 
them potentially attractive for switching applications. They are essentially voltage-driven rather than 
current-driven devices, unlike bipolar transistors. 

The gate of a MOSFET is isolated electrically from the source by a layer of silicon oxide. The gate 
draws only a minute leakage current on the order of nanoamperes. Hence, the gate drive circuit is simple 
and power loss in the gate control circuit is practically negligible. Although in steady state the gate draws 
virtually no current, this is not so under transient conditions. The gate-to-source and gate-to-drain 
capacitances have to be charged and discharged appropriately to obtain the desired switching speed, and 
the drive circuit must have a sufficiently low output impedance to supply the required charging and 
discharging currents. The circuit symbol of a power MOSFET is shown in Fig. 14.5. 

Power MOSFETs are majority carrier devices, and 
there is no minority carrier storage time. Hence, they Drain 
have exceptionally fast rise and fall times. They are 
essentially resistive devices when turned on, while 
bipolar transistors present a more or less constant 
Vorisat) OVer the normal operating range. Power dissi- 
pation in MOSFETs is Id@Rpgo,), and in bipolars it is 
I Vex,sat: At low currents, therefore, a power MOSFET Gate 
may have a lower conduction loss than a comparable 
bipolar device, but at higher currents, the conduction 
loss will exceed that of bipolars. Also, the Rpg 
increases with temperature. 

An important feature of a power MOSFET is the 
absence of a secondary breakdown effect, which is 
present in a bipolar transistor, and as a result, it has an 
extremely rugged switching performance. In MOS- — pyGuRE 14.5 Power MOSFET circuit symbol. 
FETS, Rps(on) increases with temperature, and thus the (Source: B.K. Bose, Modern Power Electronics: 
current is automatically diverted away from the hot Evaluation, Technology, and Applications, p. 7. 
spot. The drain body junction appears as an antiparallel © 1992 IEEE.) 
diode between source and drain. Thus, power MOS- 

FETs will not support voltage in the reverse direction. Although this inverse diode is relatively fast, it is 
slow by comparison with the MOSFET. Recent devices have the diode recovery time as low as 100 ns. 
Since MOSFETs cannot be protected by fuses, an electronic protection technique has to be used. 

With the advancement in MOS technology, ruggedized MOSFETs are replacing the conventional 
MOSFETs. The need to ruggedize power MOSFETs is related to device reliability. If a MOSFET is operating 
within its specification range at all times, its chances for failing catastrophically are minimal. However, 
if its absolute maximum rating is exceeded, failure probability increases dramatically. Under actual 
operating conditions, a MOSFET may be subjected to transients — either externally from the power bus 
supplying the circuit or from the circuit itself due, for example, to inductive kicks going beyond the 
absolute maximum ratings. Such conditions are likely in almost every application, and in most cases are 
beyond a designer’s control. Rugged devices are made to be more tolerant for over-voltage transients. 
Ruggedness is the ability of a MOSFET to operate in an environment of dynamic electrical stresses, 
without activating any of the parasitic bipolar junction transistors. The rugged device can withstand 
higher levels of diode recovery dv/dt and static dv/dt. 


on) 
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Insulated-Gate Bipolar Transistor (IGBT) 


The IGBT has the high input impedance and high-speed characteristics of a MOSFET with the conduc- 
tivity characteristic (low saturation voltage) of a bipolar transistor. The IGBT is turned on by applying 
a positive voltage between the gate and emitter and, as in the MOSFET, it is turned off by making the 
gate signal zero or slightly negative. The IGBT has a much lower voltage drop than a MOSFET of similar 
ratings. The structure of an IGBT is more like a thyristor and MOSFET. For a given IGBT, there is a 
critical value of collector current that will cause a large enough voltage drop to activate the thyristor. 
Hence, the device manufacturer specifies the peak allowable collector current that can flow without latch- 
up occurring. There is also a corresponding gate source voltage that permits this current to flow that 
should not be exceeded. 

Like the power MOSFET, the IGBT does not exhibit the secondary breakdown phenomenon common 
to bipolar transistors. However, care should be taken not to exceed the maximum power dissipation and 
specified maximum junction temperature of the device under all conditions for guaranteed reliable 
operation. The on-state voltage of the IGBT is heavily dependent on the gate voltage. To obtain a low 
on-state voltage, a sufficiently high gate voltage must be applied. 

In general, IGBTs can be classified as punch- 
through (PT) and nonpunch-through (NPT) 
structures, as shown in Fig. 14.6. In the PT 
IGBT, an N* buffer layer is normally introduced 
between the P* substrate and the N- epitaxial 
layer, so that the whole N~ drift region is 
depleted when the device is blocking the off- 
state voltage, and the electrical field shape 
inside the N- drift region is close to a rectangu- 
lar shape. Because a shorter N~ region can be pt 
used in the punch-through IGBT, a better 
trade-off between the forward voltage drop and ° ) 

COLLECTOR COLLECTOR 
turn-off time can be achieved. PT IGBTs are a) b) 
available up to about 1200 V. 

High voltage IGBTs are realized through a 
nonpunch-through process. The devices are 
built on an N- wafer substrate which serves as 
the N- base drift region. Experimental NPT 
IGBTs of up to about 4 KV have been reported 
in the literature. NPT IGBTs are more robust 
than PT IGBTs, particularly under short circuit 
conditions. But NPT IGBTs have a higher 
forward voltage drop than the PT IGBTs. 

The PT IGBTs cannot be as easily paralleled 
as MOSFETs. The factors that inhibit current FIGURE 14.6 (a) Nonpunch-through IGBT, (b) punch- 
sharing of parallel-connected IGBTs are (1) on- through IGBT, (c) IGBT equivalent circuit. 
state current unbalance, caused by V.,(sat) dis- 
tribution and main circuit wiring resistance distribution, and (2) current unbalance at turn-on and turn- 
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off, caused by the switching time difference of the parallel connected devices and circuit wiring inductance 
distribution. The NPT IGBTs can be paralleled because of their positive temperature coefficient property. 


MOS-Controlled Thyristor (MCT) 


The MCT is a new type of power semiconductor device that combines the capabilities of thyristor voltage 
and current with MOS gated turn-on and turn-off. It is a high power, high frequency, low conduction 
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FIGURE 14.8 Current and future power semiconductor 
devices development direction. (Source: A.Q. Huang, 
FIGURE 14.7 (Source: Harris Semiconductor, User’s Recent Developments of Power Semiconductor Devices, 
Guide of MOS Controlled Thyristor. With permission.) VPEC Seminar Proceedings, pp. 1-9. With permission.) 


drop and a rugged device, which is more likely to be used in the future for medium and high power 
applications. A cross-sectional structure of a p-type MCT with its circuit schematic is shown in Fig. 14.7. 
The MCT has a thyristor type structure with three junctions and PNPN layers between the anode and 
cathode. In a practical MCT, about 100,000 cells similar to the one shown are paralleled to achieve the 
desired current rating. MCT is turned on by a negative voltage pulse at the gate with respect to the anode, 
and is turned off by a positive voltage pulse. 

The MCT was announced by the General Electric R & D Center on November 30, 1988. Harris 
Semiconductor Corporation has developed two generations of p-MCTs. Gen-1 p-MCTs are available at 
65 A/1000 V and 75A/600 V with peak controllable current of 120 A. Gen-2 p-MCTs are being developed 
at similar current and voltage ratings, with much improved turn-on capability and switching speed. The 
reason for developing a p-MCT is the fact that the current density that can be turned off is 2 or 3 times 
higher than that of an n-MCT; but n-MCTs are the ones needed for many practical applications. Harris 
Semiconductor Corporation is in the process of developing n-MCTs, which are expected to be commer- 
cially available during the next one to two years. 

The advantage of an MCT over IGBT is its low forward voltage drop. N-type MCTs will be expected 
to have a similar forward voltage drop, but with an improved reverse bias safe operating area and switching 
speed. MCTs have relatively low switching times and storage time. The MCT is capable of high current 
densities and blocking voltages in both directions. Since the power gain of an MCT is extremely high, it 
could be driven directly from logic gates. An MCT has high di/dt (of the order of 2500 A/us) and high 
dv/dt (of the order of 20,000 V/s) capability. 

The MCT, because of its superior characteristics, shows a tremendous possibility for applications such 
as motor drives, uninterrupted power supplies, static VAR compensators, and high power active power 
line conditioners. 

The current and future power semiconductor devices developmental direction is shown in Fig. 14.8. 
High-temperature operation capability and low forward voltage drop operation can be obtained if silicon 
is replaced by silicon carbide material for producing power devices. The silicon carbide has a higher band 
gap than silicon. Hence, higher breakdown voltage devices could be developed. Silicon carbide devices 
have excellent switching characteristics and stable blocking voltages at higher temperatures. But the silicon 
carbide devices are still in the very early stages of development. 
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14.2 Uncontrolled and Controlled Rectifiers 


Mahesh M. Swamy 


Rectifiers are electronic circuits that convert bidirectional voltage to unidirectional voltage. This process 
can be accomplished either by mechanical means like in the case of DC machines employing commutators 
or by static means employing semiconductor devices. Static rectification is more efficient and reliable 
compared to rotating commutators. This section covers rectification of electric power for industrial and 
commercial use. In other words, we will not be discussing small signal rectification that generally involves 
low power and low voltage signals. Static power rectifiers can be classified into two broad groups. They 
are (1) uncontrolled rectifiers and (2) controlled rectifiers. Uncontrolled rectifiers make use of power 
semiconductor diodes while controlled rectifiers make use of thyristors (SCRs), gate turn-off thyristors 
(GTOs), and MOSFET-controlled thyristors (MCTs). 

Rectifiers, in general, are widely used in power electronics to rectify single-phase as well as three-phase 
voltages. DC power supplies used in computers, consumer electronics, and a host of other applications 
typically make use of single-phase rectifiers. Industrial applications include, but are not limited to, 
industrial drives, metal extraction processes, industrial heating, power generation and transmission, etc. 
Most industrial applications of large power rating typically employ three-phase rectification processes. 

Uncontrolled rectifiers in single-phase as well as in three-phase circuits will be discussed, as will 
controlled rectifiers. Application issues regarding uncontrolled and controlled rectifiers will be briefly 
discussed within each section. 


Uncontrolled Rectifiers 


The simplest uncontrolled rectifier use can be found in single-phase circuits. There are two types of 
uncontrolled rectification. They are (1) half-wave rectification and (2) full-wave rectification. Half-wave 
and full-wave rectification techniques have been used in single-phase as well as in three-phase circuits. 
As mentioned earlier, uncontrolled rectifiers make use of diodes. Diodes are two-terminal semiconductor 
devices that allow flow of current in only one direction. The two terminals of a diode are known as the 
anode and the cathode. 
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Mechanics of Diode Conduction 


The anode is formed when a pure semiconductor material, typically silicon, is doped with impurities 
that have fewer valence electrons than silicon. Silicon has an atomic number of 14, which according to 
Bohr’s atomic model means that the K and L shells are completely filled by 10 electrons and the remaining 
4 electrons occupy the M shell. The M shell can hold a maximum of 18 electrons. In a silicon crystal, 
every atom is bound to four other atoms, which are placed at the corners of a regular tetrahedron. The 
bonding, which involves sharing of a valence electron with a neighboring atom is known as covalent bonding. 
When a Group 3 element (typically boron, aluminum, gallium, and indium) is doped into the silicon lattice 
structure, three of the four covalent bonds are made. However, one bonding site is vacant in the silicon lattice 
structure. This creates vacancies or holes in the semiconductor. In the presence of either a thermal field or 
an electrical field, electrons from a neighboring lattice or from an external agency tend to migrate to fill this 
vacancy. The vacancy or hole can also be said to move toward the approaching electron, thereby creating a 
mobile hole and hence current flow. Such a semiconductor material is also known as lightly doped semicon- 
ductor material or p type. Similarly, the cathode is formed when silicon is doped with impurities that have 
higher valence electrons than silicon. This would mean elements belonging to Group 5. Typical doping 
impurities of this group are phosphorus, arsenic, and antimony. When a Group 5 element is doped into the 
silicon lattice structure, it oversatisfies the covalent bonding sites available in the silicon lattice structure, 
creating excess or loose electrons in the valence shell. In the presence of either a thermal field or an electrical 
field, these loose electrons easily get detached from the lattice structure and are free to conduct electricity. 
Such a semiconductor material is also known as heavily doped semiconductor material or n type. 

The structure of the final doped crystal even after the addition of acceptor impurities (Group 3) or 
donor impurities (Group 5), remains electrically neutral. The available electrons balance the net positive 
charge and there is no charge imbalance. 

When a p-type material is joined with an n-type material, a p-n junction is formed. Some loose 
electrons from the n-type material migrate to fill the holes in the p-type material and some holes in the 
p-type migrate to meet with the loose electrons in the n-type material. Such a movement causes the 
p-type structure to develop a slight negative charge and the n-type structure to develop some positive 
charge. These slight positive and negative charges in the n-type and p-type areas, respectively, prevent 
further migration of electrons from n-type to p-type and holes from p-type to n-type areas. In other 
words, an energy barrier is automatically created due to the movement of charges within the crystalline 
lattice structure. Keep in mind that the combined material is still electrically neutral and no charge 
imbalance exists. 

When a positive potential greater than the barrier potential is applied across the p-n junction, then 
electrons from the n-type area migrate to combine with the holes in the p-type area, and vice versa. The 
p-n junction is said to be forward-biased. Movement of charge particles constitutes current flow. Current 
is said to flow from the anode to the cathode when the potential at the anode is higher than the potential 
at the cathode by a minimum threshold voltage also known as the junction barrier voltage. The magnitude 
of current flow is high when the externally applied positive potential across the p-n junction is high. 

When the polarity of the applied voltage across the p-n junction is reversed compared to the case 
described above, then the flow of current ceases. The holes in the p-type area move away from the n-type 
area and the electrons in the n-type area move away from the p-type area. The p-n junction is said to be 
reverse-biased. In fact, the holes in the p-type area get attracted to the negative external potential and 
similarly the electrons in the n-type area get attracted to the positive external potential. This creates a 
depletion region at the p-n junction and there are almost no charge carriers flowing in the depletion 
region. This phenomenon brings us to the important observation that a p-n junction can be utilized to 
force current to flow only in one direction, depending on the polarity of the applied voltage across it. 
Such a semiconductor device is known as a diode. Electrical circuits employing diodes for the purpose 
of making the current flow in a unidirectional manner through a load are known as rectifiers. The voltage- 
current characteristic of a typical power semiconductor diode along with its symbol is shown in Fig. 14.9. 
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FIGURE 14.9 Typical v-i characteristic of a semiconductor diode and its symbol. 
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FIGURE 14.10 Electrical schematic of a single-phase half-wave rectifier circuit feeding a resistive load. Average 
output voltage is V,. 


Single-Phase Half-Wave Rectifier Circuits 


A single-phase half-wave rectifier circuit employs one diode. A typical circuit, which makes use of a half- 
wave rectifier, is shown in Fig. 14.10. 
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FIGURE 14.11 Typical waveforms at various points in the circuit of Fig. 14.10. For a purely resistive load, V, = 
2 x Voc !T. 


A single-phase AC source is applied across the primary windings of a transformer. The secondary of 
the transformer consists of a diode and a resistive load. This is typical since many consumer electronic 
items including computers utilize single-phase power. 

Typically, the primary side is connected to a single-phase AC source, which could be 120 V, 60 Hz, 
100 V, 50 Hz, 220 V, 50 Hz, or any other utility source. The secondary side voltage is generally stepped 
down and rectified to achieve low DC voltage for consumer applications. The secondary voltage, the 
voltage across the load resistor, and the current through it is shown in Fig. 14.11. 

As one can see, when the voltage across the anode-cathode of diode D1 in Fig. 14.10 goes negative, 
the diode does not conduct and no voltage appears across the load resistor R. The current through R 
follows the voltage across it. The value of the secondary voltage is chosen to be 12 VAC and the value of 
R is chosen to be 120 Q. Since, only one-half of the input voltage waveform is allowed to pass onto the 
output, such a rectifier is known as a half-wave rectifier. The voltage ripple across the load resistor is 
rather large and, in typical power supplies, such ripples are unacceptable. The current through the load 
is discontinuous and the current through the secondary of the transformer is unidirectional. The AC 
component in the secondary of the transformer is balanced by a corresponding AC component in the 
primary winding. However, the DC component in the secondary does not induce any voltage on the 
primary side and hence is not compensated for. This DC current component through the transformer 
secondary can cause the transformer to saturate and is not advisable for large power applications. In 
order to smooth the output voltage across the load resistor R and to make the load current continuous, 
a smoothing filter circuit comprised of either a large DC capacitor or a combination of a series inductor 
and shunt DC capacitor is employed. Such a circuit is shown in Fig. 14.12. 

The resulting waveforms are shown in Fig. 14.13. It is interesting to see that the voltage across the load 
resistor has very little ripple and the current through it is smooth. However, the value of the filter 
components employed is large and is generally not economically feasible. For example, in order to get a 
voltage waveform across the load resistor R, which has less than 6% peak-peak voltage ripple, the value 
of inductance that had to be used is 100 mH and the value of the capacitor is 1000 yE In order to improve 
the performance without adding bulky filter components, it is a good practice to employ full-wave 
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FIGURE 14.13 Voltage across load resistor R and current through it for the circuit in Fig. 14.12. 
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FIGURE 14.14 Electrical schematic of a single-phase full-wave rectifier circuit. Average output voltage is V,,. 


rectifiers. The circuit in Fig. 14.10 can be easily modified into a full-wave rectifier. The transformer is 
changed from a single secondary winding to a center-tapped secondary winding. Two diodes are now 
employed instead of one. The new circuit is shown in Fig. 14.14. 
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FIGURE 14.15 Typical waveforms at various points in the circuit of Fig. 14.14. For a purely resistive load, V, = 
2° [2 * Ve/t: 


Full Wave Rectifiers 


The waveforms for the circuit of Fig. 14.14 are shown in Fig. 14.15. The voltage across the load resistor 
is a full-wave rectified voltage. The current has subtle discontinuities but can be improved by employing 
smaller size filter components. A typical filter for the circuit of Fig. 14.14 may include only a capacitor. 
The waveforms obtained are shown in Fig. 14.16. 
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FIGURE 14.16 Voltage across the load resistor and current through it with the same filter components as in 
Fig. 14.12. Notice the conspicuous reduction in ripple across R. 
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FIGURE 14.17 Schematic representation of a single-phase full-wave H-bridge rectifier. 


Yet another way of reducing the size of the filter components is to increase the frequency of the supply. 
In many power supply applications similar to the one used in computers, a high frequency AC supply is 
achieved by means of switching. The high frequency AC is then level translated via a ferrite core 
transformer with multiple secondary windings. The secondary voltages are then rectified employing a 
simple circuit as shown in Fig. 14.10 or Fig. 14.12 with much smaller filters. The resulting voltage across 
the load resistor is then maintained to have a peak-peak voltage ripple of less than 1%. 

Full-wave rectification can be achieved without the use of center-tap transformers. Such circuits make 
use of 4 diodes in single-phase circuits and 6 diodes in three-phase circuits. The circuit configuration is 
typically referred to as the H-bridge circuit. A single-phase full-wave H-bridge topology is shown in 
Fig. 14.17. The main difference between the circuit topology shown in Figs. 14.14 and 14.17 is that the 
H-bridge circuit employs 4 diodes while the topology of Fig. 14.14 utilizes only two diodes. However, a 
center-tap transformer of a higher power rating is needed for the circuit of Fig. 14.14. The voltage and 
current stresses in the diodes in Fig. 14.14 are also greater than that occurring in the diodes of Fig. 14.17. 

In order to comprehend the basic difference in the two topologies, it is interesting to compare the 
component ratings for the same power output. To make the comparison easy, let both topologies employ 
very large filter inductors such that the current through R is constant and ripple-free. Let this current 
through R be denoted by J,.. Let the power being supplied to the load be denoted by P,.. The output 
power and the load current are then related by the following expression: 


Pal eR, 


The rms current flowing through the first secondary winding in the topology in Fig. 14.14 will be 
I,,//2. This is because the current through a secondary winding flows only when the corresponding diode 
is forward biased. This means that the current through the secondary winding will flow only for one half 
cycle. If the voltage at the secondary is assumed to be V, the VA rating of the secondary winding of the 
transformer in Fig. 14.14 will be given by: 


va, =V*1,,/\2 
VA=VA,+VA, =V2*V*I, 


This is the secondary-side VA rating for the transformer shown in Fig. 14.14. 

For the isolation transformer shown in Fig. 14.17, let the secondary voltage be V and the load current 
be of a constant value [,,. Since, in the topology of Fig. 14.17, the secondary winding carries the current 
I,, when diodes D1 and D2 conduct and as well as when diodes D3 and D4 conduct, the rms value of 
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the secondary winding current is I,,. Hence, the VA rating of the secondary winding of the transformer 
shown in Fig. 14.17 is V*I,,, which is less than that needed in the topology of Fig. 14.14. Note that the 
primary VA rating for both cases remains the same since in both cases the power being transferred from 
the source to the load remains the same. 

When diode D2 in the circuit of Fig. 14.14 conducts, the secondary voltage of the second winding V,,.5 
(=V) appears at the cathode of diode D1. The voltage being blocked by diode D1 can thus reach 2 times 
the peak secondary voltage (=2*V,,,.) (Fig. 14.15). In the topology of Fig. 14.17, when diodes D1 and D2 
conduct, the voltage V,,. (=V), which is same as V,,.. appears across D3 as well as across D4. This means 
that the diodes have to withstand only one times the peak of the secondary voltage, V,,. The rms value 
of the current flowing through the diodes in both topologies is the same. Hence, from the diode voltage 
rating as well as from the secondary VA rating points of view, the topology of Fig. 14.17 is better than 
that of Fig. 14.14. Further, the topology in Fig. 14.17 can be directly connected to a single-phase AC 
source and does not need a center-topped transformer. The voltage waveform across the load resistor is 
similar to that shown in Figs. 14.15 and 14.16. 

In many industrial applications, the topology shown in Fig. 14.17 is used along with a DC filter 
capacitor to smooth the ripples across the load resistor. The load resistor is simply a representative of a 
load. It could be an inverter system or a high-frequency resonant link. In any case, the diode rectifier- 
bridge would see a representative load resistor. The DC filter capacitor will be large in size compared to 
an H-bridge configuration based on three-phase supply system. When the rectified power is large, it is 
advisable to add a DC link inductor. This can reduce the size of the capacitor to some extent and reduce 
the current ripple through the load. When the rectifier is turned on initially with the capacitor at zero 
voltage, a large amplitude of charging current will flow into the filter capacitor through a pair of 
conducting diodes. The diodes D1~D4 should be rated to handle this large surge current. In order to 
limit the high inrush current, it is a normal practice to add a charging resistor in series with the filter 
capacitor. The charging resistor limits the inrush current but creates a significant power loss if it is left 
in the circuit under normal operation. Typically, a contactor is used to short-circuit the charging resistor 
after the capacitor is charged to a desired level. The resistor is thus electrically nonfunctional during 
normal operating conditions. A typical arrangement showing a single-phase full-wave H-bridge rectifier 
system for an inverter application is shown in Fig. 14.18. 

The charging current at time of turn-on is shown in a simulated waveform in Fig. 14.19. Note that 
the contacts across the soft-charge resistor are closed under normal operation. The contacts across the 
soft-charge resistor are initiated by various means. The coil for the contacts could be powered from the 
input AC supply and a timer or it could be powered on by a logic controller that senses the level of 
voltage across the DC bus capacitor or senses the rate of change in voltage across the DC bus capacitor. 
A simulated waveform depicting the inrush with and without a soft-charge resistor is shown in 
Figs. 14.19(a) and (b), respectively. 

For larger power applications, typically above 1.5 kW, it is advisable to use a higher power supply. In 
some applications, two of the three phases of a three-phase power system are used as the source powering 
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FIGURE 14.18 Single-phase H-bridge circuit for use with power electronic circuits. 
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FIGURE 14.19 (a) Charging current and voltage across capacitor for a typical value of soft-charge resistor of 2Q. 
The DC bus capacitor is about 1000 pE The load is approximately 200 Q. (b) Charging current and voltage across 
capacitor for no soft charge resistor. The current is limited by the system impedance and by the diode forward 
resistance. The DC bus capacitor is about 1000 pF The load is approximately 200 Q. 


the rectifier of Fig. 14.17. The line-line voltage could be either 240 VAC or 480 VAC. Under those cir- 
cumstances, one may go up to 10 kW of load power before adopting a full three-phase H-bridge config- 
uration. Beyond 10 kW, the size of the capacitor becomes too large to achieve a peak-peak voltage ripple 
of less than 5%. Hence, it is advisable then to employ three-phase rectifier configurations. 
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FIGURE 14.20 Schematic representation of three-phase rectifier configurations: (a) half-wave rectifier needing a 
neutral point, N; and (b) full-wave rectifier. 


Three-Phase Rectifiers (Half-Wave and Full-Wave) 


Similar to the single-phase case, there exist half-wave and full-wave three-phase rectifier circuits. Again, 
similar to the single-phase case, the half-wave rectifier in the three-phase case also yields DC components 
in the source current. The source has to be large enough to handle this. Therefore, it is not advisable to 
use three-phase half-wave rectifier topology for large power applications. The three-phase half-wave 
rectifier employs three diodes while the full-wave H-bridge configuration employs six diodes. Typical 
three-phase half-wave and full-wave topologies are shown in Fig. 14.20. 

In the half-wave rectifier shown in Fig. 14.20(a), the shape of the output voltage and current through 
the resistive load is dictated by the instantaneous value of the source voltages, L1, L2, and L3. These 
source voltages are phase shifted in time by 120 electrical degrees, which corresponds to approximately 
5.55 msec for a 60 Hz system. This means that if one considers the L1 phase to reach its peak value at 
time ¢,, the L2 phase will achieve its peak 120 electrical degrees later (¢, + 5.55 msec), and L3 will achieve 
its peak 120 electrical degrees later than L2 (t, + 5.55 msec + 5.55 msec). Since all three phases are 
connected to the same output resistor R, the phase that provides the highest instantaneous voltage is the 
phase that appears across R. In other words, the phase with the highest instantaneous voltage reverse 
biases the diodes of the other two phases and prevents them from conducting, which consequently 
prevents those phase voltages from appearing across R. Since a particular phase is connected to only one 
diode in Fig. 14.20(a), only three pulses, each of 120° duration, appear across the load resistor, R. Typical 
output voltage across R for the circuit of Fig. 14.20(a) is shown in Fig. 14.21(a). 

A similar explanation can be provided to explain the voltage waveform across a purely resistive load 
in the case of the three-phase full-wave rectifier shown in Fig. 14.20(b). The output voltage that appears 
across R is the highest instantaneous line-line voltage and not simply the phase voltage. Since there are 
six such intervals, each of 60 electrical degrees duration in a given cycle, the output voltage waveform 
will have six pulses in one cycle [Fig. 14.21(b)]. Since a phase is connected to two diodes (diode pair), 
each phase conducts current out and into itself, thereby eliminating the DC component in one complete 
cycle. 

The waveform for a three-phase full-wave rectifier with a purely resistive load is shown in Fig. 14.21(b). 
Note that the number of humps in Fig. 14.21(a) is only three in one AC cycle, while the number of humps 
in Fig. 14.21(b) is six in one AC cycle. 

In both the configurations shown in Fig. 14.20, the load current does not become discontinuous due 
to three-phase operation. Comparing this to the single-phase half-wave and full-wave rectifier, one can 
say that the output voltage ripple is much lower in three-phase rectifier systems compared to single- 
phase rectifier systems. Hence, with the use of moderately sized filters, three-phase full-wave rectifiers 
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FIGURE 14.21 (a) Typical output voltage across a purely resistive network for the half-wave rectifier shown in 
Fig. 14.12(a). (b) Typical output voltage across a purely resistive network for the full-wave rectifier shown in 
Fig. 14.12(b). 


can be operated at hundred to thousands of kilowatts. The only limitation would be the size of the diodes 
used and power system harmonics, which will be discussed next. Since there are six humps in the output 
voltage waveform per electrical cycle, the three-phase full-wave rectifier shown in Fig. 14.20(b) is also 
known as a six-pulse rectifier system. 
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Average Output Voltage 


In order to evaluate the average value of the output voltage for the two rectifiers shown in Fig. 14.20, the 
output voltages in Figs. 14.21(a) and (b) have to be integrated over a cycle. For the circuit shown in 
Fig. 14.20(a), the integration yields the following: 


3 5/6 / 
v= on i V2V,y sin(wt)d( wt) 


yn BENS #N2* Vi; 
- 2*T 


Similar operations can be performed to obtain the average output voltage for the circuit shown in 
Fig. 14.20(b). This yields: 


3 2S ; 
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In other words, the average output voltage for the circuit in Fig. 14.20(b) is twice that for the circuit in 
Fig. 14.20(a). 


Influence of Three-Phase Rectification on the Power System 


Events over the last several years have focused attention on certain types of loads on the electrical system 
that result in power quality problems for the user and utility alike. When the input current into the 
electrical equipment does not follow the impressed voltage across the equipment, then the equipment is 
said to have a nonlinear relationship between the input voltage and input current. All equipment that 
employs some sort of rectification (either 1-ph or 3-ph) are examples of nonlinear loads. Nonlinear loads 
generate voltage and current harmonics that can have adverse effects on equipment designed for operation 
as linear loads. Transformers that bring power into an industrial environment are subject to higher 
heating losses due to harmonic generating sources (nonlinear loads) to which they are connected. 
Harmonics can have a detrimental effect on emergency generators, telephones, and other electrical 
equipment. When reactive power compensation (in the form of passive power factor improving capac- 
itors) is used with nonlinear loads, resonance conditions can occur that may result in even higher levels 
of harmonic voltage and current distortion, thereby causing equipment failure, disruption of power 
service, and fire hazards in extreme conditions. 

The electrical environment has absorbed most of these problems in the past. However, the problem 
has now reached a magnitude where Europe, the U.S., and other countries have proposed standards to 
responsibly engineer systems considering the electrical environment. IEEE 519-1992 and IEC 1000 have 
evolved to become a common requirement cited when specifying equipment on newly engineered 
projects. 


Why Diode Rectifiers Generate Harmonics 

The current waveform at the inputs of a three-phase full-wave rectifier is not continuous. It has multiple 
zero crossings in one electrical cycle. The current harmonics generated by rectifiers having DC bus 
capacitors are caused by the pulsed current pattern at the input. The DC bus capacitor draws charging 
current only when it gets discharged due to the load. The charging current flows into the capacitor when 
the input rectifier is forward biased, which occurs when the instantaneous input voltage is higher than 
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FIGURE 14.22 Typical pulsed-current waveform as seen at input of a three-phase diode rectifier with DC capacitor 
filter. The lower trace is input line-line voltage. 


the steady-state DC voltage across the DC bus capacitor. The pulsed current drawn by the DC bus 
capacitor is rich in harmonics due to the fact that it is discontinuous as shown in Fig. 14.22. Sometimes 
there are also voltage harmonics that are associated with three-phase rectifier systems. The voltage 
harmonics generated by three-phase rectifiers are due to the flat-topping effect caused by a weak AC 
source charging the DC bus capacitor without any intervening impedance. The distorted voltage wave- 
form gives rise to voltage harmonics that could lead to possible network resonance. 

The order of current harmonics produced by a semiconductor converter during normal operation is 
termed characteristic harmonics. In a three-phase, six-pulse rectifier with no DC bus capacitor, the 
characteristic harmonics are nontriplen odd harmonics (e.g., 5th, 7th, 11th, etc.). In general, the char- 
acteristic harmonics generated by a semiconductor recitifier are given by: 


h=kq+1 


where h is the order of harmonics; k is any integer, and q is the pulse number of the semiconductor 
rectifier (six for a six-pulse rectifier). When operating a six-pulse rectifier system with a DC bus capacitor 
(as in voltage source inverters, or VSI), one may start observing harmonics of orders other than those 
given by the above equation. Such harmonics are called noncharacteristic harmonics. Though of lower 
magnitude, these also contribute to the overall harmonic distortion of the input current. The per-unit 
value of the characteristic harmonics present in the theoretical current waveform at the input of the 
semiconductor converter is given by 1/h, where h is the order of the harmonics. In practice, the observed 
per-unit value of the harmonics is much greater than 1/h. This is because the theoretical current waveform 
is a rectangular pattern made up of equal positive and negative halves, each occupying 120 electrical 
degrees. The pulsed discontinuous waveform observed commonly at the input of a three-phase full-wave 
rectifier system depends greatly on the impedance of the power system, the size of the DC bus capacitors, 
and the level of loading of the DC bus capacitors. Total harmonic current distortion is defined as: 
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} n=2 


THD, = Ve - 
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where I, is the rms value of the fundamental component of current; and I, is the rms value of the n” 
harmonic component of current. 


Harmonic Limits Based on IEEE Std. 519-1992 

The IEEE Std. 519-1992 relies strongly on the definition of the point of common coupling or PCC. The 
PCC from the utility viewpoint will usually be the point where power comes into the establishment (i.e., 
point of metering). However, IEEE Std. 519-1992 also suggests that “within an industrial plant, the 
point of common coupling (PCC) is the point between the nonlinear load and other loads” (IEEE Std. 
519-1992). This suggestion is crucial since many plant managers and building supervisors feel that it is 
equally, if not more important to keep the harmonic levels at or below acceptable guidelines within their 
facility. In view of the many recently reported problems associated with harmonics within industrial 
plants, it is important to recognize the need for mitigating harmonics at the point where the offending 
equipment is connected to the power system. This approach would minimize harmonic problems, thereby 
reducing costly downtime and improving the life of electrical equipment. If one is successful in mitigating 
individual load current harmonics, then the total harmonics at the point of the utility connection will 
in most cases meet or exceed the IEEE recommended guidelines. In view of this, it is becoming increasingly 
common for specifiers to require nonlinear equipment suppliers to adopt the procedure outlined in IEEE 
Std. 519-1992 to mitigate the harmonics to acceptable levels at the point of the offending equipment. 
For this to be interpreted equally by different suppliers, the intended PCC must be identified. If the PCC 
is not defined clearly, many suppliers of offending equipment would likely adopt the PCC at the utility 
metering point, which would not benefit the plant or the building, but rather the utility. 

Having established that it is beneficial to adopt the PCC to be the point where the nonlinear equipment 
connects to the power system, the next step is to establish the short circuit ratio. Short circuit ratio 
calculations are key in establishing the allowable current harmonic distortion levels. For calculating the 
short circuit ratio, one has to determine the available short circuit current at the input terminals of the 
nonlinear equipment. The short-circuit current available at the input of nonlinear equipment can be 
calculated by knowing the value of the short-circuit current available at the secondary of the utility 
transformer supplying power to the establishment (building) and the series impedance in the electrical 
circuit between the secondary of the transformer and the nonlinear equipment. In practice, it is common 
to assume the same short circuit current level as at the secondary of the utility transformer feeding 
the nonlinear equipment. The next step is to compute the fundamental value of the rated input current 
into the nonlinear equipment (three-phase full-wave rectifier in this case). An example is presented here 
to recap the above procedure. A widely used industrial equipment item that employs a three-phase full- 
wave rectifier is the voltage source inverter (VSI). These are used for controlling speed and torque of 
induction motors. Such equipment is also known as an Adjustable Speed Drive (ASD) or Variable 
Frequency Drive (VFD). 

A 100-hp ASD/motor combination connected to a 480-V system being fed from a 1500-kVA, three- 
phase transformer with impedance of 4% is required to meet IEEE Std. 519-1992 at its input terminals. 
The rated current of the transformer is 1500*1000/(V(3)*480), and is calculated to be 1804.2 A. The short 
circuit current available at the secondary of the transformer is equal to the rated current divided by the 
per unit impedance of the transformer. This is calculated to be: 45,105.5 A. The short circuit ratio, which 
is defined as the ratio of the short circuit current at the PCC to the fundamental value of the nonlinear 
current is computed next. NEC amps for 100-hp, 460-V is 124 A. Assuming that the short circuit current 
at the ASD input is practically the same as that at the secondary of the utility transformer, the short-circuit 
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TABLE 14.1 Current Distortion Limits for General Distribution Systems 


(120 V through 69,000 V) 
Maximum Harmonic Current Distortion in percent of [, 
Individual Harmonic Order (Odd Harmonics)? 


T/T, <l1l ll<sh<17 17shs23) 23<h<35 35<h TDD 
<20° 4.0 2.0 1.5 0.6 0.3 5.0 
20 < 50 7.0 3.5 2.5 1.0 0.5 8.0 
50 < 100 10.0 4.5 4.0 1.5 0.7 12.0 
100 < 1000 12.0 2. 5.0 2.0 1.0 15.0 


>1000 15.0 7.0 6.0 2.5 1.4 20.0 


4 Even harmonics are limited to 25% of the odd harmonic limits above. 

6 TDD is Total Demand Distortion and is defined as the harmonic current distortion 
in % of maximum demand load current. The maximum demand current could either 
be a 15-minute or a 30-minute demand interval. 

© All power generation equipment is limited to these values of current distortion, 
regardless of actual J,./I,; where J,. is the maximum short circuit current at PCC and I, 
is the maximum demand load current (fundamental frequency) at PCC. 

Source: IEEE Std. 519-1992. 


ratio is calculated to be: 45,105.5/124, which equals 363.75. On referring to IEEE Std. 519-1992, Table 10.3 
(IEEE Std. 519-1992), the short circuit ratio falls in the 100-1000 category. For this ratio, the total demand 
distortion (TDD) at the point of ASD connection to the power system network is recommended to be 
15% or less. For reference, see Table 14.1. 


Harmonic Mitigating Techniques 

Various techniques of improving the input current waveform are discussed below. The intent of all 
techniques is to make the input current more continuous so as to reduce the overall current harmonic 
distortion. The different techniques can be classified into four broad categories: 


1. Introduction of line reactors and/or DC link chokes 

2. Passive filters (series, shunt, and low pass broadband filters) 
3. Phase multiplication (12-pulse, 18-pulse rectifier systems) 
4. Active harmonic compensation 


The following paragraphs will briefly discuss the available technologies and their relative advantages and 
disadvantages. The term three-phase line reactor or just reactor is used in the following paragraphs to 
denote three-phase line inductors. 


Three-Phase Line Reactors 

Line reactors offer a significant magnitude of inductance that can alter the way the current is drawn by 
a nonlinear load such as a rectifier bridge. The reactor makes the current waveform less discontinuous, 
resulting in lower current harmonics. Since the reactor impedance increases with frequency, it offers 
larger impedance to the flow of higher order harmonic currents. Therefore, it is instrumental in impeding 
higher frequency current components while allowing the fundamental frequency component to pass 
through with relative ease. 

On knowing the input reactance value, one can estimate the expected current harmonic distortion. A 
table illustrating the typically expected input current harmonics for various amounts of input reactance 
is shown in Table 14.2. 

Input reactance is determined by the accumulated impedance of the AC reactor, DC link choke (if 
used), input transformer, and cable impedance. To maximize the input reactance while minimizing AC 
voltage drop, one can combine the use of both AC-input reactors and DC link chokes. One can approx- 
imate the total effective reactance and view the expected harmonic current distortion from Table 14.2. 
The effective impedance value in percent is based on the actual loading and is: 
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TABLE 14.2 Percent Harmonics vs. Total Line Impedance 


Total Input Impedance 
Harmonic 3% 4% 5% 6% 7% 8% 9% 10% 


5th 40 34 32 30 28 26 24 23 
7th 16 13 12 11 10 ] 8.3 7.5 
11th 7.3 6.3 5.8 eee 5 43 42 4 
13th 4.9 4.2 3.9 3.6 3.3 3.15 3 28 
17th 5 2.4 2.2 2.1 0.9 0.7 0.5 0.4 
19th Dud 2 0.8 O7 0.4 0.3 0,25 0.2 
%THID 44 37 35 33 30 28 26 25 
True rms 1.09 1.07 1.06 1.05 1.05 1.04 1.03 1.03 
V3 #2904 f#L* Dna) 
z= *100 
Viet 


where J,..j:2) is the fundamental value of the actual load current and V,_, is the line-line voltage. The 
effective impedance of the transformer as seen from the nonlinear load is: 


off, x—mer is 
where Z, mer iS the effective impedance of the transformer as viewed from the nonlinear load end; Z, 
is the nameplate impedance of the transformer; and I, is the nameplate rated current of the transformer. 

On observing one conducting period of a diode pair, it is interesting to see that the diodes conduct 
only when the instantaneous value of the input AC waveform is higher than the DC bus voltage by at 
least 3 V. Introducing a three-phase AC reactor in between the AC source and the DC bus makes the 
current waveform less pulsating because the reactor impedes sudden change in current. The reactor also 
electrically differentiates the DC bus voltage from the AC source so that the AC source is not clamped 
to the DC bus voltage during diode conduction. This feature practically eliminates flat topping of the 
AC voltage waveform caused by many ASDs when operated with weak AC systems. 


-mer 


DC Link Choke 

Based on the above discussion, it can be noted that any inductor of adequate value placed between the AC 
source and the DC bus capacitor of the ASD will help in improving the current waveform. These observa- 
tions lead to the introduction of a DC link choke, which is electrically present after the diode rectifier and 
before the DC bus capacitor. The DC link choke performs very similar to the three-phase line inductance. 
The ripple frequency that the DC link choke has to handle is six times the input AC frequency for a six- 
pulse ASD. However, the magnitude of the ripple current is small. One can show that the effective impedance 
offered by a DC link choke is approximately half of that offered by a three-phase AC inductor. In other 
words, a 6% DC link choke is equivalent to a 3% AC inductor from an impedance viewpoint. This can be 
mathematically derived equating AC side power flow to DC side power flow as follows: 


2 
3*V, 
= I-N. — 
ac Tig > Ts 
‘ac 


V_.w is the line-neutral voltage at the input to the three-phase rectifier. 


v2 34/3 «2 4V, 9 
dc =— > v, = ‘ ‘ 1cN ; Hence, Ri =2 =) R,. 


Ri a TU 
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FIGURE 14.23 Schematic representation of a low-pass broadband harmonic filter connected to an ASD with diode 
rectifier front end. U.S. Patent 5,444,609. 


Since 9/1? is approximately equal to 1, the ratio of DC impedance to AC impedance can be said to be 
approximately 1:2. The DC link choke is less expensive and smaller than a three-phase line reactor and 
is often included inside an ASD. However, as the derivation shows, one has to keep in mind that the 
effective impedance offered by a DC link choke is only half its numerical impedance value when referred 
to the AC side. DC link chokes are electrically after the diode bridge and so they do not offer any significant 
spike or overvoltage surge protection to the diode bridge rectifiers. It is a good engineering practice to 
incorporate both a DC link choke and a three-phase line reactor in an ASD for better overall performance. 


Passive Filters 

Passive filters consist of passive components like inductors, capacitors, and resistors arranged in a pre- 
determined fashion either to attenuate the flow of harmonic components through them or to shunt the 
harmonic component into them. Passive filters can be of many types. Some popular ones are series passive 
filters, shunt passive filters, and low-pass broadband passive filters. Series and shunt passive filters are 
effective only in the narrow proximity of the frequency at which they are tuned. Low-pass broadband 
passive filters have a broader bandwidth and attenuate almost all harmonics above their cutoff frequency. 
However, applying passive filters requires good knowledge of the power system because passive filter 
components can interact with existing transformers and power factor correcting capacitors and could 
create electrical instability by introducing resonance into the system. Some forms of low-pass broadband 
passive filters do not contribute to resonance but they are bulky, expensive, and occupy space. A typical 
low-pass broadband filter structure popularly employed by users of ASDs is shown in Fig. 14.23. 


Phase Multiplication 

As discussed previously, the characteristic harmonics generated by a full-wave rectifier bridge converter 
is a function of the pulse number for that converter. A 12-pulse converter will have the lowest harmonic 
order of 11. In other words, the 5th, and the 7th harmonic orders are theoretically nonexistent in a 
12-pulse converter. Similarly, an 18-pulse converter will have harmonic spectrum starting from the 
17th harmonic and upwards. The lowest harmonic order in a 24-pulse converter will be the 23rd. The 
size of the passive harmonic filter needed to filter out the harmonics reduces as the order of the lowest 
harmonic in the current spectrum increases. Hence, the size of the filter needed to filter the harmonics 
out of a 12-pulse converter is much smaller than that needed to filter out the harmonics of a 6-pulse 
converter. However, a 12-pulse converter needs two 6-pulse bridges and two sets of 30° phase shifted AC 
inputs. The phase shift is achieved either by using an isolation transformer with one primary and two 
phase-shifted secondary windings or by using an autotransformer that provides phase-shifted outputs. 
Many different autotransformer topologies exist and the choice of a topology over the other involves a 
compromise between ease of construction, performance, and cost. An 18-pulse converter would need 
three 6-pulse diode bridges and three sets of 20° phase shifted inputs; similarly, a 24-pulse converter 
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FIGURE 14.24 Schematic of a 12-pulse converter employing a three-winding transformer. Note that the input 
transformer has to be sized for rated power operation. 


would need four 6-pulse diode bridges and four sets of 15° phase-shifted inputs. The transformers 
providing the phase-shifted outputs for multipulse converters have to be properly designed to handle 
circulating harmonic flux. 

A typical 12-pulse structure is shown in Fig. 14.24. In one electrical cycle, the DC voltage will have 
12 humps and hence the name 12-pulse rectifier. 


Active Harmonic Compensation 

Most passive techniques discussed above aim to cure the harmonic problems once nonlinear loads have 
created them. However, motor-drive manufacturers are developing rectification techniques that do not 
generate low-order harmonics. These drives use active front ends. Instead of using diodes as rectifiers, 
the active front-end ASDs make use of active switches like IGBTs along with parallel diodes. Power flow 
through a switch becomes bidirectional and can be manipulated to recreate a current waveform that 
linearly follows the applied voltage waveform. 

Apart from the active front ends, there also exist shunt active filters used for actively introducing a 
current waveform into the AC network, which, when combined with the harmonic current, results in an 
almost perfect sinusoidal waveform. 

One of the most interesting active filter topologies for use in retrofit applications is the combination 
of a series active filter along with shunt tuned passive filters. This combination is also known as the 
hybrid structure. 

Most active filter topologies are complicated and require active switches and control algorithms that 
are implemented using digital signal processing (DSP) chips. The active filter topology also needs current 
and voltage sensors and corresponding analog-to-digital (A/D) converters. This extra hardware increases 
the cost and component count, reducing the overall reliability and robustness of the design. Manufac- 
turers of smaller power equipment like computer power supplies, lighting ballast, etc. have successfully 
employed active circuits, employing boost converter topologies. 


Controlled Rectifiers 


Controlled rectifier circuits make use of devices known as “thyristors.” A thyristor is a four-layer (p-n- 
p-n), three-junction device that conducts current only in one direction similar to a diode. The last (third) 
junction is utilized as the control junction and consequently the rectification process can be initiated at 
will provided the device is favorably biased and the load is of favorable magnitude. The operation of a 
thyristor can be explained by assuming it to be made up of two transistors connected back-to-back as 
shown in Fig. 14.25. 

Let a, and &, be the ratio of collector to emitter currents of transistors Q1 and Q2, respectively. In 
other words: 
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FIGURE 14.25 Virtual representation of a thyristor to explain its operation. 


I 
a, = a.= Gane 
La 


Also, from Fig. 14.25: I,, = I,, = I, where I, is the anode current flowing through the thyristor. From 
transistor theory, the value of I,, is equal to I) + I.) + Ing; where Ij, is the leakage current crossing the 
nl-p2 junction. From Fig. 14.25, I, = I.,. Hence, the anode current can be rewritten as: 


LD = Ia + I, + Lig 


Substituting the collector currents by the product of ratio © and emitter current, the anode current 
becomes: 


= (a, * 1,,)+(, * 1,,)+ ie 


= (a, +0.,)I, +n 


I 


1-(a., +c) 


A 


If the ratios of the collector current to base current (gain) of the transistors are assumed to be B, and 
B,, respectively, then the relationship between to B,, B, and o,, ©, can be written as: 


sales eel 


— 5 Qa,= 
* 148, 7 1+8, 
Substituting for a, and ©, in the expression for I, yields the following expression: 


7 (1+B,)(1+B,) 
A I= BB, 
If the values of &, and a, are low (low gains), then the anode current is low and comparable to the 


leakage current. Under this condition, the thyristor is said to be in its OFF state. However, if the effective 
gain of the transistor is such that the product of the gains are close to 1 (ie., sum of the ratios of o, and 
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a, are close to 1), then there is a large increase in anode current and the thyristor is said to be in 
conduction. External circuit conditions can be changed to influence the product of the gains (8,,). Some 
techniques of achieving this are briefly discussed next. 

Increasing applied voltage: On applying a voltage across the anode to cathode terminals of the 
thyristor (anode being more positive than the cathode), one can see that junctions J1 and J3 in Fig. 14.25 
are forward biased while junction J2 is reverse biased. The thyristor does not conduct any current and 
is said to be in a blocking state. On increasing the applied voltage, minority carriers in junction J2 (i.e., 
holes in 1, n2 and electrons in pl, p2) start acquiring more energy and hence start to migrate. In the 
process, these holes could dislodge more holes. Recombination of the electrons and holes also occur, 
which creates more motion. If the voltage is increased beyond a particular level, the movement of holes 
and electrons becomes great and junction J2 ceases to exist. The product of the gains of the two transistors 
in the two-transistor model is said to achieve values close to unity. This method of forcing current to 
flow through the thyristor is not recommended since junction J2 gets permanently damaged and the 
thyristor ceases to block forward voltage. Hence, this method is a destructive method. 

High dv/dt: As explained earlier, junction J2 is the forward blocking junction when a forward voltage 
is applied across anode to cathode of a thyristor. Any p-n junction behaves like a depletion region when 
it is reverse-biased. Since J2 is reverse-biased, this junction behaves like a depletion region. Another way 
of looking at a depletion region is that the boundary of the depletion region has abundant holes and 
electrons while the region itself is depleted of charged carriers. This characteristic is similar to that of a 
capacitor. If the voltage across the junction (J2) changes very abruptly, then there will be rapid movement 
of charged carriers through the depleted region. If the rate of change of voltage across this junction (J2) 
exceeds a predetermined value, then the movement of charged carriers through the depleted region is 
so high that junction J2 is again annihilated. After this event, the thyristor is said to have lost its capability 
to block forward voltage and even a small amount of forward voltage will result in significant current 
flow, limited only by the load impedance. This method is destructive too, and is hence not recommended. 

Temperature: Temperature affects the movement of holes and electrons in any semiconductor device. 
Increasing the temperature of junction J2 will have a very similar effect. More holes and electrons will 
begin to move, causing more dislodging of electrons and holes from neighboring lattice. If a high 
temperature is maintained, this could lead to an avalanche breakdown of junction J2 and again render 
the thyristor useless since it would no longer be able to block forward voltage. Increasing temperature 
is yet another destructive method of forcing the thyristor to conduct. 

Gate current injection: If a positive voltage is applied across the gate to cathode of a thyristor, then 
one would be forward biasing junction J3. Charged carriers will start moving. The movement of charged 
carriers in junction J3 will attract electrons from n2 region of the thyristor (Fig. 14.25). Some of these 
electrons will flow out of the gate terminal but there would be ample of electrons that could start crossing 
junction J2. Since electrons in p2 region of junction J2 are minority carriers, these can cause rapid 
recombination and help increase movement of minority carriers in junction J2. By steadily increasing 
the forward biasing potential of junction J3, one could potentially control the depletion width of junction 
J2. If a forward biasing voltage is applied across anode to cathode of the thyristor with its gate to cathode 
favorably biased at the same time, then the thyristor can be made to conduct current. This method 
achieves conduction by increasing the leakage current in a controlled manner. The gain product in the 
two-transistor equivalent is made to achieve a value of unity in a controlled manner and the thyristor is 
said to turn ON. This is the only recommended way of turning ON a thyristor. When the gate-cathode 
junction is sufficiently forward biased, the current through the thyristor depends on the applied voltage 
across the anode-cathode and the load impedance. The load impedance and the externally applied anode- 
cathode voltage should be such that the current through the thyristor is greater than a minimum current 
known as latching current, I. Under such a condition, the thyristor is said to have latched ON. Once it 
has latched ON, the thyristor remains ON. In other words, even if the forward biasing voltage across the 
gate-cathode terminals is removed, the thyristor continues to conduct. Junction J2 does not exist during 
the ON condition. The thyristor reverts to its blocking state only when the current through it falls below 
a minimum threshold value known as holding current, I, Typically, holding current is lower than latching 
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current (J, < [,). There are two ways of achieving this. They are either (1) increase the load impedance 
to such a value that the thyristor current falls below J, or (2) apply reverse-biasing voltage across the 
anode-cathode of the thyristor. 


An approximate v-i characteristic of a typical thyristor and its Q 
symbol are shown in Fig. 14.26. A y| 

Since the thyristor allows flow of current only in one direction like é 
a diode and the instant at which it is turned ON can be controlled, Vax 


the device is a key component in building a controlled rectifier unit. Vso 
One can replace the diode in all the circuits discussed so far with the 
thyristor. Because of its controllability, the instant at which the thy- 
ristor conducts can be delayed to alter the average and rms output 
voltages. By doing so, one can choose to control the output voltage 
and power of a rectifier circuit. Hence, rectifiers that employ thyris- 
tors are also known as silicon controlled rectifiers or SCR. | 

A typical single-phase, R-L rectifier circuit with one thyristor as the | 
rectifier is shown in Fig. 14.27. The figure also shows the relevant circuit 
waveforms. The greatest difference between this circuit and its diode | 
counterpart is also shown for comparison. Both circuits conduct / 
beyond 7 radians due to the presence of the inductor L since the average / 
voltage across an inductor is zero. If the value of the circuit components 
and the input supply voltage are the same in both cases, the duration FIGURE 14.26 v-i characteristic 
for which the current flows into the output R-L load depends on the —_f a thyristor along with its symbol. 
values of R and L. In the case of the diode circuit, it does not depend 
on anything else; while in the case of the thyristor circuit, it also 
depends on the instant the thyristor is given a gate trigger. 

From Fig. 14.27, it is interesting to note that the energy stored in the inductor during the conduction 
interval can be controlled in the case of a thyristor is such a manner so as to reduce the conduction 
interval and thereby alter (reduce) the output power. Both the diode and the thyristor show reverse 
recovery phenomenon. The thyristor, like the diode, can block reverse voltage applied across it repeatedly, 
provided the voltage is less than its breakdown voltage. 


Vgo: break-down voltage 


| reverse bias 


Gate Circuit Requirements 


The trigger signal should have voltage amplitude greater than the minimum gate trigger voltage of the 
thyristor being turned ON. It should not be greater than the maximum gate trigger voltage, either. The 
gate current should likewise be in between the minimum and maximum values specified by the thyristor 
manufacturer. Low gate current driver circuits can fail to turn ON the thyristor. The thyristor is a current 
controlled switch and so the gate circuit should be able to provide the needed turn ON gate current into 
the thyristor. Unlike the bipolar transistor, the thyristor is not an amplifier and so the gate current 
requirement does not absolutely depend on the voltage and current rating of the thyristor. Sufficient gate 
trigger current will turn ON the thyristor and current will flow from the anode to the cathode provided 
that the thyristor is favorably biased and the load is such that the current flowing is higher than the 
latching current of the thyristor. In other words, in single phase AC to DC rectifier circuits, the gate 
trigger will turn ON the thyristor only if it occurs during the positive part of the AC cycle (Fig. 14.27). 
Any trigger signal during the negative part of the AC cycle will not turn ON the thyristor and the thyristor 
will remain in blocking state. Keeping the gate signal ON during the negative part of the AC cycle does 
not typically damage a thyristor. 


Single-Phase H-bridge Rectifier Circuits with Thyristors 


Similar to the diode H-bridge rectifier topology, there exist SCR-based rectifier topologies. Because of 
their unique ability to be controlled, the output voltage and hence the power can be controlled to desired 
levels. Since the triggering of the thyristor has to be synchronized with the input sinusoidal voltage in 
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FIGURe 14.27 Comparing a single diode rectifier circuit with a single thyristor rectifier circuit. Note that the 
thyristor conduction is delayed deliberately to bring out the differences. 


an AC to DC rectifier circuit, one can achieve a soft-charge characteristic of the filter capacitor. In other 
words, there is no need for employing soft-charge resistor and contactor combination as is required in 
single-phase and three-phase AC to DC rectifier circuits with DC bus capacitors. 

In controlled AC to DC rectifier circuits, it is important to discuss control of resistive, inductive, and 
resistive-inductive load circuits. DC motor control falls into the resistive-inductive load circuit. DC 
motors are still an important part of the industry. However, the use of DC motors in industrial applica- 
tions is declining rapidly. Control of DC motors are typically achieved by controlled rectifier circuits 
employing thyristors. Small motors of less than 3 kW (approximately 5 hp) rating can be controlled by 
single-phase SCR circuits while larger ratings require three-phase versions. A typical single-phase 
H-bridge SCR-based circuit for the control of a DC motor is shown in Fig. 14.28. Typical output 
waveforms are shown in Fig. 14.29. The current in the load side can be assumed continuous due to the 
large inductance of the armature of the DC motor. 

In Fig. 14.28, V; is the field voltage, which is applied externally and generally is independent of the 
applied armature voltage. Such a DC motor is known as a separately excited motor. J, is the armature 
current while J; is the field current. The output of the controlled rectifier is applied across the armature. 
Since the output voltage can be controlled, one can effectively control the armature current. Since the 
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FIGURE 14.28 Single-phase DC motor control circuit for controlling a separately excited DC motor. R, indicates 
equivalent armature resistance and E is the back emf. 


; Al = 145.869, 335.982 


SEL>>} : A2 = 141.678m, ~-2.2346 
~4OBU + ~----- ~~~ ~~ haar a --- dif= 4.1986n, 338.216 
133ms 146ms 156ms 160ms 
fo}U(R38:1,L30:2) 
Time 
«| I> 


FIGURE 14.29 Armature current and output voltage of AC to DC rectifier employed to control a DC motor. 


torque produced by a DC motor is directly proportional to the armature current, the torque developed 
can thus be controlled. 


T = Kol; 


where K is the motor constant and depends on the number of armature conductors, number of poles, 
and type of winding employed in the DC machine. 6 is flux produced by the field and is proportional 
to the field current, I;. Hence, the torque produced by a DC machine can be rewritten as T= K(K,J;)I,. 
By keeping the field current constant, the torque then becomes directly proportional to the armature 
current, which is controlled by controlling the output voltage of the AC to DC controlled rectifier. In 
the circuit shown in Fig. 14.28, it is interesting to note that the current J,, cannot flow in the opposite 
direction. Hence, the motor cannot generate negative torque. In order to make the motor run in the 
opposite direction, the direction of the field has to be changed. Speed control within the base speed can 
also be accomplished by controlling the armature voltage as is shown below. 


E=Koo=K(K,I,)os 
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@ is the speed of the armature in radians/sec. The back emf, E, is the difference between the output DC 
voltage of the AC to DC controlled rectifier and the drop across the equivalent armature resistance. 
Hence, E can be rewritten as: 


V,-(1.R,) 
~ ERT 


For control of speed beyond base speed, the field current has to be altered. Hence, it can be shown that 
controlling the armature current can control the speed and torque produced by a DC machine. Control- 
ling the output DC voltage can control the armature current. Because of the large inductance of the 
armature circuit, the current through it can be assumed to be continuous for a practical operating region. 
The average output voltage of a single-phase AC to DC rectifier circuit for continuous current operation 
is given by (referring to Fig. 14.29): 


T+O 


Wad f[iaer.) a) = 22 Vawter) 
Tl 
a 


rms 
Tl 


for continuous current condition. By controlling the triggering angle, @, one can control the average 
value of the output voltage, V, If armature current control is the main objective (to control output 
torque), then one can configure the controller of Fig. 14.28 with a feedback loop. The measured current 
can be compared with a set reference and the error can be used to control the triggering angle, a. Since 
the output voltage and hence the armature current are not directly proportional to & but to cos(a), the 
above method will yield a nonlinear (co-sinusoidal) relationship between the output voltage and control 
angle, &. However, one could choose to use the error signal to control cos(a) instead of a. This would 
then yield a linear relationship between the output voltage and cos of control angle, a. 

It is interesting to note from the equation for the output average voltage that the output average voltage 
can become negative if the triggering angle is greater than 90 electrical degrees. This leads us to the topic 
of regeneration. AC to DC controlled rectifiers employing thyristors and having large inductance on the 
DC side can be made to operate in the regeneration mode by simply delaying the trigger angle. This is 
quite beneficial in overhauling loads like cranes. When the load on a hook of the crane has to be lifted 
up, electrical energy is supplied to the motor. The voltage across the motor is positive and the current 
through the armature is positive. Positive torque is generated and hence the load moves up. When the 
load is to be brought down, the load starts to rotate the motor in the opposite direction due to gravity. 
The voltage at the terminals becomes negative since speed is negative. The thyristors are gated at an angle 
greater than 90 electrical degrees to match the generated (negative) voltage of the DC motor. Since current 
through the thyristors cannot go negative, current is forced to flow into the DC motor in the positive 
direction. The large inductance of the motor helps to maintain the positive direction of current through 
the armature. Positive torque is still produced since the direction of current is still positive and the field 
remains unchanged. In other words, the motor develops positive torque and tries to move the load up 
against gravity but the gravity is pushing the motor down. The product of current through the motor 
and the voltage across it is negative, meaning that the motor is not consuming energy, and on the contrary, 
is producing electrical energy — the kinetic energy due to the motor’s downward motion is partly 
converted to electrical energy by the field and armature. This energy produced by the motor is routed 
out to the supply via the appropriately gated thyristors. Conversion of kinetic energy to electrical energy 
acts like a dynamic-brake and slows the rapid downward descent of the load. 

A typical crane is required to operate in all four quadrants (Fig. 14.30). In the first quadrant, the motor 
develops positive torque and the motor runs in the positive direction, meaning its speed is positive — 
the product of torque and speed is power, and so positive electric power is supplied to the motor from 
the AC to DC rectifier. When the crane with a load is racing upward, close to the end of its travel, the 
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FIGURE 14.30 Four-quadrant operation of a crane or hoist. 


FIGURE 14.31 Two rectifier-bridge arrangements for four-quadrant operation of DC motor. 


AC to DC controlled rectifier is made to stop powering the motor. The rectifier generates practically no 
voltage. The inertia of the load moving upward generates a voltage in the form of a back emf. This voltage 
is fed into a second rectifier bridge arranged in the opposite direction as shown in Fig. 14.31. The second 
bridge is turned ON to let the generated voltage across the still upwardly mobile motor flow into the 
utility, thereby converting the inertial motion to electric power. In the second quadrant, speed remains 
positive but torque becomes negative, since the current through the motor flows in the opposite direction 
into the second rectifier bridge arrangement (Fig. 14.31). The product of speed and torque is negative, 
meaning that the motor behaves like a generator during this part of the travel. 

The third quadrant, as explained earlier, occurs at the beginning of the lowering action. Both torque and 
speed are negative and so the product of torque and speed is positive. Power is applied to the motor to 
overcome static friction and accelerate the rotating parts of the mechanism to move the load downward. 
In this case, the direction of armature current through the motor is opposite to that in quadrant 1, and the 
electrical power needed by the motor is supplied by the second rectifier bridge arrangement (Fig. 14.31). 

The mechanical load and motor arrangement goes into the fourth quadrant of operation for the larger 
part of the downward motion. This is the period during which the motor resists the tendency of the load to 
accelerate downward by developing positive torque. Since motion is downward, speed is negative and the 
product of torque and speed is negative. This means the motor behaves like a generator as explained earlier. 

Since the thyristors cannot conduct in the opposite direction, a new inverter section had to be provided 
to enable the four-quadrant operation needed in cranes and hoists. The method by which unidirectional 
electrical power was routed to the bidirectional AC utility lines is known as inversion (opposite of recti- 
fication). Since no external means of switching OFF the thyristors was employed, the process of inversion 
was achieved by natural commutation. Such an inverter is also known as a line commutated inverter. 
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FIGURE 14.32 A typical three-phase semiconverter. Rarely employed in modern industry. 


Three-Phase Controlled AC to DC Rectifier Systems 


The observations made so far for the single-phase controlled AC to DC rectifiers can be easily extended 
to three-phase versions. An important controlled rectification scheme that was not mentioned in the 
single-phase case is the semiconverter circuit. In Fig. 14.28, if the thyristors Q2 and Q4 are replaced by 
diodes (D2 and D4), then the circuit of Fig. 14.28 is converted into a semiconverter circuit. Such a circuit 
does not have the potential to provide regeneration capability and hence is of limited use. However, in 
dual converter applications, especially in three-phase versions, there are a few instances where a semi- 
converter can be employed to reduce cost. A typical three-phase semiconverter circuit will consist of three 
thyristors and three diodes arranged in an H-bridge configuration as shown in Fig. 14.32. 

Three-phase dual converter schemes similar to the one shown in Fig. 14.31 are still employed to operate 
large steel mills, hoists, and cranes. However, the advent of vector controlled AC drives has drastically 
changed the electrical landscape of the modern industry. Most DC motor applications are being rapidly 
replaced by AC motors with field-oriented control schemes. DC motor application in railway traction 
has also seen significant reduction due to the less expensive and more robust AC motors. 

However, there are still a few important applications where three-phase controlled rectification (inver- 
sion) is the most cost-effective solution. One such application is the regenerative converter module that 
many inverter-drive manufacturers provide as optional equipment to customers with overhauling loads. 
Under normal circumstances, during the motoring mode of operation of an AC drive, the regenerative 
unit does not come into the circuit. However, when the DC bus voltage tends to go higher than a 
predetermined level due to overhauling of the load, the kinetic energy of the load is converted into 
electrical energy and is fed back into the AC system via a six-pulse thyristor-based inverter-bridge. One 
such scheme is shown in Fig. 14.33. 


Average Output Voltage 


In order to evaluate the average value of the output voltage for a three-phase full-bridge converter, the 
process of integrating the output voltage similar to the one in Fig. 14.21(b) has to be undertaken. For 
the circuit shown in Fig. 14.20(b), where the diodes are replaced by thyristors, the integration yields the 
following: 


- 3 o+(2n/3) \2V;__,sin(we)a( we) 


= 3% nD) *V,_, *cos(a.) _ 3% 2 * 3 *V,_y *cos(a) 
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FIGURE 14.33 Use of six-pulse thyristor bridge in the inverter mode to provide regeneration capability to an 
existing AC drive system. 


The average output voltage for the circuit in Fig. 14.20(b) with the diodes being replaced by thyristors 
is only different in the cosine of the triggering angle, a. If the triggering angle is zero, the circuit performs 
similar to a three-phase diode rectifier and the average output voltages become the same. 


HVDC Transmission Systems 


One area where it is difficult to replace the use of high voltage, high current carrying thyristors is high 
voltage DC (HVDC) transmission systems. When a large amount of power is to be transported over long 
distances, or under water, it has been found that high voltage DC transmission is more economical. HVDC 
systems are in reality back-to-back rectifier systems. The sending end rectifier system consists typically of 
12- or 24-pulse thyristor bridges while the receiving end consists of a similar configuration but in the 
opposite direction. The receiving end 12- or 24-pulse bridge operates in the inverter mode while the 
sending end operates in the rectifier mode. 12-pulse configuration is achieved by cascading two 6-pulse 
bridges in series while 24-pulse configuration needs four 6-pulse bridges cascaded in series. Typical 
advantages of high voltage DC transmission over high voltage AC transmission is briefly listed below: 


1. No stability problems due to transmission line length since no reactive power needs to be transmitted. 

2. No limitation of cable lengths for underground cable or submarine cable transmission due to the 
fact that no charging power compensation need be done. 

3. AC power systems can be interconnected employing a DC tie without reference to system frequen- 
cies, short circuit power, etc. 

4. High-speed control of DC power transmission is possible due to the fact that the control angle, 
a, has a relatively short time constant. 

5. Fault isolation between receiving end and sending end can be dynamically achieved due to fast 
efficient control of the high voltage DC link. 

6. Employing simple control logic can change energy flow direction very fast. This can help in meeting 
peak demands at either the sending or the receiving station. 

7. High reliability of thyristor converter and inverter stations makes this mode of transmission a 
viable solution for transmission lengths typically over 500 km. 

8. The right-of-way needed for high voltage DC transmission is much lower than that of AC trans- 
mission of the same power capacity. 
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FIGURE 14.34 Schematic representation of a bipolar HVDC system employing 12-pulse rectification/inversion 


scheme. 


The advantages of DC transmission over AC should not be misunderstood and DC should not be 
considered as a general substitute for AC power transmission. In a power system, it is generally believed 
that both AC and DC should be considered as complementary to each other, so as to bring about the 
integration of their salient features to the best advantage in realizing a power network that ensures high 
quality and reliability of power supply. A typical rectifier-inverter system employing a 12-pulse scheme 
is shown in Fig. 14.34. 

Typical DC link voltage can be as high as 400 kV to 600 kV. Higher voltage systems are also in use. 
Typical operating power levels are over 1000 MW. There are a few systems transmitting close to 3500 MW 
of power through two bipolar systems. Most thyristors employed in large HVDC transmission systems 
are liquid cooled to improve their performance. 


Power System Interaction with Three-phase Thyristor AC to DC Rectifier Systems 


Similar to the diode rectifiers, the thyristor based AC to DC rectifiers also suffer from low order current 
harmonics. In addition to current harmonics, there is a voltage notching phenomenon occurring at the 
input terminals of an AC to DC thyristor based rectifier system. The voltage notching is a very serious 
problem. Since thyristors are generally slower to turn ON and turn OFF compared to power semicon- 
ductor diodes, there are nontrivial durations during which an outgoing thyristor and an incoming 
thyristor remain in conduction, thereby creating a short-circuit across the power supply phases feeding 
the corresponding thyristors. Thyristors used in rectifiers are generally known as phase control type 
thyristors and have typical turn OFF times of 50 to 100 psec. Thyristors employed in inverter circuits 
typically are faster and have turn OFF times in the 10 to 50 sec range. 

Notching can create major disturbances in sensitive electronic equipment that rely on the zero-crossing 
of the voltage for satisfactory operation. Multiple pseudo zero-crossings of the voltage waveform can 
occur due to the notching effect of thyristor based rectifier systems. Notching can create large magnitudes 
of currents to flow into power-factor correcting capacitors, thereby potentially causing permanent damage 
to them. IEEE Std. 519-1992 in the U.S. has strict regulations regarding the depth of the notch as well 
as the duration of the notch. AC line inductors in series with the supply feeding power to the three-phase 
bridge help to minimize the notching effect on the power system. The theory behind this phenomenon 
is discussed next. 
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When an external inductance is added in front of a three-phase AC to DC rectifier employing thyristors, 
the duration of commutation increases. In other words, the time period for which the outgoing thyristor 
remains in conduction along with the incoming thyristor increases. This overlap period causes the average 
output voltage to reduce because during this period, the output voltage is composed of two shorted 
phases and a healthy phase. The extent of reduction in the output voltage depends on the duration of 
overlap in electrical degrees. The duration of overlap in electrical degrees is commonly represented by 
pu. The overlap duration is directly proportional to the value of the external inductance used. If no external 
line inductor is used, then this duration will depend on the existing inductance of the system including 
the wiring inductance. In order to compute the factors influencing the overlap duration, a simple model 
can be assumed. Assume that the line is comprised of inductance L in each phase. Let the DC load current 
be I,. and let it be assumed that this current does not change during the overlap interval. The current 
in the incoming thyristor is zero at start and by the end of the overlap interval, it rises to I,. Based on 
this assumption, the relationship between current and voltage can be expressed as: 


Vy =\2*V,_, *sin( we) =2* L*(di/dt) 


eve fo nlwe)a(e)=2e ne fa 
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For small values of overlap angle p, sin(u/2) = p/2 and sin(a + 1/3 + (u/2)) = sin(a + 1/3). Rearranging 
the above equation yields: 


2wL* I, 
\2*V,_,*sin(o.+n/3)_ 


From the above expression, it is interesting to note the following: 


1. If the inductance L in the form of either external inductance or leakage inductance of transformer 
or lead length is large, the overlap duration will be large. 

2. If the load current, I. is large, the overlap duration will be large. 

3. If the delay angle is small, then the inductance will store more energy and so the duration of 
overlap will be large. The minimum value of delay angle @ is 0° and the maximum value typically 
is 60°. 

The average output voltage will reduce due to the overlap angle as mentioned before. In order to 


compute the average output voltage with a certain overlap angle, the limits of integration have to be 
changed. This exercise yields the following: 
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Thus, it can be seen that the overlap angle has an equivalent effect of advancing the delay angle, thereby 
reducing the average output voltage. From the discussions in the previous paragraphs on notching, it is 


© 2001 CRC Press LLC 


interesting to note that adding external inductance increases the duration of the overlap and reduces the 
average value of the output DC voltage. However, when viewed from the AC source side, the notching 
effect is conspicuously reduced and in some cases not observable. Since all other electrical equipment in 
the system will be connected to the line side of the AC inductor (in front of a thyristor based AC to DC 
rectifier), these equipment will not be affected by the notching phenomenon of thyristors. The external 
inductance also helps limit the circulating current between the two thyristors during the overlap duration. 


Conclusion 


Uncontrolled and controlled rectifier circuits have been discussed in this chapter. An introduction to the 
theory of diode and thyristor conduction has been presented to explain the important operating char- 
acteristics of these devices. Rectifier topologies employing both diodes and thyristors and their relative 
advantages and disadvantages have been discussed. Use of a dual thyristor bridge converter to achieve 
four-quadrant operation of a DC motor has been discussed. The topic of high-voltage DC (HVDC) 
transmission has been briefly introduced. Power quality issues relating to diode and thyristor-based 
rectifier topologies has also been addressed. To probe further into the various topics briefly discussed in 
this section, the reader is encouraged to refer to the references listed below. 
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14.3 Inverters 


Michael Giesselmann 


Inverters are used to create single or polyphase AC voltages from a DC supply. In the class of polyphase 
inverters, three-phase inverters are by far the largest group. A very large number of inverters are used for 
adjustable speed motor drives. The typical inverter for this application is a “hard-switched” voltage source 
inverter producing Pulse-Width Modulated (PWM) signals with a sinusoidal fundamental (Holtz, 1992). 
Recently research has shown detrimental effects on the windings and the bearings resulting from unfil- 
tered PWM waveforms and recommend the use of filters (Cash and Habetler, 1998; Von Jouanne et al., 
1996). A very common application for single-phase inverters are so-called “Uninterruptable Power 
Supplies” (UPS) for computers and other critical loads. Here, the output waveforms range from square 
wave to almost ideal sinusoids. UPS designs are classified as either “off-line” or “on-line”. An off-line UPS 
will connect the load to the utility for most of the time and quickly switch over to the inverter if the 
utility fails. An online UPS will always feed the load from the inverter and switch the supply of the DC 
bus instead. Since the DC bus is heavily buffered with capacitors, the load sees virtually no disturbance 
if the power fails. 

In addition to the very common hard-switched inverters, active research is being conducted on soft- 
switching techniques. Hard-switched inverters use controllable power semiconductors to connect an 
output terminal to a stable DC-bus. On the other hand, soft switching inverters have an oscillating 
intermediate circuit and attempt to open and close the power switches under zero-voltage and or zero- 
current conditions. 
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A separate class of inverters are the line commutated inverters for multimegawatt power ratings, that 
use Thyristors (also called Silicon Controlled Rectifiers, SCRs). SCRs can only be turned “on” on com- 
mand. After being turned on, the current in the device must approach zero in order to turn the device 
off. All other inverters are self commutated, meaning that the power control devices can be turned on 
and off. Line commutated inverters need the presence of a stable utility voltage to function. They are 
used for DC links between utilities, ultra long distance energy transport, and very large motor drives 
(Ahmed, 1999; Barton, 1994; Mohan et al., 1995; Rashid, 1993; Tarter, 1993). However, the latter appli- 
cation is more and more taken over by modern hard-switched inverters including multilevel inverters 
(Brumsickle et al., 1998; Tolbert et al., 1999). 

Modern inverters use Isolated Gate Bipolar Transistors (IGBTs) as the main power control devices 
(Mohan et al., 1995). Besides IGBTs, power MOSFETs are also used especially for lower voltages, power 
ratings, and applications that require high efficiency and high switching frequency. In recent years, IGBTs, 
MOSFETs, and their control and protection circuitry have made remarkable progress. IGBTs are now 
available with voltage ratings of up to 3300 V and current ratings up to 1200 A. MOSFETs have achieved 
on-state resistances approaching a few milliohms. In addition to the devices, manufacturers today offer 
customized control circuitry that provides for electrical isolation, proper operation of the devices under 
normal operating conditions, and protection from a variety of fault conditions (Mohan et al., 1995). In 
addition, the industry provides good support for specialized passive devices such as capacitors and 
mechanical components such as low inductance bus-bar assemblies to facilitate the design of reliable 
inverters. In addition to the aforementioned inverters, a large number of special topologies are used. A 
good overview is given by Gottlieb (1984). 


Fundamental Issues 


Inverters fall in the class of power electronics circuits. The most widely accepted definition of a power 
electronics circuit is that the circuit is actually processing electric energy rather than information. The 
actual power level is not very important for the classification of a circuit as a power electronics circuit. 
One of the most important performance considerations of power electronics circuits, like inverters, is 
their energy conversion efficiency. The most important reason for demanding high efficiency is the 
problem of removing large amounts of heat from the power devices. Of course, the judicious use of 
energy is also paramount, especially if the inverter is fed from batteries such as in electric cars. For these 
reasons, inverters operate the power devices, which control the flow of energy, as switches. In the ideal 
case of a switching event, there would be no power loss in the switch since either the current in the switch 
is zero (switch open) or the voltage across the switch is zero (switch closed) and the power loss is computed 
as the product of both. In reality, there are two mechanisms that do create some losses, however; these 
are on-state losses and switching losses (Bird et al., 1993; Kassakian et al., 1991; Mohan et al., 1995; 
Rashid, 1993). On-state losses are due to the fact that the voltage across the switch in the on state is not 
zero, but typically in the range of 1-2 V for IGBTs. For power MOSFETs, the on-state voltage is often in 
the same range, but it can be substantially below 0.5 V due to the fact that these devices have a purely 
resistive conduction channel and no fixed minimum saturation voltage like bipolar junction devices 
(IGBTs). The switching losses are the second major loss mechanism and are due to the fact that, during 
the turn on and turn off transition, current is flowing while voltage is present across the device. In order 
to minimize the switching losses, the individual transitions have to be rapid (tens to hundreds of 
nanoseconds) and the maximum switching frequency needs to be carefully considered. 

In order to avoid audible noise being radiated from motor windings or transformers, most modern 
inverters operate at switching frequencies substantially above 10 kHz (Bose, 1992; 1996). 


Single Phase Inverters 


Figure 14.35 shows the basic topology of a full bridge inverter with single-phase output. This configura- 
tion is often called an H-bridge, due to the arrangement of the power switches and the load. The inverter 
can deliver and accept both real and reactive power. The inverter has two legs, left and right. Each leg 
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FIGURE 14.35 Topology of a single-phase, full bridge inverter. 


consists of two power control devices (here IGBTs) connected in series. The load is connected between 
the mid-points of the two phase legs. Each power control device has a diode connected in antiparallel 
to it. The diodes provide an alternate path for the load current if the power switches are turned off. For 
example, if the lower IGBT in the left leg is conducting and carrying current toward the negative DC 
bus, this current would “commutate” into the diode across the upper IGBT of the left leg, if the lower 
IGBT is turned off. Control of the circuit is accomplished by varying the turn on time of the upper and 
lower IGBT of each inverter leg, with the provision of never turning on both at the same time, to avoid 
a short circuit of the DC bus. In fact, modern drivers will not allow this to happen, even if the controller 
would erroneously command both devices to be turned on. The controller will therefore alternate the 
turn on commands for the upper and lower switch, i.e., turn the upper switch on and the lower switch 
off, and vice versa. The driver circuit will typically add some additional blanking time (typically 
500-1000 ns) during the switch transitions to avoid any overlap in the conduction intervals. 

The controller will hereby control the duty cycle of the conduction phase of the switches. The average 
potential of the center-point of each leg will be given by the DC bus voltage multiplied by the duty cycle 
of the upper switch, if the negative side of the DC bus is used as a reference. If this duty cycle is modulated 
with a sinusoidal signal with a frequency that is much smaller than the switching frequency, the short- 
term average of the center-point potential will follow the modulation signal. “Short-term” in this context 
means a small fraction of the period of the fundamental output frequency to be produced by the inverter. 
For the single phase inverter, the modulation of the two legs are inverse of each other such that if the 
left leg has a large duty cycle for the upper switch, the right leg has a small one, etc. The output voltage 
is then given by Eq. (14.1) in which m, is the modulation factor. The boundaries for m, are for linear 
modulation. Values greater than 1 cause overmodulation and a noticeable increase in output voltage 
distortion. 


V,.,(t)=m, -V,,-sin(@,-t)  0<m, <1 (14.1) 

This voltage can be filtered using a LC low pass filter. The voltage on the output of the filter will closely 
resemble the shape and frequency of the modulation signal. This means that the frequency, wave-shape, 
and amplitude of the inverter output voltage can all be controlled as long as the switching frequency is 
at least 25-100 times higher than the fundamental output frequency of the inverter (Holtz, 1992). The 
actual generation of the PWM signals is mostly done using microcontrollers and Digital Signal Processors 
(DSPs) (Bose, 1987). 
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FIGURE 14.36 Topology of a three-phase inverter. 


Three Phase Inverters 


Figure 14.36 shows a three-phase inverter, which is the most commonly used topology in today’s motor 
drives. The circuit is basically an extension of the H-bridge style single-phase inverter, by an additional 
leg. The control strategy is similar to the control of the single-phase inverter, except that the reference 
signals for the different legs have a phase shift of 120° instead of 180° for the single-phase inverter. Due 
to this phase shift, the odd triplen harmonics (3rd, 9th, 15th, etc.) of the reference waveform for each 
leg are eliminated from the line-to-line output voltage (Mohan et al., 1995; Novotny and Lipo, 1996; 
Rashid, 1993; Shepherd and Zand, 1979). The even numbered harmonics are canceled as well if the 
waveforms are pure AC, which is usually the case. For linear modulation, the amplitude of the output 
voltage is reduced with respect to the input voltage of a three phase rectifier feeding the DC bus by a 
factor given by Eq. (14.2). 


2) 


To compensate for this voltage reduction, the fact of the harmonics cancellation is sometimes used to 
boost the amplitudes of the output voltages by intentionally injecting a 3rd harmonic component into 
the reference waveform of each phase leg (Mohan et al., 1995). 

Figure 14.37 shows the typical output of a three-phase inverter during a startup transient into a typical 
motor load. This figure was created using circuit simulation. The upper graph shows the pulse-width 
modulated waveform between phases A and B, whereas the lower graph shows the currents in all three 
phases. It is obvious that the motor acts as a low-pass filter for the applied PWM voltage and the current 
assumes the waveshape of the fundamental modulation signal with very small amounts of switching ripple. 

Like the single-phase inverter based on the H-bridge topology, the inverter can deliver and accept both 
real and reactive power. In many cases, the DC bus is fed by a diode rectifier from the utility, which 
cannot pass power back to the AC input. The topology of a three-phase rectifier would be the same as 
shown in Fig. 14.36 with all IGBTs deleted. 

A reversal of power flow in an inverter with a rectifier front end would lead to a steady rise of the DC 
bus voltage beyond permissible levels. If the power flow to the load is only reversing for brief periods of 
time, such as to brake a motor occasionally, the DC bus voltage could be limited by dissipating the power 
in a so-called brake resistor. To accommodate a brake resistor, inverter modules with an additional 7th 
IGBT (called “brake-chopper”) are offered. This is shown in Fig. 14.38. For long-term regeneration, the 


V3 = 82.7% (14.2) 
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FIGURE 14.37 Typical waveforms of inverter voltages and currents. 
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FIGURE 14.38 Topology of a three-phase inverter with brake-chopper IGBT. 


rectifier can be replaced by an additional three-phase converter (Mohan et al., 1995). This additional 
converter is often called a controlled synchronous rectifier. The additional converter including its con- 
troller is of course much more expensive than a simple rectifier, but with this arrangement bidirectional 
power flow can be achieved. In addition, the interface toward the utility system can be managed such 
that the real and reactive power that is drawn from or delivered to the utility can be independently 
controlled. Also, the harmonics content of the current in the utility link can be reduced to almost zero. 
The topology for an arrangement like this is shown in Fig. 14.39. 

The inverter shown in Fig. 14.36 provides a three-phase voltage without a neutral point. A fourth leg 
can be added to provide a four-wire system with a neutral point. Likewise four, five, or n-phase inverters 
can be realized by simply adding the appropriate number of phase legs. 
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FIGURE 14.39 Topology of a three-phase inverter system for bidirectional power flow. 


FIGURE 14.40 Topology of a three-level inverter. 


As in single-phase inverters, the generation of the PWM control signals is done using modern micro- 
controllers and DSPs. These digital controllers are typically not only controlling just the inverter, but 
through the controlled synthesis of the appropriate voltages, motors and attached loads are controlled 
for high-performance dynamic response. The most commonly used control principle for superior 
dynamic response is called field-oriented or vector control (Bose, 1987; Bose, 1996; DeDonker and 
Novotny, 1988; Lorenz and Divan, 1990; Trzynadlowski, 1994). 


Multilevel Inverters 


Multilevel inverters are a class of inverters where a DC source with several tabs between the positive and 
negative terminal is present. The two main advantages of multilevel inverters are the higher voltage 
capability and the reduced harmonics content of the output waveform due to the multiple DC levels. 
The higher voltage capability is due to the fact that clamping diodes are used to limit the voltage stress 
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FIGURE 14.41 Line commutated converter in inverter mode. 


on the IGBTs to the voltage differential between two tabs on the DC bus. Figure 14.40 shows the topology 
of a three-level inverter. Here, each phase leg consists of four IGBTs in series with additional antiparallel 
and clamping diodes. The output is again at the center-point of the phase leg. The output of each phase 
can be connected to the top DC bus, the center connection of the DC supply, or the negative DC bus. 
This amounts to three distinct voltage levels for the voltage of each phase, which explains the name of 
the circuit. It turns out that the resulting line-to-line voltage has five distinct levels in a three-phase 
inverter. 


Line Commutated Inverters 


Figure 14.41 shows the topology of a line commutated inverter. In Fig. 14.41 the SCRs are numbered 
according to their firing sequence. The circuit can operate both as a rectifier and an inverter. The mode 
of operation is controlled by the firing angle of the SCRs in the circuit (Ahmed, 1999; Barton, 1994; 
Mohan et al., 1995). The reference value for the firing angle © is the instant when the voltage across each 
SCR becomes positive, i.e., when an uncontrolled diode would turn on. This time corresponds to 30° 
past the positive going zero crossing of each phase. By delaying the turn-on angle o& more than 90° past 
this instant, the polarity of the average DC bus voltage reverses and the circuit enters the inverter mode. 
The DC source in Fig. 14.41 shows the polarity of the DC voltage for inverter operation. The firing delay 
angle corresponds to the phase of the utility voltage. The maximum delay angle must be limited to less 
than 180°, to provide enough time for the next SCR in the sequence to acquire the load current. 
Equation (14.3) gives the value of the DC output voltage of the converter as a function of the delay angle 
a and the DC current I,,, which is considered constant. 


3 (| 
Va == -(v2-Vis-608(at)- 0-15-14, (14.3) 


V\, is the rms value of the AC line-to-line voltage, w is the radian frequency of the AC voltage, and L, 
is the value of the inductors La, Lb, and Lc in Fig. 14.41. Line commutated inverters have a negative 
impact on the utility voltage and a relatively low total power factor. Equation (14.4) gives an estimate of 
the total power factor of the circuit shown in Fig. 14.41 for constant DC current and negligible AC line 
reactors. 


PF=—-cos(a) (14.4) 
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14.4 Active Filters for Power Conditioning 


Hirofumi Akagi 


Much research has been performed on active filters for power conditioning and their practical applications 
since their basic principles of compensation were proposed around 1970 (Bird et al., 1969; Gyugyi and 
Strycula, 1976; Kawahira et al., 1983). In particular, recent remarkable progress in the capacity and 
switching speed of power semiconductor devices such as insulated-gate bipolar transistors (IGBTs) has 
spurred interest in active filters for power conditioning. In addition, state-of-the-art power electronics 
technology has enabled active filters to be put into practical use. More than one thousand sets of active 
filters consisting of voltage-fed pulse-width-modulation (PWM) inverters using IGBTs or gate-turn-off 
(GTO) thyristors are operating successfully in Japan. 
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Active filters for power conditioning provide the following functions: 


* reactive-power compensation, 
+ harmonic compensation, harmonic isolation, harmonic damping, and harmonic termination, 
* negative-sequence current/voltage compensation, 


* voltage regulation. 


The term “active filters” is also used in the field of signal processing. In order to distinguish active 
filters in power processing from active filters in signal processing, the term “active power filters” often 
appears in many technical papers or literature. However, the author prefers “active filters for power 
conditioning” to “active power filters,” because the term “active power filters” is misleading to either 
“active filters for power” or “filters for active power.” Therefore, this section takes the term “active filters 
for power conditioning” or simply uses the term “active filters” as long as no confusion occurs. 


Harmonic-Producing Loads 
Identified Loads and Unidentified Loads 


Nonlinear loads drawing nonsinusoidal currents from utilities are classified into identified and uniden- 
tified loads. High-power diode/thyristor rectifiers, cycloconverters, and arc furnaces are typically char- 
acterized as identified harmonic-producing loads because utilities identify the individual nonlinear loads 
installed by high-power consumers on power distribution systems in many cases. The utilities determine 
the point of common coupling with high-power consumers who install their own harmonic-producing 
loads on power distribution systems, and also can determine the amount of harmonic current injected 
from an individual consumer. 

A “single” low-power diode rectifier produces a negligible amount of harmonic current. However, 
multiple low-power diode rectifiers can inject a large amount of harmonics into power distribution 
systems. A low-power diode rectifier used as a utility interface in an electric appliance is typically 
considered as an unidentified harmonic-producing load. Attention should be paid to unidentified har- 
monic-producing loads as well as identified harmonic-producing loads. 


Harmonic Current Sources and Harmonic Voltage Sources 


In many cases, a harmonic-producing load can be represented by either a harmonic current source or a 
harmonic voltage source from a practical point of view. Figure 14.42(a) shows a three-phase diode rectifier 
with a DC link inductor L,;. When attention is paid to voltage and current harmonics, the rectifier can 
be considered as a harmonic current source shown in Fig. 14.42(b). The reason is that the load impedance 
is much larger than the supply impedance for harmonic frequency ,, as follows: 


| R+(o,1,) >o,Ls. 


Here, L, is the sum of supply inductance existing upstream of the point of common coupling (PCC) and 
leakage inductance of a rectifier transformer. Note that the rectifier transformer is disregarded from 
Fig. 14.42(a). Figure 14.42(b) suggests that the supply harmonic current iy, is independent of Ls. 

Figure 14.43(a) shows a three-phase diode rectifier with a DC link capacitor. The rectifier would be 
characterized as a harmonic voltage source shown in Fig. 14.43(b) if it is seen from its AC terminals. The 
reason is that the following relation exists: 


if 
—— <«a,L,. 


@,C; 


This implies that i,, is strongly influenced by the inductance value of Ls. 
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(a) Power circuit 


jo ich Diode Rectifier 


(b) Equivalent circuit for harrnonic on a per-phase base 


FIGURE 14.42 Diode rectifier with inductive load. 


(b) Equivalent circuit for harmonic on a per-phase base 


FIGURE 14.43 Diode rectifier with capacitive load. 
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FIGURE 14.44 Three-phase three-wire system. 


Theoretical Approach to Active Filters for Power Conditioning 
The Akagi-Nabae Theory 


The theory of instantaneous power in three-phase circuits is referred to as the “Akagi-Nabae theory” 
(Akagi et al., 1983; Akagi et al., 1984). Figure 14.44 shows a three-phase three-wire system on the a-b-c 
coordinates, where no zero-sequence voltage is included in the three-phase three-wire system. Applying 
the theory to Fig. 14.44 can transform the three-phase voltages and currents on the a-b-c coordinates 
into the two-phase voltages and currents on the o-B coordinates, as follows: 


e, 
ee “ae e, (14.5) 
0 3/2 —43/2 : 


c 


i 

i j2|f se: 2 ||? 
ae 6 
* ae 13/2 yA : — 


c 


As is well known, the instantaneous real power either on the a-b-c coordinates or on the o-B coordinates 
is defined by 


P=,1, + ey, + 6,1, = Cyl + Cpls - (14.7) 


To avoid confusion, p is referred to as three-phase instantaneous real power. According to the theory, the 
three-phase instantaneous imaginary power, q, is defined by 


4= Cyhy — Ely, « (14.8) 


The combination of the above two equations bears the following basic formulation: 


e €, || 1 
b | =| Py el (14.9) 

q —& ey 15 
Here, @,*i, Or e3+i, obviously means instantaneous power in the o-phase or the S-phase because either 
is defined by the product of the instantaneous voltage in one phase and the instantaneous current in the 
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same phase. Therefore, p has a dimension of [W]. Conversely, neither e,,-ig nor e,-7, means instantaneous 
power because either is defined by the product of the instantaneous voltage in one phase and the 
instantaneous current in the other phase. Accordingly, q is quite different from p in dimension and 
electric property although q looks similar in formulation to p. A common dimension for q should be 
introduced from both theoretical and practical points of view. A good candidate is [IW], that is, “imag- 
inary watt.” 

Equation (14.9) is changed into the following equation: 


|-|* a (14.10) 
In —& Cy q 


Note that the determinant with respect to e, and e, in Eq. (14.9) is not zero. The instantaneous currents 
on the a-B coordinates, i, and i, are divided into two kinds of instantaneous current components, 


-1 -1 
alle 4% | |. ee 
I, —6, ey 0 6 ey q 


respectively: 


(14.11) 


til 
§ 
+ 


Let the instantaneous powers in the o-phase and the B-phase be p, and pg, respectively. They are given 
by the conventional definition as follows: 


Po, — Cube = Colop + Clog (14.12) 
Pa} Lb] | bp 514 


The three-phase instantaneous real power, p, is given as follows, by using Eqs. (14.11) and (14.12): 


Pp = Po, + Pp = Colup + lap F Coheg oa &5'Bq 


en 3 —,€, eu€5 (14.13) 
2 8 py 2, 2 pe 2, 2 at 25 32 
& + & e+ & & + & & + & 


The sum of the third and fourth terms on the right-hand side in Eq. (14.13) is always zero. From 
Eqs. (14.12) and (14.13), the following equations are obtained: 


P= Calay + shan = Purp + Pop (14.14) 


O= Cbg + g%pq = Pog + Pag (14.15) 


Inspection of Eqs. (14.14) and (14.15) leads to the following essential conclusions: 


* The sum of the power components, p,, and pg,, coincides with the three-phase instantaneous real 
power, p, which is given by Eq. (14.7). Therefore, p,, and pg, are referred to as the o-phase and 
B-phase instantaneous active powers. 
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* The other power components, p,, and p,,, cancel each other and make no contribution to the 
instantaneous power flow from the source to the load. Therefore, p,, and pg, are referred to as 
the o-phase and B-phase instantaneous reactive powers. 


+ Thus, a shunt active filter without energy storage can achieve instantaneous compensation of the 
current components, i,, and ig, or the power components, p,, and p,,. In other words, the Akagi- 
Nabae theory based on Eq. (14.9) exactly reveals what components the active filter without energy 
storage can eliminate from the o.-phase and B-phase instantaneous currents, i, and ig or the 
o.-phase and B-phase instantaneous real powers, p, and pp. 


Energy Storage Capacity 


Figure 14.45 shows a system configuration of a shunt active filter for harmonic compensation of a diode 
rectifier, where the main circuit of the active filter consists of a three-phase voltage-fed PWM inverter 
and a DC capacitor, C;. The active filter is controlled to draw the compensating current, i,,, from the 
utility, so that the compensating current cancels the harmonic current flowing on the AC side of the 
diode rectifier with a DC link inductor. 

Referring to Eq. (14.10) yields the a-phase and B-phase compensating currents, 


fara |_| & | | Par (14.16) 
Tarp ~& &y ar 


Here, p,, and qy, are the three-phase instantaneous real and imaginary power on the AC side of the 
active filter, and they are usually extracted from p, and q,. Note that p, and q, are the three-phase 
instantaneous real and imaginary power on the AC side of a harmonic-producing load. For instance, 
when the active filter compensates for the harmonic current produced by the load, the following rela- 
tionships exist: 


Par=—Pp Dar =~: (14.17) 


Here, p, and q, are AC components of p, and q,, respectively. Note that the DC components of p, and 
q, correspond to the fundamental current present in 7, and the AC components to the harmonic current. 
In general, two high-pass filters in the control circuit extract p, from p, and q, from q;. 

The active filter draws p,, from the utility, and delivers it to the DC capacitor if no loss is dissipated 
in the active filter. Thus, p,, induces voltage fluctuation of the DC capacitor. When the amplitude of p,; 
is assumed to be constant, the lower the frequency of the AC component, the larger the voltage fluctuation 
(Akagi et al., 1984; Akagi et al., 1986). If the period of the AC component is one hour, the DC capacitor 


Diode Rectifier 


Oo ~ 


PL 4L 


Shunt Active Filter 


FIGURE 14.45 Shunt active filter. 
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has to absorb or release electric energy given by integration of p,, with respect to time. Thus, the following 
relationship exists between the instantaneous voltage across the DC capacitor, v, and pyp: 


—Cwvi(t)= 5CH4(0)+ [Pat (14.18) 


This implies that the active filter needs an extremely large-capacity DC capacitor to suppress the voltage 
fluctuation coming from achieving “harmonic” compensation of p,. Hence, the active filter is no longer 
a harmonic compensator, and thereby it should be referred to as a “DC capacitor-based energy storage 
system,” although it is impractical at present. In this case, the main purpose of the voltage-fed PWM 
inverter is to perform an interface between the utility and the bulky DC capacitor. 

The active filter seems to “draw” q,; from the utility, as shown in Fig. 14.45. However, q,; makes no 
contribution to energy transfer in the three-phase circuit. No energy storage, therefore, is required to 
the active filter, independent of q,;, whenever py = 0. 


Classification of Active Filters 


Various types of active filters have been proposed in technical literature (Moran, 1989; Grady et al., 1990; 
Akagi, 1994; Akagi and Fujita, 1995; Fujita and Akagi, 1997; Aredes et al., 1998). Classification of active 
filters is made from different points of view (Akagi, 1996). Active filters are divided into AC and DC 
filters. Active DC filters have been designed to compensate for current and/or voltage harmonics on the 
DC side of thyristor converters for high-voltage DC transmission systems (Watanabe, 1990; Zhang et al., 
1993) and on the DC link of a PWM rectifier/inverter for traction systems. Emphasis, however, is put 
on active AC filter in the following because the term “active filters” refers to active AC filters in most cases. 


Classification by Objectives: Who is Responsible for Installing Active Filters? 


The objective of “who is responsible for installing active filters” classifies them into the following two 
groups: 


* Active filters installed by individual consumers on their own premises in the vicinity of one or 
more identified harmonic-producing loads. 


: Active filters being installed by electric power utilities in substations and/or on distribution feeders. 


Individual consumers should pay attention to current harmonics produced by their own harmonic- 
producing loads, and thereby the active filters installed by the individual consumers are aimed at com- 
pensating for current harmonics. 

Utilities should concern themselves with voltage harmonics, and therefore active filters will be installed 
by utilities in the near future for the purpose of compensating for voltage harmonics and/or of achieving 
“harmonic damping” throughout power distribution systems or “harmonic termination” of a radial 
power distribution feeder. The section titled “Practical Applications of Active Filters for Power Condi- 
tioning” describes a shunt active filter intended for installation by electric power utilities on the end bus 
of a power distribution line. 


Classification by System Configuration 


Shunt Active Filters and Series Active Filters 

A standalone shunt active filter shown in Fig. 14.45 is one of the most fundamental system configurations. 
The active filter is controlled to draw a compensating current, i,, from the utility, so that it cancels 
current harmonics on the AC side of a general-purpose diode/thyristor rectifier (Akagi et al., 1990; Peng 
et al., 1990; Bhattacharya et al., 1998) or a PWM rectifier for traction systems (Krah and Holtz, 1994). 
Generally, the shunt active filter is suitable for harmonic compensation of a current harmonic source 
such as diode/thyristor rectifier with a DC link inductor. The shunt active filter has the capability of 
damping harmonic resonance between an existing passive filter and the supply impedance. 
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Diode Rectifier 


Series Active Filter 


FIGURE 14.46 Series active filter. 


TABLE 14.3 Comparison of Shunt Active Filters and Series Active Filters 


Shunt Active Filter Series Active Filter 
System configuration Figure 14.45 Figure 14.46 
Power circuit of active filter | Voltage-fed PWM inverter with current — Voltage-fed PWM inverter without current 
minor loop minor loop 
Active filter acts as Current source: i4; Voltage source: V4p 
Harmonic-producing load Diode/thyristor rectifiers with inductive  Large-capacity diode rectifiers with capacitive 
suitable loads, and cycloconverters loads 
Additional function Reactive power compensation AC voltage regulation 
Present situation Commercial stage Laboratory stage 


Figure 14.46 shows a system configuration of a series active filter used alone. The series active filter is 
connected in series with the utility through a matching transformer, so that it is suitable for harmonic 
compensation of a voltage harmonic source such as a large-capacity diode rectifier with a DC link 
capacitor. The series active filter integrated into a diode rectifier with a DC common capacitor is discussed 
in section V. Table 14.3 shows comparisons between the shunt and series active filters. This concludes 
that the series active filter has a “dual” relationship in each item with the shunt active filter (Akagi, 1996; 
Peng, 1998). 


Hybrid Active/Passive Filters 

Figures 14.47, 14.48, and 14.49 show three types of hybrid active/passive filters, the main purpose of 
which is to reduce initial costs and to improve efficiency. The shunt passive filter consists of one or more 
tuned LC filters and/or a high-pass filter. Table 14.4 shows comparisons among the three hybrid filters 
in which the active filters are different in function from the passive filters. Note that the hybrid filters 
are applicable to any current harmonic source, although a harmonic-producing load is represented by a 
thyristor rectifier with a DC link inductor in Figs. 14.47, 14.48, and 14.49. 
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FIGURE 14.47 Combination of shunt active filter and shunt passive filter. 
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FIGURE 14.48 Combination of series active filter and shunt passive filter. 
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TABLE 14.4 Comparison of Hybrid Active/Passive Filters 


Shunt Active Filter Plus Shunt 
Passive Filter 


Series Active Filter Plus Shunt 
Passive Filter 


: Shunt Passive 


FIGURE 14.49 Series active filter connected in series with shunt passive filter. 


Series Active Filter Connected in 


Series with Shunt Passive Filter 


System 
configuration 

Power circuit of 
active filter 

Function of active 
filter 

Advantages 


Problems or issues 


Present situation 


Figure 14.47 


Voltage-fed PWM inverter 
with current minor loop 
Harmonic compensation 


General shunt active filters 
applicable 
Reactive power controllable 


Share compensation in 
frequency domain between 
active filter and passive filter 
Commercial stage 


Figure 14.48 


Voltage-fed PWM inverter 
without current minor loop 
Harmonic isolation 


Already existing shunt 
passive filters applicable 

No harmonic current 
flowing through active filter 
Difficult to protect active 


filter against overcurrent 


No reactive power control 
A few practical applications 


Figure 14.49 


Voltage-fed PWM inverter with 
or without current minor loop 
Harmonic isolation or 
harmonic compensation 
Already existing shunt passive 
filters applicable 

Easy protection of active filter 


No reactive power control 


Commercial stage 


Such a combination of a shunt active filter and a shunt passive filter as shown in Fig. 14.47 has already 
been applied to harmonic compensation of naturally-commutated twelve-pulse cycloconverters for steel 
mill drives (Takeda et al., 1987). The passive filters absorbs 11th and 13th harmonic currents while the 
active filter compensates for 5th and 7th harmonic currents and achieves damping of harmonic resonance 
between the supply and the passive filter. One of the most important considerations in system design is 
to avoid competition for compensation between the passive filter and the active filter. 

The hybrid active filters, shown in Fig. 14.48 (Peng et al., 1990; Peng et al., 1993; Kawaguchi et al., 
1997) and in Fig. 14.49 (Fujita and Akagi, 1991; Balbo et al., 1994; van Zyl et al., 1995), are right now 
on the commercial stage, not only for harmonic compensation but also for harmonic isolation between 
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supply and load, and for voltage regulation and imbalance compensation. They are considered prospective 
alternatives to pure active filters used alone. Other combined systems of active filters and passive filters 
or LC circuits have been proposed in Bhattacharya et al. (1997). 


Classification by Power Circuit 


There are two types of power circuits used for active filters; a voltage-fed PWM inverter (Akagi et al., 
1986; Takeda et al., 1987) and a current-fed PWM inverter (Kawahira et al., 1983; van Schoor and van 
Wyk, 1987). These are similar to the power circuits used for AC motor drives. They are, however, different 
in their behavior because active filters act as nonsinusoidal current or voltage sources. The author prefers 
the voltage-fed to the current-fed PWM inverter because the voltage-fed PWM inverter is higher in 
efficiency and lower in initial costs than the current-fed PWM inverter (Akagi, 1994). In fact, almost all 
active filters that have been put into practical application in Japan have adopted the voltage-fed PWM 
inverter as the power circuit. 


Classification by Control Strategy 


The control strategy of active filters has a great impact not only on the compensation objective and 
required kVA rating of active filters, but also on the filtering characteristics in transient state as well as 
in steady state (Akagi et al., 1986). 


Frequency-Domain and Time-Domain 

There are mainly two kinds of control strategies for extracting current harmonics or voltage harmonics 
from the corresponding distorted current or voltage; one is based on the Fourier analysis in the frequency- 
domain (Grady et al., 1990), and the other is based on the Akagi-Nabae theory in the time-domain. The 
concept of the Akagi-Nabae theory in the time-domain has been applied to the control strategy of almost 
all the active filters installed by individual high-power consumers over the last ten years in Japan. 


Harmonic Detection Methods 

Three kinds of harmonic detection methods in the time-domain have been proposed for shunt active 
filters acting as a current source i,,. Taking into account the polarity of the currents i, i, and i,, in 
Fig. 14.45 gives 


load-current detection: i 
supply-current detection: i,,= K,:ig, 


voltage detection: isp= Ky-v,. 


Note that load-current detection is based on feedforward control, while supply-current detection and 
voltage detection are based on feedback control with gains of K, and K,, respectively. Load-current 
detection and supply-current detection are suitable for shunt active filters installed in the vicinity of one 
or more harmonic-producing loads by individual consumers. Voltage detection is suitable for shunt active 
filters that will be dispersed on power distribution systems by utilities, because the shunt active filter 
based on voltage detection is controlled in such a way to present infinite impedance to the external circuit 
for the fundamental frequency, and to present a resistor with low resistance of 1/K, [Q] for harmonic 
frequencies (Akagi et al., 1999). 

Supply-current detection is the most basic harmonic detection method for series active filters acting 
as a voltage source V,p. Referring to Fig. 14.46 yields 


supply current detection: v,,= G° ig, 


The series active filter based on supply-current detection is controlled in such a way to present zero 
impedance to the external circuit for the fundamental frequency and to present a resistor with high 
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resistance of G [Q] for the harmonic frequencies. The series active filters shown in Fig. 14.46 (Fujita and 
Akagi, 1997) and Fig. 14.48 (Peng et al., 1990) are based on supply current detection. 


Integrated Series Active Filters 


A small-rated series active filter integrated with a large-rated double-series diode rectifier has the following 
functions (Fujita and Akagi, 1997): 


+ harmonic compensation of the diode rectifier, 
* voltage regulation of the common DC bus, 


+ damping of harmonic resonance between the communication capacitors connected across indi- 
vidual diodes and the leakage inductors including the AC line inductors, 


* reduction of current ripples flowing into the electrolytic capacitor on the common DC bus. 


System Configuration 


Figure 14.50 shows a harmonic current-free AC/DC power conversion system described below. It consists 
of a combination of a double-series diode rectifier of 5 kW and a series active filter with a peak voltage 
and current rating of 0.38 kVA. The AC terminals of a single-phase H-bridge voltage-fed PWM inverter 
are connected in “series” with a power line through a single-phase matching transformer, so that the 
combination of the matching transformers and the PWM inverters forms the “series” active filter. For 
small to medium-power systems, it is economically practical to replace the three single-phase inverters 
with a single three-phase inverter using six IGBTs. A small-rated high-pass filter for suppression of 
switching ripples is connected to the AC terminals of each inverter in the experimental system, although 
it is eliminated from Fig. 14.50 for the sake of simplicity. 

The primary windings of the Y-A and A-A connected transformers are connected in “series” with each 
other, so that the combination of the three-phase transformers and two three-phase diode rectifiers forms 
the “double-series” diode rectifier, which is characterized as a three-phase twelve-pulse rectifier. The DC 
terminals of the diode rectifier and the active filter form a common DC bus equipped with an electrolytic 
capacitor. This results not only in eliminating any electrolytic capacitor from the active filter, but also in 
reducing current ripples flowing into the electrolytic capacitor across the common DC bus. 

Connecting only a commutation capacitor C in parallel with each diode plays an essential role in 
reducing the required peak voltage rating of the series active filter. 


Double-Series Diode Rectifier (2.5 kVAx2) Common DC Bus 


200 V, 60 He 


AF) Gap=1yF L O14 mIl.7%) 
Ca = 1500 pF Ly = 1.2 mi(6%) 


Series Active Filter (0.38 kVA) C= 5 uF (200-V, 60-Hx, 5-kVA base) 


FIGURE 14.50 The harmonic current-free ac/dc power conversion system. 
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FIGURE 14.51 Single-phase equivalent circuit. 
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FIGURE 14.52 Single-phase equivalent circuit with respect to harmonics. 


Operating Principle 
Figure 14.51 shows an equivalent circuit for the power conversion system on a per-phase basis. The series 
active filter is represented as an AC voltage source v,,, and the double-series diode rectifier as the series 
connection of a leakage inductor L, of the transformers with an AC voltage source v,. The reason for 
providing the AC voltage source to the equivalent model of the diode rectifier is that the electrolytic 
capacitor C, is directly connected to the DC terminal of the diode rectifier, as shown in Fig. 14.50. 

The active filter is controlled in such a way as to present zero impedance for the fundamental frequency 
and to act as a resistor with high resistance of K [Q] for harmonic frequencies. The AC voltage of the 
active filter, which is applied to a power line through the matching transformer, is given by 


Vapt = K-ig, (14.19) 


where ig, is a supply harmonic current drawn from the utility. Note that v,, and iy, are instantaneous 
values. Figure 14.52 shows an equivalent circuit with respect to current and voltage harmonics in 
Fig. 14.51. Referring to Fig. 14.52 enables derivation of the following basic equations: 


V3, — Vi 
I,=~* (14.20) 
Z,+Z,+K 


K 
Vir ae zlVo Ve (14.21) 


where V,; is equal to the harmonic voltage appearing across the resistor K in Fig. 14.51. 


If K > Z,+ Z,, Eqs. (14.20) and (14.21) are changed into the following simple equations. 


I,, = 0 (14.22) 
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Equation (14.22) implies that an almost purely sinusoidal current is drawn from the utility. As a result, 
each diode in the diode rectifier continues conducting during a half cycle. Equation (14.23) suggests that 
the harmonic voltage V;,, which is produced by the diode rectifier, appears at the primary terminals of 
the transformers in Fig. 14.50, although it does not appear upstream of the active filter or at the utility- 
consumer point of common coupling (PCC). 


Control Circuit 


Figure 14.53 shows a block diagram of a control circuit based on hybrid analog/digital hardware. The 
concept of the Akagi-Nabae theory (Akagi, 1983; Akagi, 1984) is applied to the control circuit imple- 
mentation. The p-q transformation circuit executes the following calculation to convert the three-phase 
supply current i,,, i.,. and is, into the instantaneous active current i, and the instantaneous reactive 
current 1,. 


(14.24) 
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The fundamental components in i,,, is,, and i,,, correspond to DC components in i, and i,, and harmonic 
components to AC components. Two first-order high-pass-filters (HPFs) with the same cut-off frequency 
of 10 Hz as each other extract the AC components i, and i, from i, and i,, respectively. Then, the p-q 
transformation/inverse transformation of the extracted AC components produces the following supply 


harmonic currents: 
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Each harmonic current is amplified by a gain of K, and then it is applied to the gate control circuit of 
the active filter as a voltage reference vj; in order to regulate the common DC bus voltage, vj;, is divided 
by the gain of K, and then it is added to i,. 

The PLL (phase locked loop) circuit produces phase information wt which is a 12-bit digital signal of 
60 x 2 samples per second. Digital signals, sin @t and cos Wt, are generated from the phase information, 
and then they are applied to the p-q (inverse) transformation circuits. Multifunction in the transforma- 
tion circuits is achieved by means of eight multiplying D/A converters. Each voltage reference, v/*, is 


compared with two repetitive triangular waveforms of 10 kHz in order to generate the gate signals for 


sin & Cos 
generators 


P-d p-q inverse 
transform. transform. 


1/K 


FIGURE 14.53 Control circuit for the series active filter. 
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FIGURE 14.54 Experimental waveforms before starting the series active filter. 


the IGBTs. The two triangular waveforms have the same frequency, but one has polarity opposite to the 
other, so that the equivalent switching frequency of each inverter is 20 kHz, which is twice as high as 
that of the triangular waveforms. 


Experimental Results 


In the following experiment, the control gain of the active filter, K, is set to 27 Q, which is equal to 3.3 p.u. 
on a 3 200-V, 15-A, 60-Hz basis. Equation (14.20) suggests that the higher the control gain, the better 
the performance of the active filter. An extremely high gain, however, may make the control system 
unstable, and thereby a trade-off between performance and stability exists in determining an optimal 
control gain. A constant load resistor is connected to the common DC bus, as shown in Fig. 14.50. 

Figures 14.54 and 14.55 show experimental waveforms, where a 5-UF commutation capacitor is con- 
nected in parallel with each diode used for the double-series diode rectifier. Table 14.5 shows the THD of 
i, and the ratio of each harmonic current with respect to the fundamental current contained in i;. Before 
starting the active filter, the supply 11th and 13th harmonic currents in Fig. 14.54 are slightly magnified 
due to resonance between the commutation capacitors C and the AC line and leakage inductors, L, and 
L,. Nonnegligible amounts of 3rd, 5th, and 7th harmonic currents, which are so-called “non-characteristic 
current harmonics” for the three-phase twelve-pulse diode rectifier, are drawn from the utility. 

Figure 14.55 shows experimental waveforms where the peak voltage of the series active filter is imposed 
on a limitation of +12 V inside the control circuit based on hybrid analog/digital hardware. Note that 
the limitation of +12 V to the peak voltage is equivalent to the use of three single-phase matching 
transformers with turn ratios of 1:20 under the common DC link voltage of 240 V. After starting the 
active filter, a sinusoidal current with a leading power factor of 0.96 is drawn because the active filter 
acts as a high resistor of 27 Q, having the capability of compensating for both voltage harmonics Vy, and 
Viw as well as of damping the resonance. As shown in Fig. 14.55, the waveforms of i; and v; are not 
affected by the voltage limitation, although the peak voltage v,, frequently reaches the saturation or 
limitation voltage of +12 V. 

The required peak voltage and current rating of the series active filter in Fig. 14.55 is given by 


3x12 /./2 x 154 =0.38 kVA, (14.26) 


which is only 7.6% of the kVA-rating of the diode rectifier. 
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FIGURE 14.55 Experimental waveforms after starting the series active filter. 


TABLE 14.5 Supply Current THD and Harmonics Expressed 
as the Harmonic-to-Fundamental Current Ratio [%], Where 
Commutation Capacitors of 5 UF are Connected 


THD 3rd 5th 7th llth 13th 


Before (Fig. 14.54) 16.8 5.4 2.5 2.2 12.3 9.5 
After (Fig. 14.55) 1.6 0.7 0.2 0.4 0.8 1.0 


The harmonic current-free AC-to-DC power conversion system has both practical and economical 
advantages. Hence, it is expected to be used as a utility interface with large industrial inverter-based loads 
such as multiple adjustable speed drives and uninterruptible power supplies in the range of 1-10 MW. 


Practical Applications of Active Filters for Power Conditioning 


Present Status and Future Trends 


Shunt active filters have been put into practical applications mainly for harmonic compensation, with 
or without reactive-power compensation. Table 14.6 shows ratings and application examples of shunt 
active filters classified by compensation objectives. 

Applications of shunt active filters are expanding, not only into industry and electric power utilities 
but also into office buildings, hospitals, water supply utilities, and rolling stock. At present, voltage-fed 


TABLE 14.6 Shunt Active Filters on Commercial Base in Japan 


Objective Rating Switching Devices Applications 

Harmonic compensation with or 10 kVA ~ 2 MVA IGBTs Diode/thyristor rectifiers and 
without reactive/negative- cycloconverters for industrial loads 
sequence current compensation 

Voltage flicker compensation 5 MVA ~ 50 MVA GTO thyristors Arc furnaces 

Voltage regulation 40 MVA ~ 60 MVA GTO thyristors Shinkansen (Japanese “bullet” trains) 
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FIGURE 14.56 Shunt active filter for three-phase four-wire system. 


PWM inverters using IGBT modules are usually employed as the power circuits of active filters in a range 
of 10 kVA to 2 MVA, and DC capacitors are used as the energy storage components. 

Since a combined system of a series active filter and a shunt passive filter was proposed in 1988 (Peng 
et al., 1990), much research has been done on hybrid active filters and their practical applications 
(Bhattacharya et al., 1997; Aredes et al., 1998). The reason is that hybrid active filters are attractive from 
both practical and economical points of view, in particular, for high-power applications. A hybrid active 
filter for harmonic damping has been installed at the Yamanashi test line for high-speed magnetically- 
levitated trains (Kawaguchi et al., 1997). The hybrid filter consists of a combination of a 5-MVA series 
active filter and a 25-MVA shunt passive filter. The series active filter makes a great contribution to 
damping of harmonic resonance between the supply inductor and the shunt passive filter. 


Shunt Active Filters for Three-Phase Four-Wire Systems 


Figure 14.56 depicts the system configuration of a shunt active filter for a three-phase four-wire system. 
The 300-kVA active filter developed by Meidensha has been installed in a broadcasting station (Yoshida 
et al., 1998). Electronic equipment for broadcasting requires single-phase 100-V AC power supply in Japan, 
and therefore the phase-neutral rms voltage is 100 V in Fig. 14.56. A single-phase diode rectifier is used 
as an AC-to-DC power converter in an electronic device for broadcasting. The single-phase diode rectifier 
generates an amount of third-harmonic current that flows back to the supply through the neutral line. 
Unfortunately, the third-harmonic currents injected from all of the diode rectifiers are in phase, thus 
contributing to a large amount of third-harmonic current flowing in the neutral line. The current har- 
monics, which mainly contain the 3rd, 5th, and 7th harmonic frequency components, may cause voltage 
harmonics at the secondary of a distribution transformer. The induced harmonic voltage may produce a 
serious effect on other harmonic-sensitive devices connected at the secondary of the transformer. 

Figure 14.57 shows actually measured current waveform in Fig. 14.56. The load currents, i,,, iz,, and 
i, and the neutral current flowing on the load side, i,,,, are distorted waveforms including a large amount 
of harmonic current, while the supply currents, i,,, is,, and i... and the neutral current flowing on the 
supply side, i,,, are almost sinusoidal waveforms with the help of the active filter. 
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FIGURE 14.57 Actual current waveforms. 


The 48-MVA Shunt Active Filter for Compensation of Voltage Impact Drop, 
Variation, and Imbalance 


Figure 14.58 shows a power system delivering electric power to the Japanese “bullet trains” on the Tokaido 
Shinkansen. Three shunt active filters for compensation of fluctuating reactive current/negative-sequence 
current have been installed in the Shintakatsuki substation by the Central Japan Railway Company (Iizuka 
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FIGURE 14.58 The 48-MVA shunt active filter installed in the Shintakatsuki substation. 


et al., 1995). The shunt active filters, manufactured by Toshiba, consist of voltage-fed PWM inverters 
using GTO thyristors, each of which is rated at 16 MVA. A high-speed train with maximum output power 
of 12 MW draws unbalanced varying active and reactive power from the Scott transformer, the primary 
of which is connected to the 154-kV utility grid. More than twenty high-speed trains pass per hour 
during the daytime. This causes voltage impact drop, variation, and imbalance at the terminals of the 
154-kV utility system, accompanied by a serious deterioration in the power quality of other consumers 
connected to the same power system. The purpose of the shunt active filters with a total rating of 48 MVA 
is to compensate for voltage impact drop, voltage variation, and imbalance at the terminals of the 154-kV 
power system, and to improve the power quality. The concept of the instantaneous power theory in the 
time-domain has been applied to the control strategy for the shunt active filter. 

Figure 14.59 shows voltage waveforms on the 154-kV bus and the voltage imbalance factor before and 
after compensation, measured at 14:20-14:30 on July 27, 1994. The shunt active filters are effective not 
only in compensating for the voltage impact drop and variation, but also in reducing the voltage imbalance 
factor from 3.6 to 1%. Here, the voltage imbalance factor is the ratio of the negative to positive-sequence 
component in the three-phase voltages on the 154-kV bus. At present, several active filters in a range of 
40 MVA to 60 MVA have been installed in substations along the Tokaido Shinkansen (Takeda et al., 1995). 
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(a) Before compensation. (b) After compensation. 


FIGURE 14.59 Installation effect. 
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15.1 Introduction 


S. M. Halpin 


Electric power quality has emerged as a major area of electric power engineering. The predominant 
reason for this emergence is the increase in sensitivity of end-use equipment. This chapter is devoted to 
various aspects of power quality as it impacts utility companies and their customers and includes material 
on (1) grounding, (2) voltage sags, (3) harmonics, (4) voltage flicker, and (5) long-term monitoring. 
While these five topics do not cover all aspects of power quality, they provide the reader with a broad- 
based overview that should serve to increase overall understanding of problems related to power quality. 

Proper grounding of equipment is essential for safe and proper operation of sensitive electronic 
equipment. In times past, it was thought by some that equipment grounding as specified in the U.S. by 
the National Electric Code was in contrast with methods needed to insure power quality. Since those 
early times, significant evidence has emerged to support the position that, in the vast majority of instances, 
grounding according to the National Electric Code is essential to insure proper and trouble-free equip- 
ment operation, and also to insure the safety of associated personnel. 

Other than poor grounding practices, voltage sags due primarily to system faults are probably the 
most significant of all power quality problems. Voltage sags due to short circuits are often seen at distances 
very remote from the fault point, thereby affecting a potentially large number of utility customers. 
Coupled with the wide-area impact of a fault event is the fact that there is no effective preventive for all 
power system faults. End-use equipment will, therefore, be exposed to short periods of reduced voltage 
which may or may not lead to malfunctions. 

Like voltage sags, the concerns associated with flicker are also related to voltage variations. Voltage 
flicker, however, is tied to the likelihood of a human observer to become annoyed by the variations in 
the output of a lamp when the supply voltage amplitude is varying. In most cases, voltage flicker considers 
(at least approximately) periodic voltage fluctuations with frequencies less than about 30-35 Hz that are 
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small in size. Human perception, rather than equipment malfunction, is the relevant factor when con- 
sidering voltage flicker. 

For many periodic waveform (either voltage or current) variations, the power of classical Fourier series 
theory can be applied. The terms in the Fourier series are called harmonics; relevant harmonic terms 
may have frequencies above or below the fundamental power system frequency. In most cases, nonfun- 
damental frequency equipment currents produce voltages in the power delivery system at those same 
frequencies. This voltage distortion is present in the supply to other end-use equipment and can lead to 
improper operation of the equipment. 

Harmonics, like most other power quality problems, require significant amounts of measured data in 
order for the problem to be diagnosed accurately. Monitoring may be short- or long-term and may be 
relatively cheap or very costly and often represents the majority of the work required to develop power 
quality solutions. 

In summary, the power quality problems associated with grounding, voltage sags, harmonics, and 
voltage flicker are those most often encountered in practice. It should be recognized that the voltage and 
current transients associated with common events like lightning strokes and capacitor switching can also 
negatively impact end-use equipment. Because transients are covered in a separate chapter of this book, 
they are not considered further in this chapter. 


15.2 Wiring and Grounding for Power Quality 
Christopher J. Melhorn 


Perhaps one of the most common problems related to power quality is wiring and grounding. It has 
been reported that approximately 70 to 80% of all power quality related problems can be attributed to 
faulty connections and/or wiring. This section describes wiring and grounding issues as they relate to 
power quality. It is not intended to replace or supercede the National Electric Code (NEC) or any local 
codes concerning grounding. 


Definitions and Standards 


Defining grounding terminology is outside the scope of this section. There are several publications on 
the topic of grounding that define grounding terminology in various levels of detail. The reader is referred 
to these publications for the definitions of grounding terminology. 

The following is a list of standards and recommended practice pertaining to wiring and grounding 
issues. See the section on References for complete information. 


National Electric Code Handbook, 1996 edition. 

IEEE Std. 1100-1999. IEEE Recommended Practice for Powering and Grounding Electronic Equipment. 

IEEE Std. 142-1991. IEEE Recommended Practice for Grounding Industrial and Commercial Power 
Systems. 

FIPS-94 Publication 

Electrical Power Systems Quality 


The National Electric Code 


NFPAs National Electrical Code Handbook pulls together all the extra facts, figures, and explanations 
readers need to interpret the 1999 NEC. It includes the entire text of the Code, plus expert commentary, 
real-world examples, diagrams, and illustrations that clarify requirements. Code text appears in blue type 
and commentary stands out in black. It also includes a user-friendly index that references article numbers 
to be consistent with the Code. 

Several definitions of grounding terms pertinent to discussions in this article have been included for 
reader convenience. The following definitions were taken from various publications as cited. 
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From the IEEE Dictionary — Std. 100 


Grounding: A conducting connection, whether intentional or accidental, by which an electric circuit or 
equipment is connected to the earth, or to some conducting body of relatively large extent that serves in 
place of the earth. It is used for establishing and maintaining the potential of the earth (or of the 
conducting body) or approximately that potential, on conductors connected to it; and for conducting 
ground current to and from the earth (or the conducting body). 


Green Book (IEEE Std. 142) Definitions: 


Ungrounded System: A system, circuit, or apparatus without an intentional connection to ground, 
except through potential indicating or measuring devices or other very high impedance devices. 

Grounded System: A system of conductors in which at least one conductor or point (usually the 
middle wire or neutral point of transformer or generator windings) is intentionally grounded, either 
solidly or through an impedance. 


NEC Definitions: 


Refer to Figure 15.1. 

Bonding Jumper, Main: The connector between the grounded circuit conductor (neutral) and the 
equipment-grounding conductor at the service entrance. 

Conduit/Enclosure Bond: (bonding definition) The permanent joining of metallic parts to form an 
electrically conductive path which will assure electrical continuity and the capacity to conduct safely any 
current likely to be imposed. 

Grounded: Connected to earth or to some conducting body that serves in place of the earth. 

Grounded Conductor: A system or circuit conductor that is intentionally grounded (the grounded 
conductor is normally referred to as the neutral conductor). 

Grounding Conductor: A conductor used to connect equipment or the grounded circuit of a wiring 
system to a grounding electrode or electrodes. 

Grounding Conductor, Equipment: The conductor used to connect the noncurrent-carrying metal 
parts of equipment, raceways, and other enclosures to the system grounded conductor and/or the 
grounding electrode conductor at the service equipment or at the source of a separately derived system. 

Grounding Electrode Conductor: The conductor used to connect the grounding electrode to the 
equipment-grounding conductor and/or to the grounded conductor of the circuit at the service equip- 
ment or at the source of a separately derived system. 


System Metallic Condcutor 
Overcurrent Enclosure 
Supply Protection NEC 250-91(b) Load 


Equipment Grounding 
Conductors 
Grounding Electrode 
Conductor NEC 250-26(b) Earth or Other Condcuting 
Material 


Grounding Electrode 
NEC 250-26(c) 


FIGURE 15.1 Terminology used in NEC definitions. 
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Grounding Electrode: The grounding electrode shall be as near as practicable to and preferably in 
the same area as the grounding conductor connection to the system. The grounding electrode shall be: 
(1) the nearest available effectively grounded structural metal member of the structure; or (2) the nearest 
available effectively grounded metal water pipe; or (3) other electrodes (Section 250-81 & 250-83) where 
electrodes specified in (1) and (2) are not available. 

Grounding Electrode System: Defined in NEC Section 250-81 as including: (a) metal underground 
water pipe; (b) metal frame of the building; (c) concrete-encased electrode; and (d) ground ring. When 
these elements are available, they are required to be bonded together to form the grounding electrode 
system. Where a metal underground water pipe is the only grounding electrode available, it must be 
supplemented by one of the grounding electrodes specified in Section 250-81 or 250-83. 

Separately Derived Systems: A premises wiring system whose power is derived from generator, trans- 
former, or converter windings and has no direct electrical connection, including a solidly connected 
grounded circuit conductor, to supply conductors originating in another system. 


Reasons for Grounding 


There are three basic reasons for grounding a power system: personal safety, protective device operation, 
and noise control. All three of these reasons will be addressed. 


Personal Safety 


The most important reason for grounding a device on a power system is personal safety. The safety 
ground, as it is sometimes called, is provided to reduce or eliminate the chance of a high touch potential 
if a fault occurs in a piece of electrical equipment. Touch potential is defined as the voltage potential 
between any two conducting materials that can be touched simultaneously by an individual or animal. 

Figure 15.2 illustrates a dangerous touch potential situation. The “hot” conductor in the piece of 
equipment has come in contact with the case of the equipment. Under normal conditions, with the safety 
ground intact, the protective device would operate when this condition occurred. However, in Fig. 15.2, 
the safety ground is missing. This allows the case of the equipment to float above ground since the case 
of the equipment is not grounded through its base. In other words, the voltage potential between the 
equipment case and ground is the same as the voltage potential between the hot leg and ground. If the 
operator would come in contact with the case and ground (the floor), serious injury could result. 

In recent years, manufacturers of handheld equipment, drills, saws, hair dryers, etc. have developed 
double insulated equipment. This equipment generally does not have a safety ground. However, there is 


“Hot” Leg 
Shorted to 

Missing Safety Frame 

Ground 


Touch Potential 


Not a Ground 


FIGURE 15.2 Illustration of a dangerous touch potential situation. 
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TABLE 15.1 Example Ground Impedance Values 


Protective Voltage to Ground _- Voltage to Ground 
Device Rating 120 Volts 277 Volts 
20 Amps 1.20 Q 2.77 Q 
40 Amps 0.60 Q 1.39 QO 
50 Amps 0.48 Q 1.11Q 
60 Amps 0.40 Q 0.92 Q 
100 Amps 0.24 Q 0.55 Q 


never any conducting material for the operator to contact and therefore there is no touch potential 
hazard. If the equipment becomes faulted, the case or housing of the equipment is not energized. 


Protective Device Operation 


As mentioned in the previous section, there must be a path for fault current to return to the source if 

protective devices are to operate during fault conditions. The National Electric Code (NEC) requires that 

an effective grounding path must be mechanically and electrically continuous (NEC 250-51), have the 

capacity to carry any fault currents imposed on it without damage (NEC 250-75). The NEC also states 

that the ground path must have sufficiently low impedance to limit the voltage and facilitate protective 

device operation. Finally, the earth cannot serve as the equipment-grounding path (NEC-250-91(c)). 
The formula to determine the maximum circuit impedance for the grounding path is: 


Maximum Voltage to Ground 


Ground Path Impedance = - - 
Overcurrent Protection Rating x 5 


Table 15.1 gives examples of maximum ground path circuit impedances required for proper protective 
device operation. 


Noise Control 


Noise control is the third main reason for grounding. Noise is defined as unwanted voltages and currents 
on a grounding system. This includes signals from all sources whether it is radiated or conducted. As 
stated, the primary reason for grounding is safety and is regulated by the NEC and local codes. Any 
changes to the grounding system to improve performance or eliminate noise control must be in addition 
to the minimum NEC requirements. 

When potential differences occur between different grounding systems, insulation can be stressed and 
circulating currents can be created in low voltage cables (e.g., communications cables). In today’s electrical 
environment, buildings that are separated by large physical distances are typically tied together via a 
communication circuit. An example of this would be a college campus that may cover several square 
miles. Each building has its own grounding system. If these grounding systems are not tied together, a 
potential difference on the grounding circuit for the communication cable can occur. The idea behind 
grounding for noise control is to create an equipotential grounding system, which in turn limits or even 
eliminates the potential differences between the grounding systems. If the there is an equipotential 
grounding system and currents are injected into the ground system, the potential of the whole grounding 
system will rise and fall and potential differences will not occur. 

Supplemental conductors, ground reference grids, and ground plates can all be used to improve the 
performance of the system as it relates to power quality. Optically isolated communications can also 
improve the performance of the system. By using the opto-isolators, connecting the communications to 
different ground planes is avoided. All improvements to the grounding system must be done in addition 
to the requirements for safety. 

Separation of loads is another method used to control noise. Figure 15.3 illustrates this point. 
Figure 15.3 shows four different connection schemes. Each system from left to right improves noise 
control. 
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AC Units 


480V 208Y/120V acov 206/120 
AC Units AC Units 
ADP Units ADP Units 


FIGURE 15.3 Separation of loads for noise control. 


TABLE 15.2 Typical Wiring and Grounding Problems and Causes 


Wiring Condition or Problem Observed 


Possible Cause 


Impulse, voltage drop out 

Impulse, voltage drop out 

Ground currents 

Ground currents 

Extreme voltage fluctuations 

Voltage fluctuations 

High neutral to ground voltage 

Burnt smell at the panel, junction box, or load 
Panel or junction box is warm to the touch 
Buzzing sound 

Scorched insulation 

Scorched panel or junction box 

No voltage at load equipment 

Intermittent voltage at the load equipment 


As seen in Figure 15.3, the best case would be the complete separation (system on the far right) of the 
ADP units from the motor loads and other equipment. Conversely, the worst condition is on the left of 


Loose connections 

Faulty breaker 

Extra neutral-to-ground bond 

Neutral-to-ground reversal 

High impedance in neutral circuit 

High impedance neutral-to-ground bonds 

High impedance ground 

Faulted conductor, bad connection, arcing, or overloaded wiring 
Faulty circuit breaker or bad connection 

Arcing 

Overloaded wiring, faulted conductor, or bad connection 
Bad connection, faulted conductor 

Tripped breaker, bad connection, or faulted conductor 
Bad connection or arcing 


Fig. 15.3 where the ADP units are served from the same circuit as the motor loads. 


Typical Wiring and Grounding Problems 


In this section, typical wiring and grounding problems, as related to power quality, are presented. Possible 
solutions are given for these problems as well as the possible causes for the problems being observed on 


the grounding system. (See Table 15.2.) 


The following list is just a sample of problems that can occur on the grounding system. 


* Isolated grounds 

* Ground loops 

* Missing safety ground 

* Multiple neutral-to-ground bonds 
+ Additional ground rods 


* Insufficient neutral conductors 
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Insulated Ground Termina 


Equipment Ground 
(bare wire) 


FIGURE 15.4 Properly wired isolated ground circuit. 


Insulated Grounds 


Insulated grounds in themselves are not a grounding problem. However, improperly used insulated 
grounds can be a problem. Insulated grounds are used to control noise on the grounding system. This 
is accomplished by using insulated ground receptacles, which are indicated by a “A” on the face of the 
outlet. Insulated ground receptacles are often orange in color. Figure 15.4 illustrates a properly wired 
insulated ground circuit. 

The 1996 NEC has this to say about insulated grounds. 


NEC 250-74. Connecting Receptacle Grounding Terminal to Box. An equipment bonding jumper 
shall be used to connect the grounding terminal of a grounding-type receptacle to a grounded box. 


Exception No. 4. Where required for the reduction of electrical noise (electromagnetic interference) on the 
grounding circuit, a receptacle in which the grounding terminal is purposely insulated from the receptacle 
mounting means shall be permitted. The receptacle grounding terminal shall be grounded by an insulated 
equipment grounding conductor run with the circuit conductors. This grounding conductor shall be 
permitted to pass through one or more panelboards without connection to the panelboard grounding 
terminal as permitted in Section 384-20, Exception so as to terminate within the same building or structure 
directly at an equipment grounding conductor terminal of the applicable derived system or source. 


(FPN): Use of an isolated equipment grounding conductor does not relieve the requirement for 
grounding the raceway system and outlet box. 


NEC 517-16. Receptacles with Insulated Grounding Terminals. Receptacles with insulated grounding 
terminals, as permitted in Section 250-74, Exception No. 4, shall be identified; such identification shall 
be visible after installation. 


(FPN): Caution is important in specifying such a system with receptacles having insulated grounding 
terminals, since the grounding impedance is controlled only by the grounding conductors and does 
not benefit functionally from any parallel grounding paths. 


The following is a list of pitfalls that should be avoided when installing insulated ground circuits. 


* Running an insulated ground circuit to a regular receptacle. 
* Sharing the conduit of an insulated ground circuit with another circuit. 


+ Installing an insulated ground receptacle in a two-gang box with another circuit. 
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Cornmmunications Cable 


Communications Cable 


FIGURE 15.6 Grounding electrodes must be bonded together. 


* Not running the insulated ground circuit in a metal cable armor or conduit. 


* Do not assume that an insulated ground receptacle has a truly insulated ground. 


Ground Loops 


Ground loops can occur for several reasons. One is when two or more pieces of equipment share a 
common circuit like a communication circuit, but have separate grounding systems (Fig. 15.5). 

To avoid this problem, only one ground should be used for grounding systems in a building. More 
than one grounding electrode can be used, but they must be tied together (NEC 250-81, 250-83, and 
250-84) as illustrated in Fig. 15.6. 


Missing Safety Ground 


As discussed previously, a missing safety ground poses a serious problem. Missing safety grounds usually 
occur because the safety ground has been bypassed. This is typical in buildings where the 120-volt outlets 
only have two conductors. Modern equipment is typically equipped with a plug that has three prongs, 
one of which is a ground prong. When using this equipment on a two-prong outlet, a grounding plug 
adapter or “cheater plug” can be employed provided there is an equipment ground present in the outlet 
box. This device allows the use of a three-prong device in a two-prong outlet. When properly connected, 
the safety ground remains intact. Figure 15.7 illustrates the proper use of the cheater plug. 

If an equipment ground is not present in the outlet box, then the grounding plug adapter should not 
be used. If the equipment grounding conductor is present, the preferred method for solving the missing 
safety ground problem is to install a new three-prong outlet in the outlet box. This method insures that 
the grounding conductor will not be bypassed. The NEC discusses equipment grounding conductors in 
detail in Section 250 — Grounding. 
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Tee Screw must be connected to 
outlet cover and outlet yoke. 


FIGURE 15.7 Proper use of a grounding plug adapter or “cheater plug.” 


Panel Board 


Panel Board 


FIGURE 15.8 Neutral current flow with one neutral-to-ground bond. 


Multiple Neutral to Ground Bonds 


Another misconception when grounding equipment is that the neutral must be tied to the grounding 
conductor. Only one neutral-to-ground bond is permitted in a system or sub-system. This typically occurs 
at the service entrance to a facility unless there is a separately derived system. A separately derived system 
is defined as a system that receives its power from the windings of a transformer, generator, or some type 
of converter. Separately derived systems must be grounded in accordance with NEC 250-26. 

The neutral should be kept separate from the grounding conductor in all panels and junction boxes 
that are downline from the service entrance. Extra neutral-to-ground bonds in a power system will cause 
neutral currents to flow on the ground system. This flow of current on the ground system occurs because 
of the parallel paths. Figures 15.8 and 15.9 illustrate this effect. 

As seen in Fig. 15.9, neutral current can find its way onto the ground system due to the extra neutral- 
to-ground bond in the secondary panel board. Notice that not only will current flow in the ground wire 
for the power system, but currents can flow in the shield wire for the communication cable between the 
two PCs. 

If the neutral-to-ground bond needs to be reestablished (high neutral-to-ground voltages), this can 
be accomplished by creating a separately derived system as defined above. Figure 15.10 illustrates a 
separately derived system. 


Additional Ground Rods 


Additional ground rods are another common problem in grounding systems. Ground rods for a facility 
or building should be part of the grounding system. The ground rods should be connected where all the 
building grounding electrodes are bonded together. Isolated grounds can be used as described in the 
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Panel Board 


Panel Board 


Data 
Extra Bond Cable 


System 
Overcurrent 


Protection Panel Board Sperately Derived System Receptacle Load 


Grounding Electrode 


Grounding Electrode ¥ 
NEC 250-26(c) Conductor NEC 250-26(b) 


FIGURE 15.10 Example of the use of a separately derived system. 


NEC’s Isolated Ground section, but should not be confused with isolated ground rods, which are not 
permitted. 

The main problem with additional ground rods is that they create secondary paths for transient 
currents, such as lightning strikes, to flow. When a facility incorporates the use of one ground rod, any 
currents caused by lightning will enter the building ground system at one point. The ground potential 
of the entire facility will rise and fall together. However, if there is more than one ground rod for the 
facility, the transient current enters the facility's grounding system at more than one location and a 
portion of the transient current will flow on the grounding system causing the ground potential of 
equipment to rise at different levels. This, in turn, can cause severe transient voltage problems and possible 
conductor overload conditions. 


Insufficient Neutral Conductor 


With the increased use of electronic equipment in commercial buildings, there is a growing concern for the 
increased current imposed on the grounded conductor (neutral conductor). With a typical three-phase load 
that is balanced, there is theoretically no current flowing in the neutral conductor, as illustrated in Fig 15.11. 
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balanced fundamental currents sum to 0, 
but balanced third harmonic currents coincide 


neutral current contains no 
fundamental, but third harmonic is 
300% of phase current 


FIGURE 15.11 A balanced three-phase system. 


Fi es ‘lle 


DC to DC | 
Regulator | 


FIGURE 15.12 The basic one-line for a SMPS. 


However, PCs, laser printers, and other pieces of electronic office equipment all use the same basic 
technology for receiving the power that they need to operate. Figure 15.12 illustrates the typical power 
supply of a PC. The input power is generally 120 volts AC, single phase. The internal electronic parts 
require various levels of DC voltage (e.g., +5, 12 volts DC) to operate. This DC voltage is obtained by 
converting the AC voltage through some type of rectifier circuit as shown. The capacitor is used for 
filtering and smoothing the rectified AC signal. These types of power supplies are referred to as switch 
mode power supplies (SMPS). 

The concern with devices that incorporate the use of SMPS is that they introduce triplen harmonics 
into the power system. Triplen harmonics are those that are odd multiples of the fundamental frequency 
component (h = 3, 9, 15, 21, ...). For a system that has balanced single-phase loads as illustrated in 
Fig. 15.13, fundamental and third harmonic components are present. Applying Kirchoff’s current law at 
node N shows that the fundamental current component in the neutral must be zero. But when loads are 
balanced, the third harmonic components in each phase coincide. Therefore, the magnitude of third 
harmonic current in the neutral must be three times the third harmonic phase current. 

This becomes a problem in office buildings when multiple single-phase loads are supplied from a 
three-phase system. Separate neutral wires are run with each circuit, therefore the neutral current will 
be equivalent to the line current. However, when the multiple neutral currents are returned to the panel 
or transformer serving the loads, the triplen currents will add in the common neutral for the panel and 
this can cause over heating and eventually even cause failure of the neutral conductor. If office partitions 
are used, the same, often undersized neutral conductor is run in the partition with three-phase conduc- 
tors. Each receptacle is fed from a separate phase in order to balance the load current. However, a single 
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balanced fundamental currents sum to 0, 
but balanced third harmonic currents coincide 


neutral current contains no 
fundamental, but third harmonic is 
300% of phase current 


FIGURE 15.13 Balanced single-phase loads. 


TABLE 15.3 Summary of Wiring and Grounding Issues 


Summary Issues 


Good power quality and noise control practices do not conflict with safety requirements. 
Wiring and grounding problems cause a majority of equipment interference problems. 


Make an effort to put sensitive equipment on dedicated circuits. 
The grounded conductor, neutral conductor, should be bonded to the ground at the transformer or main panel, but not 


at other panel down line except as allowed by separately derived systems. 


neutral is usually shared by all three phases. This can lead to disastrous results if the partition electrical 


receptacles are used to supply nonlinear loads rich in triplen harmonics. 
Under the worst conditions, the neutral current will never exceed 173% of the phase current. 
Figure 15.13 illustrates a case where a three-phase panel is used to serve multiple single-phase SMPS PCs. 


Summary 
As discussed previously, the three main reasons for grounding in electrical systems are: 


1. Personal safety 
2. Proper protective device operation 
3. Noise control 


By following the guidelines found below, the objectives for grounding can be accomplished. 
+ All equipment should have a safety ground. A safety ground conductor 


+ Avoid load currents on the grounding system. 
+ Place all equipment in a system on the same equipotential reference. 


Table 15.3 summarizes typical wiring and grounding issues. 


Case Study 


This section presents a case study involving wiring and grounding issues. The purpose of this case study 
is to inform the reader on the procedures used to evaluate wiring and grounding problems and present 


solutions. 
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FIGURE 15.14 Split-phase system serving a residential customer. 


Case Study — Flickering Lights 


This case study concerns a residential electrical system. The homeowners were experiencing light flicker 
when loads were energized and deenergized in their homes. 


Background 

Residential systems are served from single-phase transformers employing a spilt secondary winding, often 
referred to as a single-phase three-wire system. This type of transformer is used to deliver both 120-volt 
and 240-volt single-phase power to the residential loads. The primary of the transformer is often served 
from a 12 to 15 kV distribution system by the local utility. Figure 15.14 illustrates the concept of a split- 
phase system. 

When this type of service is operating properly, 120 volts can be measured from either leg to the 
neutral conductor. Due to the polarity of the secondary windings in the transformer, the polarity of each 
120-volt leg is opposite the other, thus allowing a total of 240 volts between the legs as illustrated. The 
proper operation of this type of system is dependent on the physical connection of the neutral conductor 
or center tap of the secondary winding. If the neutral connection is removed, 240 volts will remain across 
the two legs, but the line-to-neutral voltage for either phase can be shifted, causing either a low or high 
voltage from line to neutral. 

Most loads in a residential dwelling, i-e., lighting, televisions, microwaves, home electronics, etc., are 
operated from 120 volts. However, there are a few major loads that incorporate the use of the 240 volts 
available. These loads include electric water heaters, electric stoves and ovens, heat pumps, etc. 


The Problem 

In this case, there were problems in the residence that caused the homeowner to question the integrity 
of the power system serving his home. On occasion, the lights would flicker erratically when the washing 
machine and dryer were operating at the same time. When large single-phase loads were operated, low 
power incandescent light bulb intensity would flicker. 
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FIGURE 15.15 Actual residential meter base. Notice the missing neutral clamp on load side of meter. 


Measurements were performed at several 120-volt outlets throughout the house. When the microwave 
was operated, the voltage at several of the 120-volt outlets would increase from 120 volts nominal to 128 
volts. The voltage would return to normal after the microwave was turned off. The voltage would also 
increase when a 1500-Watt space heater was operated. It was determined that the voltage would decrease 
to approximately 112 volts on the leg from which the large load was served. After the measurements 
confirmed suspicions of high and low voltages during heavy load operation, finding the source of the 
problem was the next task at hand. 

The hunt began at the service entrance to the house. A visual inspection was made of the meter base 
and socket after the meter was removed by the local utility. It was discovered that one of the neutral 
connectors was loose. While attempting to tighten this connector, the connector fell off of the meter 
socket into the bottom of the meter base (see Fig. 15.15). Could this loose connector have been the cause 
of the flickering voltage? Let’s examine the effects of the loose neutral connection. 

Figures 15.16 and 15.17 will be referred to several times during this discussion. Under normal condi- 
tions with a solid neutral connection (Fig. 15.16), load current flows through each leg and is returned 
to the source through the neutral conductor. There is very little impedance in either the hot or the neutral 
conductor; therefore, no appreciable voltage drop exists. 

When the neutral is loose or missing, a significant voltage can develop across the neutral connection 
in the meter base, as illustrated in Fig. 15.17. When a large load is connected across Leg 1 to N and the 
other leg is lightly loaded (i.e., Leg 1 to N is approximately 10 times the load on Leg 2 to N), the current 
flowing through the neutral will develop a voltage across the loose connection. This voltage is in phase 
with the voltage from Leg 1 to N’ (see Fig. 15.17) and the total voltage from Leg 1 to N will be 120 volts. 
However, the voltage supplied to any loads connected from Leg 2 to N’ will rise to 128 volts, as illustrated 
in Fig. 15.17. The total voltage across the Leg 1 and Leg 2 must remain constant at 240 volts. It should 
be noted that the voltage from Leg 2 to N will be 120 volts since the voltage across the loose connection 
is 180° out of phase with the Leg 2 to N’ voltage. 

Therefore, with the missing neutral connection, the voltage from Leg 2 to N’ would rise, causing the 
light flicker. This explains the rise in voltage when a large load was energized on the system. 
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FIGURE 15.16 The effects of a solid neutral connection in the meter base. 
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FIGURE 15.17 The effects of a loose neutral connection in the meter base. 


The Solution 
The solution in this case was simple — replace the failed connector. 


Conclusions 
Over time, the neutral connector had become loose. This loose connection caused heating, which in turn 
caused the threads on the connector to become worn, and the connector failed. After replacing the 
connector in the meter base, the flickering light phenomena disappeared. 

On systems of this type, if a voltage rise occurs when loads are energized, it is a good indication that 
the neutral connection may be loose or missing. 
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15.3. Harmonics in Power Systems 


S. M. Halpin 


Power system harmonics are not a new topic, but the proliferation of high-power electronics used in 
motor drives and power controllers has necessitated increased research and development in many areas 
relating to harmonics. For many years, high-voltage direct current (HVDC) stations have been a major 
focus area for the study of power system harmonics due to their rectifier and inverter stations. Roughly 
two decades ago, electronic devices that could handle several kW up to several MW became commercially 
viable and reliable products. This technological advance in electronics led to the widespread use of 
numerous converter topologies, all of which represent nonlinear elements in the power system. 

Even though the power semiconductor converter is largely responsible for the large-scale interest in 
power system harmonics, other types of equipment also present a nonlinear characteristic to the power 
system. In broad terms, loads that produce harmonics can be grouped into three main categories covering 
(1) arcing loads, (2) semiconductor converter loads, and (3) loads with magnetic saturation of iron cores. 
Arcing loads, like electric arc furnaces and florescent lamps, tend to produce harmonics across a wide 
range of frequencies with a generally decreasing relationship with frequency. Semiconductor loads, such 
as adjustable-speed motor drives, tend to produce certain harmonic patterns with relatively predictable 
amplitudes at known harmonics. Saturated magnetic elements, like overexcited transformers, also tend 
to produce certain “characteristic” harmonics. Like arcing loads, both semiconductor converters and 
saturated magnetics produce harmonics that generally decrease with frequency. 

Regardless of the load category, the same fundamental theory can be used to study power quality 
problems associated with harmonics. In most cases, any periodic distorted power system waveform 
(voltage, current, flux, etc.) can be represented as a series consisting of a DC term and an infinite sum 
of sinusoidal terms as shown in Eq. (15.1)where @, is the fundamental power frequency. 


co 


f(t) =F, +)” V2 cos(ia,t +6,) (15.1) 


i=1 


A vast amount of theoretical mathematics has been devoted to the evaluation of the terms in the infinite 
sum in Eq. (15.1), but such rigor is beyond the scope of this section. For the purposes here, it is reasonable 
to presume that instrumentation is available that will provide both the magnitude F, and the phase angle 
0, for each term in the series. Taken together, the magnitude and phase of the i” term completely describe 
the i harmonic. 


© 2001 CRC Press LLC 


Line Current 


Current 


Time (cycles @ 60 Hz) 


FIGURE 15.18 Current waveform. 


It should be noted that not all loads produce harmonics that are integer multiples of the power 
frequency. These noninteger multiple harmonics are generally referred to as interharmonics and are 
commonly produced by arcing loads and cycloconverters. All harmonic terms, both integer and nonin- 
teger multiples of the power frequency, are analytically treated in the same manner, usually based on the 
principle of superposition. 

In practice, the infinite sum in Eq. (15.1) is reduced to about 50 terms; most measuring instruments 
do not report harmonics higher than the 50 multiple (2500-3000 Hz for 50-60 Hz systems). The 
reporting can be in the form of a tabular listing of harmonic magnitudes and angles or in the form of 
a magnitude and phase spectrum. In each case, the information provided is the same and can be used 
to reproduce the original waveform by direct substitution into Eq. (15.1) with satisfactory accuracy. As 
an example, Fig. 15.18 shows the (primary) current waveform drawn by a small industrial plant. 
Table 15.4 shows a table of the first 31 harmonic magnitudes and angles. Figure 15.19 shows a bar graph 
magnitude spectrum for this same waveform. These data are widely available from many commercial 
instruments; the choice of instrument makes little difference in most cases. 


TABLE 15.4 Current Harmonic Magnitudes and Phase Angles 


Harmonic # Current (A,,,,) Phase (deg) Harmonic# Current (A,,,,) | Phase (deg) 


rms rms. 


1 8.36 -65 2 0.01 —167 
2 0.13 43 4 0.01 95 
> 0.76 02 6 0.01 8 
7 0.21 -129 8 0 -148 
9 0.02 -94 10 0 78 
uta 0.08 28 12 0 -89 
13 0.04 -172 14 0 26 
15 0 159 16 0 45 
17 0.02 -18 18 0 -117 
19 0.01 53 20 0 22 
21 0 119 22 0 26 
23 0.01 -76 24 0 43 
25 0 0 26 0 50 
27 0 74 28 0 143 
29 0 50 30 0 -13 
31 0 —-180 
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FIGURE 15.20 Example of time-varying nature of harmonics. 


A fundamental presumption when analyzing distorted waveforms using Fourier methods is that the 
waveform is in steady state. In practice, waveform distortion varies widely and is dependent on both load 
levels and system conditions. It is typical to assume that a steady-state condition exists at the instant at 
which the measurement is taken, but the next measurement at the next time could be markedly different. 
As examples, Figs. 15.20 and 15.21 show time plots of 5th harmonic voltage and the total harmonic 
distortion, respectively, of the same waveform measured on a 115 kV transmission system near a five 
MW customer. Note that the THD is fundamentally defined in Eq. (15.2), with 50 often used in practice 
as the upper limit on the infinite summation. 


THD(%) = =? e008 (15.2) 
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FIGURE 15.21 Example of time-varying nature of voltage THD. 
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FIGURE 15.22 Probabilistic representation of voltage THD. 


Because harmonic levels are never constant, it is difficult to establish utility-side or manufacturing- 
side limits for these quantities. In general, a probabilistic representation is used to describe harmonic 
quantities in terms of percentiles. Often, the 95th and 99th percentiles are used for design or operating 
limits. Figure 15.22 shows a histogram of the voltage THD in Fig. 15.21, and also includes a cumulative 
probability curve derived from the frequency distribution. Any percentile of interest can be readily 
calculated from the cumulative probability curve. 

Both the Institute of Electrical and Electronics Engineers (IEEE) and the International Electrotechnical 
Commission (IEC) recognize the need to consider the time-varying nature of harmonics when deter- 
mining harmonic levels that are permissible. Both organizations publish harmonic limits, but the degree 
to which the various limits can be applied varies widely. Both IEEE and IEC publish “system-level” 
harmonic limits that are intended to be applied from the utility point-of-view in order to limit power 
system harmonics to acceptable levels. The IEC, however, goes further and also publishes harmonic limits 
for individual pieces of equipment. 

The IEEE limits are covered in two documents, IEEE 519-1992 and IEEE 519A (draft). These docu- 
ments suggest that harmonics in the power system be limited by two different methods. One set of 
harmonic limits is for the harmonic current that a user can inject into the utility system at the point 
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TABLE 15.5 JEEE-519 Harmonic Current Limits 


Veupply < 69KV 


Ll h<ll 1LSh<17 17Sh<23 23<h<35 35<h TDD 
<20° 4.0 2.0 15 0.6 0.3 5.0 
20-50 7.0 3.5 2.5 1.0 0.5 8.0 
50-100 10.0 4.5 4.0 15 0.7 12.0 
100-1000 12.0 5.5 5.0 2.0 1.0 15.0 
>1000 15.0 7.0 6.0 25 14 20.0 
69KV < Veuppiy S 161 kV 
<20° 2.0 1.0 0.75 0.3 0.15 a5 
20-50 3.5 1.75 1.25 0.5 0.25 4.0 
50-100 5.0 2.25 2.0 1.25 0.35 6.0 
100-1000 «6.0 2.75 25 1.0 0.5 7.5 
>1000 7.5 3.5 3.0 1.25 0.7 10.0 
Veuppy > 161 kV 
<50 2.0 1.0 0.75 0.3 0.15 2.5 


250 3.5 1.75 1.25 0.5 0.25 4.0 


Note: Even harmonics are limited to 25% of the odd harmonic limits above. Current 
distortions that result in a DC offset, e.g., half wave converters, are not allowed. 

*],, = maximum short-circuit current at PCC. I, = maximum demand load current 
(fundamental frequency component) at PCC. 

> All power generation equipment is limited to these values of current distortion, 
regardless of actual I,./I,. 


where other customers are or could be (in the future) served. (Note that this point in the system is often 
called the point of common coupling, or PCC.) The other set of harmonic limits is for the harmonic 
voltage that the utility can supply to any customer at the PCC. With this two-part approach, customers 
insure that they do not inject an “unreasonable” amount of harmonic current into the system, and the 
utility insures that any “reasonable” amount of harmonic current injected by any and all customers does 
not lead to excessive voltage distortion. 

Table 15.5 shows the harmonic current limits that are suggested for utility customers. The table is 
broken into various rows and columns depending on harmonic number, short circuit to load ratio, and 
voltage level. Note that all quantities are expressed in terms of a percentage of the maximum demand 
current (I, in the table). Total demand distortion (TDD) is defined to be the rms value of all harmonics, 
in amperes, divided by the maximum (12 month) fundamental frequency load current, I,, with this ratio 
then multiplied by 100%. 

The intent of the harmonic current limits is to permit larger customers, who in concept pay a greater 
share of the cost of power delivery equipment, to inject a greater portion of the harmonic current (in 
amperes) that the utility can absorb without producing excessive voltage distortion. Furthermore, cus- 
tomers served at transmission level voltage have more restricted injection limits than do customers served 
at lower voltage because harmonics in the high voltage network have the potential to adversely impact 
a greater number of other users through voltage distortion. 

Table 15.6 gives the IEEE 519-1992 voltage distortion limits. Similar to the current limits, the permis- 
sible distortion is decreased at higher voltage levels in an effort to minimize potential problems for the 
majority of system users. Note that Tables 15.5 and 15.6 are given here for illustrative purposes only; the 
reader is strongly advised to consider additional material listed at the end of this section prior to trying 
to apply the limits. 

The IEC formulates similar limit tables with the same intent: limit harmonic current injections so that 
voltage distortion problems are not created; the utility will correct voltage distortion problems if they 
exist and if all customers are within the specified harmonic current limits. Because the numbers suggested 
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TABLE 15.6 IEEE 519-1992 Voltage Harmonic Limits 


Bus voltage at Individual Harmonic Total Voltage 
PCC (V,1) Voltage Distortion (%) Distortion — THDy,, (%) 
V, £69 kV 3.0 5.0 
69 kV <V, < 161 kV 15 2.5 
V,, > 161 kV 1.0 1.5 


Note: High-voltage systems can have up to 2.0% THD where the cause is an 
HVDC terminal that will attenuate by the time it is tapped for a user. 


by the IEC are similar (but not identical) to those given in Tables 15.5 and 15.6, the IEC tables for system- 
level harmonic limits given in IEC 1000-3-6 are not repeated here. 

While the IEEE harmonic limits are designed for application at the three-phase PCC, the IEC goes 
further and provides limits appropriate for single-phase and three-phase individual equipment types. 
The most notable feature of these equipment limits is the “mA per W” manner in which they are proposed. 
For a wide variety of harmonic-producing loads, the steady-state (normal operation) harmonic currents 
are limited by prescribing a certain harmonic current, in mA, for each watt of power rating. The IEC 
also provides a specific waveshape for some load types that represents the most distorted current wave- 
form allowed. Equipment covered by such limits include personal computers (power supplies) and single- 
phase battery charging equipment. 

Even though limits exist, problems related to harmonics often arise from single, large “point source” 
harmonic loads as well as from numerous distributed smaller loads. In these situations, it is necessary to 
conduct a measurement, modeling, and analysis campaign that is designed to gather data and develop a 
solution. As previously mentioned, there are many commercially available instruments that can provide 
harmonic measurement information both at a single “snapshot” in time as well as continuous monitoring 
over time. How this information is used to develop problem solutions, however, can be a very complex issue. 

Computer-assisted harmonic studies generally require significantly more input data than load flow or 
short circuit studies. Because high frequencies (up to 2-3 kHz) are under consideration, it is important 
to have mathematically correct equipment models and the data to use in them. Assuming that this data 
is available, there are a variety of commercially available software tools for actually performing the studies. 

Most harmonic studies are performed in the frequency domain using sinusoidal steady-state tech- 
niques. (Note that other techniques, including full time-domain simulation, are sometimes used for 
specific problems.) A power system equivalent circuit is prepared for each frequency to be analyzed (recall 
that the Fourier series representation of a waveform is based on harmonic terms of known frequencies), 
and then basic circuit analysis techniques are used to determine voltages and currents of interest at that 
frequency. Most harmonic producing loads are modeled using a current source at each frequency that 
the load produces (arc furnaces are sometimes modeled using voltage sources), and network currents 
and voltages are determined based on these load currents. Recognize that at each frequency, voltage and 
current solutions are obtained from an equivalent circuit that is valid at that frequency only; the principle 
of superposition is used to “reconstruct” the Fourier series for any desired quantity in the network from 
the solutions of multiple equivalent circuits. Depending on the software tool used, the results can be 
presented in tabular form, spectral form, or as a waveform as shown in Table 15.4 and Figs. 15.18 and 
15.19, respectively. An example voltage magnitude spectrum obtained from a harmonic study of a 
distribution primary circuit is shown in Fig. 15.23. 

Regardless of the presentation format of the results, it is possible to use this type of frequency-domain 
harmonic analysis procedure to predict the impact of harmonic producing loads at any location in any 
power system. However, it is often impractical to consider a complete model of a large system, especially 
when unbalanced conditions must be considered. Of particular importance, however, are the locations 
of capacitor banks. 

When electrically in parallel with network inductive reactance, capacitor banks produce a parallel 
resonance condition that tends to amplify voltage harmonics for a given current harmonic injection. 
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FIGURE 15.24 Sample frequency scan results. 


When electrically in series with network inductive reactance, capacitor banks produce a series resonance 
condition that tends to amplify current harmonics for a given voltage distortion. In either case, harmonic 
levels far in excess of what are expected can be produced. Fortunately, a relatively simple calculation 
procedure called a frequency scan, can be used to indicate potential resonance problems. Figure 15.24 
shows an example of a frequency scan conducted on the positive sequence network model of a distribution 
circuit. Note that the distribution primary included the standard feeder optimization capacitors. 

A frequency scan result is actually a plot of impedance vs. frequency. Two types of results are available: 
driving point and transfer impedance scans. The driving point frequency scan shown in Fig. 15.24 
indicates how much voltage would be produced at a given bus and frequency for a one-ampere current 
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injection at that same location and frequency. Where necessary, the principle of linearity can be used to 
scale the one-ampere injection to the level actually injected by specific equipment. In other words, the 
driving point impedance predicts how a customer’s harmonic producing load could impact the voltage 
at that load’s terminals. Local maximums, or peaks, in the scan plot indicate parallel resonance conditions. 
Local minimums, or valleys, in the scan plot indicate series resonance. 

A transfer impedance scan predicts how a customer’s harmonic producing load at one location can 
impact voltage distortions at other (possibly very remote) locations. In general, to assess the ability of a 
relatively small current injection to produce a significant voltage distortion (due to resonance) at remote 
locations (due to transfer impedance) is the primary goal of every harmonic study. 

Should a harmonic study indicate a potential problem (violation of limits, for example), two categories 
of solutions are available: (1) reduce the harmonics at their point of origin (before they enter the system), 
or (2) apply filtering to reduce undesirable harmonics. Many methods for reducing harmonics at their 
origin are available; for example, using various transformer connections to cancel certain harmonics has 
been extremely effective in practice. In most cases, however, reducing or eliminating harmonics at their 
origin is effective only in the design or expansion stage of a new facility. For existing facilities, harmonic 
filters often provide the least-cost solution. 

Harmonic filters can be subdivided into two types: active and passive. Active filters are only now 
becoming commercially viable products for high-power applications and operate as follows. For a load 
that injects certain harmonic currents into the supply system, a DC to AC inverter can be controlled such 
that the inverter supplies the harmonic current for the load, while allowing the power system to supply 
the power frequency current for the load. Figure 15.25 shows a diagram of such an active filter application. 

For high power applications or for applications where power factor correction capacitors already exist, 
it is typically more cost effective to use passive filtering. Passive filtering is based on the series resonance 
principle (recall that a low impedance at a specific frequency is a series-resonant characteristic) and can 
be easily implemented. Figure 15.26 shows a typical three-phase harmonic filter (many other designs are 
also used) that is commonly used to filter 5th or 7th harmonics. 


Power frequency 
Power frequency current plus 


current harmonics 


Harmonic 
producing 


load 
current 


harmonics 


Active filter 


FIGURE 15.25 Active filter concept diagram. 


FIGURE 15.26 Typical passive filter design. 
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It should be noted that passive filtering cannot always make use of existing capacitor banks. In filter 
applications, the capacitors will typically be exposed continuously to voltages greater than their ratings 
(which were determined based on their original application). 600 V capacitors, for example, may be 
required for 480 V filter applications. Even with the potential cost of new capacitors, passive filtering still 
appears to offer the most cost effective solution to the harmonic problem at this time. 

In conclusion, power system harmonics have been carefully considered for many years and have 
received a significant increase in research and development activity as a direct result of the proliferation 
of high-power semiconductors. Fortunately, harmonic measurement equipment is readily available, and 
the underlying theory used to evaluate harmonics analytically (with computer assistance) is well under- 
stood. Limits for harmonic voltages and currents have been suggested by multiple standards-making 
bodies, but care must be used because the suggested limits are not necessarily equivalent. 

Regardless of which limit numbers are appropriate for a given application, multiple options are 
available to help meet the levels required. As with all power quality problems, however, accurate study 
on the “front end” usually will reveal possible problems in the design stage, and a lower-cost solution 
can be implemented before problems arise. 

The material presented here is not intended to be all-inclusive. The suggested reading provides further 
documents, including both IEEE and IEC standards, recommended practices, and technical papers and 
reports that provide the knowledge base required to apply the standards properly. 
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15.4 Voltage Sags 


M. H. J. Bollen 


Voltage sags are short duration reductions in rms voltage, mainly caused by short circuits and starting 
of large motors. The interest in voltage sags is due to the problems they cause on several types of 
equipment. Adjustable-speed drives, process-control equipment, and computers are especially notorious 
for their sensitivity (Conrad et al., 1991; McGranaghan et al., 1993). Some pieces of equipment trip when 
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FIGURE 15.27 A voltage sag — voltage in one phase in time domain. 


the rms voltage drops below 90% for longer than one or two cycles. Such a piece of equipment will trip 
tens of times a year. If this is the process-control equipment of a paper mill, one can imagine that the 
costs due to voltage sags can be enormous. A voltage sag is not as damaging to industry as a (long or 
short) interruption, but as there are far more voltage sags than interruptions, the total damage due to 
sags is still larger. Another important aspect of voltage sags is that they are hard to mitigate. Short 
interruptions and many long interruptions can be prevented via simple, although expensive measures in 
the local distribution network. Voltage sags at equipment terminals can be due to short-circuit faults 
hundreds of kilometers away in the transmission system. It will be clear that there is no simple method 
to prevent them. 


Voltage Sag Characteristics 


An example of a voltage sag is shown in Fig. 15.27.! The voltage amplitude drops to a value of about 
20% of its pre-event value for about two and a half cycles, after which the voltage recovers again. The 
event shown in Fig. 15.27 can be characterized as a voltage sag down to 20% (of the pre-event voltage) 
for 2.5 cycles (of the fundamental frequency). This event can be characterized as a voltage sag with a 
magnitude of 20% and a duration of 2.5 cycles. 


Voltage Sag Magnitude — Monitoring 


The magnitude of a voltage sag is determined from the rms voltage. The rms voltage for the sag in 
Fig. 15.27 is shown in Fig. 15.28. The rms voltage has been calculated over a one-cycle sliding window: 


| i=k 
(1 2 
Vine) = iw 2) eo) 


'The datafile containing these measurements was obtained from a Website with test data set up for IEEE project 
group P1159.2: http://grouper.ieee.org/groups/1159/2/index.html. 
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FIGURE 15.28 One-cycle rms voltage for the voltage sag shown in Fig. 15.27. 


with N the number of samples per cycle, and v(i) the sampled voltage in time domain. The rms voltage 
as shown in Fig. 15.28 does not immediately drop to a lower value, but takes one cycle for the transition. 
This is due to the finite length of the window used to calculate the rms value. We also see that the rms 
value during the sag is not completely constant and that the voltage does not immediately recover after 
the fault. 

There are various ways of obtaining the sag magnitude from the rms voltages. Most power quality 
monitors take the lowest value obtained during the event. As sags normally have a constant rms value 
during the deep part of the sag, using the lowest value is an acceptable approximation. 

The sag is characterized through the remaining voltage during the event. This is then given as a 
percentage of the nominal voltage. Thus, a 70% sag in a 230-V system means that the voltage dropped 
to 161 V. The confusion with this terminology is clear. One could be tricked into thinking that a 70% 
sag refers to a drop of 70%, thus a remaining voltage of 30%. The recommendation is therefore to use 
the phrase “a sag down to 70%.” Characterizing the sag through the actual drop in rms voltage can solve 
this ambiguity, but this will introduce new ambiguities like the choice of the reference voltage. 


Origin of Voltage Sags 


Consider the distribution network shown in Fig. 15.29, where the numbers (1 through 5) indicate fault 
positions and the letters (A through D) loads. A fault in the transmission network, fault position 1, will 
cause a serious sag for both substations bordering the faulted line. This sag is transferred down to all 
customers fed from these two substations. As there is normally no generation connected at lower voltage 
levels, there is nothing to keep up the voltage. The result is that all customers (A, B, C, and D) experience 
a deep sag. The sag experienced by A is likely to be somewhat less deep, as the generators connected to 
that substation will keep up the voltage. A fault at position 2 will not cause much voltage drop for 
customer A. The impedance of the transformers between the transmission and the subtransmission 
system are large enough to considerably limit the voltage drop at high-voltage side of the transformer. 
The sag experienced by customer A is further mitigated by the generators feeding into its local transmis- 
sion substation. The fault at position 2 will, however, cause a deep sag at both subtransmission substations 
and thus for all customers fed from here (B, C, and D). A fault at position 3 will cause a short or long 
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FIGURE 15.29 Distribution network with load positions (A through D) and fault positions (1 through 5). 
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FIGURE 15.30 Voltage divider model for a voltage sag. 


interruption for customer D when the protection clears the fault. Customer C will only experience a 
deep sag. Customer B will experience a shallow sag due to the fault at position 3, again due to the 
transformer impedance. Customer A will probably not notice anything from this fault. Fault 4 causes a 
deep sag for customer C and a shallow one for customer D. For fault 5, the result is the other way around: 
a deep sag for customer D and a shallow one for customer C. Customers A and B will not experience 
any significant drop in voltage due to faults 4 and 5. 


Voltage Sag Magnitude — Calculation 


To quantify sag magnitude in radial systems, the voltage divider model, shown in Fig. 15.30, can be used, 
where Z, is the source impedance at the point-of-common coupling; and Z, is the impedance between 
the point-of-common coupling and the fault. The point-of-common coupling (pec) is the point from 
which both the fault and the load are fed. In other words, it is the place where the load current branches 
off from the fault current. In the voltage divider model, the load current before, as well as during the 
fault is neglected. The voltage at the pcc is found from: 


_ 2r (15.4) 
ie A A 


where it is assumed that the pre-event voltage is exactly 1 pu, thus E= 1. The same expression can be 
derived for constant-impedance load, where E is the pre-event voltage at the pcc. We see from Eq. (15.4) 
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FIGURE 15.31 Sag magnitude as a function of the distance to the fault. 


that the sag becomes deeper for faults electrically closer to the customer (when Z, becomes smaller), and 
for weaker systems (when Z, becomes larger). 

Equation (15.4) can be used to calculate the sag magnitude as a function of the distance to the fault. 
Therefore, we write Z, = zd, with z the impedance of the feeder per unit length and d the distance between 
the fault and the pcc, leading to: 


Vo.= a (15.5) 
" Lren 

This expression has been used to calculate the sag magnitude as a function of the distance to the fault 
for a typical 11 kV overhead line, resulting in Fig. 15.31. For the calculations, a 150-mm/? overhead line 
was used and fault levels of 750 MVA, 200 MVA, and 75 MVA. The fault level is used to calculate the 
source impedance at the pcc and the feeder impedance is used to calculate the impedance between the 
pec and the fault. It is assumed that the source impedance is purely reactive, thus Z,= j 0.161Q for the 
750 MVA source. The impedance of the 150 mm? overhead line is z= 0.117 + j 0.315 Q/km. 


Propagation of Voltage Sags 


It is also possible to calculate the sag magnitude directly from fault levels at the pcc and at the fault 
position. Let S;,7 be the fault level at the fault position and S,,, at the point-of-common coupling. The 
voltage at the pcc can be written as: 


j— Sur. (15.6) 


Veg = S 
PCC 


This equation can be used to calculate the magnitude of sags due to faults at voltage levels other than 
the point-of-common coupling. Consider typical fault levels as shown in Table 15.7. This data has been 
used to obtain Table 15.8, showing the effect of a short circuit fault at a lower voltage level than the pcc. 
We can see that sags are significantly “damped” when they propagate upwards in the power system. In 
a sags study, we typically only have to take faults one voltage level down from the pcc into account. And 
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TABLE 15.7 Typical Fault Levels 


at Different Voltage Levels 


Voltage Level 


Fault Level 


400 V 
11 kV 
33 kV 
132 kV 
400 kV 


20 MVA 
200 MVA 
900 MVA 

3000 MVA 
17,000 MVA 


TABLE 15.8 Propagation of Voltage Sags to Higher 
Voltage Levels 


Point-of-Common Coupling at: 


Fault at 400V  11kV  33kV 132kV 400 kV 
400 V _ 90% 98% 99% 100% 
11 kV _ 78% 93% 99% 
33 kV _ _ 70% 95% 


132 kV 82% 


even those are seldom of serious concern. Note, however, that faults at a lower voltage level may be 
associated with a longer fault-clearing time and thus a longer sag duration. This especially holds for faults 
on distribution feeders, where fault-clearing times in excess of one second are possible. 


Critical Distance 


Equation (15.5) gives the voltage as a function of distance to the fault. From this equation we can obtain 
the distance at which a fault will lead to a sag of a certain magnitude V. If we assume equal X/R ratio of 
source and feeder, we get the following equation: 


(15.7) 


We refer to this distance as the critical distance. Suppose that a piece of equipment trips when the 
voltage drops below a certain level (the critical voltage). The definition of critical distance is such that 
each fault within the critical distance will cause the equipment to trip. This concept can be used to 
estimate the expected number of equipment trips due to voltage sags (Bollen, 1998). The critical distance 
has been calculated for different voltage levels, using typical fault levels and feeder impedances. The data 
used and the results obtained are summarized in Table 15.9 for the critical voltage of 50%. Note how the 
critical distance increases for higher voltage levels. A customer will be exposed to much more kilometers 


TABLE 15.9 Critical Distance for Faults at Different Voltage Levels 


Nominal 
Voltage Short-Circuit Level | Feeder Impedance Critical Distance 
400 V 20 MVA 230 mQ/km 35m 
11 kV 200 MVA 310 mQ/km 2 km 
33 kV 900 MVA 340 mQ/km 4 km 
132 kV 3000 MVA 450 mQ/km 13 km 
400 kV 10000 MVA 290 mQ/km 55 km 
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of transmission lines than of distribution feeder. This effect is understood by writing Eq. (15.7) as a 
function of the short-circuit current Ip, at the pec: 


d= —10 x (15.8) 


with V,,,,. the nominal voltage. As both z and J, are of similar magnitude for different voltage levels, one 


nom 


can conclude from Eq. (15.8) that the critical distance increases proportionally with the voltage level. 


Voltage Sag Duration 


It was shown before, the drop in voltage during a sag is due to a short circuit being present in the system. 
The moment the short circuit fault is cleared by the protection, the voltage starts to return to its original 
value. The duration of a sag is thus determined by the fault-clearing time. However, the actual duration 
of a sag is normally longer than the fault-clearing time. 

Measurement of sag duration is less trivial than it might appear. From a recording the sag duration 
may be obvious, but to come up with an automatic way for a power quality monitor to obtain the sag 
duration is no longer straightforward. The commonly used definition of sag duration is the number of 
cycles during which the rms voltage is below a given threshold. This threshold will be somewhat different 
for each monitor but typical values are around 90% of the nominal voltage. A power quality monitor 
will typically calculate the rms value once every cycle. 

The main problem is that the so-called post-fault sag will affect the sag duration. When the fault is 
cleared, the voltage does not recover immediately. This is mainly due to the reenergizing and reacceler- 
ation of induction motor load (Bollen, 1995). This post-fault sag can last several seconds, much longer 
than the actual sag. Therefore, the sag duration as defined before, is no longer equal to the fault-clearing 
time. More seriously, different power quality monitors will give different values for the sag duration. As 
the rms voltage recovers slowly, a small difference in threshold setting may already lead to a serious 
difference in recorded sag duration (Bollen, 1999). 

Generally speaking, faults in transmission systems are cleared faster than faults in distribution systems. 
In transmission systems, the critical fault-clearing time is rather small. Thus, fast protection and fast 
circuit breakers are essential. Also, transmission and subtransmission systems are normally operated as 
a grid, requiring distance protection or differential protection, both of which allow for fast clearing of 
the fault. The principal form of protection in distribution systems is overcurrent protection. This requires 
a certain amount of time-grading, which increases the fault-clearing time. An exception is formed by 
systems in which current-limiting fuses are used. These have the ability to clear a fault within one half- 
cycle. In overhead distribution systems, the instantaneous trip of the recloser will lead to a short sag 
duration, but the clearing of a permanent fault will give a sag of much longer duration. 

The so-called magnitude-duration plot is a common tool used to show the quality of supply at a 
certain location or the average quality of supply of a number of locations. Voltage sags due to faults can 
be shown in such a plot, as well as sags due to motor starting, and even long and short interruptions. 
Different underlying causes lead to events in different parts of the magnitude-duration plot, as shown 
in Fig. 15.32. 


Phase-Angle Jumps 

A short circuit in a power system not only causes a drop in voltage magnitude, but also a change in the 
phase angle of the voltage. This sudden change in phase angle is called a “phase-angle jump.” The phase- 
angle jump is visible in a time-domain plot of the sag as a shift in voltage zero-crossing between the pre- 
event and the during-event voltage. With reference to Fig. 15.30 and Eq. (15.4), the phase-angle jump is 
the argument of V,,,, thus the difference in argument between Z, and Z, + Z, If source and feeder 
impedance have equal X/R ratio, there will be no phase-angle jump in the voltage at the pcc. This is the 
case for faults in transmission systems, but normally not for faults in distribution systems. The latter 
may have phase-angle jumps up to a few tens of degrees (Bollen, 1999; Bollen et al., 1996). 
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FIGURE 15.32 Sags of different origin in a magnitude-duration plot. 


Figure 15.30 shows a single-phase circuit, which is a valid model for three-phase faults in a three-phase 
system. For nonsymmetrical faults, the analysis becomes much more complicated. A consequence of 
nonsymmetrical faults (single-phase, phase-to-phase, two-phase-to-ground) is that single-phase load 
experiences a phase-angle jump even for equal X/R ratio of feeder and source impedance (Bollen, 1999; 
Bollen, 1997). 

To obtain the phase-angle jump from the measured voltage waveshape, the phase angle of the voltage 
during the event must be compared with the phase angle of the voltage before the event. The phase angle 
of the voltage can be obtained from the voltage zero-crossings or from the argument of the fundamental 
component of the voltage. The fundamental component can be obtained by using a discrete Fourier 
transform algorithm. Let V,(t) be the fundamental component obtained from a window (t-Tt), with T 
one cycle of the power frequency, and let t= 0 correspond to the moment of sag initiation. In case there 
is no chance in voltage magnitude or phase angle, the fundamental component as a function of time is 
found from: 


V(t) =V,(0)e™ (15.9) 


1 


The phase-angle jump, as a function of time, is the difference in phase angle between the actual 
fundamental component and the “synchronous voltage” according to Eq. (15.9): 


o(t) = arg{V,(t)}— arg{V,(0)e"} =arg em (15.10) 


Note that the argument of the latter expression is always between —180° and +180°. 


Three-Phase Unbalance 


For three-phase equipment, three voltages need to be considered when analyzing a voltage sag event at 
the equipment terminals. For this, a characterization of three-phase unbalanced voltage sags is introduced. 
The basis of this characterization is the theory of symmetrical components. Instead of the three-phase 
voltages or the three symmetrical components, the following three (complex) values are used to charac- 
terize the voltage sag (Bollen and Zhang, 1999; Zhang and Bollen, 1998): 
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+ The “characteristic voltage” is the main characteristic of the event. It indicates the severity of the 
sag, and can be treated in the same way as the remaining voltage for a sag experienced by a single- 
phase event. 

* The “PN factor” is a correction factor for the effect of the load on the voltages during the event. 
The PN factor is normally close to unity and can then be neglected. Exceptions are systems with 
a large amount of dynamic load, and sags due to two-phase-to-ground faults. 


+ The “zero-sequence voltage,” which is normally not transferred to the equipment terminals, rarely 
affects equipment behavior. The zero-sequence voltage can be neglected in most studies. 


Neglecting the zero-sequence voltage, it can be shown that there are two types of three-phase unbal- 
anced sags, denoted as types C and D. Type A is a balanced sag due to a three-phase fault. Type B is the 
sag due to a single-phase fault, which turns into type D after removal of the zero-sequence voltage. The 
three complex voltages for a type C sag are written as follows: 


V, =-5F-—jV3 (13.11) 


where V is the characteristic voltage and F the PN factor. The (characteristic) sag magnitude is defined 
as the absolute value of the characteristic voltage; the (characteristic) phase-angle jump is the argument 
of the characteristic voltage. For a sag of type D, the expressions for the three voltage phasors are as follows: 


1 1 f 
V,=-—V-—jFv3 15.12 
b 2 z/ ( ) 


Sag type D is due to a phase-to-phase fault, or due to a single-phase fault behind a Ay-transformer, 
or a phase-to-phase fault behind two Ay-transformers, etc. Sag type C is due to a single-phase fault, or 
due to a phase-to-phase fault behind a Ay-transformer, etc. When using characteristic voltage for a three- 
phase unbalanced sag, the same single-phase scheme as in Fig. 15.30 can be used to study the transfer 
of voltage sags in the system (Bollen, 1999; Bollen, 1997). 


Equipment Voltage Tolerance 


Voltage Tolerance Requirement 


Generally speaking, electrical equipment prefers a constant rms voltage. That is what the equipment has 
been designed for and that is where it will operate best. The other extreme is zero voltage for a longer 
period of time. In that case the equipment will simply stop operating completely. For each piece of 
equipment there is a maximum interruption duration, after which it will continue to operate correctly. 
A rather simple test will give this duration. The same test can be done for a voltage of 10% (of nominal), 
for a voltage of 20%, etc. If the voltage becomes high enough, the equipment will be able to operate on 
it indefinitely. Connecting the points obtained by performing these tests results in the so-called “voltage- 
tolerance curve” (Key, 1979). An example of a voltage-tolerance curve is shown in Fig. 15.33: the require- 
ments for IT-equipment as recommended by the Information Technology Industry Council (ITIC, 1999). 
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FIGURE 15.33 Voltage-tolerance requirement for IT equipment. 


Strictly speaking, one can claim that this is not a voltage-tolerance curve as described above, but a 
requirement for the voltage tolerance. One could refer to this as a voltage-tolerance requirement and to 
the result of equipment tests as a voltage-tolerance performance. We see in Fig. 15.33 that IT equipment 
has to withstand a voltage sag down to zero for 1.1 cycle, down to 70% for 30 cycles, and that the 
equipment should be able to operate normally for any voltage of 90% or higher. 


Voltage Tolerance Performance 


Voltage-tolerance (performance) curves for personal computers are shown in Fig. 15.34. The curves are 
the result of equipment tests performed in the U.S. (EPRI, 1994) and in Japan (Sekine et al., 1992). The 
shape of all the curves in Fig. 15.34 is close to rectangular. This is typical for many types of equipment, 
so that the voltage tolerance may be given by only two values, maximum duration and minimum voltage, 
instead of by a full curve. From the tests summarized in Fig. 15.34 it is found that the voltage tolerance 
of personal computers varies over a wide range: 30-170 ms, 50-70% being the range containing half of 
the models. The extreme values found are 8 ms, 88% and 210 ms, 30%. 

Voltage-tolerance tests have also been performed on process-control equipment: PLCs, monitoring 
relays, motor contactors. This equipment is even more sensitive to voltage sags than personal computers. 
The majority of devices tested tripped between one and three cycles. A small minority was able to tolerate 
sags up to 15 cycles in duration. The minimum voltage varies over a wider range: from 50% to 80% for 
most devices, with exceptions of 20% and 30%. Unfortunately, the latter two both tripped in three cycles 
(Bollen, 1999). 

From performance testing of adjustable-speed drives, an “average voltage-tolerance curve” has been 
obtained. This curve is shown in Fig. 15.35. The sags for which the drive was tested are indicated as 
circles. It has further been assumed that the drives can operate indefinitely on 85% voltage. Voltage 
tolerance is defined here as “automatic speed recovery, without reaching zero speed.” For sensitive 
production processes, more strict requirements will hold (Bollen, 1999). 


Single-Phase Rectifiers 


The sensitivity of most single-phase equipment can be understood from the equivalent scheme in 
Fig. 15.36. The power supply to a computer, process-control equipment, consumer electronics, etc. 
consists of a single-phase (four-pulse) rectifier together with a capacitor and a DC/DC converter. During 
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FIGURE 15.34 Voltage-tolerance performance for personal computers. 
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FIGURE 15.35 Average voltage-tolerance curve for adjustable-speed drives. 


normal operation the capacitor is charged twice a cycle through the diodes. The result is a DC voltage 
ripple: 


PT 


=—_—__ 15.13 
ae (15.13) 


with P the DC bus active-power load, T one cycle of the power frequency, V, the maximum DC bus 
voltage, and C the size of the capacitor. 
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FIGURE 15.36 Typical power supply to sensitive single-phase equipment. 
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FIGURE 15.37 Absolute value of AC voltage (dashed) and DC bus voltage (solid line) for a sag down to 50%. 


During a voltage sag or interruption, the capacitor continues to discharge until the DC bus voltage 
has dropped below the peak of the supply voltage. A new steady state is reached, but at a lower DC bus 
voltage and with a larger ripple. The resulting DC bus voltage for a sag down to 50% is shown in Fig. 15.37, 
together with the absolute value of the supply voltage. If the new steady state is below the minimum 
operating voltage of the DC/DC converter, or below a certain protection setting, the equipment will trip. 
During the decaying DC bus voltage, the capacitor voltage V(t) can be obtained from the law of conser- 
vation of energy: 


toy? =lev2-pr (15.14) 
2 a. 3 


where a constant DC bus load P has been assumed. From Eq. (15.14) the voltage as a function of time 
is obtained: 
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V(t)= vee (15.15) 


Combining this with Eq. (15.13) gives the following expression: 


v(t)= a se, (15.16) 


The larger the DC ripple in normal operation, the faster the drop in DC bus voltage during a sag. 
From Eq. (15.16) the maximum duration of zero voltage t, 
voltage V,,;,. resulting in: 


is calculated for a minimum operating 


max 


min? 


Ph 
V.. 
= min 
Yo 
=_\/ 1 (15.17) 


Three-Phase Rectifiers 


The performance of equipment fed through three-phase rectifiers becomes somewhat more complicated. 
The main equipment belonging to this category is formed by AC and DC adjustable-speed drives. One 
of the complications is that the operation of the equipment is affected by the three voltages, which are 
not necessarily the same during the voltage sag. For non-controlled (six pulse) diode rectifiers, a similar 
model can be used as for single-phase rectifiers. The operation of three-phase controlled rectifiers can 
become very complicated and application-specific (Bollen, 1996). Therefore, only noncontrolled rectifiers 
will be discussed here. For voltage sags due to three-phase faults, the DC bus voltage behind the (three- 
phase) rectifier will decay until a new steady state is reached at a lower voltage level, with a larger ripple. 
To calculate the DC bus voltage as a function of time, and the time-to-trip, the same equation as for the 
single-phase rectifier can be used. 

For unbalanced voltage sags, a distinction needs to be made between the two types (C and D), as 
introduced in the section on Three-Phase Unbalance. Figure 15.38 shows AC and DC side voltages for a 
sag of type C with V= 0.5 pu and F= 1. For this sag, the voltage drops in two phases where the third 
phase stays at its presag value. Three capacitor sizes are used (Bollen and Zhang, 1999); a “large” 
capacitance is defined as a value that leads to an initial decay of the DC voltage equal to 10%, which is 
433 WF/kW for a 620 V drive. In the same way, “small” capacitance corresponds to 75% per cycle initial 
decay, and 57.8 wF/kW for a 620 V drive. It turns out that even for the small capacitance, the DC bus 
voltage remains above 70%. For the large capacitance value, the DC bus voltage is hardly affected by the 
voltage sag. It is easy to understand that this is also the case for type C sags with an even lower characteristic 
magnitude V (Bollen, 1999; Bollen and Zhang, 1999). 

Figure 15.39 shows the equivalent results for a sag of type D, again with V = 0.5 and F = 1. As all three 
AC voltages show a drop in voltage magnitude, the DC bus voltage will drop even for a large capacitor. 
But the effect is still much less than for a three-phase (balanced) sag. 

The effect of a lower PN factor (F < 1) is that even the highest voltage shows a drop for a type C sag, 
so that the DC bus voltage will always show a small drop. Also for a type D sag, a lower PN factor will 
lead to an additional drop in DC bus voltage (Bollen and Zhang, 1999). 


Mitigation of Voltage Sags 
From Fault to Trip 


To understand the various ways of mitigation, the mechanism leading to an equipment trip needs to be 
understood. The equipment trip is what makes the event a problem; if there are no equipment trips, 
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FIGURE 15.38 AC and DC side voltages for a three-phase rectifier during a sag of type C. 
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FIGURE 15.39 AC and DC side voltages for a three-phase rectifier during a sag of type D. 


there is no voltage sag problem. The underlying event of the equipment trip is a short-circuit fault. At 
the fault position, the voltage drops to zero, or to a very low value. This zero voltage is changed into an 
event of a certain magnitude and duration at the interface between the equipment and the power system. 
The short-circuit fault will always cause a voltage sag for some customers. If the fault takes place in a 
radial part of the system, the protection intervention clearing the fault will also lead to an interruption. 
If there is sufficient redundancy present, the short circuit will only lead to a voltage sag. If the resulting 
event exceeds a certain severity, it will cause an equipment trip. 
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Based on this reasoning, it is possible to distinguish between the following mitigation methods: 


* Reducing the number of short-circuit faults. 
* Reducing the fault-clearing time. 


* Changing the system such that short-circuit faults result in less severe events at the equipment 
terminals or at the customer interface. 


+ Connecting mitigation equipment between the sensitive equipment and the supply. 


+ Improving the immunity of the equipment. 


Reducing the Number of Faults 


Reducing the number of short-circuit faults in a system not only reduces the sag frequency, but also the 
frequency of long interruptions. This is thus a very effective way of improving the quality of supply and 
many customers suggest this as the obvious solution when a voltage sag or interruption problem occurs. 
Unfortunately, most of the time the solution is not that obvious. A short circuit not only leads to a voltage 
sag or interruption at the customer interface, but may also cause damage to utility equipment and plant. 
Therefore, most utilities will already have reduced the fault frequency as far as economically feasible. In 
individual cases, there could still be room for improvement, e.g., when the majority of trips are due to 
faults on one or two distribution lines. Some examples of fault mitigation are: 


* Replace overhead lines by underground cables. 
* Use special wires for overhead lines. 

+ Implement a strict policy of tree trimming. 

+ Install additional shielding wires. 


+ Increase maintenance and inspection frequencies. 


One has to keep in mind, however, that these measures can be very expensive, especially for transmis- 
sion systems, and that their costs have to be weighted against the consequences of the equipment trips. 


Reducing the Fault-Clearing Time 


Reducing the fault-clearing time does not reduce the number of events, but only their severity. It does 
not do anything to reduce to number of interruptions, but can significantly limit the sag duration. The 
ultimate reduction of fault-clearing time is achieved by using current-limiting fuses, able to clear a fault 
within one half-cycle. The recently introduced static circuit breaker has the same characteristics: fault- 
clearing time within one half-cycle. Additionally, several types of fault-current limiters have been pro- 
posed that do not actually clear the fault, but significantly reduce the fault current magnitude within 
one or two cycles. One important restriction of all these devices is that they can only be used for low- 
and medium-voltage systems. The maximum operating voltage is a few tens of kilovolts. 

But the fault-clearing time is not only the time needed to open the breaker, but also the time needed 
for the protection to make a decision. To achieve a serious reduction in fault-clearing time, it is necessary 
to reduce any grading margins, thereby possibly allowing for a certain loss of selectivity. 


Changing the Power System 


By implementing changes in the supply system, the severity of the event can be reduced. Here again, the 
costs may become very high, especially for transmission and subtransmission voltage levels. In industrial 
systems, such improvements more often outweigh the costs, especially when already included in the 
design stage. Some examples of mitigation methods especially directed toward voltage sags are: 


+ Install a generator near the sensitive load. The generators will keep up the voltage during a remote 
sag. The reduction in voltage drop is equal to the percentage contribution of the generator station 
to the fault current. In case a combined-heat-and-power station is planned, it is worth it to consider 
the position of its electrical connection to the supply. 
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+ Split buses or substations in the supply path to limit the number of feeders in the exposed area. 


+ Install current-limiting coils at strategic places in the system to increase the “electrical distance” 
to the fault. The drawback of this method is that this may make the event worse for other customers. 


* Feed the bus with the sensitive equipment from two or more substations. A voltage sag in one 
substation will be mitigated by the infeed from the other substations. The more independent the 
substations are, the more the mitigation effect. The best mitigation effect is by feeding from two 
different transmission substations. Introducing the second infeed increases the number of sags, 
but reduces their severity. 


Installing Mitigation Equipment 


The most commonly applied method of mitigation is the installation of additional equipment at the 
system-equipment interface. Also recent developments point toward a continued interest in this way of 
mitigation. The popularity of mitigation equipment is explained by it being the only place where the 
customer has control over the situation. Both changes in the supply as well as improvement of the 
equipment are often completely outside of the control of the end user. Some examples of mitigation 
equipment are: 


* Uninterruptable power supply (UPS). This is the most commonly used device to protect low-power 
equipment (computers, etc.) against voltage sags and interruptions. During the sag or interruption, 
the power supply is taken over by an internal battery. The battery can supply the load for, typically, 
between 15 and 30 minutes. 


Static transfer switch. A static transfer switch switches the load from the supply with the sag to 
another supply within a few milliseconds. This limits the duration of a sag to less than one half- 
cycle, assuming that a suitable alternate supply is available. 


+ Dynamic voltage restorer (DVR). This device uses modern power electronic components to insert 
a series voltage source between the supply and the load. The voltage source compensates for the 
voltage drop due to the sag. Some devices use internal energy storage to make up for the drop in 
active power supplied by the system. They can only mitigate sags up to a maximum duration. 
Other devices take the same amount of active power from the supply by increasing the current. 
These can only mitigate sags down to a minimum magnitude. The same holds for devices boosting 
the voltage through a transformer with static tap changer. 


+ Motor-generator sets. Motor-generator sets are the classical solution for sag and interruption 
mitigation with large equipment. They are obviously not suitable for an office environment but 
the noise and the maintenance requirements are often no problem in an industrial environment. 
Some manufacturers combine the motor-generator set with a backup generator; others combine 
it with power-electronic converters to obtain a longer ride-through time. 


Improving Equipment Voltage Tolerance 


Improvement of equipment voltage tolerance is probably the most effective solution against equipment 
trips due to voltage sags. But as a short-time solution, it is often not suitable. In many cases, a customer 
only finds out about equipment performance after it has been installed. Even most adjustable-speed 
drives have become off-the-shelf equipment where the customer has no influence on the specifications. 
Only large industrial equipment is custom-made for a certain application, which enables the incorpora- 
tion of voltage-tolerance requirements in the specification. 

Apart from improving large equipment (drives, process-control computers), a thorough inspection of the 
immunity of all contactors, relays, sensors, etc. can significantly improve the voltage tolerance of the process. 


Different Events and Mitigation Methods 


Figure 15.32 showed the magnitude and duration of voltage sags and interruptions resulting from various 
system events. For different events, different mitigation strategies apply. 
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Sags due to short-circuit faults in the transmission and subtransmission system are characterized by 
a short duration, typically up to 100 ms. These sags are very hard to mitigate at the source and improve- 
ments in the system are seldom feasible. The only way of mitigating these events is by improvement of 
the equipment or, where this turns out to be unfeasible, installing mitigation equipment. For low-power 
equipment, a UPS is a straightforward solution; for high-power equipment and for complete installations, 
several competing tools are emerging. 

The duration of sags due to distribution system faults depends on the type of protection used — 
ranging from less than a cycle for current-limiting fuses up to several seconds for overcurrent relays in 
underground or industrial distribution systems. The long sag duration also enables equipment to trip 
due to faults on distribution feeders fed from other HV/MV substations. For deep long-duration sags, 
equipment improvement becomes more difficult and system improvement easier. The latter could well 
become the preferred solution, although a critical assessment of the various options is certainly needed. 

Sags due to faults in remote distribution systems and sags due to motor starting should not lead to 
equipment tripping for sags down to 85%. If there are problems, the equipment needs to be improved. 
If equipment trips occur for long-duration sags in the 70-80% magnitude range, changes in the system 
have to be considered as an option. 

For interruptions, especially the longer ones, equipment improvement is no longer feasible. System 
improvements or a UPS in combination with an emergency generator are possible solutions here. 
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15.5 Voltage Fluctuations and Lamp Flicker in Power Systems 


S. M. Halpin 


Voltage flicker is a problem that has existed in the power industry for many years. Many types of end- 
use equipment can create voltage flicker, and many types of solution methods are available. Fortunately, 
the problem is not overly complex, and it can often be analyzed using fairly simple methods. In many 
cases, however, solutions can be expensive. Perhaps the most difficult aspect of the voltage flicker problem 
has been the development of a widely accepted definition of just what “flicker” is and how it can be 
quantified in terms of measurable quantities. 

To electric utility engineers, voltage flicker is considered in terms of magnitude and rate of change of 
voltage fluctuations. To the utility customer, however, flicker is considered in terms of “my lights are 
flickering.” The necessary presence of a human observer to “see” the change in lamp (intensity) output 
in response to a change in supply voltage is the most complex factor for which to account. Significant 
research, dating back to the early 20" century, has been devoted to establishing an accurate correlation 
between voltage changes and observer perceptions. This correlation is essential so that a readily measur- 
able quantity, supply voltage, can be used to predict a human response. 

The early work regarding voltage flicker considered voltage flicker to be a single-frequency modulation 
of the power frequency voltage. Both sinusoidal and square wave modulations were considered as shown 
mathematically in Eqs. (15.18) and (15.19), with most work concentrating on square wave modulation. 
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FIGURE 15.40 Sinusoidal voltage flicker. 
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FIGURE 15.41 Typical flicker curves. 


v(t)=2V,,,.c0s(«ot){1.0+ Vcos(o,,t)} (15.18) 


v(t) = V2V ing cos(«at}{1 .O+ Vsquare(«o,,t)} (15.19) 

Based on Eggs. (15.18) and (15.19), the voltage flicker magnitude can be expressed as a percentage of 
the root-mean-square (rms) voltage, where the term “V” in the two equations represents the percentage. 
While both the magnitude of the fluctuations (“V”) and the “shape” of the modulating waveform are 
obviously important, the frequency of the modulation is also extremely relevant and is explicitly repre- 
sented as @,,. For sinusoidal flicker [given by Eq. (15.18)], the total waveform appears as shown in 
Fig. 15.40 with the modulating waveform shown explicitly. A similar waveform can be easily created for 
square-wave modulation. 

To correlate the voltage change percentage, V, at a certain frequency, @,,, with human perceptions, 
early research led to the widespread use of what is known as a flicker curve to predict possible observer 
complaints. Flicker curves are still in widespread use, particularly in the U.S. A typical flicker curve is 
shown in Fig. 15.41 and is based on tests conducted by the General Electric Company. It is important to 
realize that these curves are developed based on square wave modulation. Voltage changes from one level 
to another are considered to be “instantaneous” in nature, which may or may not be an accurate 
representation of actual equipment-produced voltage fluctuations. 

The curve of Fig. 15.41 requires some explanation in order to understand its application. The “thresh- 
old of visibility” corresponds to certain fluctuation magnitude and frequency pairs that represent the 
borderline above which an observer can just perceive lamp (intensity) output variations in a 120 V, 60 
Hz, 60 W incandescent bulb. The “threshold of irritation” corresponds to certain fluctuation magnitude 
and frequency pairs that represent the borderline above which the majority of observers would be irritated 
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FIGURE 15.42 Example circuit for flicker calculations. 


by lamp (intensity) output variations for the same lamp type. Two conclusions are immediately apparent 
from these two curves: (1) even small percentage changes in supply voltage can be noticed by persons 
observing lamp output, and (2) the frequency of the voltage fluctuations is an important consideration, 
with the frequency range from 6-10 Hz being the most sensitive. 

Most utility companies do not permit excessive voltage fluctuations on their system, regardless of the 
frequency. For this reason, a “typical” utility flicker curve will follow either the “threshold of irritation” 
or the “threshold of visibility” curve as long as the chosen curve lies below some established value (2% in 
Fig. 15.41). By requiring that voltage fluctuations not exceed the “borderline of visibility” curve, the utility 
is insuring conservative criteria that should minimize potential problems due to voltage fluctuations. 

For many years, the generic flicker curve has served the utility industry well. Fluctuating motor loads 
like car shredders, wood chippers, and many others can be fairly well characterized in terms of a duty 
cycle and a maximum torque. From this information, engineers can predict the magnitude and frequency 
of voltage changes anywhere in the supplying transmission and distribution system. Voltage fluctuations 
associated with motor starting events are also easily translated into a point (or points) on the flicker 
curve, and many utilities have based their motor starting criteria on this method for many years. Other 
loads, most notably arcing loads, cannot be represented as a single flicker magnitude and frequency term. 
For these types of loads, utility engineers typically presume either worst-case or most-likely variations 
for analytical evaluations. 

Regardless of the type of load, the typical calculation procedure involves either basic load flow or 
simple voltage division calculations. Figure 15.42 shows an example positive sequence circuit with all 
data assumed in per-unit on consistent bases. 

For fluctuating loads that are best represented by a constant power model (arc furnaces and load 
torque variations on a running motor), basic load flow techniques can be used to determine the full- 
load and no-load (or “normal condition”) voltages at the “critical” or “point of common coupling” bus 
where other customers might be served. For fluctuating loads that are best represented by a constant 
impedance model (motor starting), basic circuit analysis techniques readily provide the full-load and 
no-load (“normal condition”) voltages at the critical bus. Regardless of the modeling and calculation 
procedures used, equations similar to Eq. (15.20) can be used to determine the percentage voltage change 
for use in conjunction with a flicker curve. Of course, accurate information regarding the frequency of 
the assumed fluctuation is absolutely necessary. Note that Eq. (15.20) represents an over-simplification 
and should therefore not be used in cases where the fluctuations are frequent enough to impact the 
average rms value (measured over several seconds up to a minute). Other more elaborate formulas are 
available for these situations. 


7 
% Voltage Change =| 1.0——tU#4 |* 100% (15.20) 
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FIGURE 15.44 Adaptive-var compensator effects. 


From a utility engineer’s viewpoint, the decision to either serve or deny service to a fluctuating load 
is often based on the result of Eq. (15.20) [or a more complex version of Eq. (15.20)] including infor- 
mation about the frequency at which the calculated change occurs. From this simplified discussion, 
several questions arise: 


1. How are fluctuating loads taken into account when the nature of the fluctuations is not constant 
in magnitude? 

2. How are fluctuating loads taken into account when the nature of the fluctuations is not constant 
in frequency? 

3. How are static compensators and other high response speed mitigation devices included in the 
calculations? 


As examples, consider the rms voltage plots (on 120 V bases) shown in Figs. 15.43 and 15.44. 
Figure 15.43 shows an rms plot associated with a poorly timed two-step reduced-voltage motor starter. 
Figure 15.44 shows a motor starting event when the motor is compensated by an adaptive-var compen- 
sator. Questions 1-3 are clearly difficult to answer for these plots, so it would be very difficult to apply 
the basic flicker curve. 

In many cases of practical interest, “rules of thumb” are often used to answer approximately these and 
other related questions so that the simple flicker curve can be used effectively. However, these assumptions 
and approaches must be conservative in nature and may result in costly equipment modifications prior 
to connection of certain fluctuating loads. In modern environment, it is imperative that end-users operate 
at the least total cost. It is equally important that end-use fluctuating loads not create problems for other 
users. Due to the conservative and approximate nature of the flicker curve methodology, there is often 
significant room for negotiation, and the matter is often not settled considering only engineering results. 


© 2001 CRC Press LLC 


‘Simulation of lamp-cye brain response 


Output 
and data 
display 


i 


Output 2 Omput3 Output 4 Output $ 
Output 1 weighted range short time — recording 
half cycle r.m.s. voltage voltage selection —_—integration 
indication fluctuation 


FIGURE 15.45 Flicker meter block diagram. 


For roughly three decades, certain engineering groups have recognized the limitations of the flicker 
curve methods and have developed alternative approaches based on an instrument called a flicker meter. 
This work, driven strongly in Europe by the International Union for Electroheat (UIE) and the Interna- 
tional Electrotechnical Commission (IEC), appears to offer solutions to many of the problems with the 
flicker curve methodology. Many years of industrial experience have been obtained with the flicker meter 
approach, and its output has been well-correlated with complaints of utility customers. At this time, the 
Institute of Electrical and Electronics Engineers (IEEE) is working toward adopting the flicker meter 
methodology for use in North America. 

The flicker meter is a continuous time measuring system that takes voltage as an input and produces 
three output indices that are related to customer perception. These outputs are: (1) instantaneous flicker 
sensation, P;,,,, (2) short-term flicker severity, P,,, and (3) long-term flicker severity, P,,. A block diagram 
of an analog flicker meter is shown in Fig. 15.45. 

The flicker meter takes into account both the physical aspects of engineering (how does the lamp 
[intensity] output vary with voltage?) and the physiological aspects of human observers (how fast can 
the human eye respond to light changes?). Each of the five basic blocks in Fig. 15.45 contribute to one 
or both of these aspects. While a detailed discussion of the flicker meter is beyond the scope of this 
section, the function of the blocks can be summarized as follows. 

Blocks 1 and 2 act to process the input voltage signal and to partially isolate only the modulating term 
in Egs. (15.18) or (15.19). Block 3 completes the isolation of the modulating signal through complex 
filtering and applies frequency-sensitive weighting to the “pure” modulating signal. Block 4 models the 
physiological response of the human observer, specifically the short-term memory tendency of the brain 
to correlate the voltage modulating signal with a human perception ability. Block 5 performs statistical 
analysis on the output of Block 4 to capture the cumulative effects of fluctuations over time. 

The instantaneous flicker sensation is the output of Block 4. The short- and long-term severity indices 
are the outputs of Block 5. P;,,. is available as an output quantity on a continuous basis, and a value of 
1.0 corresponds with the threshold of visibility curve in Fig. 15.41. A single P,, value is available as an 
output every ten minutes, and a value of 1.0 corresponds to the threshold of irritation curve in Fig. 15.41. 
Of course, a comparison can only be made for certain inputs. 

For square wave modulation, Fig. 15.46 shows a comparison of the “irritation level” given by IEEE 
Std. 141 (Red Book) and that level predicted by the flicker meter to be “irritating” (P,, = 1.0). For these 
comparisons, the lamp type used is a 120 V, 60 Hz, 60 W incandescent bulb. Note that the flicker curve 
taken from IEEE Std. 141 is essentially identical to the “borderline of irritation” curve given in Fig. 15.41. 

As Fig. 15.46 clearly demonstrates, the square wave modulation voltage fluctuations that lead to 
irritation are nearly identical as predicted by either a standard flicker curve or a flicker meter. 
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FIGURE 15.46 Threshold of irritation flicker curve and P,, = 1.0 curve from a flicker meter. 
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FIGURE 15.47 Short term flicker severity example plot. 


The real advantage of the flicker meter methodology lies in that fact that the continuous time mea- 
surement system can easily predict possible irritation for arbitrarily complex modulation waveforms. As 
an example, Fig. 15.47 shows a plot of P,, over a three-day period at a location serving a small electric 
arc furnace. (Note: In this case, there were no reported customer complaints and P,, was well below the 
irritation threshold value of 1.0 during the entire monitoring period.) 

Due to the very random nature of the fluctuations associated with an arc furnace, the flicker curve 
methodology cannot be used directly as an accurate predictor of irritation levels because it is appropriate 
only for the “sudden” voltage fluctuations associated with square wave modulation. The trade-off required 
for more accurate flicker prediction, however, is that the inherent simplicity of the basic flicker curve is 
lost. 

For the basic flicker curve, simple calculations based on circuit and equipment models in Fig. 15.42 
can be used. Data for these models is readily available, and time-tested assumptions are widely known 
for cases when exact data are not available. Because the flicker meter is a continuous-time system, 
continuous-time voltage input data is required for its use. For existing fluctuating loads, it is reasonable 
to presume that a flicker meter can be connected and used to predict whether or not the fluctuations are 
irritating. However, it is necessary to be able to predict potential flicker problems prior to the connection 
of a fluctuating load well before it is possible to measure anything. 
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There are three possible solutions to the apparent “prediction” dilemma associated with the flicker 
meter approach. The most basic approach is to locate an existing fluctuating load that is similar to the 
one under consideration and simply measure the flicker produced by the existing load. Of course, the 
engineer is responsible for making sure that the existing installation is nearly identical to the one proposed. 
While the fluctuating load equipment itself might be identical, supply system characteristics will almost 
never be the same. 

Because the short-term flicker severity output of the flicker meter, P,,, is linearly dependent on voltage 
fluctuation magnitude over a wide range, it is possible to linearly scale the P,, measurements from one 
location to predict those at another location where the supply impedance is different. (In most cases, 
voltage fluctuations are directly related to the supply impedance; a system with 10% higher supply 
impedance would expect 10% greater voltage fluctuation for the same load change.) In evaluations where 
it is not possible to measure another existing fluctuating load, other approaches must be used. 

If detailed system and load data are known, a time-domain simulation can be used to generate a 
continuous-time series of voltage data points. These points could then be used as inputs to a simulated 
flicker meter to predict the short-term flicker severity, P,,. This approach, however, is usually too intensive 
and time-consuming to be appropriate for most applications. For these situations, “shape factors” have 
been proposed that predict a P,, value for various types of fluctuations. 

Shape factors are simple curves that can be used to predict, without simulation or measurement, the 
P,, that would be measured if the load were connected. Different curves exist for different “shapes” of 
voltage variation. Curves exist for simple square and triangular variations, as well as for more complex 
variations such as motor starting. To use a shape factor, an engineer must have some knowledge of (1) 
the magnitude of the fluctuation, (2) the shape of the fluctuation, including the time spent at each voltage 
level if the shape is complex, (3) rise time and fall times between voltage levels, and (4) the rate at which 
the shape repeats. In some cases, this level of data is not available, and assumptions are often made (on 
the conservative side). It is interesting to note that the extreme of the conservative choices is a rectangular 
fluctuation at a known frequency; which is exactly the data required to use the basic flicker curve of 
Fig. 15.41, 

Using either the flicker curve for simple evaluations or the flicker meter methodology for more complex 
evaluations, it is possible to predict if a given fluctuating load will produce complaints from other 
customers. In the event that complaints are predicted, modifications must be made prior to granting 
service. The possible modifications can be made either on the utility side or on the customer (load) side 
(or both), or some type of compensation equipment can be installed. 

In most cases, the most effective, but not least cost, ways to reduce or eliminate flicker complaints are 
to either (1) reduce the supply system impedance of the whole path from source to fluctuating load, or 
(2) serve the fluctuating load from a dedicated and electrically remote (from other customers) circuit. 
In most cases, utility revenue projections for customers with fluctuating loads do not justify such expenses, 
and the burden of mitigation is shifted to the consumer. 

Customers with fluctuating load equipment have two main options regarding voltage flicker mitigation. 
In some cases, the load can be adjusted to the point that the frequency(ies) of the fluctuations are such 
that complaints are eliminated (recall the frequency-sensitive nature of the entire flicker problem). In 
other cases, direct voltage compensation can be achieved through high-speed static compensators. Either 
thyristor-switched capacitor banks (often called adaptive var compensators or AVCs) or fixed capacitors 
in parallel with thyristor-switched reactors (often called static var compensators or SVCs) can be used 
to provide voltage support through reactive compensation in about one cycle. For loads where the main 
contributor to a large voltage fluctuation is a large reactive power change, reactive compensators can 
significantly reduce or eliminate the potential for flicker complaints. In cases where voltage fluctuations 
are due to large real power changes, reactive compensation offers only small improvements and can, in 
some cases, make the problem worse. 

In conclusion, it is almost always necessary to measure/predict flicker levels under a variety of possible 
conditions, both with and without mitigation equipment and procedures in effect. In very simple cases, 
a basic flicker curve will provide acceptable results. In more complex cases, however, an intensive 
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measurement, modeling, and simulation effort may be required in order to minimize potential flicker 
complaints. 

While this section has addressed the basic issues associated with voltage flicker complaints, prediction, 
and measurement, it is not intended to be all-inclusive. A number of relevant publications, papers, reports, 
and standards are given for further reading, and the reader should certainly consider these documents 
carefully in addition to what is provided here. 
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15.6 Power Quality Monitoring 


Patrick Coleman 


Many power quality problems are caused by inadequate wiring or improper grounding. These problems 
can be detected by simple examination of the wiring and grounding systems. Another large population 
of power quality problems can be solved by spotchecks of voltage, current, or harmonics using hand held 
meters. Some problems, however, are intermittent and require longer-term monitoring for solution. 

Long-term power quality monitoring is largely a problem of data management. If an RMS value of 
voltage and current is recorded each electrical cycle, for a three-phase system, about 6 gigabytes of data 
will be produced each day. Some equipment is disrupted by changes in the voltage waveshape that may 
not affect the rms value of the waveform. Recording the voltage and current waveforms will result in 
about 132 gigabytes of data per day. While modern data storage technologies may make it feasible to 
record every electrical cycle, the task of detecting power quality problems within this mass of data is 
daunting indeed. 

Most commercially available power quality monitoring equipment attempts to reduce the recorded 
data to manageable levels. Each manufacturer has a generally proprietary data reduction algorithm. It is 
critical that the user understand the algorithm used in order to properly interpret the results. 
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Selecting a Monitoring Point 


Power quality monitoring is usually done to either solve an existing power quality problem, or to 
determine the electrical environment prior to installing new sensitive equipment. For new equipment, 
it is easy to argue that the monitoring equipment should be installed at the point nearest the point of 
connection of the new equipment. For power quality problems affecting existing equipment, there is 
frequently pressure to determine if the problem is being caused by some external source, i.e., the utility. 
This leads to the installation of monitoring equipment at the service point to try to detect the source of 
the problem. This is usually not the optimum location for monitoring equipment. Most studies suggest 
that 80% of power quality problems originate within the facility. A monitor installed on the equipment 
being affected will detect problems originating within the facility, as well as problems originating on the 
utility. Each type of event has distinguishing characteristics to assist the engineer in correctly identifying 
the source of the disturbance. 


What to Monitor 


At minimum, the input voltage to the affected equipment should be monitored. If the equipment is 
single phase, the monitored voltage should include at least the line-to-neutral voltage and the neutral- 
to-ground voltages. If possible, the line-to-ground voltage should also be monitored. For three-phase 
equipment, the voltages may either be monitored line to neutral, or line to line. Line-to-neutral voltages 
are easier to understand, but most three-phase equipment operates on line-to-line voltages. Usually, it 
is preferable to monitor the voltage line to line for three-phase equipment. 

If the monitoring equipment has voltage thresholds which can be adjusted, the thresholds should be 
set to match the sensitive equipment voltage requirements. If the requirements are not known, a good 
starting point is usually the nominal equipment voltage plus or minus 10%. 

In most sensitive equipment, the connection to the source is a rectifier, and the critical voltages are 
DC. In some cases, it may be necessary to monitor the critical DC voltages. Some commercial power 
quality monitors are capable of monitoring AC and DC simultaneously, while others are AC only. 

It is frequently useful to monitor current as well as voltage. For example, if the problem is being caused 
by voltage sags, the reaction of the current during the sag can help determine the source of the sag. If 
the current doubles when the voltage sags 10%, then the cause of the sag is on the load side of the current 
monitor point. If the current increases or decreases 10-20% during a 10% voltage sag, then the cause of 
the sag is on the source side of the current monitoring point. 

Sensitive equipment can also be affected by other environmental factors such as temperature, humidity, 
static, harmonics, magnetic fields, radio frequency interference (RFI), and operator error or sabotage. 
Some commercial monitors can record some of these factors, but it may be necessary to install more 
than one monitor to cover every possible source of disturbance. 

It can also be useful to record power quantity data while searching for power quality problems. For 
example, the author found a shortcut to the source of a disturbance affecting a wide area by using the 
power quantity data. The recordings revealed an increase in demand of 2500 KW immediately after the 
disturbance. Asking a few questions quickly led to a nearby plant with a 2500 KW switched load that 
was found to be malfunctioning. 


Selecting a Monitor 


Commercially available monitors fall into two basic categories: line disturbance analyzers and voltage 
recorders. The line between the categories is becoming blurred as new models are developed. Voltage 
recorders are primarily designed to record voltage and current stripchart data, but some models are able 
to capture waveforms under certain circumstances. Line disturbance analyzers are designed to capture 
voltage events that may affect sensitive equipment. Generally, line disturbance analyzers are not good 
voltage recorders, but newer models are better than previous designs at recording voltage stripcharts. 
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In order to select the best monitor for the job, it is necessary to have an idea of the type of disturbance 
to be recorded, and an idea of the operating characteristics of the available disturbance analyzers. For 
example, a common power quality problem is nuisance tripping of variable speed drives. Variable speed 
drives may trip due to the waveform disturbance created by power factor correction capacitor switching, 
or due to high or low steady state voltage, or, in some cases, due to excessive voltage imbalance. If the 
drive trips due to high voltage or waveform disturbances, the drive diagnostics will usually indicate an 
overvoltage code as the cause of the trip. If the voltage is not balanced, the drive will draw significantly 
unbalanced currents. The current imbalance may reach a level that causes the drive to trip for input 
overcurrent. Selecting a monitor for variable speed drive tripping can be a challenge. Most line disturbance 
analyzers can easily capture the waveshape disturbance of capacitor switching, but they are not good 
voltage recorders, and may not do a good job of reporting high steady state voltage. Many line disturbance 
analyzers cannot capture voltage unbalance at all, nor will they respond to current events unless there is 
a corresponding voltage event. Most voltage and current recorders can easily capture the high steady state 
voltage that leads to a drive trip, but they may not capture the capacitor switching waveshape disturbance. 
Many voltage recorders can capture voltage imbalance, current imbalance, and some of them will trigger 
a capture of voltage and current during a current event, such as the drive tripping off. 

To select the best monitor for the job, it is necessary to understand the characteristics of the available 
monitors. The following sections will discuss the various types of data that may be needed for a power 
quality investigation, and the characteristics of some commercially available monitors. 


Voltage 


The most commonly recorded parameter in power quality investigations is the RMS voltage delivered to 
the equipment. Manufacturers of recording equipment use a variety of techniques to reduce the volume 
of the data recorded. The most common method of data reduction is to record Min/Max/Average data 
over some interval. Figure 15.48 shows a strip chart of rms voltages recorded on a cycle-by-cycle basis. 
Figure 15.49 shows a Min/Max/Average chart for the same time period. A common recording period is 
1 week. Typical recorders will use a recording interval of 2-5 minutes. Each recording interval will produce 
three numbers: the rms voltage of the highest 1 cycle, the lowest 1 cycle, and the average of every cycle 
during the interval. This is a simple, easily understood recording method, and it is easily implemented 
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FIGURE 15.48 RMS voltage stripchart, taken cycle by cycle. 
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FIGURE 15.49 Min/Max/Average stripchart, showing the minimum single cycle voltage, the maximum single cycle 
voltage, and the average of every cycle in a recording interval. Compare to the Fig. 15.48 stripchart data. 


by the manufacturer. There are several drawbacks to this method. If there are several events during a 
recording interval, only the event with the largest deviation is recorded. Unless the recorder records the 
event in some other manner, there is no time-stamp associated with the events, and no duration available. 
The most critical deficiency is the lack of a voltage profile during the event. The voltage profile provides 
significant clues to the source of the event. For example, if the event is a voltage sag, the minimum voltage 
may be the same for an event caused by a distant fault on the utility system, and for a nearby large motor 
start. For the distant fault, however, the voltage will sag nearly instantaneously, stay at a fairly constant 
level for 3-10 cycles, and almost instantly recover to full voltage, or possibly a slightly higher voltage if 
the faulted section of the utility system is separated. For a nearby motor start, the voltage will drop nearly 
instantaneously, and almost immediately begin a gradual recovery over 30-180 cycles to a voltage some- 
what lower than before. Figure 15.50 shows a cycle-by-cycle recording of a simulated adjacent feeder 
fault, followed by a simulation of a voltage sag caused by a large motor start. Figure 15.51 shows a 
Min/Max/Average recording of the same two events. The events look quite similar when captured by the 
Min/Max/Average recorder, while the cycle-by-cycle recorder reveals the difference in the voltage recovery 
profile. 

Some line disturbance analyzers allow the user to set thresholds for voltage events. If the voltage exceeds 
these thresholds, a short duration stripchart is captured showing the voltage profile during the event. 
This short duration stripchart is in addition to the long duration recordings, meaning that the engineer 
must look at several different charts to find the needed information. 

Some voltage recorders have user-programmable thresholds, and record deviations at a higher reso- 
lution than voltages that fall within the thresholds. These deviations are incorporated into the stripchart, 
so the user need only open the stripchart to determine, at a glance, if there are any significant events. If 
there are events to be examined, the engineer can immediately “zoom in” on the portion of the stripchart 
with the event. 

Some voltage recorders do not have user-settable thresholds, but rather choose to capture events based 
either on fixed default thresholds or on some type of significant change. For some users, fixed thresholds 
are an advantage, while others are uncomfortable with the lack of control over the meter function. In 
units with fixed thresholds, if the environment is normally somewhat disturbed, such as on a welder 
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FIGURE 15.50 Cycle-by-cycle rms stripchart showing two voltage sags. The sag on the left is due to an adjacent 
feeder fault on the supply substation, and the sag on the right is due to a large motor start. Note the difference in 
the voltage profile during recovery. 


Min/Ave/Max Chart 


FIGURE 15.51 Min/Max/Average stripchart of the same voltage sags as Fig. 15.50. Note that both sags look almost 
identical. Without the recovery detail found in Fig. 15.50, it is difficult to determine a cause for the voltage sags. 


circuit at a motor control center, the meter memory may fill up with insignificant events and the monitor 


may not be able to record a significant event when it occurs. For this reason, monitors with fixed 
thresholds should not be used in electrically noisy environments. 
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FIGURE 15.52 Typical voltage waveform disturbance caused by power factor correction capacitor energization. 


Voltage Waveform Disturbances 


Some equipment can be disturbed by changes in the voltage waveform. These waveform changes may 
not significantly affect the rms voltage, yet may still cause equipment to malfunction. An rms-only 
recorder may not detect the cause of the malfunction. Most line disturbance analyzers have some 
mechanism to detect and record changes in voltage waveforms. Some machines compare portions of 
successive waveforms, and capture the waveform if there is a significant deviation in any portion of the 
waveform. Others capture waveforms if there is a significant change in the rms value of successive 
waveforms. Another method is to capture waveforms if there is a significant change in the voltage total 
harmonic distortion (THD) between successive cycles. 

The most common voltage waveform change that may cause equipment malfunction is the disturbance 
created by power factor correction capacitor switching. When capacitors are energized, a disturbance is 
created that lasts about 1 cycle, but does not result in a significant change in the rms voltage. Figure 15.52 
shows a typical power factor correction capacitor switching event. 


Current Recordings 


Most modern recorders are capable of simultaneous voltage and current recordings. Current recordings 
can be useful in identifying the cause of power quality disturbances. For example, if a 20% voltage sag 
(to 80% of full voltage) is accompanied by a small change in current (plus or minus about 30%), the 
cause of the voltage sag is usually upstream (toward the utility source) of the monitoring point. If the 
sag is accompanied by a large increase in current (about 100%), the cause of the sag is downstream 
(toward the load) of the monitoring point. Figure 15.53 shows the rms voltage and current captured 
during a motor start downstream of the monitor. Notice the large current increase during starting and 
the corresponding small decrease in voltage. 

Some monitors allow the user to select current thresholds that will cause the monitor to capture both 
voltage and current when the current exceeds the threshold. This can be useful for detecting over- and 
under-currents that may not result in a voltage disturbance. For example, if a small, unattended machine 
is tripping off unexpectedly, it would be useful to have a snapshot of the voltage and current just prior 
to the trip. A threshold can be set to trigger a snapshot when the current goes to zero. This snapshot can 
be used to determine if the input voltage or current was the cause of the machine trip. 
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FIGURE 15.53 RMS stripcharts of voltage and current during a large current increase due to a motor start down- 
stream of the monitor point. 


Current Waveshape Disturbances 


Very few monitors are capable of capturing changes in current waveshape. It is usually not necessary to 
capture changes in current waveshape, but in some special cases this can be useful data. For example, 
inrush current waveforms can provide more useful information than inrush current rms data. 
Figure 15.54 shows a significant change in the current waveform when the current changes from zero to 
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FIGURE 15.54 Voltage and current waveforms for the first few cycles of the current increase illustrated in Fig. 15.53. 
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nearly 100 amps peak. The shape of the waveform, and the phase shift with respect to the voltage 
waveform, confirm that this current increase was due to an induction motor start. Figure 15.54 shows 
the first few cycles of the event shown in Fig. 15.53. 


Harmonics 


Harmonic distortion is a growing area of concern. Many commercially available monitors are capable of 
capturing harmonic snapshots. Some monitors have the ability to capture harmonic stripchart data. In 
this area, it is critical that the monitor produce accurate data. Some commercially available monitors 
have deficiencies in measuring harmonics. Monitors generally capture a sample of the voltage and current 
waveforms, and perform a Fast Fourier Transform to produce a harmonic spectrum. According to the 
Nyquist Sampling Theorem, the input waveform must be sampled at least twice the highest frequency 
that is present in the waveform. Some manufacturers interpret this to mean the highest frequency of 
interest, and adjust their sample rates accordingly. If the input signal contains a frequency that is above 
the maximum frequency that can be correctly sampled, the high frequency signal may be “aliased,” that 
is, it may be incorrectly identified as a lower frequency harmonic. This may lead the engineer to search 
for a solution to a harmonic problem that does not exist. The aliasing problem can be alleviated by 
sampling at higher sample rates, and by filtering out frequencies above the highest frequency of interest. 
The sample rate is usually found in the manufacturer’s literature, but the presence of an antialiasing filter 
is not usually mentioned in the literature. 


Flicker 


Some users define flicker as the voltage sag that occurs when a large motor starts. Other users regard 
flicker as the frequent, small changes in voltage that occur due to the operation of arc furnaces, welders, 
chippers, shredders, and other varying loads. Nearly any monitor is capable of adequately capturing 
voltage sags due to occasional motor starts. The second definition of flicker is more difficult to monitor. 
In the absence of standards, several manufacturers have developed proprietary “flicker” meters. In recent 
years, an effort has been made to standardize the definition of “flicker,” and to standardize the performance 
of flicker meters. At the time of this writing, several monitor manufacturers are attempting to incorporate 
the standardized flicker function into their existing products. 


High Frequency Noise 


Sensitive electronic equipment can be susceptible to higher frequency signals imposed on the voltage 
waveform. These signals may be induced on the conductors by sources such as radio transmitters or 
arcing devices such as fluorescent lamps, or they may be conductively coupled by sources such as power 
line carrier energy management systems. A few manufacturers include detection circuitry for high 
frequency signals imposed on the voltage waveform. 


Other Quantities 


It may be necessary to find a way to monitor other quantities that may affect sensitive equipment. 
Examples of other quantities are temperature, humidity, vibration, static electricity, magnetic fields, fluid 
flow, and air flow. In some cases, it may also become necessary to monitor for vandalism or sabotage. 
Most power quality monitors cannot record these quantities, but other devices exist that can be used in 
conjunction with power quality monitors to find a solution to the problem. 


Summary 


Most power quality problems can be solved with simple hand-tools and attention to detail. Some 
problems, however, are not so easily identified, and it may be necessary to monitor to correctly identify 
the problem. Successful monitoring involves several steps. First, determine if it is really necessary to 
monitor. Second, decide on a location for the monitor. Generally, the monitor should be installed close 
to the affected equipment. Third, decide what quantities need to be monitored, such as voltage, current, 
harmonics, and power data. Try to determine the types of events that can disturb the equipment, and 
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select a meter that is capable of detecting those types of events. Fourth, decide on a monitoring period. 
Usually, a good first choice is at least one business cycle, or at least 1 day, and more commonly, 1 week. 
It may be necessary to monitor until the problem recurs. Some monitors can record indefinitely by 
discarding older data to make space for new data. These monitors can be installed and left until the 
problem recurs. When the problem recurs, the monitoring should be stopped before the event data is 
discarded. 

After the monitoring period ends, the most difficult task begins — interpreting the data. Modern 
power quality monitors produce reams of data during a disturbance. Data interpretation is largely a 
matter of experience, and Ohm’s law. There are many examples of disturbance data in books such as The 
BMI Handbook of Power Signatures, Second Edition, and the Dranetz Field Handbook for Power Quality 
Analysis. 
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Preface 


The generation, delivery, and utilization of electric power and energy remain among the most challenging 
and exciting fields of electrical engineering. The astounding technological developments of our age are 
highly dependent upon a safe, reliable, and economic supply of electric power. The objective of The 
Electric Power Engineering Handbook is to provide a contemporary overview of this far-reaching field as 
well as a useful guide and educational resource for its study. It is intended to define electric power 
engineering by bringing together the core of knowledge from all of the many topics encompassed by the 
field. The articles are written primarily for the electric power engineering professional who is seeking 
factual information and secondarily for the professional from other engineering disciplines who wants 
an overview of the entire field or specific information on one aspect of it. 

The book is organized into 15 sections in an attempt to provide comprehensive coverage of the 
generation, transformation, transmission, distribution, and utilization of electric power and energy as 
well as the modeling, analysis, planning, design, monitoring, and control of electric power systems. The 
individual articles within the 15 sections are different from most technical publications. They are not 
journal type articles nor are they textbook in nature. They are intended to be tutorials or overviews 
providing ready access to needed information, while at the same time providing sufficient references to 
more in-depth coverage of the topic. This work is a member of the Electrical Engineering Handbook 
Series published by CRC Press. Since its inception in 1993, this series has been dedicated to the concept 
that when readers refer to a handbook on a particular topic they should be able to find what they need 
to know about the subject at least 80% of the time. That has indeed been the goal of this handbook. 

In reading the individual articles of this handbook, I have been most favorably impressed by how well 
the authors have accomplished the goals that were set. Their contributions are, of course, most key to 
the success of the work. I gratefully acknowledge their outstanding efforts. Likewise, the expertise and 
dedication of the editorial board and section editors have been critical in making this handbook possible. 
To all of them I express my profound thanks. I also wish to thank the personnel at CRC Press who have 
been involved in the production of this book, with a special word of thanks to Nora Konopka and Ron 
Powers. Their patience and perseverance have made this task most pleasant. 


Leo Grigsby 
Editor-in-Chief 
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